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9 PREFACE 


This document is Part 9 of thirteen parts of the official triennial compilation and publication of the adoptions, amendments and 
repeal of administrative regulations to California Code of Regulations, Title 24, also referred to as the California Building Stan- 
dards Code. This part is known as the California Fire Code. 


The California Building Standards Code is published in its entirety every three years by order of the California legislature, with 
supplements published in intervening years. The California legislature delegated authority to various state agencies, boards, 
commissions and departments to create building regulations to implement the State’s statutes. These building regulations, or 
standards, have the same force of law, and take effect 180 days after their publication unless otherwise stipulated. The California 
Building Standards Code applies to occupancies in the State of California as annotated. 


A city, county, or city and county may establish more restrictive building standards reasonably necessary because of local 
climatic, geological or topographical conditions. Findings of the local condition(s) and the adopted local building standard(s) 
must generally be filed with the California Building Standards Commission (or other filing if indicated) to become effective, and 
may not be effective sooner than the effective date of this edition of the California Building Standards Code. Local building 
standards that were adopted and applicable to previous editions of the California Building Standards Code do not apply to this 
edition without appropriate adoption and the required filing. 


Should you find publication (e.g., typographical) errors or inconsistencies in this code or wish to offer comments toward 
improving its format, please address your comments to: 


California Building Standards Commission 
2525 Natomas Park Drive, Suite 130 
Sacramento, CA 95833-2936 


Phone: (916) 263-0916 
Email: cbsc@dgs.ca.gov 


)y Web page: www.dgs.ca.gov/bsc 
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CALIFORNIA CODE OF REGULATIONS, TITLE 24 


California Agency Information Contact List * 


‘ 
The following state agencies may propose building standards for publication in Title 24. Request notice of such activity with 
each agency of interest. See Sections 1.2 through 1.14 of the California Building Code (Part 2 of Title 24) for more detailed 


information on the regulatory jurisdiction of each state agency. 


B lof S IC ity Correct 
Wi WSB¥E?CCE GOV NIP iat RUA AR, Tate Mn (916) 445-5073 


Local Adult and Juvenile 
Detention Facility Standards 


Californi, di. issi 
WWW USSICEL BOW USC DR Ee iisalatet rie eo Tan ere (916) 263-0916 


State Buildings including UC and 
CSU Buildings, Parking Lot and Walkway Lighting, 
Green Building Standards for Non-residential Buildings 


California E. C ae 
WWW. CNCLZY.CA. ZOV serscerscssssesvcersveses Energy Hotline (800) 772-3300 


Building Efficiency Standards 
Appliance Efficiency Standards 
Compliance Manual/Forms 


California S Lands C aay 
WU MSC CE DOV! i oskixetntctoaele cates een tan ernst (562) 499-6312 


Marine Oil Terminal Standards 


California State Library 
Wi WILD AF PEG. SOV cians tossaiserat us ante oredr ee yea tee (916) 323-9843 
Departm Affairs: 
Acupuncture Board 
WW WiGEUDUNCIUNE CA.GOV cats -stemeinvisesauen tess tecittsnarey (916) 515-5200 
Office Standards 
Board of Pharmacy 
WW, Pttr OGY, CU. SOV ass cs carter scat: thoy eeataciaaeceanid (916) 518-3100 
Pharmacy Standards 
Bureau of Barbering and Cosmetology 
WWW. DALDEFCOSMO.CE: DOV sisss anys saaisuries cotyisatugas beasties (800) 952-5210 
Barber and Beauty Shop, 
and College Standards 


Bureau of Household Goods and Services 
WWW. DADS. CeO. Cd. BOY 2 testes cs courtesan eames (916) 999-2041 


Insulation Testing Standards 


Structural Pest Control Board 
WwW pesthOard. CABO: iNAE Meco ee (800) 737-8188 


Structural Standards 


Veterinary Medical Board 
WW PIND.CE BOW, 4, Balak SOR ea eens (916) 515-5220 


Veterinary Hospital Standards 


Department of Food and Agriculture 
www.cdfa.ca.gov 


Meat & Poultry Packing Plant Standards 
Rendering & Collection Center Standards...........00. (916) 900-5004 


IGIEY SEGNAOT OS rnc Me swith ccutags ins AOA eee ee (916) 900-5008 


Depart t ousi d Community Develo nt 
WWHENCE. CO:BOV teach tatee eRe et On aca aoc (800) 952-8356 


Residential—Hotels, Motels, Apartments, 
Single-Family Dwellings; and 
Permanent Structures in Mobilehome & 
Special Occupancy Parks 


(916) 445-3338 
Factory-Built Housing, Manufactured Housing & 
Commercial Modular 


Mobilehome—Permits & Inspections 
Northern Region-(916) 255-2501 
Southern Region—(951) 782-4431 


(800) 952-8356 
Employee Housing Standards 


Department of Public Health 
WWM ADILCG. GOV cn ccattiencatinsse steam arey fins scence iet (916) 449-5661 


Organized Camps Standards 
Public Swimming Pools Standards 


Divisi F the St irchi 
WWW) GOR C0 BOW/ GSA. s. ah encvaemeG eat ae ease ae (916) 445-8100 
Access Compliance 

Fire and Life Safety 

Structural Safety 


Public Schools Standards 
Essential Services Building Standards 
Community College Standards 


State Historical Building Safety Board 


Historical Rehabilitation, Preservation, 
Restoration or Relocation Standards 


Office of Statewide Health Planning and Development 


AKA: California Department of Health Care Access and 
Information (HCAD 
WWW RG Sir BO Won. iczivesscunas couse Moeteny ge cunaseot stores (916) 440-8300 
Hospital Standards 
Skilled Nursing Facility Standards & 
Clinic Standards 


OSTIN fIPE CO GOV GN cite cies te RR vig eee (916) 568-3800 


Code Development and Analysis 
Fire Safety Standards 


2022 CALIFORNIA FIRE CODE 


How to Distinguish Between Model Code Language 
and 
California Amendments 


To distinguish between model code language and the incorporated California amendments, including exclusive California stan- 
dards, California amendments will appear in italics. 


[BSC] This is an example of a state agency acronym used to identify an adoption or amendment by the agency. The acronyms 

will appear at California Amendments and in the Matrix Adoption Tables. Sections 1,2 through 1.14 in Chapter 1, Division 1 of 
this code, explain the used acronyms, the application of state agency adoptions to building occupancies or building features, the 
enforcement agency as designated by state law (may be the state adopting agency or local building or fire official), the authority 
in state law for the state agency to make the adoption, and the specific state law being implemented by the agency's adoption. 

The following acronyms are used in Title 24 to identify the state adopting agency making an adoption. 


Legend of Acronyms of Adopting State Agencies 


BSC California Building Standards Commission (see Section 1,2) 

BSC-CG California Building Standards Commission-CALGreen (see Section 1.2.2) 
BSCC Board of State and Community Corrections (see Section 1.3) 

SFM Office of the State Fire Marshal (see Section 1.11) 

HCD 1 Department of Housing and Community Development (see Section 1.8.2.1, 1) 
oh GDM Department of Housing and Community Development (see Section 1,8. 2.1.3) 


HCD 1/AC _ Department of Housing and Community Development (see Section 1.8.2. 1.2) 
DSA-AC Division of the State Architect-Access Compliance (see Section 1.9.1) 
DSA-SS Division of the State Architect-Structural Safety (see Section 1.9.2) 


DSA-SS/CC _ Division of the State Architect-Structural Safety/Community Colleges 
(see Section 1.9.2.2) 


OSHPD 1 Office of Statewide Health Planning and Development (see Section 1,10. 1) 
OSHPD IR_ Office of Statewide Health Planning and Development (see Section 1.10.1) 
OSHPD2 Office of Statewide Health Planning and Development (see Section 1.10.2) 
OSHPD 3 Office of Statewide Health Planning and Development (see Section 1.10.3) 
OSHPD 4 Office of Statewide Health Planning and Development (see Section 1.10.4) 
OSHPD 5 = Office of Statewide Health Planning and Development (see Section 1.10.5) 


DPH Department of Public Health (see Section 1.7) 

AGR Department of Food and Agriculture (see Section 1.6) 

CEC California Energy Commission (see Section 100 in Part 6, the California Energy Code) 
CA Department of Consumer Affairs (see Section 1.4): 


Board of Barbering and Cosmetology 
Board of Examiners in Veterinary Medicine 
Board of Pharmacy 

Acupuncture Board 

Bureau of Household Goods & Services 
Structural Pest Control Board (SPCB) 


SL State Library (see Section 1,12) 
SLE State Lands Commission (see Section 1,14) 
DWR Department of Water Resources (see Section 1.13 of Chapter 1 of the California 


Plumbing Code in Part 2 of Title 24) 


The state agencies are available to answer questions about their adoptions. Contact information is provided on page iv of this 
code. 


To learn more about the use of this code refer to pages viii and ix. Training materials on the application and use of this code are 
available at the website of the California Building Standards Commission www. dgs.ca.gov/bsc. 
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California Matrix Adoption Tables ; 


<* 


Format of the California Matrix Adoption Tables 


The matrix adoption tables, examples of which follow, are non-regulatory aids intended to show the user which state agencies 
have adopted and/or amended given sections of the model code. An agency's statutory authority for certain occupancies or build- 
ing applications determines which chapter or section may be adopted, repealed, amended or added. See Chapter 1, Division I, 
Sections 1.2 through 1.14 for agency authority, building applications and enforcement responsibilities. 


The side headings identify the scope of state agencies’ adoption as follows: 


Adopt the entire IFC chapter without state amendments. 
If there is an “X” under a particular state agency’s acronym on this row; this means that particular state agency has adopted the 
entire model code chapter without any state amendments. 


Example: 
CALIFORNIA FIRE CODE-MATRIX ADOPTION TABLE 


(Matrix Adoption Tables are non-regulatory, intended only as an aid to the user. 


See Chapter 1 for state agency authority and building applications.) 
BSCC _ AGR | DWR| CA | SL | SLC 


CHAPTER 2 — DEFINITIONS AND ABBREVIATIONS 


Adopting agency 


ae [ss [S860] 7] 


—+4—— 


Adopt entire chapter 


Adopt entire chapter as 
amended (amended 
sections listed below) 


Adopt only those sections 
that are listed below 


s 


A 


Chapter/Section 


Adopt the entire IFC chapter as amended, state-amended sections are listed below: 


If there is an “X” under a particular state agency’s acronym on this row, it means that particular state agency has adopted the 
entire model code chapter; with state amendments. 


Each state-amended section that the agency has added to that particular chapter is listed. There will be an “X” in the column, 
by that particular section, under the agency’s acronym, as well as an “X” by each section that the agency has adopted. 


Example: 
CHAPTER 2 — DEFINITIONS AND ABBREVIATIONS 


oe a 
Adopting agenc 
aig Oansirliid co | sem 14 APR Set eee Peete 4] 5 sot oles DWR| CA Fae 


Adopt entire capi 
as amended 
(amended sections 
listed below) 


Adopt only those 
sections that are 
listed below 


Chapter 1 a le a eae a ee 
202 jd Sah ed 


vi 2022 CALIFORNIA FIRE CODE 


Adopt only those sections that are listed below: 


If there is an “X” under a particular state agency’s acronym on this row, it means that particular state agency is adopting only 
specific model code or state-amended sections within this chapter. There will be an “X” in the column under the agency’s 
acronym, as well as an “X” by each section that the agency has adopted. 


Example: 
CHAPTER 2 — DEFINITIONS AND ABBREVIATIONS 


OSHPD 

| eae BSC- sew! 4 | gta a0" $s SST 

Sel Ra adhe | 124 Ac | ss |ssicc| 1 |1R| 2 | 3 | 4 | 5 |BSCC|DPH| AGR |DWR| CA | SL|SLC 
Adopt entire chapter | | =| | | | | nbs 
Adopt entire chapter as 
amended (amended 
sections listed below) 
Adopt only those sections x | x 
that are listed below 
Chapter 1 Oe 


202 ues 
202 pia onmenyeamoee haat: hie P| ay la | 
‘ Re 

ida ave 


203 a 4 


California Matrix Adoption Tables with California Code of Regulations, Title 19, Division 1 


State Fire Marshal T-24 Column: 
If there is an “X” in the T-24 column under SFM, refer to the California Matrix Adoption Tables explaining how to use the 
matrix adoption tables. 


State Fire Marshal T-19 Column: 

If there is an “X” in the T-19 column under SFM, this means that the corresponding section was reprinted from the California 
Code of Regulations (CCR), Title 19, Division 1 into the California Fire Code for the code user’s convenience. The 
corresponding Title-19 sections were listed in the matrix adoption tables in the order that they appear in the California Fire 
Code. The scope, applicability and appeals procedures of CCR, Title 19, Division 1 has not changed. For information regarding 
the specific purpose and scope of CCR, Title 19, unless otherwise specified, refer to CCR, Title 19, Division 1, Chapter 1, 
Subchapter 1, Article 1, Sections 1.00 through 1.14. 


Example: 
CHAPTER 3 — GENERAL PRECAUTIONS AGAINST FIRE 


Adopting agency BSC. Etch hed? Sot heel abd ty Reaiibeed Ean 
asc| co |T24 [T48| 1] 2 [FAC] AC] $8 | 1 [AR] 2 [3 [4] cec | cA || suc 
aa 


Adopt entire chapter as 
amended (amended 
sections listed below) 


Adopt only those sections 
that are listed below 


[California Code of 
Regulations, Title 19, 


X 

Division 1] 
Chapter / Section spare rey yc re 

301 PIES le i cua ea Set ee ad i acd 
1003.14) | eA Ole Madea lwabntumefur| |_| 
AACN HORAN HEI pNN) Se SO NeRO UE Me VET On AguoytS speaks dures a ai eti || 
304 x Pes 

pret 3.070) | ee stectirien vem 
(48 83.07(0 | ae 


*The California Code of Regulations (CCR), Title 19, Division | provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division 1 text for the code user’s convenience only, The scope, applicability and appeals procedures of CCR, Title 19, Division 1 remains the same. 
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Marginal Markings 


Symbols in the margin indicate the status of code changes as follows: 
This symbol indicates that a change has been made to a California amendment. 
> This symbol indicates deletion of California amendment language. 


This symbol indicates that a change has been made to International Code Council model 
language. 


= This symbol indicates deletion of International Code Council model language. 


A single asterisk [*] placed in the margin indicates that text or a table has been relocated within 
the code. A double asterisk [**] placed in the margin indicates that the text or table immediately 
following it has been relocated there from elsewhere in the code. The following table indicates such 
relocations in the 2021 edition of the /nternational Fire Code. 


i nei i 
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Coordination of the International Codes 


Development 


Maintenance 


viii 


The coordination of technical provisions is one of the strengths of the ICC family of model codes. 
The codes can be used as a complete set of complementary documents, which will provide users 
with full integration and coordination of technical provisions. Individual codes can also be used in 
subsets or as stand-alone documents. To make sure that each individual code is as complete as pos- 
sible, some technical provisions that are relevant to more than one subject area are duplicated in 
some of the model codes. This allows users maximum flexibility in their application of the |-Codes. 


This 2021 edition presents the code as originally issued, with changes reflected in the 2003 through 
2018 editions and further changes approved by the ICC Code Development Process through 2019. A 
new edition such as this is promulgated every 3 years. 


The IFC is kept up to date through the review of proposed changes submitted by code enforcement 
officials, industry representatives, design professionals and other interested parties. Proposed 
changes are carefully considered through an open code development process in which all interested 
and affected parties may participate. 


The ICC Code Development Process reflects principles of openness, transparency, balance, due 
process and consensus, the principles embodied in OMB Circular A-119, which governs the federal 
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government’s use of private-sector standards. The ICC process is open to anyone; there is no cost to 
participate, and people can participate without travel cost through the ICC’s cloud-based app, cdp- 
Access®. A broad cross section of interests are represented in the ICC Code Development Process. 
The codes, which are updated regularly, include safeguards that allow for emergency action when 
required for health and safety reasons. 


In order to ensure that organizations with a direct and material interest in the codes have a voice 
in the process, the ICC has developed partnerships with key industry segments that support the 
ICC’s important public safety mission. Some code development committee members were nomi- 
nated by the following industry partners and approved by the ICC Board: 


e American Institute of Architects (AIA) 

e International Association of Fire Chiefs (IAFC) 

e National Association of Home Builders (NAHB) 

e National Association of State Fire Marshals (NASFM) 

The code development committees evaluate and make recommendations regarding proposed 
changes to the codes. Their recommendations are then subject to public comment and council-wide 


votes. The ICC’s governmental members—public safety officials who have no financial or business 
interest in the outcome—cast the final votes on proposed changes. 


The contents of this work are subject to change through the code development cycles and by any 
governmental entity that enacts the code into law. For more information regarding the code devel- 
opment process, contact the Codes and Standards Development Department of the ICC. 


While the I|-Code development procedure is thorough and comprehensive, the ICC, its members and 
those participating in the development of the codes disclaim any liability resulting from the publica- 
tion or use of the |-Codes, or from compliance or noncompliance with their provisions. The ICC does 
not have the power or authority to police or enforce compliance with the contents of this code. 


Code Development Committee Responsibilities 
(Letter Designations in Front of Section Numbers) 


In each code development cycle, proposed changes to this code are considered at the Committee 
Action Hearings by the International Fire Code Development Committee, whose action constitutes a 
recommendation to the voting membership for final action on the proposed change. Code change 
proposals to sections of the code that are preceded by a bracketed letter designation are consid- 
ered by a different code development committee. For example, proposed changes to code sections 
that have [BE] in front of them (e.g., [BE] 604.4) are considered by the appropriate International 
Building Code Development Committee (IBC—Egress) at the code development hearings. 


The bracketed letter designations for committees responsible for portions of this code are as fol- 
lows: 


[A] = Administrative Code Development Committee 

[BE] = IBC—Egress Code Development Committee 

[BF] = |BC—Fire Safety Code Development Committee 

[BG] = |IBC—General Code Development Committee 

[BS] = !BC—Structural Code Development Committee 

[EB] = International Existing Building Code Development Committee 
[FG] = International Fuel Gas Code Development Committee 

[M] = International Mechanical Code Development Committee 


[P] =International Plumbing Code Development Committee 
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For the development of the 2024 edition of the |-Codes, there will be two groups of-code devel- 
opment committees and they will meet in separate years, as shown in the following Code Develop- 
ment Hearings table. 


The majority of the sections of Chapter 1 of this code are designated as the responsibility of the 
Administrative Code Development Committee, and that committee is part of the Group B portion of 
the hearings. This committee will conduct its code development hearings in 2022 to consider most 
code change proposals for Chapter 1 of this code and proposals for Chapter 1 of all |-Codes except 
the IECC, IRC and IgCC. Therefore, any proposals received for Chapter 1 of this code preceded by the 
designation [A] will be assigned to the Administrative Code Development Committee for consider- 
ation in 2022. 


It is very important that anyone submitting code change proposals understands which code 
development committee is responsible for the section of the code that is the subject of the code 
change proposal. For further information on the Code Development Committee responsibilities, 
please visit the ICC website at www. iccsafe.org/current-code-development-cycle. 


CODE DEVELOPMENT HEARINGS 
Group A Codes Group B Codes 


(Heard in 2021, Code Change Proposals (Heard in 2022, Code Change Proposals 
Deadline: January 11, 2021) Deadline: January 10, 2022) 


International Building Code Administrative Provisions (Chapter 1 of all codes 
— Egress (Chapters 10, 11, Appendix E) reall Le ie a aeeten fale 
ne appendices titled “Board of Appeals” for a 
a an Pal vase he Serene codes except IECC, IRC, IgCC, ICCPC and IZC; 

nes ie eR ov eee one administrative updates to currently referenced 
ppendices A, B, C, D, K, N) standards; and designated definitions) 


International Fire Code International Building Code 


— Structural (Chapters 15-25, Appendices F, 
G, H, I,J, L,.M) 


International Fuel Gas Code International Existing Building Code 


International Mechanical Code International Energy Conservation Code— 
Commercial 


International Plumbing Code International Energy Conservation Code— 
Residential 


— IECC—Residential 
—|IRC—Energy (Chapter 11) 


International Property Maintenance Code International Green Construction Code 
(Chapter 1) 


International Private Sewage Disposal Code International Residential Code 


— |RC—Building (Chapters 1-10, Appendices 
AE, AF, AH, AJ, AK, AL, AM, AO, AQ, AR, 
AS, AT, AU, AV, AW) 


International Residential Code 


— |RC—Mechanical (Chapters 12-23) 


— |RC—Plumbing (Chapters 25-33, 
Appendices AG, Al, AN, AP) 


International Zoning Code 


Note: Proposed changes to the /CCPC will be heard by the code development committee noted in 
brackets [ ] in the text of the ICCPC. 
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>) Effective Use of the International Fire Code 


The IFC is a model code that regulates minimum fire safety requirements for new and existing build- 
ings, facilities, storage and processes. The IFC addresses fire prevention, fire protection, life safety 
and safe storage and use of hazardous materials in new and existing buildings, facilities and pro- 
cesses. The IFC provides a total approach of controlling hazards in all buildings and sites, regardless 
of the hazard being indoors or outdoors. 


The IFC is a design document. For example, before one constructs a building, the site must be 
provided with an adequate water supply for fire-fighting operations and a means of building access 
for emergency responders in the event of a medical emergency, fire or natural or technological 
disaster. Depending on the building’s occupancy and uses, the IFC regulates the various hazards that 
may be housed within the building, including refrigeration systems, application of flammable fin- 
ishes, fueling of motor vehicles, high-piled combustible storage, and the storage and use of hazard- 
ous materials. The IFC sets forth minimum requirements for these and other hazards and contains 
requirements for maintaining the life safety of building occupants; protecting emergency respond- 
ers; and limiting the damage to a building and its contents as the result of a fire, explosion or unau- 
thorized hazardous material discharge. 


As described, the IFC has many types of requirements for buildings and facilities. The applicability 
of these requirements varies. An understanding of the applicability of requirements, as addressed in 
Sections 102.1 and 102.2, is necessary. Section 102.1 addresses when the construction and design 
provisions are applicable, whereas Section 102.2 addresses when the administrative, operational 
and maintenance provisions are applicable. Generally, the construction and design provisions apply 
to only new buildings or existing buildings and occupancies as addressed by Chapter 11. The admin- 
istrative, maintenance and operational requirements are applicable to all buildings and facilities, 
whether new or existing. 
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ARRANGEMENT AND FORMAT OF THE 2021 IFC 


Before applying the requirements of the IFC, it is beneficial to understand its arrangement and for- 
mat. The IFC, like other codes published by the ICC, is arranged and organized to follow sequential 
steps that generally occur during a plan review or inspection. 


The IFC is organized into seven parts. Each part represents a broad subject matter and includes the 
chapters that logically fit under the subject matter of each part. It is also foreseeable that additional 
chapters will need to be added in the future as regulations for new processes or operations are 
developed. Accordingly, the structure was designed to accommodate such future chapters by pro- 
viding reserved (unused) chapters in several of the parts. This will allow the subject matter parts to 
be conveniently and logically expanded without requiring a major renumbering of the IFC chapters. 


CHAPTER TOPICS 


Part |—Chapters 1 and 2 Administrative and definitions 
Part ||—Chapters 3 and 4 General safety provisions 


Part VI—Chapter 80 Referenced standards 
Part Vil—Appendices A through N | Adoptable and informational appendices 


IBC Correlated Topics 


The IFC requirements for fire-resistance-rated construction, interior finish, fire protection systems, 
means of egress and construction safeguards are directly correlated to the chapters containing par- 
allel requirements in the IBC, as follows: 


IFC/IBC CORRELATED TOPICS 


IFC Chapter/Section | IBC Chapter/Section [atria yi ln 
Fire and smoke protection features (Fire-resis- 
Chapter 7 Chapter 7 tance-rated construction in the IBC) 
Chapter 8 Chapter 8 hac finish, decorative materials and furnish- 
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PART I—ADMINISTRATIVE 


Chapter 1 Scope and Administration 


Chapter 1 contains provisions for the application, enforcement and administration of subsequent 
requirements of the code. In addition to establishing the scope of the code, Chapter 1 identifies 
which buildings and structures come under its purview. Chapter 1 is largely concerned with main- 
taining “due process of law” in enforcing the regulations contained in the body of the code. Only 
through careful observation of the administrative provisions can the code official reasonably expect 
to demonstrate that “equal protection under the law” has been provided. 


Chapter 2 Definitions 


All terms that are defined in the code are listed alphabetically in Chapter 2. While a defined term 
may be used in one chapter or another, the meaning provided in Chapter 2 is applicable throughout 
the code. 


Where understanding of a term’s definition is especially key to or necessary for understanding of 
a particular code provision, the term is shown in italics wherever it appears in the code. This is true 
only for those terms that have a meaning that is unique to the code. In other words, the generally 
understood meaning of a term or phrase might not be sufficient or consistent with the meaning pre- 
scribed by the code; therefore, it is essential that the code-defined meaning be known. 


Guidance regarding tense, gender and plurality of defined terms as well as guidance regarding 
terms not defined in this code are also provided. 


PART II—GENERAL SAFETY PROVISIONS 


Chapter 3 General Requirements 


The open burning, ignition source, vacant building, miscellaneous storage, roof gardens and land- 
scaped roofs, artificial combustible vegetation on buildings, outdoor pallet storage, additive manu- 
facturing, and hazards to fire fighters requirements and precautions, among other general 
regulations contained in this chapter, are intended to improve premises safety for everyone, includ- 
ing construction workers, tenants, operations and maintenance personnel, and emergency 
response personnel. 


Chapter 4 Emergency Planning and Preparedness 


Chapter 4 addresses the human contribution to life safety in buildings when a fire or other emer- 
gency occurs. The requirements for continuous training and scheduled fire, evacuation and lock- 
down drills can be as important as the required periodic inspections and maintenance of built-in fire 
protection features. The level of preparation by the occupants also improves the emergency 
responders’ abilities during an emergency. The /BC focuses on built-in fire protection features, such 
as automatic sprinkler systems, fire-resistance-rated construction and properly designed egress sys- 
tems, whereas this chapter fully addresses the human element. 


PART III—BUILDING AND EQUIPMENT DESIGN FEATURES 


Chapter 5 Fire Service Features 


The requirements of Chapter 5 apply to all buildings and occupancies and pertain to access roads, 
access to building openings and roofs, premises identification, key boxes, fire protection water sup- 
plies, fire command centers, fire department access to equipment, and in-building emergency 
responder communication system coverage. 
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>) Chapter 6 Building Services and Systems 


Chapter 6 focuses on building systems and services as they relate to potential safety hazards and 
when and how they should be installed. This chapter brings together building system- and service- 
related issues for convenience and provides a more systematic view of buildings. The following 
building services and systems are addressed: electrical equipment, wiring and hazards (Section 
603); elevator recall and maintenance (Section 604); fuel-fired appliances (Section 605); commercial 
kitchen hoods (Section 606); commercial kitchen cooking oil storage (Section 607); mechanical 
refrigeration (Section 608); hyperbaric facilities (Section 609); and clothes dryer exhaust systems 
(Section 610). Note that building systems focused on energy systems and components are 
addressed by Chapter 12. 


Chapter 7 Fire and Smoke Protection Features 


The maintenance of assemblies required to be fire-resistance rated is a key component in a passive 
fire protection philosophy. Chapter 7 sets forth requirements to maintain required fire-resistance 
ratings of building elements and limit fire spread. Section 701 addresses the basics of what con- 
struction elements such as fire barriers and smoke barriers need to be maintained as well as defin- 
ing the owner’s responsibility. The rest of the chapter, Sections 703 through 708, deals with various 
fire and smoke protection features that must also be maintained. These features include penetra- 
tions, joint protection, door and window openings, duct and air transfer opening protection, con- 
cealed spaces, and spray-applied fire-resistant and intumescent fire-resistant materials. 


Chapter 8 Interior Finish, Decorative Materials and Furnishings 


The overall purpose of Chapter 8 is to regulate interior finishes, decorative materials and furnishings 
in new and existing buildings so that they do not significantly add to or create fire hazards within 
buildings. The provisions tend to focus on occupancies with specific risk characteristics, such as vul- 
nerability of occupants, density of occupants, lack of familiarity with the building and societal expec- 
tations of importance. This chapter is consistent with Chapter 8 of the IBC, which regulates the 
interior finishes of new buildings. 


Chapter 9 Fire Protection and Life Safety Systems 


Chapter 9 prescribes the minimum requirements for active systems of fire protection equipment to 
perform the functions of detecting a fire, alerting the occupants or fire department of a fire emer- 
gency, controlling smoke and controlling or extinguishing the fire. There are provisions relating to 
more general life safety systems such as gas detection and associated alarms. Mass notification sys- 
tems are also addressed. Generally, the requirements are based on the occupancy, the height and the 
area of the building, because these are the factors that most affect fire-fighting capabilities and the 
relative hazard of a specific building or portion thereof. This chapter parallels and is substantially dupli- 
cated in Chapter 9 of the /BC; however, this chapter also contains periodic testing criteria that are not 
contained in the IBC. In addition, the special fire protection system requirements based on use and 
occupancy found in Chapter 4 of the IBC are duplicated in Chapter 9 of the IFC as a user convenience. 


Chapter10 Means of Egress 


The general criteria set forth in Chapter 10 regulating the design of the means of egress are estab- 
lished as the primary method for protection of people in buildings by allowing timely relocation or 
evacuation of building occupants. Both prescriptive and performance language is utilized in this 
chapter to provide for a basic approach in the determination of a safe exiting system for all occu- 
pancies. It addresses all portions of the egress system (i.e., exit access, exits and exit discharge) and 
includes design requirements as well as provisions regulating individual components. The require- 
ments detail the size, arrangement, number and protection of means of egress components. Func- 
tional and operational characteristics also are specified for the components that will permit their 
safe use without special knowledge or effort. The means of egress protection requirements work in 
coordination with other sections of the code, such as protection of vertical openings (see Chapter 
7), interior finish (see Chapter 8), fire suppression and detection systems (see Chapter 9) and 
numerous others, all having an impact on life safety. Sections 1002 through 1031 duplicate text 
from Chapter 10 of the IBC; however, the IFC contains an additional Section 1032 on maintenance 
of the means of egress system in existing buildings. Retroactive minimum means of egress require- 
ments for existing buildings are found in Chapter 11. 
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Chapter 11 Construction Requirements for Existing Buildings 


- 
t 
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Chapter 11 applies to existing buildings constructed prior to the adoption of the code and intends to 
provide a minimum degree of fire and life safety to persons occupying existing buildings by provid- 
ing for alterations to such buildings that do not comply with the minimum requirements of the IBC. 
Prior to the 2009 edition, its content existed in the IFC but in a random manner that was neither 
efficient nor user-friendly. In the 2007/2008 code development cycle, a code change (F294-07/ 08) 
was approved that consolidated the retroactive elements of IFC into a single chapter for easier and 
more efficient reference and application to existing buildings. The provisions address general fire 
safety features such as requirements for fire alarm systems, CO detection and automatic sprinkler 
systems in some existing buildings, general means of egress, and finally, the chapter contains a sec- 
tion dedicated to existing Group I-2 occupancies. 


Chapter 12 Energy Systems 


Chapter 12 was added to address the current energy systems found in the IFC. The chapter covers a 
wide range of systems that generate and store energy in, on and adjacent to buildings and facilities. 
The expansion of such energy systems is related to meeting today’s energy, environmental and eco- 
nomic challenges. Ensuring appropriate criteria to address the safety of such systems in building 
and fire codes is an important part of protecting the public at large, building occupants and emer- 
gency responders. Previously, requirements for energy systems, such as standby power systems, PV 
systems and stationary battery systems, were scattered about in various locations in Chapter 6, 
which addresses building services and systems. However, with the addition of fuel cells, energy stor- 
age systems and portable generators to the IFC, a chapter dedicated to such related issues was nec- 
essary. This chapter provides an appropriate location for the addition of future energy-related 
issues. 


Chapters 13 through 19 


Reserved for future use. 


PART IV—-SPECIAL OCCUPANCIES AND OPERATIONS 


Chapter 20 Aviation Facilities 


Chapter 20 specifies minimum requirements for the fire-safe operation of airports, heliports and 
helistops. The principal nonflight operational hazards associated with aviation involve fuel, facilities 
and operations. Therefore, safe use of flammable and combustible liquids during fueling and main- 
tenance operations is emphasized. Availability of portable Class B:C-rated fire extinguishers for 
prompt control or suppression of incipient fires is required. ; 


Chapter 21 Dry Cleaning 


The provisions of Chapter 21 are intended to reduce hazards associated with the use of flammable 
and combustible dry cleaning solvents. These materials, like all volatile organic chemicals, generate 
significant quantities of static electricity and are thus readily ignitable. Many flammable and non- 
flammable dry cleaning solvents also create health hazards when involved in a fire. 


Chapter 22 Combustible Dust-producing Operations 


xvi 


The requirements of Chapter 22 seek to reduce the likelihood of dust explosions by managing the 
hazards of ignitable suspensions of combustible dusts associated with a variety of operations, 
including woodworking, mining, food processing, agricultural commodity storage and handling, and 
pharmaceutical manufacturing, among others. Ignition source control and good housekeeping prac- 
tices in occupancies containing dust-producing operations are emphasized. 
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® Chapter 23 Motor Fuel-dispensing Facilities and Repair Garages 


Chapter 23 provides provisions that regulate the storage and dispensing of both liquid and gaseous 
motor fuels at public and private automotive, marine and aircraft motor fuel-dispensing facilities, 
and fleet vehicle motor fuel-dispensing facilities. In addition, this chapter addresses the various haz- 
ards created by the use of both liquid and gaseous fuels within repair garages. 


Chapter 24 Flammable Finishes 


Chapter 24 requirements govern operations where flammable or combustible finishes are applied 
by spraying, dipping, powder coating or flow-coating processes. As with all operations involving 
flammable or combustible liquids and combustible dusts or vapors, controlling ignition sources and 
methods of reducing or controlling flammable vapors or combustible dusts at or near these opera- 
tions are emphasized. 


Chapter 25 Fruit and Crop Ripening 


Chapter 25 provides guidance that is intended to reduce the likelihood of explosions resulting from 
improper use or handling of ethylene gas used for crop ripening and coloring processes. This is 
accomplished by regulating ethylene gas generation, storage, and distribution systems and con- 
trolling ignition sources. Design and construction of facilities for this use are regulated by the /BC to 
reduce the impact of potential accidents on people and buildings. 


Chapter 26 Fumigation and Insecticidal Fogging 


Chapter 26 regulates fumigation and insecticidal fogging operations that use toxic pesticide chemi- 
cals to kill insects, rodents and other vermin. Fumigants and insecticidal fogging agents pose little 
hazard if properly applied; however, the inherent toxicity of all these agents and the potential flam- 
mability of some makes special precautions necessary when they are used. Requirements of this 
chapter are intended to protect both the public and fire fighters from hazards associated with these 
products. 


Chapter 27 Semiconductor Fabrication Facilities 


The requirements of Chapter 27 are intended to control hazards associated with the manufacture of 
electrical circuit boards or microchips, commonly called semiconductors. Though the finished prod- 
uct possesses no unusual hazards, materials commonly associated with semiconductor manufactur- 
ing are often quite hazardous and include flammable liquids, pyrophoric and flammable gases, toxic 
substances, and corrosives. The requirements of this chapter are concerned with both life safety 
and property protection. However, the fire code official should recognize that the risk of extraordi- 
nary property damages is far more common than the risk of personal injuries from fire. 


Chapter 28 Lumber Yards and Agro-industrial, Solid Biomass and Woodworking 
Facilities 


Provisions of Chapter 28 are intended to prevent fires and explosions, facilitate fire control and 
reduce exposures to and from facilities storing, selling or processing wood and forest products, 
including sawdust, wood chips, shavings, bark mulch, shorts, finished planks, sheets, posts, poles, 
timber and raw logs and the hazard they represent once ignited. Also included are solid biomass 
feedstock and raw products associated with agro-industrial facilities, the outdoor storage of pallets, 
and manufacturing and recycling facilities. This chapter requires active and passive fire protection 
features to reduce on- and off-site exposures, limit fire size and development, and facilitate fire 
fighting by employees and the fire service. 
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Chapter 29 Manufacture of Organic Coatings 


Chapter 29 regulates materials and processes associated with the manufacture of paints as well as 
bituminous, asphaltic and other diverse compounds formulated to protect buildings, machines and 
objects from the effects of weather, corrosion and hostile environmental exposures. Paint for deco- 
rative, architectural and industrial uses comprises the bulk of organic coating production. Painting 
and processes related to the manufacture of nonflammable and noncombustible or water-based 
products are exempt from the provisions of this chapter. The application of organic coatings is cov- 
ered by Chapter 24. Elimination of ignition sources, maintenance of fire protection equipment and 
isolation or segregation of hazardous operations are emphasized. 


Chapter 30 Industrial Ovens 


Chapter 30 addresses the fuel supply, ventilation, emergency shutdown equipment, fire protection 
and the operation and maintenance of industrial ovens, which are sometimes referred to as indus- 
trial heat enclosures or industrial furnaces. Compliance with this chapter is intended to reduce the 
likelihood of fires involving industrial ovens, which are usually the result of the fuel in use or volatile 
vapors given off by the materials being heated, or to manage the impact if a fire should occur. 


Chapter 31 Tents, Temporary Structures and Other Membrane Structures 


The requirements in Chapter 31 are intended to protect temporary as well as permanent tents and 
air-supported and other membrane structures and temporary special event structures from fire and 
similar hazards. These hazards are regulated through provisions related to structure location and 
access, anchorage, egress, heat-producing equipment, hazardous materials and operations, com- 
bustible vegetation, ignition sources, waste accumulation and requiring regular inspections and cer- 
tifying continued compliance with fire safety regulations. This chapter also addresses outdoor 
assembly events, which are not limited to those events where tents or other membrane structures 
are used but are regulated due to the number of people, density of those people and hazards asso- 
ciated with large outdoor events related to egress, fire hazards from cooking and other related con- 
cerns. 


Chapter 32 High-piled Combustible Storage 


Chapter 32 provides guidance for reasonable protection of life from hazards associated with the 
storage of combustible materials in closely packed piles or on pallets, in racks, or on shelves where 
the top of storage is greater than 12 feet in height. It provides requirements for identifying various 
classes of commodities; general fire and life safety features, including storage arrangements, smoke 
and heat venting, and fire department access; and housekeeping and maintenance requirements. 
The chapter attempts to define the potential fire severity and, in turn, determine fire and life safety 
protection measures needed to control, and in some cases suppress, a potential fire. This chapter 
does not cover miscellaneous combustible materials storage regulated in Section 315. 


Chapter 33 Fire Safety during Construction and Demolition 


Chapter 33 outlines general fire safety precautions for all structures and all occupancies during con- 
struction and demolition operations. Most importantly, this chapter addresses owner responsibility 
and provides requirements for a site safety plan and requires a site safety director. Generally, these 
requirements seek to maintain required levels of fire protection, limit fire spread, establish the 
appropriate operation of equipment and promote prompt response to fire emergencies. Features 
regulated include fire protection systems, fire fighter access to the site and building, means of 
egress, hazardous materials storage and use, and temporary heating equipment and other ignition 
sources. This chapter is consistent with both Chapter 33 of the IBC and Chapter 15 of the IEBC. 


Chapter 34 Tire Rebuilding and Tire Storage 


The requirements of Chapter 34 are intended to prevent or control fires and explosions associated 
with the remanufacture and storage of tires and tire byproducts. Additionally, the requirements are 
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intended to minimize the impact of indoor and outdoor tire storage fires by regulating pile volume 
and location, segregating the various operations, providing for fire department access and a water 
supply, and controlling ignition sources. 


Chapter 35 Welding and Other Hot Work 


Chapter 35 covers requirements for safety in welding and other types of hot work by reducing the 
potential for fire ignitions that often result in large losses. Several different types of hot work would 
fall under the requirements found in Chapter 35, including both gas and electric arc methods and 
any open-torch operations. Many of the activities of this chapter focus on the actions of the occu- 
pants. 


Chapter 36 Marinas 


Chapter 36 addresses the fire protection and prevention requirements for marinas. It was devel- 
oped in response to the complications encountered by a number of fire departments responsible 
for the protection of marinas as well as fire loss history in marinas that lacked fire protection. Com- 
pliance with this chapter intends to establish safe practices in marina areas, provide an identifica- 
tion method for mooring spaces in the marina, and provide fire fighters with safe operational areas 
and fire protection methods to extend hose lines in a safe manner. 


Chapter 37 Combustible Fibers 


Chapter 37 establishes the requirements for storage and handling of combustible fibers, including 
animal, vegetable and synthetic fibers, whether woven into textiles, baled, packaged or loose. Oper- 
ations involving combustible fibers are typically associated with salvage, paper milling, recycling, 
cloth manufacturing, carpet and textile mills and agricultural operations, among others. The pri- 
mary hazard associated with these operations is the abundance of materials and their ready ignit- 
ability. 


Chapter 38 Higher Education Laboratories 


Chapter 38 is a chapter addressing the unique needs of laboratories in higher education academic 
institutions. The advancement of technologies, science, medicine and our knowledge of the world 
often relies on having vibrant and successful academic institutions. These academic institutions 
often have chemistry, biology, medical, engineering and other laboratories where hazardous mate- 
rials are used. This chapter addresses both new and existing buildings and new and existing labora- 
tories. Applying the general hazardous material provisions has proven to be difficult due to the way 
in which these laboratories operate. This chapter offers unique solutions for laboratories that allow 
the necessary quantities of hazardous materials while not requiring a Group H occupancy classifica- 
tion. This is achieved through a series of requirements to protect and separate the hazards, thus 
reducing risks. This chapter also provides more flexibility for laboratories in existing buildings by 
allowing the use of certain materials typically prohibited through method, such as the use of stor- 
age cabinets or fume hoods. 


Chapter 39 Processing and Extraction Facilities 


Chapter 39 focuses on the processing and extraction of oils and fats from various plants. This pro- 
cess includes the extraction by use of solvent, desolventizing of the raw material and production of 
the miscella, and distillation of the solvent from the miscella and solvent recovery. The processes 
used are not necessarily typical hazardous material processes and often the systems and equipment 
associated with such processes are not listed. This chapter provides the tools to appropriately 
enforce the IFC to meet the unique needs of industry while providing the appropriate level of 
safety. This chapter has provisions for a technical report prepared by a registered design profes- 
sional. This chapter also requires site inspections to make sure equipment and systems are installed 
as designed and approved. 
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Chapter 40 Storage of Distilled Spirits and Wines 


Chapter 40 is a new chapter that provides specific requirements for the storage of distilled spirits 
and wines. This chapter provides a package of safety requirements to address the unique hazards 
associated with the storage of distilled spirits and wines, including basic fire prevention require- 
ments, fire protection features, storage configuration and signage. Additionally, in accordance with 
Section 307.1.1 of the IBC, these occupancies are not classified as a Group H occupancy. Instead, as 
listed in Sections 311.2 and 311.3 of the IBC, the storage of beverages that contain up to and includ- 
ing 16-percent alcohol are classified as a Group S-2 occupancy, and those that contain over 16-per- 
cent alcohol content are classified as a Group S-1 occupancy. 


us 


Chapters 41 through 47 


Reserved for future use. 


Chapter 48 Motion Picture and Television Production Studio Stages, Approved 
Production Facilities and Production Locations 


On July 23, 1982, a Bell UH-1 Iroquois helicopter crashed at Indian Dunes in Valencia, Santa Clarita, 
California, during the making of Twilight Zone: The Movie. The crash killed three people on the 
ground and injured the six helicopter passengers. Those killed were actor Vic Morrow and child 
actors Myca Dinh Le and Renee Shin-Yi Chen. The incident led to years of civil and criminal action and 
was responsible for the introduction of new procedures and safety standards in the filmmaking 
industry. 


Chapter 49 Requirements for Wildland-Urban Interface Fire Areas 


This chapter regulates development and construction in areas designated by the Director of the 
Department of Forestry and Fire Protection as Very High Fire Hazard Severity Zones in any Local 
Responsibility Area (LRA) and areas designated by the Board of Forestry and Fire Protection as a 
State Responsibility Area (SRA). In addition to the building construction requirements in the Califor- 
nia Building Code and California Residential Code, this chapter contains requirements for develop- 
ment and construction in the LRA designated as Very High Fire Hazard Severity Zones and areas 
designated as SRA. While many of these provisions are found in Title 14 of the California Code of 
Regulations, they are replicated here for the code user. The local jurisdiction has the authority to 
apply the same regulations to LRA when the regulations are adopted by local ordinance. The require- 
ments in this chapter address the adoption of Very High Fire Hazard Severity Zones in the LRA; crite- 
ria for evaluating existing subdivisions that are at significant fire risk and are without an adequate 
secondary egress; and criteria for fire safety provisions required in the Safety Element of a city or 
county General Plan. 


PART V—-HAZARDOUS MATERIALS 


Chapter 50 Hazardous Materials—General Provisions 


Chapter 50 contains the general requirements for all hazardous chemicals in all occupancies. Haz- 
ardous chemicals are defined as those that pose an unreasonable risk to the health and safety of 
operating or emergency personnel, the public and the environment if not properly controlled 
during handling, storage, manufacture, processing, packaging, use, disposal or transportation. The 
general provisions of this chapter are intended to be companion provisions with the specific 
requirements of Chapters 51 through 67 regarding a given hazardous material. 


Chapter 51 Aerosols 


Chapter 51 addresses the prevention, control and extinguishment of fires and explosions in facilities 
where retail aerosol products are displayed or stored. It is concerned with both life safety and prop- 
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“y erty protection from a fire; however, historically, aerosol product fires have caused property loss 
more frequently than loss of life. Requirements for storing aerosol products are dependent on the 
level of aerosol product, level of sprinkler protection, type of storage condition and quantity of 

aerosol products. 


Chapter 52 


Reserved for future use. 


Chapter 53 Compressed Gases 


Chapter 53 regulates the storage, use and handling of all flammable and nonflammable compressed 
gases, such as those that are used in medical facilities, air separation plants, industrial plants, agri- 
cultural equipment facilities and similar occupancies. In addition, systems such as carbon dioxide 
beverage dispensing systems and carbon dioxide enrichment systems are addressed. Standards for 
the design, construction and marking of compressed gas cylinders and pressure vessels are refer- 
enced. Compressed gases used in welding and cutting, cryogenic liquids and liquefied petroleum 
gases are also regulated under Chapters 35, 55 and 61, respectively. Compressed gases that are 
classified as hazardous materials are also regulated in Chapter 50, which includes general require- 
ments. 


Chapter 54 Corrosive Materials 


Chapter 54 addresses the hazards of corrosive materials that have a destructive effect on living tis- 
sues. Although corrosive gases exist, most corrosive materials are solid or liquid and classified as 
either acids or bases (alkalis). These materials may pose a wide range of hazards other than corro- 
® sivity, such as combustibility, reactivity or oxidizing hazards, and must conform to the requirements 
of this code with respect to all known hazards. The focus of this chapter is on materials whose pri- 
mary hazard is corrosivity; that is, the ability to destroy or irreparably damage living tissue on con- 
tact. 


Chapter 55 Cryogenic Fluids 


Chapter 55 regulates the hazards associated with the storage, use and handling of cryogenic fluids 
through regulation of such things as pressure relief mechanisms and proper container storage. 
These hazards are in addition to the code requirements that address the other hazards of cryogenic 
fluids such as flammability and toxicity. These other characteristics are dealt with in Chapter 50 and 
other chapters, such as Chapter 58 dealing with flammable gases. Cryogens are hazardous because 
they are held at extremely low temperatures and high pressures. Many cryogenic fluids, however, 
are actually inert gases and would not be regulated elsewhere in this code. Cryogens are used for 
many applications but specifically have had widespread use in the biomedical field and in space pro- 
grams. 


Chapter 56 Explosives and Fireworks 


Chapter 56 prescribes minimum requirements for the safe manufacture, storage, handling and use 
of explosives, ammunition and blasting agents for commercial and industrial occupancies. These 
provisions are intended to protect the general public, emergency responders and individuals who 
handle explosives. Chapter 56 also regulates the manufacturing, retail sale, display and wholesale 
distribution of fireworks, establishing the requirements for obtaining approval to manufacture, 
store, sell, discharge or conduct a public display, and references national standards for regulations 
governing manufacture, storage and public displays. 


2) Chapter 57 Flammable and Combustible Liquids 


The requirements of Chapter 57 are intended to reduce the likelihood of fires involving the storage, 
handling, use or transportation of flammable and combustible liquids. Adherence to these practices 
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may also limit damage in the event of an accidental fire involving these materials. These liquids are 
used for fuel, lubricants, cleaners, solvents, medicine and even drinking. The danger associated with 
flammable and combustible liquids is that the vapors from these liquids, when combined with air in 
their flammable range, will burn or explode at temperatures near normal living and working envi- 
ronment. The protection provided by this code is to prevent the flammable and combustible liquids 
from being ignited. 


Chapter 58 Flammable Gases and Flammable Cryogenic Fluids 


Chapter 58 sets requirements for the storage and use of flammable gases. For safety purposes, 
there is a limit on the quantities of flammable gas allowed per control area. Exceeding these limita- 
tions increases the possibility of damage to both property and individuals. The principal hazard 
posed by flammable gas is its ready ignitability, or even explosivity, when mixed with air in the 
proper proportions. Consequently, occupancies storing or handling large quantities of flammable 
gas are classified as Group H- 2 (high hazard) by the /BC. 


Chapter 59 Flammable Solids 


Chapter 59 addresses general requirements for storage and handling of flammable solids, especially 
magnesium; however, it is important to note that several other solid materials, primarily metals 
including, but not limited to, titanium, zirconium, hafnium, calcium, zinc, sodium, lithium, potas- 
sium, sodium/potassium alloys, uranium, thorium and plutonium, can be explosion hazards under 
the right conditions. Some of these metals are almost exclusively laboratory materials but because 
of where they are used, fire service personnel must be trained to handle emergency situations. 
Because uranium, thorium and plutonium are also radioactive materials, they present still more 
specialized problems for fire service personnel. 


Chapter 60 Highly Toxic and Toxic Materials 


The main purpose of Chapter 60 is to protect occupants, emergency responders and those in the 
immediate area of the building and facility from short-term, acute hazards associated with a release 
or general exposure to toxic and highly toxic materials. This chapter deals with all three states of 
toxic and highly toxic materials: solids, liquids and gases. This code does not address long-term 
exposure effects of these materials, which are addressed by agencies such as the Environmental 
Protection Agency (EPA) and Occupational Safety and Health Administration (OSHA). 


Chapter 61 Liquefied Petroleum Gases 


Chapter 61 establishes requirements for the safe handling, storing and use of LP-gas to reduce the 
possibility of damage to containers, accidental releases of LP-gas and exposure of flammable con- 
centrations of LP-gas to ignition sources. LP-gas (notably propane) is well known as a camping fuel 
for cooking, lighting, heating and refrigerating and also remains a popular standby fuel supply for 
auxiliary generators as well as being widely used as an alternative motor vehicle fuel. Its characteris- 
tic as a clean-burning fuel has resulted in the addition of propane dispensers to service stations 
throughout the country. 


Chapter 62 Organic Peroxides 
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Chapter 62 addresses the hazards associated with the storage, handling and use of organic perox- 
ides and intends to manage the fire and oxidation hazards of organic peroxides by preventing their 
uncontrolled release. These chemicals possess the characteristics of flammable or combustible liq- 
uids and are also strong oxidizers. This unusual combination of properties requires special storage 
and handling precautions to prevent uncontrolled release, contamination, hazardous chemical reac- 
tions, fires or explosions. The requirements of this chapter pertain to industrial applications in 
which significant quantities of organic peroxides are stored or used; however, smaller quantities of 
organic peroxides still pose a significant hazard and, therefore, must be stored and used in accor- 
dance with the applicable provisions of this chapter and Chapter 50. 
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eS) Chapter 63 Oxidizers, Oxidizing Gases and Oxidizing Cryogenic Fluids 


Chapter 63 addresses the hazards associated with solid, liquid, gaseous and cryogenic fluid oxidizing 
materials, including oxygen in home use, and establishes criteria for their safe storage and protec- 
tion in indoor and outdoor storage facilities, minimizing the potential for uncontrolled releases and 
contact with fuel sources. Although oxidizers themselves do not burn, they pose unique fire hazards 
because of their ability to support combustion by breaking down and giving off oxygen. 


Chapter 64 Pyrophoric Materials 


Chapter 64 regulates the hazards associated with pyrophoric materials, which are capable of spon- 
taneously igniting in the air at or below a temperature of 130°F (54°C). Many pyrophoric materials 
also pose severe flammability or reactivity hazards. This chapter addresses only the hazards associ- 
ated with pyrophoric materials. Materials that pose multiple hazards must conform to the require- 
ments of the code with respect to all hazards. 


Chapter 65 Pyroxylin (Cellulose Nitrate) Plastics 


Chapter 65 addresses the significant hazards associated with pyroxylin (cellulose nitrate) plastics, 
which are the most dangerous and unstable of all plastic compounds. The chemically bound oxygen 
in their structure permits them to burn vigorously in the absence of atmospheric oxygen at a rate 15 
times greater than comparable common combustibles. Strict compliance with the provisions of this 
chapter, along with proper housekeeping and storage arrangements, helps to reduce the hazards 
associated with pyroxylin (cellulose nitrate) plastics in a fire or other emergencies. 


Chapter 66 Unstable (Reactive) Materials 


Chapter 66 addresses the hazards of unstable (reactive) liquid and solid materials as well as unsta- 
ble (reactive) compressed gases. In addition to their unstable reactivity, these materials may pose 
other hazards, such as toxicity, corrosivity, explosivity, flammability or oxidizing potential. This 
chapter, however, intends to address those materials whose primary hazard is unstable reactivity. 
Materials that pose multiple hazards must conform to the requirements of the code with respect to 
all hazards. Strict compliance with the provisions of this chapter, along with proper housekeeping 
and storage arrangements, help reduce the exposure hazards associated with unstable (reactive) 
materials in a fire or other emergency. 


Chapter 67 Water-reactive Solids and Liquids 


Chapter 67 addresses the hazards associated with water-reactive materials that are solid or liquid at 
normal temperatures and pressures. In addition to their water reactivity, these materials may pose 
a wide range of other hazards, such as toxicity, flammability, corrosiveness or oxidizing potential. 
This chapter addresses only those materials whose primary hazard is water reactivity. Materials that 
pose multiple hazards must conform to the requirements of the code with respect to all hazards. 
Strict compliance with the requirements of this chapter, along with proper housekeeping and stor- 
age arrangements, helps to reduce the exposure hazards associated with water-reactive materials 
in a fire or other emergency. 


Chapters 68 through 79 


Reserved for future use. 
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PART VI—REFERENCED STANDARDS 


Chapter 80 Referenced Standards 


This code contains several references to standards that are used to regulate materials and methods 
of construction. Chapter 80 contains a comprehensive list of all standards that are referenced in this 
code. The standards are part of the code to the extent of the reference to the standard (see Section 
102.7). Compliance with the referenced standard is necessary for compliance with this code. By pro- 
viding specifically adopted standards, the construction and installation requirements necessary for 
compliance with this code can be readily determined. The basis for code compliance is, therefore, 
established and available on an equal basis to the code official, contractor, designer and owner. 


Chapter 80 is organized in a manner that makes it easy to locate specific standards. It lists all of 
the referenced standards alphabetically by acronym of the promulgating agency of the standard. 
Each agency’s standards are then listed in either alphabetical or numeric order based on the stan- 
dard identification. The list also contains the title of the standard, the edition (date) of the standard 
referenced, any addenda included as part of the ICC adoption, and the section or sections of this 
code that reference the standard. 


PART VII—APPENDICES 


Appendix Chapter 4 Special Detailed Requirements Based on Use and Occupancy 


Appendix Chapter 4 provides detailed criteria for special uses and occupancies. The unique charac- 
teristics of a live/work unit as opposed to a 30-story high-rise building call for specific standards for 
each. Twenty-seven sections address covered and open mall buildings, atriums, hospitals, stages, 
buildings where hazardous materials are used and stored, jails and prisons, ambulatory care facili- 
ties and storm shelters, among other special occupancy issues. 


Appendix A Board of Appeals 


Appendix A contains optional criteria that, when adopted, provide jurisdictions with detailed 
appeals, board member qualifications and administrative procedures to supplement the basic 
requirements found in Section 111 of this code. Note that the provisions contained in this appendix 
are not mandatory unless specifically referenced in the adopting ordinance. 


Appendix B Fire-flow Requirements for Buildings 


Appendix B provides a tool for the use of jurisdictions in establishing a policy for determining fire- 
flow requirements in accordance with Section 507.3. The determination of required fire flow is not 
an exact science, but having some level of information provides a consistent way of choosing the 
appropriate fire flow for buildings throughout a jurisdiction. The primary tool used in this appendix 
is a table that presents fire flow based on construction type and building area based on the correla- 
tion of the Insurance Services Office (ISO) method and the construction types used in the /BC. Note 
that the provisions contained in this appendix are not mandatory unless specifically referenced in 
the adopting ordinance. 


Appendix BB Fire-flow Requirements for Buildings 


The procedures determining fire-flow requirements for any school buildings or portions of buildings 
hereafter constructed for which review and approval is required under Subdivision(a) of Section 
17280 of the Government Code shall be in accordance with this appendix as amended by the state 
fire marshal. 
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2 Appendix C Fire Hydrant Locations and Distribution 


) 


Appendix C focuses on the location and spacing of fire hydrants, which is important to the success 
of fire-fighting operations. The difficulty with determining the spacing of fire hydrants is that every 
situation is unique and has unique challenges. Finding one methodology for determining hydrant 
spacing is difficult. This particular appendix gives one methodology based on the required fire flow 
that fire departments can work with to set a policy for hydrant distribution around new buildings 
and facilities in conjunction with Section 507.5. Note that the provisions contained in this appendix 
are not mandatory unless specifically referenced in the adopting ordinance. 


Appendix CC Fire Hydrant Locations and Distribution 


Fire hydrants shall be provided in accordance with this appendix for the protection of any school 
buildings, or portions thereof, hereafter constructed for which review and approval are required 
under Subdivision(a) of Section 17280 of the Government Code. 


Appendix D Fire Apparatus Access Roads 


Appendix D contains more detailed elements for use with the basic access requirements found in 
Section 503, which gives some minimum criteria, such as a maximum length of 150 feet and a mini- 
mum width of 20 feet, but in many cases does not state specific criteria. This appendix, like Appen- 
dices B and C, is a tool for jurisdictions looking for guidance in establishing access requirements and 
includes criteria for multiple-family residential developments, large one- and two-family subdivi- 
sions, specific examples for various types of turnarounds for fire department apparatus and parking 
regulatory signage. Note that the provisions contained in this appendix are not mandatory unless 
specifically referenced in the adopting ordinance. 


Appendix E Hazard Categories 


Appendix E contains guidance for designers, engineers, architects, code officials, plans reviewers 
and inspectors in the classifying of hazardous materials so that proposed designs can be evaluated 
intelligently and accurately. The descriptive materials and explanations of hazardous materials and 
how to report and evaluate them on a Safety Data Sheet (SDS) are intended to be instructional as 
well as informative. Note that this appendix is for information purposes and is not intended for 
adoption. 


Appendix F Hazard Ranking 


The information in Appendix F is intended to be a companion to the specific requirements of Chap- 
ters 51 through 67, which regulate the storage, handling and use of all hazardous materials classi- 
fied as either physical or health hazards. These materials pose diverse hazards, including instability, 
reactivity, flammability, oxidizing potential or toxicity; therefore, identifying them by hazard ranking 
is essential. This appendix lists the various hazardous materials categories that are defined in this 
code, along with the NFPA 704 hazard ranking for each. Note that the provisions contained in this 
appendix are not mandatory unless specifically referenced in the adopting ordinance. 


Appendix G Cryogenic Fluids—Weight and Volume Equivalents 


Appendix G gives the fire code official and design professional a ready reference tool for the conver- 
sion of the liquid weight and volume of cryogenic fluid to their corresponding volume of gas and 
vice versa and is a companion to the provisions of Chapter 55 of this code. Note that this appendix is 
for information purposes and is not intended for adoption. 
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Appendix H Hazardous Materials Management Plan (HMMP) and Hazardous 
Materials Inventory Statement (HMIS) Instructions 


Appendix H is intended to assist businesses in establishing a Hazardous Materials Management Plan 
(HMMP) and Hazardous Materials Inventory Statement (HMIS) based on the classification and 
quantities of materials that would be found on-site, in storage or in use. The sample forms and 
available Safety Data Sheets (SDS) provide the basis for the evaluations. It is also a companion to IFC 
Sections 407.5 and 407.6, which provide the requirement that the HMIS and HMMP be submitted 
when required by the fire code official. Note that the provisions contained in this appendix are not 
mandatory unless specifically referenced in the adopting ordinance. 


Appendix I Fire Protection Systems—Noncompliant Conditions 


The purpose of Appendix |, which was developed by the ICC Hazard Abatement in Existing Buildings 
Committee, is to provide the fire code official with a list of conditions that are readily identifiable by 
the inspector during the course of an inspection utilizing the IFC. The specific conditions identified in 
this appendix are primarily derived from applicable NFPA standards and pose a hazard to the proper 
operation of the respective systems. While these do not represent all of the conditions that pose a 
hazard or otherwise may impair the proper operation of fire protection systems, their identification 
in this adoptable appendix will provide a more direct path for enforcement by the fire code official. 
Note that the provisions contained in this appendix are not mandatory unless specifically refer- 
enced in the adopting ordinance. 


Appendix J Building Information Sign 


Appendix J provides design, installation and maintenance requirements for a Building Information 
Sign (BIS), a fire service tool to be utilized in the crucial, initial response of fire fighters to a structure 
fire. The BIS placard is designed to be utilized within the initial response time frame of an incident to 
assist fire fighters in their tactical size-up of a situation as soon as possible after arrival on the scene 
of a fire emergency. The BIS design is in the shape of a fire service Maltese Cross and includes five 
spaces (the four wings plus the centerpiece of the cross symbol) in which information is placed 
about the tactical considerations of construction type and hourly rating, fire protection systems, 
occupancy type, content hazards and special features that could affect tactical decisions and opera- 
tions. Note that the provisions contained in this appendix are not mandatory unless specifically ref- 
erenced in the adopting ordinance. 


Appendix K Construction Requirements for Existing Ambulatory Care Facilities 


Appendix K was created by the ICC Ad Hoc Committee on Healthcare (AHC) and its intent is to pro- 
vide jurisdictions with an option for assessing minimum fire and life safety requirements for build- 
ings containing ambulatory care facilities. While this appendix is written with the intent to apply 
retroactive minimum standards, the AHC recognized that the ambulatory care requirements are rel- 
atively recent additions to the /BC. For that reason, these requirements are presented as an appen- 
dix so that the adopting authority can exercise judgment in the adoption and application of this 
section. This appendix would also be useful for those local and state jurisdictions that are specifi- 
cally focused on ensuring the safety for existing ambulatory care facilities by providing minimum cri- 
teria that could be used to bring older facilities into compliance with the current standards at the 
discretion of the adopting jurisdiction. The technical requirements are based on the current IBC lan- 
guage, which is consistent with the overall concept of the current federal requirements. Note that 
the provisions contained in this appendix are not mandatory unless specifically referenced in the 
adopting ordinance. 


Appendix L Requirements for Fire Fighter Air Replenishment Systems 


xxvi 


Appendix L provides for the design, installation and maintenance of permanently installed fire 
fighter breathing air systems in buildings designated by the jurisdiction. Breathing air is critical for 
fire-fighting operations. Historically, fire departments have supplied air bottles by means of a “bot- 
tle brigade,” whereby fire fighters manually transport air bottles up stairways, which is an extraordi- 
narily fire fighter-intensive process and takes fire fighters away from their primary mission of rescue 
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and fire fighting. Technology now exists to address the issue using in-building air supply systems. 
Fire fighter breathing air systems were introduced in the late 1980s and are now required in a num- 
ber of communities throughout the United States. The system has been called a “standpipe for air” 
and consists of stainless steel, high-pressure piping that is supplied by on-site air storage or fire 
department air supply units. Air-filling stations are then strategically located throughout the build- 
ing, allowing fire fighters to refill breathing air cylinders inside the fire building, negating the 
required “bottle brigade,” and making more fire fighters available for search, rescue and fire sup- 
pression operations. Note that the provisions contained in this appendix are not mandatory unless 
specifically referenced in the adopting ordinance. 


Appendix M High-rise Buildings—Retroactive Automatic Sprinkler Requirement 


Appendix M was created with the intent to provide an option for adoption by jurisdictions that 
choose to require existing high-rise buildings to be retrofitted with automatic sprinklers. Modern 
fire and building codes require complete automatic fire sprinkler protection and a variety of other 
safety features in new high-rise construction. Many older high-rise buildings lack automatic sprin- 
kler protection and other basic fire protection features necessary to protect the occupants, emer- 
gency responders and the structure itself. Without complete automatic sprinkler protection, fire 
departments cannot provide the level of protection that high-rise buildings demand. Existing high- 
rise buildings that are not protected with automatic sprinklers represent a significant hazard to 
occupants and fire fighters, and can significantly impact a community’s infrastructure and economic 
viability in the event of a fire loss. Note that the provisions contained in this appendix are not man- 
datory unless specifically referenced in the adopting ordinance. 


Appendix N Indoor Trade Shows and Exhibitions 


Appendix N was created to address the hazards that are associated with larger, more complex trade 
shows and exhibitions. Although many of these requirements are already included in various loca- 
tions in this code, some of the more important items, such as requirements for covered booths and 
multiple-story booths, are not. The intent is to have the requirements covering these events in a sin- 
gle location. The provisions are essentially a series of pointers to other locations within this code. 
This assists those organizing exhibitions and individual exhibitors unfamiliar with the fire code. The 
appendix can be adopted by jurisdictions looking for specific regulations on this subject or used as a 
guide where it is not. Note that the provisions contained in this appendix are not mandatory unless 
specifically referenced in the adopting ordinance. 


Appendix O Temporary Haunted Houses, Ghost Walks and Similar Amusement Uses 


These regulations shall apply to temporary haunted houses, ghost walks or similar amusement uses, 
where decorative materials and confusing sounds and/or visual effects are present and shall be in 
accordance with this appendix. 


Appendix P Community Wildland-Urban Interface (WUI) Fire Hazard Evaluation 


Framework 


Appendix P is meant to be a tool to enable communities to collect, assemble and represent the asso- 
ciated risks within the Wildland-Urban Interface (WUI) fire area. Community-level fire hazard data is 
not always readily available in a centralized location and not in a standard format. This framework 
enables communities’ leaders to collect their WU! fire hazard data in an immediately accessible for- 
mat. This framework also allows the community WUI fire hazard area data to be an inclusive picture. 
Part of the data assembled in the framework layout will help first responders during an incident. This 
data may enhance situational awareness, facilitate ingress and egress routes, and increase structure 
survivability through targeted fire responder actions. The framework allows decision makers the 
ability to access WUI fire hazard risks across multiple communities when implemented in this stan- 
dardized method. For example, a comparison can be made between a community of 5,000 residents 
to a community with 20,000 residents. They will be able to compare their overall fire hazard as well 
as the relative fire hazard. The information from the standardized framework may be used to assist 
with making the design and prioritizing resources at the community, county and state level. These 
resources may include funding for fuel treatment around communities in designated very high fire 
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hazard severity zones. The proposed framework has the benefit of enabling communities, county € 
and state to use a methodized approach to assess hazards, offer property solutions arid inform first 
responders before and during incidents. 


© 
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CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
CHAPTER 1 —- SCOPE AND ADMINISTRATION 
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See Chapter 1 for state agency authority and building applications.) 
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* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division 1 text for the code user’s convenience only, The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same. 

The state agency does not adopt sections identified by the following symbol: T 

The Office of the State Fire Marshal’s adoption of this chapter or individual sections is applicable to structures regulated by other state agencies pursuant to 

Section 1.11, 
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CHAPTER 1 
SCOPE AND ADMINISTRATION 


DIVISION | 
CALIFORNIA ADMINISTRATION 


SECTION 1.1 
GENERAL 


1.1.1 Title. These regulations shall be known as the Califor- 
nia Fire Code, may be cited as such and will be referred to 
herein as “this code.” The California Fire Code is Part 9 of 
thirteen parts of the official compilation and publication of 
the adoptions, amendment and repeal of building regulations 
to the California Code of Regulations, Title 24, also referred 
to as the California Building Standards Code. This part 
incorporates by adoption the 2021 International Fire Code of 
the International Code Council (ICC) with necessary Califor- 
nia amendments. 


1.1.2 Purpose. The purpose of this code is to establish the 
minimum requirements consistent with nationally recognized 
good practices to safeguard the public health, safety and gen- 
eral welfare from the hazards of fire, explosion or dangerous 
conditions in new and existing buildings, structures and 
premises, and to provide safety and assistance to fire fighters 
and emergency responders during emergency operations. 


1.1.3 Scope. The provisions of this code shall apply to the 
construction, alteration, movement, enlargement, replace- 
ment, repair, equipment, use and occupancy, location, main- 
tenance, removal and demolition of every building or 
structure or any appurtenances connected or attached to 
such building structures throughout the State of California. 


This code establishes regulations affecting or relating to 
buildings, structures, processes, premises and a reasonable 
degree of life and property safeguards regarding: 


1. The hazard of fire and explosion arising from the stor- 
age, handling or use of structures, materials or devices. 


2. Conditions hazardous to life, property or public wel- 
fare in the use or occupancy of buildings, structures or 
premises. 


3, Fire hazards in the buildings, structures or on premises 
from use of, occupancy of, or operation. 


4. Matters related to the construction, extension, repair, 
alteration or removal of fire suppression or alarm sys- 
tems. 


5. Conditions affecting the safety of fire fighters and 
emergency responders during emergency operations. 


1.1.3.1 Nonstate-regulated buildings, structures and 
applications. Except as modified by local ordinance pur- 
suant to Section 1.1.8, the following standards in the Cali- 
fornia Code of Regulations, Title 24, Parts 2, 3, 4, 5, 6, 9, 
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10 and 11 shall apply to all occupancies and applications 
not regulated by a state agency. 


1.1.3.2 State-regulated buildings, structures and applica- 
tions. The model code, state amendments to the model 
code, and/or state amendments where there are no rele- 
vant model code provisions, shall apply to the following 
buildings, structures and applications regulated by state 
agencies as specified in Sections 1,2 through 1.14, except 
where modified by local ordinance pursuant to Section 
1.1.8. When adopted by a state agency, the provisions of 
this code shall be enforced by the appropriate enforcing 
agency, but only to the extent of authority granted to such 
agency by the state legislature. 


Note: See “How to Distinguish Between Model Code Lan- 
guage and California Amendments” following the Pref- 
ace. 


1, State-owned buildings, including buildings con- 
structed by the Trustees of the California State 
University, and to the extent permitted by Califor- 
nia laws, buildings designed and constructed by 
the Regents of the University of California, and 
regulated by the Building Standards Commission. 
See Section 1,2 for additional scope provisions. 


2. Local detention facilities regulated by the Board 
of State and Community Corrections. See Section 
1,3 for additional scope provisions. 


3. Barbering, cosmetology or electrolysis establish- 
ments, acupuncture offices, pharmacies, veteri- 
nary facilities and structural pest control locations 
regulated by the Department of Consumer Affairs. 
See Section 1.4 for additional scope provisions. 


4, Section 1,5 reserved for the California Energy 
Commission. 


5. Dairies and places of meat inspection regulated by 
the Department of Food and Agriculture, See Sec- 
tion 1.6 for additional scope provisions. 


6. Organized camps, laboratory animal quarters, 
public swimming pools, radiation protection, com- 
missaries serving mobile food preparation vehi- 
cles and wild animal quarantine facilities 
regulated by the Department of Public Health. See 
Section 1.7 for additional scope provisions. 


7. Hotels, motels, lodging houses, apartments, dwell- 
ings, dormitories, condominiums, shelters for 
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10. 


jhe 


Le, 


he, 


14. 


homeless persons, congregate residences, 
employee housing, factory-built housing and other 
types of dwellings containing sleeping accommo- 
dations with or without common toilets or cooking 
facilities. See Section 1.8.2.1.1 for additional 
scope provisions. 


. Accommodations for persons with disabilities in 


buildings containing newly constructed covered 
multifamily dwellings, new common use spaces 
serving existing covered multifamily dwellings, 
additions to existing buildings where the addition 
alone meets the definition of a “COVERED MUL- 
TIFAMILY DWELLING,” and new common-use 
areas serving new covered multifamily dwellings 
which are regulated by the Department of Housing 
and Community Development. See Section 
1.8,2.1.2 for additional scope provisions. 


. Permanent buildings and permanent accessory 


buildings or structures constructed within mobile 
home parks and special occupancy parks regu- 
lated by the Department of Housing and Commu- 
nity Development. See Section 1.8.2.1.3 for 
additional scope provisions. 


Accommodations for persons with disabilities reg- 
ulated by the Division of the State Architect. See 
Section 1.9.1 for additional scope provisions. 


Public elementary and secondary schools, commu- 
nity college buildings and state-owned or state- 
leased essential service buildings regulated by the 
Division of the State Architect. See Section 1.9.2 
for additional scope provisions. 


Qualified historical buildings and structures and 
their associated sites regulated by the State His- 
torical Building Safety Board with the Division of 
the State Architect. See Section 1.9.3 for addi- 
tional scope provisions. 


General acute care hospitals, acute psychiatric 
hospitals, skilled nursing and/or intermediate care 
facilities, clinics licensed by the Department of 
Public Health and correctional treatment centers 
regulated by the Office of Statewide Health Plan- 
ning and Development. See Section 1,10 for addi- 
tional scope provisions. 


Applications regulated by the Office of the State 
Fire Marshal include, but are not limited to, the 
following in accordance with Section 1,11: 


14,1. Buildings or structures used or intended 
for use as an: 


1. Asylum, jail, prison. 


2. Mental hospital, hospital, home for 
the elderly, children’s nursery, 
children’s home or institution, 
school or any similar occupancy of 
any capacity. 


3. Theater, dancehall, skating rink, 
auditorium, assembly hall, meeting 


1S. 


16. 


17, 


18. 


hall, nightclub, fair building or 
similar place of assemblage where 
50 or more persons may gather 
together in a building, room or 
structure for the purpose of amuse- 
ment, entertainment, instruction, 
deliberation, worship, drinking or 
dining, awaiting transportation or 
education. 

4. Small family daycare homes, large 
family daycare homes, residential 
facilities and residential facilities 
for the elderly, residential care 
facilities. 


5. State institutions or other state- 
owned or state-occupied buildings. 

6. High-rise structures. 

7. Motion picture production studios. 

8. Organized camps. 

9, Residential structures. 


14.2, Tents, awnings or other fabric enclo- 


sures used in connection with any occu- 
pancy. 

Fire alarm devices, equipment and sys- 
tems in connection with any occupancy. 


14.3. 


14.4. Hazardous materials, flammable and 


combustible liquids. 


14,5, Public school automatic fire detection, 


alarm and sprinkler systems. 
14.6. 


Public libraries constructed and renovated using 
funds from the California Library Construction 
and Renovation Bond Act of 1988 and regulated 
by the State Librarian. See Section 1.12 of the Cal- 
ifornia Building Code for additional scope provi- 
sions. 


Wildland-urban interface fire areas. 


Section 1,13 reserved for the Department of Water 
Resources. 


For applications listed in Section 1.9.1 regulated 
by the Division of the State Architect—Access 
Compliance, outdoor environments and uses shall 
be classified according to accessibility uses 
described in Chapters 11A, 11B and 11C. 


Marine Oil Terminals regulated by the California 
State Lands Commission. See Section 1.14 of the 
California Building Code for additional scope 
provisions. 


1.1.4 Appendices. Provisions contained in the appendices of 
this code shall not apply unless specifically adopted by a 
state agency or adopted by a local enforcing agency in com- 
pliance with Health and Safety Code, Section 18901 et. seq. 
for Building Standards Law, Health and Safety Code, Section 
17950 for State Housing Law and Health and Safety Code, 
Section 13869.7 for Fire Protection Districts. See Section 
1.1.8 of this code. 
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1.1.5 Referenced codes. The codes, standards and publica- 
tions adopted and set forth in this code, including other 
codes, standards and publications referred to therein are, by 
title and date of publication, hereby adopted as standard ref- 
erence documents of this code. When this code does not spe- 
cifically cover any subject related to- building design and 
construction, recognized architectural or engineering prac- 
tices shall be employed. The National Fire Codes, standards 
and the Fire Protection Handbook of the National Fire Pro- 
tection Association are permitted to be used as authoritative 
guides in determining recognized fire prevention engineering 
practices, 


1.1.6 Nonbuilding standards, orders and _ regulations. 
Requirements contained in the California Fire Code, or in 
any other referenced standard, code or document, which are 
not building standards as defined in Health and Safety Code, 
Section 18909 shall not be construed as part of the provisions 
of this code. For nonbuilding standards, orders and regula- 
tions, see other titles of the California Code of Regulations. 


1.1.7 Order of precedence and use. 


1.1.7.1 Differences. In the event of any differences 
between these building standards and the standard refer- 
ence documents, the text of these building standards shall 
govern. 


1.1.7.2 Specific provisions. Where a specific provision 
varies from a general provision, the specific provision 
shall apply. 


1.1.7.3 Conflicts. When the requirements of this code con- 
flict with the requirements of any other part of the Califor- 
nia Building Standards Code, Title 24, the most restrictive 
requirements shall prevail. 


1,1.7.3.1. Detached one- and two-family dwellings, effi- 
ciency dwelling units, lodging houses, live/work units, 
townhouses not more than three stories above grade 
plane with a separate means of egress, and their acces- 
sory structures, may be designed and constructed in 
accordance with the California Building Code or the 
California Residential Code, but not both, unless the 
proposed structure(s) or element(s) exceed the design 
limitations established in the California Residential 
Code, and the code user is specially directed by the 
California Residential Code to use the California 
Building Code. 


1.1.8 City, county or city and county amendments, additions 
or deletions. The provisions of this code do not limit the 
authority of city, county or city and county governments to 
establish more restrictive and reasonably necessary differ- 
ences to the provisions contained in this code pursuant to 
complying with Section 1.1.8.1. The effective date of amend- 
ments, additions or deletions to this code of a city, county or 
a city and county filed pursuant to Section 1.1.8.1 shall be the 
date filed. However, in no case shall the amendments, addi- 
tions or deletions to this code be effective any sooner than the 
effective date of this code. 


Local modifications shall comply with Health and Safety 
Code, Section 18941.5 for Building Standards Law, Health 
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and Safety Code, Section 17958 for State Housing Law or 
Health and Safety Code, Section 13869.7 for Fire Protection 
Districts. 


1.1.8.1 Findings and filings. 


1. The city, county or city and county shall make 
express findings for each amendment, addition or 
deletion based upon climatic, topographical or geo- 
logical conditions. 


Exception: Hazardous building ordinances and pro- 
grams mitigating unreinforced masonry buildings. 


2. The city, county or city and county shall file the 
amendments, additions or deletions expressly 
marked and identified as to the applicable findings. 
Cities, counties, cities and counties and fire 
departments shall file the amendments, additions 
or deletions, and the findings with the California 
Building Standards Commission at 2525 Natomas 
Park Drive, Suite 130, Sacramento, CA 95833. 


3, Findings prepared by fire protection districts shall 
be ratified by the local city, county or city and 
county and filed with the California Department of 
Housing and Community Development, Division of 
Codes and Standards, P.O. Box 1407, Sacramento, 
CA 95812-1407 or 2020 West El Camino Avenue, 
Suite 250, Sacramento, CA 95833-1829. 


1.1.8.2 Locally adopted energy standards—California 
Energy Code, Part 6 


In addition to the provisions of Section 1.1.8.1 of this 
Part, the provisions of this section apply to cities, counties 
and city and county amending adopted energy standards 
affecting buildings and structures subject to the California 
Energy Code, Part 6. 


Applicable provisions of Public Resources Code Sec- 
tion 25402.1 and applicable provisions of Chapter 10 of 
the California Administrative Code, Part 1 apply to local 
amendment of energy standards adopted by the California 
Energy Commission. 


1.1.9 Effective date of this code. Only those standards 
approved by the California Building Standards Commission 
that are effective at the time an application for building per- 
mit is submitted shall apply to the plans and specifications 
for, and to the construction performed under, that permit. For 
the effective dates of the provisions contained in this code, 
see the History Note page of this code. 


1.1.10 Availability of codes. At least one complete copy each 
of Titles 8, 19, 20, 24 and 25 with all revisions shall be main- 
tained in the office of the building official responsible for the 
administration and enforcement of this code. Each state 
department concerned and each city, county or city and 
county shall have an up-to-date copy of the code available for 
public inspection. See Health and Safety Code, Section 
18942(e)(1) and (2). 


1.1.11 Format. This part fundamentally adopts the California 
Fire Code by reference on a chapter-by-chapter basis. When a 
specific chapter of the California Fire Code is not printed in the 
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code and is marked “Reserved,” such chapter of the California 
Fire Code is not adopted as a portion of this code. When a spe- 
cific chapter of the California Fire Code is marked “Not 
adopted by the State of California,” but appears in the code, it 
may be available for adoption by local ordinance. 


Note: Matrix Adoption Tables at the front of each chapter 
may aid the code user in determining which chapter or 
sections within a chapter are applicable to buildings 
under the authority of a specific state agency, but they are 
not to be considered regulatory. 


1.1.12 Validity. If any chapter, section, subsection, sentence, 
clause or phrase of this code is for any reason held to be 
unconstitutional, contrary to statute, exceeding the authority 
of the state as stipulated by statutes or otherwise inoperative, 
such decision shall not affect the validity of the remaining 
portion of this code. 


SECTION 1.11 
OFFICE OF THE STATE FIRE MARSHAL 


1,11,1 SFM—Office of the State Fire Marshal. Specific scope 
of application of the agency responsible for enforcement, the 
enforcement agency and the specific authority to adopt and 
enforce such provisions of this code, unless otherwise stated. 


Application: 


Institutional, educational or any similar occupancy. Any 
building or structure used or intended for use as an asylum, 
jail, prison, mental hospital, hospital, sanitarium, home for 
the elderly, children’s nursery, children’s home or institution, 
school or any similar occupancy of any capacity. 


Authority cited—Health and Safety Code, Section 13143. 
Reference—Health and Safety Code, Section 13143. 


Assembly or similar place of assemblage. Any theater, 
dancehall, skating rink, auditorium, assembly hall, meeting 
hall, nightclub, fair building or similar place of assemblage 
where 50 or more persons may gather together in a building, 
room or structure for the purpose of amusement, entertain- 
ment, instruction, deliberation, worship, drinking or dining, 
awaiting transportation or education. 


Authority cited—RHealth and Safety Code, Section 13143. 
Reference—Health and Safety Code, Section 13143. 


Small family daycare homes. 


Authority cited—Health and Safety Code, Sections 
1597.45, 1597.54, 13143 and 17921. 
Reference—Health and Safety Code, Section 13143. 


Large family daycare homes. 


Authority cited—Health and Safety Code, Sections 
1597.46, 1597.54 and 17921. 
Reference—Health and Safety Code, Section 13143. 


Residential facilities and residential facilities for the elderly. 


Authority cited—Health and Safety Code, Section 13133. 
Reference—Health and Safety Code, Section 13143. 


Any state institution or other state-owned or specified state- | 
\ 


occupied building. 


Specified state-occupied buildings. Any building, structure 
or area that meets any of the following criteria: 


1. A building where the state has contracted into a build- 
to-suit lease. 


2. A courthouse holding facility or trial court with a 
detention area. 


3. A building used by the Department of Corrections and 
Rehabilitation (CDCR) as a community correctional 
reentry center. 


4. 100 percent state occupied. 


5. State-occupied areas in a state-leased building that is a 
high-rise and is 75 percent of the net area floor space 
or more occupied by state entities. 


6. State-occupied areas in a building that contains 5,000 
square feet or more space of state-leased Group H or 
Group L occupancy. 


7. A state-leased building with facilities with the primary 
purpose of housing state records and/or state artifacts 
of historical significance. 


8. Properties leased by California State University (CSU) 
or University of California (UC). 


9. State institutions and their real property. 
10. CAL FIRE occupied areas in leased buildings. 


11. State-leased facilities where the governing body’s fire 
protection services rely on an all-volunteer fire depart- 
ment. 


Except as provided in Items 1 through 11, buildings 
shall become the responsibility of the local jurisdiction. 


Authority cited—Health and Safety Code, Sections 13108, 
13145, 13146, 16022,.5 and 17921. 

Reference—Health and Safety Code, Sections 13108, 
13143, 13145, 13146, 16022.5 and 17921. 


High-rise structures, 


Authority cited—Health and Safety Code, Section 13211. 
Reference—Health and Safety Code, Section 13143. 


Motion picture production studios. 


Authority cited—Health and Safety Code, Section 13143.1. 
Reference—Health and Safety Code, Section 13143. 


Organized camps. 


Authority cited—Health and Safety Code, Section 18897.3. 
Reference—Health and Safety Code, Section 13143. 


Residential. All hotels, motels, lodging houses, apartment 
houses and dwellings, including congregate residences and 
buildings and structures accessory thereto. Multiple-story 
structures existing on January 1, 1975, let for human habita- 
tion, including and limited to, hotels, motels and apartment 
houses, less than 75 feet (22 860 mm) above the lowest floor 
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level having building access, wherein rooms used for sleep- 
ing are let above the ground floor. 


Authority cited—Health and Safety Code, 
13143.2 and 17921. 
Reference—Health and Safety Code, Section 13143. 


Residential care facilities. Certified family care homes, out- 
of-home placement facilities, halfway houses, drug and/or 
alcohol rehabilitation facilities and any building or struc- 
ture used or intended for use as a home or institution for the 
housing of any person of any age when such person is 
referred to or placed within such home or institution for 
protective social care and supervision services by any gov- 
ernmental agency. 


Authority cited—Health and Safety Code, Section 13 143.6. 
Reference—Health and Safety Code, Section 13143. 


Tents, awnings or other fabric enclosures used in connec- 
tion with any occupancy. 


Authority cited—Health and Safety Code, Section 13116. 
Reference—Health and Safety Code, Section 13143. 


Fire alarm devices, equipment and systems in connection 
with any occupancy. 


Authority cited—Health and Safety Code, Section 13114. 
Reference—Health and Safety Code, Section 13143. 


Hazardous materials. 


Authority cited—Health and Safety Code, Section 13143.9. 
Reference—Health and Safety Code, Section 13143. 


Flammable and combustible liquids. 


Authority cited—Health and Safety Code, Section 13 143.6. 
Reference—Health and Safety Code, Section 13143. 


Public school automatic fire detection, alarm and sprinkler 
systems. 


Authority cited—Health and Safety Code, Section 13143 
and California Education Code, Article 7.5, Sections 
17074.50, 17074.52 and 17074. 54. 
Reference—Government Code, Section 11152.5, Health 
and Safety Code, Section 13143 and California Education 
Code Chapter 12.5, Leroy F. Greene School Facilities Act 
of 1998, Article 1. 


Wildland-urban interface Fire Area. 


Authority cited—Health and Safety Code, Sections 13143, 
13108.5(a) and 18949.2(b) and (c) and Government Code, 
Section 51189. 

Reference—Health and Safety Code, Sections 13143, Gov- 
ernment Code, Sections 51176, 51177, 51178 and 51179 
and Public Resources Code, Sections 4201 through 4204. 


1.11,1.1 Adopting agency identification. The provisions 
of this code applicable to buildings identified in this Sub- 
section 1.11.1 will be identified in the Matrix Adoption 
Tables under the acronym SFM. 


1.11.2 Duties and powers of the enforcing agency. 
1,11.2.1 Enforcement. 


1,11.2.1.1 The responsibility for enforcement of build- 
ing standards adopted by the State Fire Marshal and 


Sections 
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published in the California Building Standards Code 
relating to fire and panic safety and other regulations 
of the State Fire Marshal shall be, except as provided 
in Section 1.11.2.1.2, as follows: 


1. The city, county or city and county with jurisdic- 
tion in the area affected by the standard or regu- 
lation shall delegate the enforcement of the 
building standards relating to fire and panic 
safety and other regulations of the State Fire 
Marshal as they relate to Group R-3 occupan- 
cies, as described in Section 310.1 of Part 2 of 
the California Building Standards Code, to either 
of the following: 


1.1. The chief of the fire authority of the city, 
county or city and county or an authorized 
representative. 


1.2. The chief building official of the city, county 
or city and county or an authorized repre- 
sentative, 


2. The chief of any city or county fire department or 
of any fire protection district, and authorized 
representatives, shall enforce within the jurisdic- 
tion the building standards and other regulations 
of the State Fire Marshal, except those described 
in Item 1 or 4. 


3. The State Fire Marshal shall have authority to 
enforce the building standards and other regula- 
tions of the State Fire Marshal in areas outside of 
corporate cities and districts providing fire pro- 
tection services. 


4, The State Fire Marshal shall have authority to 
enforce the building standards and other regula- 
tions of the State Fire Marshal in corporate cities 
and districts providing fire protection services on 
request of the chief fire official or the governing 
body. 

5. Any fee charged pursuant to the enforcement 
authority of this section shall not exceed the esti- 
mated reasonable cost of providing the service 


for which the fee is charged pursuant to Section 
66014 of the Government Code. 


[California Code of Regulations, Title 19, Division 1, §1.11] 
Enforcement of Regulations. 


In most instances, the application of California Code of 
Regulations, Title 19, Division 1 to existing occupancies 
will necessitate the granting of sufficient time to affect the 
necessary changes. The inspection authority must, there- 
fore, exercise good judgment in authorizing sufficient time 
to complete the required changes, taking into consideration 
the degree of danger to life in event of fire while rectifica- 
tion is being carried out. The inspection authority may 
require immediate compliance with any or all of the regula- 
tions, or he may grant a reasonable length of time in which 
to conform. 
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[California Code of Regulations, Title 19, Division 1, §3.12] 
Enforcement Agency. 


(a) 


(b) 


(c) 


(d) 


The provisions of California Code of Regulations, 
Title 19, Division I regulations shall be enforced by 
the State Fire Marshal, the chief of any city or county 
fire department or fire protection district, and their 
authorized representatives, in their respective areas 
of jurisdiction. 


The division of authority for the enforcement of these 
regulations shall be in accordance with the following: 


(1) The chief of any city or county fire department or 
fire protection district, and their authorized repre- 
sentatives shall enforce the rules and regulations 
in their respective areas. 


(2) The State Fire Marshal shall have authority to 
enforce the rules and regulations in areas outside 
of corporate cities and county fire protection dis- 
tricts. 


(3) The State Fire Marshal shall have authority to 
enforce the rules and regulations in corporate cities 
and county fire protection districts upon request of 
the chief fire official or the governing body. 


Regardless of the provisions of subsections (a) and 
(b) above, these regulations shall be enforced in state 
institutions, state-owned and state-occupied buildings 
in accordance with the provisions of Section 13108, 
Health and Safety Code. 


Regardless of the above provisions of this section, 
these regulations shall be enforced only by the State 
Fire Marshal in every jail or place of detention for 
persons charged with or convicted of a crime, unless 
the chief of a city or county fire department or fire 
protection district, or such chief's authorized repre- 
sentative, indicates in writing to the State Fire Mar- 
shal that inspections of such jails or places of 
detention will be conducted by the chief or such per- 
son’s authorized representative, in their respective 
area of jurisdiction. The inspections shall be made at 
least once every two years for the purpose of enforc- 
ing the regulations adopted by the State Fire Marshal, 
pursuant to Section 13143. Reports of inspection con- 
ducted pursuant to this subsection shall be on forms 
provided by the State Fire Marshal and shall be sub- 
mitted to the official in charge of the facility, the local 
governing body, the State Fire Marshal and the Cor- 
rections Standards Authority within 30 days of the 
inspections. 


1,11.2.1,2 Pursuant to Health and Safety Code, Section 
13108, and except as otherwise provided in this sec- 
tion, building standards adopted by the State Fire Mar- 
shal published in the California Building Standards 
Code relating to fire and panic safety shall be enforced 
by the State Fire Marshal in all state-owned buildings, 
state-occupied buildings and state institutions through- 
out the state. Upon the written request of the chief fire 
official of any city, county or fire protection district, the 
State Fire Marshal may authorize such chief fire offi- 


cial and his or her authorized representatives, in their 
geographical area of responsibility, to make fire pre- 
vention inspections of state-owned or state-occupied 
buildings, other than state institutions, for the purpose 
of enforcing the regulations relating to fire and panic 
safety adopted by the State Fire Marshal pursuant to 
this section and building standards relating to fire and 
panic safety published in the California Building Stan- 
dards Code. Authorization from the State Fire Marshal 
shall be limited to those fire departments or fire dis- 
tricts which maintain a fire prevention bureau staffed 
by paid personnel. 


Pursuant to Health and Safety Code, Section 13108, 
any requirement or order made by any chief fire official 
who is authorized by the State Fire Marshal to make 
fire prevention inspections of state-owned or state- 
occupied buildings, other than state institutions, may 
be appealed to the State Fire Marshal. The State Fire 
Marshal shall, upon receiving an appeal and subject to 
the provisions of Chapter 5 (commencing with Section 
18945) of Part 2.5 of Division 13 of the Health and 
Safety Code, determine if the requirement or order 
made is reasonably consistent with the fire and panic 
safety regulations adopted by the State Fire Marshal 
and building standards relating to fire and panic safety 
published in the California Building Code. 


Any person may request a code interpretation from 
the State Fire Marshal relative to the intent of any reg- 
ulation or provision adopted by the State Fire Marshal. 
When the request relates to a specific project, occu- 
pancy or building, the State Fire Marshal shall review 
the issue with the appropriate local enforcing agency 
prior to rendering such code interpretation. 


1,11.2.1.3 Pursuant to Health and Safety Code, Section 
13112, any person who violates any order, rule or reg- 
ulation of the State Fire Marshal is guilty of a misde- 
meanor punishable by a fine of not less than $100.00 or 
more than $500.00, or by imprisonment for not less 
than six months, or by both. A person is guilty of a sep- 
arate offense each day during which he or she commits, 
continues or permits a violation of any provision of, or 
any order, rule or regulation of, the State Fire Marshal 
as contained in this code. 


Any inspection authority who, in the exercise of his 
or her authority as a deputy State Fire Marshal, causes 
any legal complaints to be filed or any arrest to be 
made shall notify the State Fire Marshal immediately 
following such action. 


1,11.2.2 Right of entry. The fire chief of any city, county 
or fire protection district, or such person’s authorized rep- 
resentative, may enter any state institution or any other 
state-owned or state-occupied building for the purpose of 
preparing a fire suppression preplanning program or for 
the purpose of investigating any fire in a state-occupied 
building. 

The State Fire Marshal, his or her deputies or salaried 
assistants, the chief of any city or county fire department 
or fire protection district and his or her authorized repre- 
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sentatives may enter any building or premises not used for 
dwelling purposes at any reasonable hour for the purpose 
of enforcing this chapter. The owner, lessee, manager or 
operator of any such building or premises shall permit the 
State Fire Marshal, his or her deputies or salaried assis- 
tants and the chief of any city or county fire department or 
fire protection district and his or her authorized represen- 
tatives to enter and inspect them at the time and for the 
purpose stated in this section. 


[California Code of Regulations, Title 19, Division 1, §1.08] 
Report of Arrest. 


Any inspection authority who, in the exercise of his authority 
as a Deputy State Fire Marshal, causes any legal complaints 
to be filed or any arrest to be made shall notify the State Fire 
Marshal immediately following such action. 


[California Code of Regulations, Title 19, Division 1, §1.13] 
Penalty. 


Section 13112 of the Health and Safety Code provides that: 


(a) “Every person who violates any provision of this 
chapter, or any order, rule or regulation made pursu- 
ant to this chapter is guilty of a misdemeanor punish- 
able by a fine of not less than one hundred dollars 
($100) or more than five hundred dollars ($500), or 
by imprisonment for not more than six months, or by 
both.” 


(b) “A person is guilty of a separate offense each day 

during which he commits, continues or permits a vio- 
lation of any provision of, or any order, rule or regu- 
lation made pursuant to, this chapter.” 


1.11.2.3 More restrictive fire and panic safety building 
standards. 


1,11,2.3.1 Any fire protection district organized pursu- 
ant to Health and Safety Code Part 2.7 (commencing 
with Section 13800) of Division 12 may adopt building 
standards relating to fire and panic safety that are 
more stringent than those building standards adopted 
by the State Fire Marshal and contained in the Califor- 
nia Building Standards Code. For these purposes, the 
district board shall be deemed a legislative body and 
the district shall be deemed a local agency. Any 
changes or modifications that are more stringent than 
the requirements published in the California Building 
Standards Code relating to fire and panic safety shall 
be subject to Section 1.1.8.1. 


1,11.2.3.2 Any fire protection district that proposes to 
adopt an ordinance pursuant to this section shall, not 
less than 30 days prior to noticing a proposed ordi- 
nance for public hearing, provide a copy of that ordi- 
nance, together with the adopted findings made 
pursuant to Section 1.11.2.3.1, to the city, county or 
city and county where the ordinance will apply. The 
city, county or city and county may provide the district 
with written comments, which shall become part of the 
fire protection district’s public hearing record. 


1,11.2.3.3 The fire protection district shall transmit the 
adopted ordinance to the city, county or city and county 
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where the ordinance will apply. The legislative body of 
the city, county or city and county may ratify, modify or 
deny an adopted ordinance and transmit its determina- 
tion to the district within 15 days of the determination. 
Any modification or denial of an adopted ordinance 
shall include a written statement describing the reasons 
for any modifications or denial. No ordinance adopted 
by the district shall be effective until ratification by the 
city, county or city and county where the ordinance will 
apply. Upon ratification of an adopted ordinance, the 
city, county or city and county shall file a copy of the 
findings of the district, and any findings of the city, 
county or city and county, together with the adopted 
ordinance expressly marked and identified to which 
each finding refers, in accordance with Section 
Eero, 113): 


1,11.2.4 Request for alternate means of protection. 
Requests for approval to use an alternative material, 
assembly or materials, equipment, method of construction, 
method of installation of equipment or means of protection 
shall be made in writing to the enforcing agency by the 
owner or the owner’s authorized representative and shall 
be accompanied by a full statement of the conditions. Suf- 
ficient evidence or proof shall be submitted to substantiate 
any claim that may be made regarding its conformance. 
The enforcing agency may require tests and the submis- 
sion of a test report from an approved testing organization 
as set forth in California Code of Regulations, Title 19, to 
substantiate the equivalency of the proposed alternative 
means of protection. 


When a request for alternate means of protection 
involves hazardous materials, the authority having juris- 
diction may consider implementation of the findings and 
recommendations identified in a Risk Management Plan 
(RMP) developed in accordance with Title 19, Division 2, 
Chapter 4.5, Article 3. 


Approval of a request for use of an alternative mate- 
rial, assembly of materials, equipment, method of con- 
struction, method of installation of equipment or means of 
protection made pursuant to these provisions shall be lim- 
ited to the particular case covered by request and shall not 
be construed as establishing any precedent for any future 
request. 


1.11.2.5 Appeals. When a request for an alternate means 
of protection has been denied by the enforcing agency, the 
applicant may file a written appeal to the State Fire Mar- 
shal for consideration of the applicant’s proposal. In con- 
sidering such appeal, the State Fire Marshal may seek the 
advice of the State Board of Fire Services. The State Fire 
Marshal shall, after considering all of the facts presented, 
including any recommendations of the State Board of Fire 
Services, determine if the proposal is for the purposes 
intended, at least equivalent to that specified in these reg- 
ulations in quality, strength, effectiveness, fire resistance, 
durability and safety, and shall transmit such findings and 
any recommendations to the applicant and to the enforc- 


ing agency. 
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1.11.3 Construction documents. 


1.11.3.1 Public schools. Plans and specifications for the 
construction, alteration or addition to any building owned, 
leased or rented by any public school district shall be sub- 
mitted to the Division of the State Architect. 


1.11.3.2 Movable walls and partitions. Plans or diagrams 
shall be submitted to the enforcing agency for approval 
before the installation of, or rearrangement of, any mov- 
able wall or partition in any occupancy. Approval shall be 
granted only if there is no increase in the fire hazard. 


1,11.3.3 New construction high-rise buildings. 


1. Complete plans or specifications, or both, shall be 
prepared covering all work required to comply with 
new construction high-rise buildings. Such plans 
and specifications shall be submitted to the enforc- 
ing agency having jurisdiction. 


2. All plans and specifications shall be prepared under 
the responsible charge of an architect or a civil or 
structural engineer authorized by law to develop 
construction plans and specifications, or by both 
such architect and engineer. Plans and specifica- 
tions shall be prepared by an engineer duly quali- 
fied in that branch of engineering necessary to 
perform such services. Administration of the work of 
construction shall be under the charge of the 
responsible architect or engineer except that where 
plans and specifications involve alterations or 
repairs, such work of construction may be adminis- 
tered by an engineer duly qualified to perform such 
services and holding a valid certificate under Chap- 
ter 7 (commencing with Section 65700) of Division 3 
of the Business and Professions Code for perfor- 
mance of services in that branch of engineering in 
which said plans, specifications and estimates and 
work of construction are applicable. 


This section shall not be construed as preventing the 
design of fire-extinguishing systems by persons holding a 
C-16 license issued pursuant to Division 3, Chapter 9, 
Business and Professions Code. In such instances, how- 
ever, the responsibility charge of this section shall prevail. 


1,11.3.4 Existing high-rise buildings. 


1, Complete plans or specifications, or both, shall be 
prepared covering all work required by Chapter 11 
and California Existing Building Code for existing 
high-rise buildings. Such plans or specifications 
shall be submitted to the enforcing agency having 
jurisdiction. 

2. When new construction is required to conform with 
the provisions of these regulations, complete plans 
or specifications, or both, shall be prepared in 
accordance with the provisions of this subsection. 
As used in this section, “new construction” is not 
intended to include repairs, replacements or minor 
alterations which do not disrupt or appreciably add 
to or affect the structural aspects of the building. 


1.11.3.5 Retention of plans. Refer to Building Standards 
Law, Health and Safety Code, Sections 19850 and 19851 
for permanent retention of plans. 


1.11.4 Fees. 


1.11.4.1 Other fees. Pursuant to Health and Safety Code, 
Section 13146.2, a city, county or district which inspects a 
hotel, motel, lodging house or apartment house may 
charge and collect a fee for the inspection from the owner 
of the structure in an amount, as determined by the city, 
county or district, sufficient to pay its costs of that inspec- 
tion. 


1,11.4.2 Large family daycare. Pursuant to Health and 
Safety Code, Section 1597.46, Large Family Day-Care 
Homes, the local government shall process any required 
permit as economically as possible, and fees charged for 
review shall not exceed the costs of the review and permit 
process. 


1.11.4.3 High-rise. Pursuant to Health and Safety Code, 
Section 13217, High-rise Structure Inspection: Fees and 
Costs, a local agency which inspects a high-rise structure 
pursuant to Health and Safety Code Section 13217 may 
charge and collect a fee for the inspection from the owner 
of the high-rise structure in an amount, as determined by 
the local agency, sufficient to pay its costs of that inspec- 
tion. 


1.11.4.4 Fire clearance pre-inspection. Pursuant to 
Health and Safety Code, Section 13235, Fire Clearance 
Pre-inspection, fee, upon receipt of a request from a pro- 
spective licensee of a community care facility, as defined 
in Section 1502, of a residential care facility for the 
elderly, as defined in Section 1569.2, or of a child daycare 
facility, as defined in Section 1596.750, the local fire 
enforcing agency, as defined in Section 13244, or State 
Fire Marshal, whichever has primary jurisdiction, shall 
conduct a pre-inspection of the facility prior to the final 
fire clearance approval. At the time of the preinspection, 
the primary fire enforcing agency shall price consultation 
and interpretation of the fire safety regulations and shall 
notify the prospective licensee of the facility in writing of 
the specific fire safety regulations which shall be enforced 
in order to obtain fire clearance approval. A fee equal to, 
but not exceeding, the actual cost of the pre-inspection 
may be charged for the pre-inspection of a facility. 


1.11.4.5 Care facilities. The primary fire enforcing agency 
shall complete the final fire clearance inspection for a 
community care facility, residential care facility for the 
elderly or child day-care facility within 30 days of receipt 
of the request for the final inspection, or as of the date the 
prospective facility requests the final prelicensure inspec- 
tion by the State Department of Social Services, whichever 
is later. 


Pursuant to Health and Safety Code, Section 13235, a 
pre-inspection fee equal to, but not exceeding, the actual 
cost of the pre-inspection services may be charged for the 
pre-inspection of a facility. 
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Pursuant to Health and Safety Code, Section 13131.5, a 
reasonable final inspection fee, not to exceed the actual 
cost of inspection services necessary to complete a final 
inspection may be charged for occupancies classified as 
residential care facilities for the elderly (RCFE). 


Pursuant to Health and Safety Code, Section 1569.84, 
neither the State Fire Marshal nor any local public entity 
shall charge any fee for enforcing fire inspection regula- 
tions pursuant to state law or regulation or local ordi- 
nance, with respect to residential care facilities for the 
elderly (RCFE) which service six or fewer persons. 


1.11.4.6 Requests of the Office of the State Fire Marshal. 
Whenever a local authority having jurisdiction requests 
that the State Fire Marshal perform plan review and/or 
inspection services related to a building permit, the appli- 
cable fees for such shall be payable to the Office of the 
State Fire Marshal. 


1.11.5 Inspections. Work performed subject to the provisions 
of this Code shall comply with the inspection requirements 
contained in Section 107, as adopted by the Office of the State 
Fire Marshal. 


1.11.5.1 Existing Group R occupancies. Licensed 24- 
hour care in a Group R occupancy in existence and origi- 
nally classified under previously adopted state codes shall 
be reinspected under the appropriate previous code, pro- 
vided there is no change in the use or character which 
-would place the facility in a different occupancy group. 


1.11.6 Certificate of Occupancy. A Certificate of Occupancy 
shall be issued as specified in Title 24, Part 2, California 
Building Code, Section 111. 


Exception: Certificates of occupancy are not required for 
work exempt from permits in accordance with Section 
105.2 of the California Building Code. 


1.11.7 Temporary Structures and Uses. See Title 24, Part 2, 
California Building Code, Section 108. 


1.11.8 Service Utilities. See Title 24, Part 2, California 
Building Code, Section 112. 


1.11.9 Stop Work Order. See Title 24, Part 2, California 
Building Code, Section 115. 


1.11.10 Unsafe Buildings, Structures and Equipment. See 
Title 24, Part 2, California Building Code, Section 116. 


[California Code of Regulations, Title 19, Division 1, §1.03] 
Scope. 


(a) California Code of Regulations, Title 19, Division 1 
regulations shall govern the use and maintenance of 
any building or structure used or intended for use as 
an asylum, jail, mental hospital, hospital, sanitarium, 
home for aged, children’s home or institution, school 
or any similar occupancy of any capacity; and any 
theater, dance hall, skating rink, auditorium, assem- 
bly hall, meeting hall, night club, fair building or sim- 
ilar place of assemblage where 50 or more persons 
may gather together in a building, room or structure 
for the purpose of amusement, entertainment, instruc- 
tion, deliberation, worship, drinking or dining, await- 
ing transportation or education, and in any building 


2022 CALIFORNIA FIRE CODE 


DIVISION | CALIFORNIA ADMINISTRATION 


or structure which is open to the public and is used or 
intended to be used for the showing of motion pictures 
when an admission fee is charged and when such 
building or structure has a capacity of 10 or more 
persons, and shall apply to both new and existing 
occupancies. 


Exceptions: 


(1) Buildings controlled by the Federal Govern- 
ment, provided they are not subject to the pro- 
visions of Section 15452, Education Code. 


(2) Homes and institutions and day-care facili- 
ties which provide nonmedical board, room 
and care for six or fewer ambulatory chil- 
dren. 


California Code of Regulations, Title 19, Division I regu- 
lations shall also apply to any building housing any occu- 
pancy when such building is used as an auxiliary or 
accessory structure to any of the occupancies specified 
herein. They do not apply to structural requirements not 
relating to fire and panic safety nor to matters dealing exclu- 
sively with health and sanitation. 


(b) In accordance with Section 13108 of the Health and 
Safety Code, California Code of Regulations, Title 19, 
Division 1 regulations shall govern the design and con- 
struction relating to fire protection in any state institu- 
tion and in any state-owned or state-occupied building. 
For purposes of California Code of Regulations, Title 
19, Division 1 regulations, “state-occupied buildings” 
are defined as those portions of a building which are 
leased or rented by the state and shall include all 
required exits leading therefrom to a public way. Por- 
tions of state-occupied buildings which are not leased 
or rented by the state shall not fall within the scope of 
this subsection unless such portions present an expo- 
sure hazard to the state-occupied area. 


(c) California Code of Regulations, Title 19, Division 1 
regulations shall also govern the use and mainte- 
nance of “organized camps” as defined in Section 
18897, Health and Safety Code. 


California Code of Regulations, Title 19, Division 1 
regulations shall also govern the use and mainte- 
nance of any building or structure used or intended 
for the housing of any person of any age when such 
person is referred to or placed within such home or 
facility for protective social care and supervision ser- 
vices by any governmental agency. 


(e) California Code of Regulations, Title 19, Division 1 
regulations shall also govern the construction, use 
and maintenance of every building of any type of con- 
struction or occupancy having floors used for human 
occupancy located more than 75 feet above the lowest 
floor level having building access. For the purpose of 
this subsection, “building access” shall mean an exte- 
rior door opening conforming to all of the following: 


(d) 


(1) Suitable and available for fire department use. 


(2) Located not more than 2 feet above the adjacent 
ground level. 
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(3) Leading to a space, room or area having foot 
traffic communication capabilities with the 
remainder of the building. 


(4) Designed to permit penetration through the use 
of fire department forcible entry tools and 
equipment unless other approved arrange- 
ments have been made with the fire authority 
having jurisdiction. 


(f) California Code of Regulations, Title 19, Division 1 


regulations shall also apply to vehicles, ships and 
boats or other mobile structures when fixed in a spe- 
cific location and used for any occupancy within the 
scope of this section. 


Note: Unless otherwise specified, Title 19 applies to all 
building occupancies, and related features and equipment 
throughout the state. 


[California Code of Regulations, Title 19, Division 1, 
§1.09.1] Order of Precedence. 

In the event of any differences between California Code of 
Regulations, Title 19, Division 1 regulations and the stan- 
dard reference documents or standard fire prevention prac- 
tices, the text of California Code of Regulations, Title 19, 
Division I regulations shall govern. Where a specific provi- 
sion varies from a general provision, the specific provision 
shall apply. 


1.11.11 Adopting agency identification. The provisions of 


this code applicable to buildings identified in Section 1.11 
will be identified in the Matrix Adoption Tables under the 
acronym SFM. 
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User note: 


About this chapter: Chapter 1 establishes the limits of applicability of the code and describes how the code is to be applied and enforced. 
Chapter 1 is in two parts: Part 1—General Provisions (Sections 101-102) and Part 2—Administrative Provisions (Sections 103-114). Section 
102 identifies which buildings and structures come under its purview and references other I-Codes as applicable. 


This code is intended to be adopted as a legally enforceable document, and it cannot be effective without adequate provisions for its adminis- 
tration and enforcement. The provisions of Chapter 1 establish the authority and duties of the code official appointed by the authority having 
jurisdiction and also establish the rights and privileges of the design professional, contractor and property owner. 


Code development reminder: Code change proposals to this chapter will be considered by the Administrative Code Development Commit- 


tee during the 2022 (Group B) Code Development Cycle. 


Portions of this chapter were extensively reorganized for the 2021 edition. For clarity, the relocation marginal markings have not been 
included. For complete information, see the relocations table in the preface information of this code. 


PART 1—GENERAL PROVISIONS 


SECTION 101 
SCOPE AND GENERAL REQUIREMENTS 


Note: Sections adopted or amended by state agencies are 
specifically indicated by an agency banner or indicated in the 
Matrix Adoption Table. 


[A] 101.1 Title. These regulations shall be known as the Fire 
Code of [NAME OF JURISDICTION], hereinafter referred to as 
“this code.” 


[A] 101.2 Scope. This code establishes regulations affecting 
or relating to structures, processes, premises and safeguards 
regarding all of the following: 


1. The hazard of fire and explosion arising from the stor- 
age, handling or use of structures, materials or devices. 


2. Conditions hazardous to life, property or public welfare 
in the occupancy of structures or premises. 


3. Fire hazards in the structure or on the premises from 
occupancy or operation. 


4, Matters related to the construction, extension, repair, 
alteration or removal of fire protection systems. 


5. Conditions affecting the safety of fire fighters and 
emergency responders during emergency operations. 


[A] 101.2.1 Appendices. Provisions in the appendices 
shall not apply unless specifically adopted. 


[A] 101.3 Purpose. The purpose of this code is to establish 
the minimum requirements consistent with nationally recog- 
nized good practice for providing a reasonable level of life 
safety and property protection from the hazards of fire, explo- 
sion or dangerous conditions in new and existing buildings, 
structures and premises, and to provide a reasonable level of 
safety to fire fighters and emergency responders during emer- 
gency operations. 


[A] 101.4 Severability. If a section, subsection, sentence, 
clause or phrase of this code is, for any reason, held to be 
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unconstitutional, such decision shall not affect the validity of 
the remaining portions of this code. 


[A] 101.5 Validity. In the event any part or provision of this 
code is held to be illegal or void, this shall not have the effect 
of making void or illegal any of the other parts or provisions 
hereof, which are determined to be legal; and it shall be 
presumed that this code would have been adopted without 
such illegal or invalid parts or provisions. 


SECTION 102 
APPLICABILITY 


[A] 102.1 Construction and design provisions. The 
construction and design provisions of this code shall apply to: 


1. Structures, facilities and conditions arising after the 
adoption of this code. 


2. Existing structures, facilities and conditions not legally 
in existence at the time of adoption of this code. 


3. Existing structures, facilities and conditions where 
required in Chapter 11. 


4, Existing structures, facilities and conditions that, in the 
opinion of the fire code official, constitute a distinct 
hazard to life or property. 


[A] 102.2 Administrative, operational and maintenance 
provisions. The administrative, operational and maintenance 
provisions of this code shall apply to: 


1. Conditions and operations arising after the adoption of 
this code. 


2. Existing conditions and operations. 


[A] 102.3 Change of use or occupancy. A change of occu- 
pancy shall not be made unless the use or occupancy is made 
to comply with the requirements of this code and the Califor- 
nia Existing Building Code. 
Exception: Where approved by the fire code official, a 
change of occupancy shall be permitted without comply- 
ing with the requirements of this code and the California 
Existing Building Code, provided that the new or proposed 
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use or occupancy is less hazardous, based on life and fire 
risk, than the existing use or occupancy. 


[A] 102.4 Application of building code. The design and 
construction of new structures shall comply with the Califor- 
nia Building Code, and any alterations, additions, changes in 
use or changes in structures required by this code, which are 
within the scope of the California Building Code, shall be 
made in accordance therewith. 


[A] 102.5 Application of residential code. Where structures 
are designed and constructed in accordance with the Califor- 
nia Residential Code, the provisions of this code shall apply 
as follows: 


1. Construction and design provisions of this code per- 
taining to the exterior of the structure shall apply 
including, but not limited to, premises identification, 
fire apparatus access and water supplies. Where interior 
or exterior systems or devices are installed, construc- 
tion permits required by Section 105.6 shall apply. 


2. Administrative, operational and maintenance provi- 
sions of this code shall apply. 


[A] 102.6 Historic buildings. The provisions of this code 
relating to the construction, alteration, repair, enlargement, 
restoration, relocation or moving of buildings or structures 
shall not be mandatory for existing buildings or structures 
identified and classified by the state or local jurisdiction as 
historic buildings where such buildings or structures do not 
constitute a distinct hazard to life or property. Fire protection 
in designated historic buildings shall be provided with an 
approved fire protection plan as required in Section 1103.1.1. 


[A] 102.7 Referenced codes and standards. The codes and 
standards referenced in this code shall be those that are listed 
in Chapter 80, and such codes and standards shall be consid- 
ered to be part of the requirements of this code to the 
prescribed extent of each such reference and as further regu- 
lated by Sections 102.7.1 and 102.7.2. 


[A] 102.7.1 Conflicts. Where conflicts occur between 
provisions of this code and referenced codes and stan- 
dards, the provisions of this code shall apply. 


[A] 102.7.2 Provisions in referenced codes and stan- 
dards. Where the extent of the reference to a referenced 
code or standard includes subject matter that is within the 
scope of this code, the provisions of this code, as applica- 
ble, shall take precedence over the provisions in the 
referenced code or standard. 


[A] 102.8 Subjects not regulated by this code. Where appli- 
cable standards or requirements are not set forth in this code, 
or are contained within other laws, codes, regulations, ordi- 
nances or bylaws adopted by the jurisdiction, compliance 
with applicable standards of the National Fire Protection 
Association or other nationally recognized fire safety stan- 
dards, as approved, shall be deemed as prima facie evidence 
of compliance with the intent of this code. Nothing herein 
shall derogate from the authority of the fire code official to 
determine compliance with codes or standards for those 
activities or installations within the fire code official’s juris- 
diction or responsibility. 
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[A] 102.9 Matters not provided for. Requirements that are 
essential for the public safety of an existing of proposed 
activity, building or structure, or for the safety of the occu- 
pants thereof, that are not specifically provided for by this 
code, shall be determined by the fire code official. 


[A] 102.10 Conflicting provisions. Where there is a conflict 
between a general requirement and a specific requirement, 
the specific requirement shall be applicable. Where, in a 
specific case, different sections of this code specify different 
materials, methods of construction or other requirements, the 
most restrictive shall govern. 


[A] 102.11 Other laws. The provisions of this code shall not 
be deemed to nullify any provisions of local, state or federal 
law. 


[A] 102.12 Application of references. References to chapter 
or section numbers, or to provisions not specifically identi- 
fied by number, shall be construed to refer to such chapter, 
section or provision of this code. 


PART 2—ADMINISTRATION AND ENFORCEMENT 


SECTION 103 
CODE COMPLIANCE AGENCY 


[A] 103.1 Creation of agency. The [INSERT NAME OF 
DEPARTMENT] is hereby created and the official in charge 
thereof shall be known as the fire code official. The function 
of the agency shall be the implementation, administration and 
enforcement of the provisions of this code. 


[A] 103.2 Appointment. The fire code official shall be 
appointed by the chief appointing authority of the 
jurisdiction. 

[A] 103.3 Deputies. In accordance with the prescribed proce- 
dures of this jurisdiction and with the concurrence of the 
appointing authority, the fire code official shall have the 
authority to appoint a deputy fire code official, other related 
technical officers, inspectors and other employees. Such 
employees shall have powers as delegated by the fire code 
official. 


SECTION 104 
DUTIES AND POWERS 
OF THE FIRE CODE OFFICIAL 


[A] 104.1 General. The fire code official is hereby autho- 
rized to enforce the provisions of this code. The fire code 
official shall have the authority to render interpretations of 
this code and to adopt policies, procedures, rules and regula- 
tions in order to clarify the application of its provisions. Such 
interpretations, policies, procedures, rules and regulations 
shall be in compliance with the intent and purpose of this 
code. Such policies, procedures, rules and regulations shall 
not have the effect of waiving requirements specifically 
provided for in this code. 


[A] 104.2 Applications and permits. The fire code official is 
authorized to receive applications, review construction docu- 
ments and issue permits for construction regulated by this 
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code, issue permits for operations regulated by this code, 
inspect the premises for which such permits have been issued 
and enforce compliance with the provisions of this code. 


[A] 104.3 Right of entry. Where it is necessary to make an 
inspection to enforce the provisions of this code, or where the 
fire code official has reasonable cause te believe that there 
exists in a building or on any premises any conditions or 
violations of this code that make the building or premises 
unsafe, dangerous or hazardous, the fire code official shall 
have the authority to enter the building or premises at all 
reasonable times to inspect or to perform the duties imposed 
on the fire code official by this code. If such building or 
premises is occupied, the fire code official shall present 
credentials to the occupant and request entry. If such building 
or premises is unoccupied, the fire code official shall first 
make a reasonable effort to locate the owner, the owner’s 
authorized agent or other person having charge or control of 
the building or premises and request entry. If entry is refused, 
the fire code official has recourse to every remedy provided 
by law to secure entry. 


[A] 104.3.1 Warrant. Where the fire code official has 
first obtained a proper inspection warrant or other remedy 
provided by law to secure entry, an owner, the owner’s 
authorized agent or occupant or person having charge, 
care or control of the building or premises shall not fail or 
neglect, after proper request is made as herein provided, to 
permit entry therein by the fire code official for the 
purpose of inspection and examination pursuant to this 
code. 


[A] 104.4 Identification. The fire code official shall carry 
proper identification when inspecting structures or premises 
in the performance of duties under this code. 


[A] 104.5 Notices and orders. The fire code official is autho- 
rized to issue such notices or orders as are required to affect 
compliance with this code in accordance with Sections 112.1 
and 112.2. 


[A] 104.6 Official records. The fire code official shall keep 
official records as required by Sections 104.6.1 through 
104.6.4. Such official records shall be retained for not less 
than 5 years or for as long as the structure or activity to which 
such records relate remains in existence, unless otherwise 
provided by other regulations. 


|A] 104.6.1 Approvals. A record of approvals shall be 
maintained by the fire code official and shall be available 
for public inspection during business hours in accordance 
with applicable laws. 


[A] 104.6.2 Inspections. The fire code official shall keep 
a record of each inspection made, including notices and 
orders issued, showing the findings and disposition of 
each. 


104.6.3 Fire records. The fire department shall keep a 
record of fires occurring within its jurisdiction and of facts 
concerning the same, including statistics as to the extent of 
such fires and the damage caused thereby, together with 
other information as required by the fire code official. 


[A] 104.6.4 Administrative. Application for modifica- 
tion, alternative methods or materials and the final 
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decision of the fire code official shall be in writing and 
shall be officially recorded in the permanent records of the 
fire code official. 


[A] 104.7 Liability. The fire code official, member of the 
board of appeals, officer or employee charged with the 
enforcement of this code, while acting for the jurisdiction, in 
good faith and without malice in the discharge of the duties 
required by this code or other pertinent law or ordinance, 
shall not thereby be rendered civilly or criminally liable 
personally, and is hereby relieved from all personal liability 
for any damage accruing to persons or property as a result of 
an act or by reason of an act or omission in the discharge of 
official duties. 


[A] 104.7.1 Legal defense. Any suit or criminal complaint 
instituted against any officer or employee because of an 
act performed by that officer or employee in the lawful 
discharge of duties and under the provisions of this code 
shall be defended by the legal representatives of the juris- 
diction until the final termination of the proceedings. The 
fire code official or any subordinate shall not be liable for 
costs in an action, suit or proceeding that is instituted in 
pursuance of the provisions of this code; and any officer of 
the department of fire prevention, acting in good faith and 
without malice, shall be free from liability for acts 
performed under any of its provisions or by reason of any 
act or omission in the performance of official duties in 
connection therewith. 


[A] 104.8 Approved materials and equipment. Materials, 
equipment and devices approved by the fire code official 
shall be constructed and installed in accordance with such 
approval. 


[A] 104.8.1 Material and equipment reuse. Materials, 
equipment and devices shall not be reused or reinstalled 
unless such elements have been reconditioned, tested and 
placed in good and proper working condition and 
approved. 


{A] 104.8.2 Technical assistance. To determine the 
acceptability of technologies, processes, products, facili- 
ties, materials and uses attending the design, operation or 
use of a building or premises subject to inspection by the 
fire code official, the fire code official is authorized to 
require the owner or owner’s authorized agent to provide, 
without charge to the jurisdiction, a technical opinion and 
report. The opinion and report shall be prepared by a qual- 
ified engineer, specialist, laboratory or fire safety specialty 
organization acceptable to the fire code official and shall 
analyze the fire safety properties of the design, operation 
or use of the building or premises and the facilities and 
appurtenances situated thereon, to recommend necessary 
changes. The fire code official is authorized to require 
design submittals to be prepared by, and bear the stamp of, 
a registered design professional. 


[A] 104.9 Modifications. Where there are practical difficul- 
ties involved in carrying out the provisions of this code, the 
fire code official shall have the authority to grant modifica- 
tions for individual cases, provided that the fire code official 
shall first find that special individual reason makes the strict 
letter of this code impractical and the modification is in 
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compliance with the intent and purpose of this code and that 
such modification does not lessen health, life and fire safety 
requirements. The details of action granting modifications 
shall be recorded and entered in the files of the department of 
fire prevention. 


[A] 104.10 Alternative materials, design and methods of 
construction and equipment. The provisions of this code 
are not intended to prevent the installation of any material or 
to prohibit any design or method of construction not specifi- 
cally prescribed by this code, provided that any such 
alternative has been approved. An alternative material, design 
or method of construction shall be approved where the fire 
code official finds that the proposed design is satisfactory and 
complies with the intent of the provisions of this code, and 
that the material, method or work offered is, for the purpose 
intended, not less than the equivalent of that prescribed in this 
code in quality, strength, effectiveness, fire resistance, dura- 
bility and safety. Where the alternative material, design or 
method of construction is not approved, the fire code official 
shall respond in writing, stating the reasons why the alterna- 
tive was not approved. 


[A] 104.10.1 Research reports. Supporting data, where 
necessary to assist in the approval of materials or assem- 
blies not specifically provided for in this code, -shall 
consist of valid research reports from approved sources. 


[A] 104.10.2 Tests. Where there is insufficient evidence 
of compliance with the provisions of this code, or 
evidence that a material or method does not conform to the 
requirements of this code, or in order to substantiate 
claims for alternative materials or methods, the fire code 
official shall have the authority to require tests as evidence 
of compliance to be made without expense to the jurisdic- 
tion. Test methods shall be as specified in this code or by 
other recognized test standards. In the absence of recog- 
nized and accepted test methods, the fire code official 
shall approve the testing procedures. Tests shall be 
performed by an approved agency. Reports of such tests 
shall be retained by the fire code official for the period 
required for retention of public records. 


104.11 Fire investigations. The fire code official, the fire 
department or other responsible authority shall have the 
authority to investigate the cause, origin and circumstances of 
any fire, explosion or other hazardous condition. Information 
that could be related to trade secrets or processes shall not be 
made part of the public record, except as directed by a court 
of law. 


104.11.1 Assistance from other agencies. Police and 
other enforcement agencies shall have authority to render 
necessary assistance in the investigation of fires when 
requested to do so. 


104.12 Authority at fires and other emergencies. The fire 
chief or officer of the fire department in charge at the scene of 
a fire or other emergency involving the protection of life or 
property, or any part thereof, shall have the authority to direct 
such operation as necessary to extinguish or control any fire, 
perform any rescue operation, investigate the existence of 
suspected or reported fires, gas leaks or other hazardous 
conditions or situations, or take any other action necessary in 
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the reasonable performance of duty. In the exercise of such 
power, the fire chief is authorized to prohibit,any person, 
vehicle, vessel or thing from approaching the scene, and is 
authorized to remove, or cause to be removed or kept away 
from the scene, any vehicle, vessel or thing that could impede 
or interfere with the operations of the fire department and, in 
the judgment of the fire chief, any person not actually and 
usefully employed in the extinguishing of such fire or in the 
preservation of property in the vicinity thereof. 


104.12.1 Barricades. The fire chief or officer of the fire 
department in charge at the scene of an emergency is 
authorized to place ropes, guards, barricades or other 
obstructions across any street, alley, place or private prop- 
erty in the vicinity of such operation so as to prevent 
accidents or interference with the lawful efforts of the fire 
department to manage and control the situation and to 
handle fire apparatus. 


104.12.2 Obstructing operations. Persons shall not 
obstruct the operations of the fire department in connec- 
tion with extinguishment or control of any fire, or actions 
relative to other emergencies, or disobey any lawful 
command of the fire chief or officer of the fire department 
in charge of the emergency, or any part thereof, or any 
lawful order of a police officer assisting the fire 
department. 


104.12.3 Systems and devices. Persons shall not render a 
system or device inoperative during an emergency unless 
by direction of the fire chief or fire department official in 
charge of the incident. 


SECTION 105 
PERMITS 


[A] 105.1 General. Permits shall be in accordance with 
Sections 105.1.1 through 105.6.24. 


[A] 105.1.1 Permits required. A property owner or 
owner’s authorized agent who intends to conduct an oper- 
ation or business, or install or modify systems and 
equipment that are regulated by this code, or to cause any 
such work to be performed, shall first make application to 
the fire code official and obtain the required permit. 


105.1.2 Types of permits. There shall be two types of 
permits as follows: 


1. Operational permit. An operational permit allows 
the applicant to conduct an operation or a business 
for which a permit is required by Section 105.5 for 
either: 


1.1. A prescribed period. 
1.2, Until renewed or revoked. 


2. Construction permit. A construction permit allows 
the applicant to install or modify systems and equip- 
ment for which a permit is required by Section 
105.6. 


105.1.3 Multiple permits for the same location. Where 
more than one permit is required for the same location, the 
fire code official is authorized to consolidate such permits 


2022 CALIFORNIA FIRE CODE 


into a single permit provided that each provision is listed 
in the permit. 


[A] 105.1.4 Emergency repairs. Where equipment 
replacement and repairs must be performed in an emer- 
gency situation, the permit application shall be submitted 
within the next working business day to the fire code 
official. 


[A] 105.1.5 Repairs. Application or notice to the fire code 
official is not required for ordinary repairs to structures, 
equipment or systems. Such repairs shall not include the 
cutting away of any wall, partition or portion thereof, the 
removal or change of any required means of egress, or 
rearrangement of parts of a structure affecting the egress 
requirements; nor shall any repairs include addition to, 
alteration of, replacement or relocation of any standpipe, 
fire protection water supply, automatic sprinkler system, 
fire alarm system or other work affecting fire protection or 
life safety. 


[A] 105.1.6 Annual permit. Instead of an individual 
construction permit for each alteration to an already 
approved system or equipment installation, the fire code 
official is authorized to issue an annual permit on applica- 
tion therefor to any person, firm or corporation regularly 
employing one or more qualified tradespersons in the 
building, structure or on the premises owned or operated 
by the applicant for the permit. 


[A] 105.1.6.1 Annual permit records. The person to 

~ whom an annual permit is issued shall keep a detailed 
record of alterations made under such annual permit. 
The fire code official shall have access to such records 
at all times or such records shall be filed with the fire 
code official as designated. 


[A] 105.2 Application. Application for a permit required by 
this code shall be made to the fire code official in such form 
and detail as prescribed by the fire code official. Applications 
for permits shall be accompanied by such plans as prescribed 
by the fire code official. 


[A] 105.2.1 Refusal to issue permit. If the application for 
a permit describes a use that does not conform to the 
requirements of this code and other pertinent laws and 
ordinances, the fire code official shall not issue a permit, 
but shall return the application to the applicant with the 
refusal to issue such permit. Such refusal shall, where 
requested, be in writing and shall contain the reasons for 
refusal. 


[A] 105.2.2 Inspection authorized. Before a new opera- 
tional permit is approved, the fire code official is 
authorized to inspect the receptacles, vehicles, buildings, 
devices, premises, storage spaces or areas to be used to 
determine compliance with this code or any operational 
constraints required. 


[A] 105.2.3 Time limitation of application. An applica- 
tion for a permit for any proposed work or operation shall 
be deemed to have been abandoned 180 days after the date 
of filing, unless such application has been diligently prose- 
cuted or a permit shall have been issued; except that the 
fire code official is authorized to grant one or more exten- 
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sions of time for additional periods not exceeding 90 days 
each. The extension shall be requested in writing and justi- 
fiable cause demonstrated. 


[A] 105.2.4 Action on application. The fire code official 
shall examine or cause to be examined applications for 
permits and amendments thereto within a reasonable time 
after filing. If the application or the construction docu- 
ments do not conform to the requirements of pertinent 
laws, the fire code official shall reject such application in 
writing, stating the reasons therefor. If the fire code offi- 
cial is satisfied that the proposed work or operation 
conforms to the requirements of this code and laws and 
ordinances applicable thereto, the fire code official shall 
issue a permit therefor as soon as practicable. 


[A] 105.3 Conditions of a permit. A permit shall constitute 
permission to maintain, store or handle materials; or to 
conduct processes that produce conditions hazardous to life 
or property; or to install equipment utilized in connection 
with such activities; or to install or modify any fire protection 
system or equipment or any other construction, equipment 
installation or modification in accordance with the provisions 
of this code where a permit is required by Section 105.5 or 
105.6, Such permission shall not be construed as authority to 
violate, cancel or set aside any of the provisions of this code 
or other applicable regulations or laws of the jurisdiction. 


[A] 105.3.1 Expiration. An operational permit shall 
remain in effect until reissued, renewed or revoked, or for 
such a period of time as specified in the permit. Construc- 
tion permits shall automatically become invalid unless the 
work authorized by such permit is commenced within 180 
days after its issuance, or if the work authorized by such 
permit is suspended or abandoned for a period of 180 days 
after the time the work is commenced. Before such work 
recommences, a new permit shall be first obtained and the 
fee to recommence work, if any, shall be one-half the 
amount required for a new permit for such work, provided 
that changes have not been made and will not be made in 
the original construction documents for such work, and 
provided further that such suspension or abandonment has 
not exceeded one year. Permits are not transferable and 
any change in occupancy, operation, tenancy or ownership 
shall require that a new permit be issued. 


105,3.1.1 Expiration. [BSC] On or after January 1, 
2019, every permit issued shall become invalid unless 
the work on the site authorized by such permit is 
commenced within 12 months after its issuance or if the 
work authorized on the site by such permit is suspended 
or abandoned for a period of 12 months after the time 
the work is commenced. The building official is autho- 
rized to grant, in writing, one or more extensions of 
time for periods not more than 180 days each, The 
extension Shall be requested in writing and justifiable 
cause demonstrated. (See Health and Safety Code 
Section 18938.5 and 18938.6. 


[A] 105.3.2 Extensions. A permittee holding an unexpired 
permit shall have the right to apply for an extension of the 
time within which the permittee will commence work 
under that permit where work is unable to be commenced 
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within the time required by this section for good and satis- 
factory reasons. The fire code official is authorized to 
grant, in writing, one or more extensions of the time 
period of a permit for periods of not more than 180 days 
each. Such extensions shall be requested by the permit 
holder in writing and justifiable cause demonstrated. 


[A] 105.3.3 Occupancy prohibited before approval. The 
building or structure shall not be occupied prior to the fire 
code official issuing a permit and conducting associated 
inspections indicating the applicable provisions of this 
code have been met. 


[A] 105.3.4 Conditional permits. Where permits are 
required and on the request of a permit applicant, the fire 
code official is authorized to issue a conditional permit to 
occupy the premises or portion thereof before the entire 
work or operations on the premises is completed, provided 
that such portion or portions will be occupied safely prior 
to full completion or installation of equipment and opera- 
tions without endangering life or public welfare. The fire 
code official shall notify the permit applicant in writing of 
any limitations or restrictions necessary to keep the permit 
area safe. The holder of a conditional permit shall proceed 
only to the point for which approval has been given, at the 
permit holder’s own risk and without assurance that 
approval for the occupancy or the utilization of the entire 
premises, equipment or operations will be granted. 


[A] 105.3.5 Posting the permit. Issued permits shall be 
kept on the premises designated therein at all times and 
shall be readily available for inspection by the fire code 
official. 


[A] 105.3.6 Compliance with code. The issuance or 
granting of a permit shall not be construed to be a permit 
for, or an approval of, any violation of any of the provi- 
sions of this code or of any other ordinance of the 
jurisdiction. Permits presuming to give authority to violate 
or cancel the provisions of this code or other ordinances of 
the jurisdiction shall not be valid. The issuance of a permit 
based on construction documents and other data shall not 
prevent the fire code official from requiring the correction 
of errors in the construction documents and other data. 
Any addition to or alteration of approved construction 
documents shall be approved in advance by the fire code 
official, as evidenced by the issuance of a new or amended 
permit. 


[A] 105.3.7 Information on the permit. The fire code 
official shall issue all permits required by this code on an 
approved form furnished for that purpose. The permit shall 
contain a general description of the operation or occu- 
pancy and its location and any other information required 
by the fire code official. Issued permits shall bear the 
signature of the fire code official or other approved legal 
authorization. 


[A] 105.3.8 Validity of permit. The issuance or granting 
of a permit shall not be construed to be a permit for, or an 
approval of, any violation of any of the provisions of this 
code or of any other ordinances of the jurisdiction. Permits 
presuming to give authority to violate or cancel the provi- 
sions of this code or other ordinances of the jurisdiction 
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shall not be valid. The issuance of a permit based on 
construction documents, operational documents and other 
data shall not prevent the fire code official from requiring 
correction of errors in the documents or other data. 


[A] 105.4 Revocation. The fire code official is authorized to 
revoke a permit issued under the provisions of this code 
where it is found by inspection or otherwise that there has 
been a false statement or misrepresentation as to the material 
facts in the application or construction documents on which 
the permit or approval was based including, but not limited 
to, any one of the following: 


1. The permit is used for a location or establishment other 
than that for which it was issued. 


2. The permit is used for a condition or activity other than 
that listed in the permit. 


3. Conditions and limitations set forth in the permit have 
been violated. 


4. There have been any false statements or misrepresenta- 
tions as to the material fact in the application for permit 
or plans submitted or a condition of the permit. 


5. The permit is used by a different person or firm than the 
name for which it was issued. 


6. The permittee failed, refused or neglected to comply 
with orders or notices duly served in accordance with 
the provisions of this code within the time provided 
therein. 


7. The permit was issued in error or in violation of an 
ordinance, regulation or this code. 


105.5 Required operational permits. The fire code official 
is authorized to issue operational permits for the operations 
set forth in Sections 105.5.2 through 105.5.52. 


105.5.1 Additive manufacturing. An operational permit 
is required to conduct additive manufacturing operations 
regulated by Section 320.3. 


105.5.2 Aerosol products, aerosol cooking spray prod- 
ucts and plastic aerosol 3 products. An operational 
permit is required to manufacture, store or handle an 
aggregate quantity of Level 2 or Level 3 aerosol products, 
aerosol cooking spray products or plastic aerosol 3 prod- 
ucts in excess of 500 pounds (227 kg) net weight. 


105.5.3 Amusement buildings. An operational permit is 
required to operate a special amusement building. 


105.5.4 Aviation facilities. An operational permit is 
required to use a Group H or Group S occupancy for 
aircraft servicing or repair and aircraft fuel-servicing vehi- 
cles. Additional permits required by other sections of this 
code include, but are not limited to, hot work, hazardous 
materials and flammable or combustible finishes. 


105.5.5 Carnivals and fairs. An operational permit is 
required to conduct a carnival or fair. 


105.5.6 Cellulose nitrate film. An operational permit is 
required to store, handle or use cellulose nitrate film in a 
Group A occupancy. 
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105.5.7 Combustible dust-producing operations. An 
operational permit is required to operate a grain elevator, 
flour starch mill, feed mill, or a plant pulverizing alumi- 
num, coal, cocoa, magnesium, spices or sugar, or other 
operations producing combustible dusts as defined in 
Chapter 2. 


105.5.8 Combustible fibers. An operational permit is 
required for the storage and handling of combustible fibers 
in quantities greater than 100 cubic feet (2.8 m’). 


Exception: A permit is not required for agricultural 
storage. 


105.5.9 Compressed gases. An operational permit is 
required for the storage, use or handling at normal 
temperature and pressure (NTP) of compressed gases in 
excess of the amounts listed in Table 105.5.9. 


Exception: Vehicles equipped for and _ using 
compressed gas as a fuel for propelling the vehicle. 


TABLE 105.5.9 
PERMIT AMOUNTS FOR COMPRESSED GASES 


AMOUNT 
Carbon dioxide used in carbon dioxide 875 (100 Ib) 
enrichment systems 
Carbon dioxide used in insulated liquid carbon 875 (100 Ib) 
dioxide beverage dispensing applications 
Flammable (except cryogenic fluids and 
; 200 
liquefied petroleum gases) 
Inert and simple asphyxiant 6,000 
Oxidizing (including oxygen) 


For SI: 1 cubic foot = 0.02832 m’°. 


105.5.10 Covered and open mall buildings. An opera- 
tional permit is required for: 


1. The placement of retail fixtures and displays, con- 
cession equipment, displays of highly combustible 
goods and similar items in the mall. 


2. The display of liquid- or gas-fired equipment in the 
mall. 


3. The use of open-flame or flame-producing equip- 
ment in the mall. 


105.5.11 Cryogenic fluids. An operational permit is 
required to produce, store, transport on site, use, handle or 
dispense cryogenic fluids in excess of the amounts listed 
in Table 105.5.11. 


Exception: Permits are not required for vehicles 
equipped for and using cryogenic fluids as a fuel for 
propelling the vehicle or for refrigerating the lading. 
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TABLE 105.5.11 
PERMIT AMOUNTS FOR CRYOGENIC FLUIDS 


TYPE OF INSIDE BUILDING | OUTSIDE BUILDING 
CRYOGENIC FLUID 


(gallons) (gallons) 


ee eye) 1500 
Oxidizing (includes 50) 
oxygen) 
Physical or health hazard 
not indicated above eects 


For SI: 1 gallon = 3.785 L. 


105.5.12 Cutting and welding. An operational permit is 
required to conduct cutting or welding operations within 
the jurisdiction. 


105.5.13 Dry cleaning. An operational permit is required 
to engage in the business of dry cleaning or to change to a 
more hazardous cleaning solvent used in existing dry 
cleaning equipment. 


105.5.14 Energy storage systems. An operational permit 
is required for stationary and mobile energy storage 
systems regulated by Section 1207. 


105.5.15 Exhibits and trade shows. An operational 
permit is required to operate exhibits and trade shows. 


105.5.16 Explosives. An operational permit is required for 
the manufacture, storage, handling, sale or use of any 
quantity of explosives, explosive materials, fireworks or 
pyrotechnic special effects within the scope of Chapter 56. 
See Health and Safety Code Division 11, Part 1, Sections 
12000, et seq. for additional requirements. 


Exception: Storage in Group R-3 occupancies of 
smokeless propellant, black powder and small arms 
primers for personal use, not for resale and in accor- 
dance with Section 5606. 


105.5.17 Fire hydrants and valves. An operational permit 
is required to use or operate fire hydrants or valves intended 
for fire suppression purposes that are installed on water 
systems and provided with ready access from a fire apparatus 
access road that is open to or generally used by the public. 


Exception: A permit is not required for authorized 
employees of the water company that supplies the 
system or the fire department to use or operate fire 
hydrants or valves. 


105.5.18 Flammable and combustible liquids. An opera- 
tional permit is required: 


1. To use or operate a pipeline for the transportation 
within facilities of flammable or combustible 
liquids. This requirement shall not apply to the off- 
site transportation in pipelines regulated by the 
Department of Transportation (DOTn) nor does it 
apply to piping systems. 

2. To store, handle or use Class I liquids in excess of 
5 gallons (19 L) in a building or in excess of 10 
gallons (37.9 L) outside of a building, except that a 
permit is not required for the following: 
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2.1. The storage or use of Class I liquids in the 
fuel tank of a motor vehicle, aircraft, 
motorboat, mobile power plant or mobile 
heating plant, unless such storage, in the 
opinion of the fire code official, would 
cause an unsafe condition. 


2.2. The storage or use of paints, oils, varnishes 
or similar flammable mixtures where such 
liquids are stored for maintenance, painting 
or similar purposes for a period of not more 
than 30 days. 


. To store, handle or use Class II or Class IIA 


liquids in excess of 25 gallons (95 L) in a building 
or in excess of 60 gallons (227 L) outside a build- 
ing, except for fuel oil used in connection with oil- 
burning equipment. 


. To store, handle or use Class HIB liquids in tanks 


or portable tanks for fueling motor vehicles at 
motor fuel-dispensing facilities or where 
connected to fuel-burning equipment. 


Exception: Fuel oil and used motor oil used for 
space heating or water heating. 


. To remove Class I or II liquids from an under- 


ground storage tank used for fueling motor 
vehicles by any means other than the approved, 
stationary on-site pumps normally used for 
dispensing purposes. 


. To operate tank vehicles, equipment, tanks, plants, 


terminals, wells, fuel-dispensing stations, refiner- 
ies, distilleries and similar facilities where 
flammable and combustible liquids are produced, 
processed, transported, stored, dispensed or used. 


. To place temporarily out of service (for more than 


90 days) an underground, protected above-ground 
or above-ground flammable or combustible liquid 
tank. 


. To change the type of contents stored in a flamma- 


ble or combustible liquid tank to a material that 
poses a greater hazard than that for which the tank 
was designed and constructed. 


. To manufacture, process, blend or refine flamma- 


ble or combustible liquids. 


To engage in the dispensing of liquid fuels into the 
fuel tanks of motor vehicles at commercial, indus- 
trial, governmental or manufacturing establishments 
in accordance with Section 5706.5.4 or to engage 
in on-demand mobile fueling operations in accor- 
dance with Section 5707. 


. To utilize a site for the dispensing of liquid fuels 


from tank vehicles into the fuel tanks of motor 
vehicles, marine craft and other special equipment 
at commercial, industrial, governmental or manu- 
facturing establishments in accordance with 
Section 5706.5.4 or, where required by the fire 
code official, to utilize a site for on-demand mobile 
fueling operations in accordance with Section 
5707. 


105.5.19 Floor finishing. An operational permit is 
required for floor finishing or surfacing operations exceed- 
ing 350 square feet (33 m’) using Class I or Class II 
liquids. 

105.5.20 Fruit and crop ripening. An operational permit 
is required to operate a fruit- or crop-ripening facility or 
conduct a fruit-ripening process using ethylene gas. 


105.5.21 Fumigation and insecticidal fogging. An opera- 
tional permit is required to operate a business of 
fumigation or insecticidal fogging, and to maintain a 
room, vault or chamber in which a toxic or flammable 
fumigant is used. 


105.5.22 Hazardous materials. An operational permit is 
required to store, transport on site, dispense, use or handle 
hazardous materials in excess of the amounts listed in 
Table 105.5.22. 


105.5.23 HPM facilities. An operational permit is 
required to store, handle or use hazardous production 
materials. 


105.5.24 High-piled storage. An operational permit is 
required to use a building or portion thereof with more 
than 500 square feet (46 m’), including aisles, of high- 
piled combustible storage. 


105.5.25 Hot work operations. An operational permit is 
required for hot work including, but not limited to: 


1. Public exhibitions and demonstrations where hot 
work is conducted. 


2. Use of portable hot work equipment inside a struc- 
ture. 


Exception: Work that is conducted under a 
construction permit. 


3. Fixed-site hot work equipment, such as welding 
booths. 


4. Hot work conducted within a wildfire risk area. 


5. Application of roof coverings with the use of an 
open-flame device. 


6. Where approved, the fire code official shall issue a 
permit to carry out a hot work program. This pro- 
gram allows approved personnel to regulate their 
facility’s hot work operations. The approved person- 
nel shall be trained in the fire safety aspects denoted 
in this chapter and shall be responsible for issuing 
permits requiring compliance with the requirements 
found in Chapter 35. These permits shall be issued 
only to their employees or hot work operations 
under their supervision. 


105.5.26 Industrial ovens. An operational permit is 
required for operation of industrial ovens regulated by 
Chapter 30. 


105.5.27 Lumber yards and woodworking plants. An 
operational permit is required for the storage or processing 
of lumber exceeding 100,000 board feet (8,333 ft*) (236 
m?’). 
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TABLE 105.5.22 
PERMIT AMOUNTS FOR HAZARDOUS MATERIALS 


Combustible liquids See Section 105.5./6 


Corrosive materials 


Gases See Section 105.5.8 
Liquids 55 gallons 
Solids 500 pounds 


Explosive materials See Section 105.5./4 


Flammable materials 
Gases 
Liquids 

Solids 


Highly toxic materials 


See Section 105.5.8 
See Section 105.5./6 
100 pounds 


Gases See Section 105.5.8 
Liquids Any Amount 
Solids Any Amount 


Organic peroxides 


Liquids 
Class I Any Amount 
Class II Any Amount 
Class III 1 gallon 
Class IV 2 gallons 
Class V No Permit Required 
Solids 
Class I Any Amount 
~ Class II Any Amount 
Class III 10 pounds 
Class IV 20 pounds 


No Permit Required 


See Section 105.5.8 


Any Amount 
1 gallon* 

10 gallons 
55 gallons 


Class V 


Liquids 
Class 4 
Class 3 
Class 2 
Class 1 


Solids 
Class 4 
Class 3 
Class 2 
Class 1 


Any Amount 
10 pounds? 
100 pounds 
500 pounds 


Pyrophoric materials 
Gases 
Liquids 

Solids 


Any Amount 
Any Amount 
Any Amount 


Toxic materials 
Gases 
Liquids 

Solids 


See Section 105.5.8 
10 gallons 
100 pounds 


(continued) 
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TABLE 105.5.22—continued 
PERMIT AMOUNTS FOR HAZARDOUS MATERIALS 


TYPE OF MATERIAL AMOUNT 


Unstable (reactive) materials 


Liquids 
Class 4 Any Amount 
Class 3 Any Amount 
Class 2 5 gallons 
Class 1 10 gallons 
Solids 
Class 4 Any Amount 
Class 3 Any Amount 
Class 2 50 pounds 
Class 1 100 pounds 


Water-reactive materials 


Liquids 
Class 3 Any Amount 
Class 2 5 gallons 
Class | 55 gallons 
Solids 
Class 3 Any Amount 
Class 2 50 pounds 
Class 1 500 pounds 


For SI: 1 gallon = 3.785 L, 1 pound = 0.454 kg. 

a. 22 gallons where Table 5003.1.1(1) Note k applies and hazard identifica- 
tion signs in accordance with Section 5003.5 are provided for quantities of 
22 gallons or less. 

b. 220 pounds where Table 5003.1.1(1) Note k applies and hazard identifica- 
tion signs in accordance with Section 5003.5 are provided for quantities of 
220 pounds or less. 


105.5.28 Liquid- or gas-fueled vehicles or equipment in 
assembly buildings. An operational permit is required to 
display, operate or demonstrate liquid- or gas-fueled vehi- 
cles or equipment in assembly buildings. 


105.5.29 LP-gas. An operational permit is required for: 
1. Storage and use of LP-gas. 


Exception: A permit is not required for individual 
containers with a 500-gallon (1893 L) water capac- 
ity or less or multiple container systems having an 
aggregate quantity not exceeding 500 gallons (1893 
L), serving occupancies in Group R-3. 

2. Operation of cargo tankers that transport LP-gas. 
105.5.30 Magnesium. An operational permit is required 
to melt, cast, heat treat or grind more than 10 pounds (4.54 
kg) of magnesium. 

105.5.31 Miscellaneous combustible storage. An opera- 
tional permit is required to store in any building or on any 
premises in excess of 2,500 cubic feet (71 m’) gross 
volume of combustible empty packing cases, boxes, 


barrels or similar containers, combustible pallets, rubber 
tires, rubber, cork or similar combustible material. 


105.5.32 Mobile fueling of hydrogen-fueled vehicles. 
An operational permit is required: 


1, To engage in the mobile dispensing of gaseous hydro- 
gen as a fuel into the fuel tanks of motor vehicles. 
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2. Where required by the fire code official, to utilize a site 
for the dispensing of gaseous hydrogen as a fuel from 
tank vehicles into the fuel tanks of motor vehicles. 


Exception: In cases of an emergency, a site permit is 
not required. 


105.5.33 Motor fuel-dispensing facilities. An operational 
permit is required for the operation of automotive, marine 
and fleet motor fuel-dispensing facilities. 


105.5.34 Open burning. An operational permit is 
required for the kindling or maintaining of an open fire or 
a fire on any public street, alley, road, or other public or 
private ground. Instructions and stipulations of the permit 
shall be complied with. 


Exception: Recreational fires. 


105.5.35 Open flames and torches. An operational 
permit is required to remove paint with a torch, or to use a 
torch or open-flame device in a wildfire risk area. 


105.5.36 Open flames and candles. An operational 
permit is required to use open flames or candles in connec- 
tion with assembly areas, dining areas of restaurants or 
drinking establishments. 


105.5.37 Organic coatings. An operational permit is 
required for any organic-coating manufacturing operation 
producing more than | gallon (4 L) of an organic coating 
in one day. 


105.5.38 Outdoor assembly event. An operational permit 
is required to conduct an outdoor assembly event where 
planned attendance exceeds 1,000 persons. 


105.5.39 Places of assembly. An operational permit is 
required to operate a place of assembly. 


105.5.40 Plant extraction systems. An operational permit 
is required to use plant extraction systems. 


105.5.41 Private fire hydrants. An operational permit is 
required for the removal from service, use or operation of 
private fire hydrants. 


Exception: A permit is not required for private indus- 
try with trained maintenance personnel, private fire 
brigade or fire departments to maintain, test and use 
private hydrants. 


105.5.42 Pyrotechnic special effects material. An opera- 
tional permit is required for use and handling of 
pyrotechnic special effects material. See Health and Safety 
Code Division 11, Part 2, Sections 12500, et seq. for addi- 
tional requirements. 


105.5.43 Pyroxylin plastics. An operational permit is 
required for storage or handling of more than 25 pounds 
(11 kg) of cellulose nitrate (pyroxylin) plastics, and for the 
assembly or manufacture of articles involving pyroxylin 
plastics. 


105.5.44 Refrigeration equipment. An _ operational 
permit is required to operate a mechanical refrigeration 
unit or system regulated by Chapter 6. 


105.5.45 Repair garages and motor fuel-dispensing 
facilities. An operational permit is required for operation 
of repair garages. 
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105.5.46 Rooftop heliports. An operational permit is 
required for the operation of a rooftop heliport. 


105.5.47 Spraying or dipping. An operational permit is 
required to conduct a spraying or dipping operation utiliz- 
ing flammable or combustible liquids, or the application of 
combustible powders regulated by Chapter 24. 


105.5.48 Storage of scrap tires and tire byproducts. An 
operational permit is required to establish, conduct or 
maintain storage of scrap tires and tire byproducts that 
exceeds 2,500 cubic feet (71 m*) of total volume of scrap 
tires, and for indoor storage of tires and tire byproducts. 


105.5.49 Temporary membrane structures and tents. 
An operational permit is required to operate an air- 
supported temporary membrane structure, a temporary 
special event structure or a tent having an area in excess of 
400 square feet (37 m’). 


Exceptions: 


1. Tents used exclusively for recreational camping 
purposes. 


2. Tents open on all sides, which comply with all of 
the following: 


2.1.Individual tents having a maximum size 
of 700 square feet (65 m’). 


2.2.The aggregate area of multiple tents 
placed side by side without a fire break 
clearance of not less than 12 feet (3658 
mm) shall not exceed 700 square feet 
(65 m’) total. 


2.3.A minimum clearance of 12 feet (3658 
mm) to structures and other tents shall 
be provided. 


105.5.50 Tire-rebuilding plants. An operational permit is 
required for the operation and maintenance of a tire- 
rebuilding plant. 


105.5.51 Waste handling. An operational permit is 
required for the operation of wrecking yards, junk yards 
and waste material-handling facilities. 


105.5.52 Wood products. An operational permit is 
required to store chips, hogged material, lumber or 
plywood in excess of 200 cubic feet (6 m’). 


105.5.53 Lithium batteries. An operational permit is 
required for an accumulation of more than 15 cubic feet 
(0.42 m) of lithium-ion and lithium metal batteries, where 
required by Section 322.1. 


105.5.54 Additional permits. In addition to the permits 
required by Section 105.6, the following permits shall be 
obtained from the Bureau of Fire Prevention prior to 
engaging in the following activities, operations, practices 
or functions: 


1. Production facilities. To change use or occupancy, 
or allow the attendance of a live audience, or for 
wrap parties. 


2. Pyrotechnics and special effects. To use pyrotechnic 
special effects, open flame, use of flammable or 


2022 CALIFORNIA FIRE CODE 


G 


combustible liquids and gases, welding and the 
parking of motor vehicles in any building or loca- 
tion used for the purpose of motion picture, televi- 
sion and commercial production. 


3. Live audiences. To install seating arrangements for 
live audiences in approved production facilities, 
production studios and sound stages. See Chapter 
48. 
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accordance with this code is not considered to be a modifi- 
cation and does not require a construction permit. 


[A] 105.6.8 Flammable and combustible liquids. A 
construction permit is required: 
1. To install, repair or modify a pipeline for the trans- 
portation of flammable or combustible liquids. 


2. To install, construct or alter tank vehicles, equip- 
ment, tanks, plants, terminals, wells, fuel-dispensing 


[A] 105.6 Required construction permits. The fire code 
official is authorized to issue construction permits for work as 
set forth in Sections 105.6.1 through 105.6.24. 


stations, refineries, distilleries and similar facilities 
where flammable and combustible liquids are pro- 


[A] 105.6.1 Automatic fire-extinguishing systems. A 
construction permit is required for installation of or modi- 
fication to an automatic fire-extinguishing system. 
Maintenance performed in accordance with this code is 
not considered to be a modification and does not require a 
permit. 


[A] 105.6.2 Compressed gases. Where the compressed 
gases in use or storage exceed the amounts listed in Table 
105.5.9, a construction permit is required to install, repair 
damage to, abandon, remove, place temporarily out of 
service, or close or substantially modify a compressed gas 
system. 


Exceptions: 
1. Routine maintenance. 


2. For emergency repair work performed on an 
emergency basis, application for permit shall be 
made within two working days of commence- 
ment of work. 


[A] 105.6.3 Cryogenic fluids. A construction permit is 
required for installation of or alteration to outdoor station- 
ary cryogenic fluid storage systems where the system 
capacity exceeds the amounts listed in Table 105.5.11. 
Maintenance performed in accordance with this code is 
not considered to be an alteration and does not require a 
construction permit. 


[A] 105.6.4 Emergency responder communication 
coverage system. A construction permit is required for 
installation of or modification to in-building, two-way 
emergency responder communication coverage systems 
and related equipment. Maintenance performed in accor- 
dance with this code is not considered to be a modification 
and does not require a construction permit. 


105.6.5 Energy storage systems. A construction permit is 
required to install energy storage systems regulated by 
Section 1207. 


[A] 105.6.6 Fire alarm and detection systems and 
related equipment. A construction permit is required for 
installation of or modification to fire alarm and detection 
systems and related equipment. Maintenance performed in 
accordance with this code is not considered to be a modifi- 
cation and does not require a construction permit. 


[A] 105.6.7 Fire pumps and related equipment. A 
construction permit is required for installation of or modifi- 
cation to fire pumps and related fuel tanks, jockey pumps, 
controllers and generators. Maintenance performed in 
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duced, processed, transported, stored, dispensed or 
used. 


3. To install, alter, remove, abandon or otherwise dis- 
pose of a flammable or combustible liquid tank. 


[A] 105.6.9 Fuel cell power systems. A construction permit 
is required to install stationary fuel cell power systems. 


[A] 105.6.10 Gas detection systems. A construction 
permit is required for the installation of or modification to 
gas detection systems. Maintenance performed in accor- 
dance with this code is not considered a modification and 
shall not require a permit. 


[A] 105.6.11 Gates and barricades across fire appara- 
tus access roads. A construction permit is required for the 
installation of or modification to a gate or barricade across 
a fire apparatus access road. 


[A] 105.6.12 Hazardous materials. A construction 
permit is required to install, repair damage to, abandon, 
remove, place temporarily out of service, or close or 
substantially modify a storage facility or other area regu- 
lated by Chapter 50 where the hazardous materials in use 
or storage exceed the amounts listed in Table 105.5.22. 


Exceptions: 
1. Routine maintenance. 


2. For repair work performed on an emergency 
basis, application for permit shall be made within 
two working days of commencement of work. 


[A] 105.6.13  High-piled combustible storage. A 
construction permit is required for the installation of or 
modification to a structure with more than 500 square feet 
(46 m’), including aisles, of high-piled combustible stor- 
age. Maintenance performed in accordance with this code 
is not considered to be a modification and does not require 
a construction permit. 


[A] 105.6.14 Industrial ovens. A construction permit is 
required for installation of industrial ovens regulated by 
Chapter 30. 


Exceptions: 
1. Routine maintenance. 


2. For repair work performed on an emergency 
basis, application for permit shall be made within 
two working days of commencement of work. 


[A] 105.6.15 LP-gas. A construction permit is required for 
installation of or modification to an LP-gas system. Main- 
tenance performed in accordance with this code is not 
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considered to be a modification and does not require a 
permit. 


[A] 105.6.16 Motor vehicle repair rooms and booths. A 
construction permit is required to install or modify a motor 
vehicle repair room or booth. Maintenance performed in 
accordance with this code is not considered to be a modifi- 
cation and does not require a permit. 


[A] 105.6.17 Plant extraction systems. A construction 
permit is required for installation of or modification to 
plant extraction systems. Maintenance performed in accor- 
dance with this code is not considered to be a modification 
and does not require a permit. 


[A] 105.6.18 Private fire hydrants. A construction 
permit is required for the installation or modification of 
private fire hydrants. Maintenance performed in accor- 
dance with this code is not considered to be a modification 
and does not require a permit. 


[A] 105.6.19 Smoke control or smoke exhaust systems. 
Construction permits are required for installation of or 
alteration to smoke control or smoke exhaust systems. 
Maintenance performed in accordance with this code is 
not considered to be an alteration and does not require a 
permit. 


[A] 105.6.20 Solar photovoltaic power systems. A 
construction permit is required to install or modify solar 
photovoltaic power systems. Maintenance performed in 
accordance with this code is not considered to be a modifi- 
cation and does not require a permit. 


[A] 105.6.21 Special event structure. A single construc- 
tion permit is required to erect and take down a temporary 
special event structure. 


[A] 105.6.22 Spraying or dipping. A construction permit 
is required to install or modify a spray room, dip tank or 
booth. Maintenance performed in accordance with this 
code is not considered to be a modification and does not 
require a permit. 


[A] 105.6.23 Standpipe systems. A construction permit is 
required for the installation, modification or removal from 
service of a standpipe system. Maintenance performed in 
accordance with this code is not considered to be a modifi- 
cation and does not require a permit. 


[A] 105.6.24 Temporary membrane structures and 
tents. A construction permit is required to erect an air- 
supported temporary membrane structure, a temporary 
stage canopy or a tent having an area in excess of 400 
square feet (37 m7’). 


Exceptions: 


1. Tents used exclusively for recreational camping 
purposes. 


2. Funeral tents and curtains, or extensions attached 
thereto, when used for funeral services. 


3. Tents and awnings open on all sides, which com- 
ply with all of the following: 


3.1. Individual tents shall have a maximum 
size of 700 square feet (65 m7), 
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3.2.The aggregate area of multiple tents 
placed side by side without.a fire break 
clearance of not less than 12 feet (3658 
mm) shall not exceed 700 square feet (65 
m’) total. f 


3.3.A minimum clearance of 12 feet (3658 
mm) to structures and other tents shall be 
maintained. 


SECTION 106 
CONSTRUCTION DOCUMENTS 


[A] 106.1 Submittals. Construction documents and support- 
ing data shall be submitted in two or more sets with each 
application for a permit and in such form and detail as 
required by the fire code official. The construction documents 
shall be prepared by a registered design professional where 
required by the statutes of the jurisdiction in which the proj- 
ect is to be constructed. 


Exception: The fire code official is authorized to waive 
the submission of construction documents and supporting 
data not required to be prepared by a registered design 
professional if it is found that the nature of the work 
applied for is such that review of construction documents 
is not necessary to obtain compliance with this code. 


[A] 106.2 Examination of documents. The fire code official 
shall examine or cause to be examined the accompanying 
construction documents and shall ascertain by such examina- 
tions whether the work indicated and described is in 
accordance with the requirements of this code. 


[A] 106.2.1 Information on construction documents. 
Construction documents shall be drawn to scale on suit- 
able material. Documents in a digital format are allowed to 
be submitted where approved by the fire code official. 
Construction documents shall be of sufficient clarity to 
indicate the location, nature and extent of the work 
proposed and show in detail that it will conform to the 
provisions of this code and relevant laws, ordinances, rules 
and regulations as determined by the fire code official. 


[A] 106.2.2 Fire protection system shop drawings. Shop 
drawings for the fire protection system(s) shall be submit- 
ted to indicate compliance with this code and the 
construction documents, and shall be approved prior to the 
start of installation. Shop drawings shall contain all infor- 
mation as required by the referenced installation standards 
in Chapter 9. 


[A] 106.2.3 Applicant responsibility. It shall be the 
responsibility of the applicant to ensure that the construc- 
tion documents include all of the fire protection 
requirements and the shop drawings are complete and in 
compliance with the applicable codes and standards. 


[A] 106.2.4 Approved documents. Construction docu- 
ments approved by the fire code official are approved with 
the intent that such construction documents comply in all 
respects with this code. Review and approval by the fire 
code official shall not relieve the applicant of the responsi- 
bility of compliance with this code. 
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[A] 106.2.4.1 Phased approval. The fire code official 
is authorized to issue a permit for the construction of 
part of a structure, system or operation before the 
construction documents for the whole structure, system 
or operation have been submitted, provided that 
adequate information and detailed statements have 
been filed complying with pertinent requirements of 
this code. The holder of such permit for parts of a struc- 
ture, system or operation shall proceed at the holder’s 
own risk with the building operation and without assur- 
ance that a permit for the entire structure, system or 
operation will be granted. 


[A] 106.3 Amended construction documents. Work shall 
be installed in accordance with the approved construction 
documents, and any changes made during construction that 
are not in compliance with the approved construction docu- 
ments shall be resubmitted for approval as an amended set of 
construction documents. 


[A] 106.4 Retention of construction documents. One set of 
construction documents shall be retained by the fire code 
official for a period of not less than 180 days from date of 
completion of the permitted work, or as required by state or 
local laws. One set of approved construction documents shall 
be returned to the applicant, and said set shall be kept on the 
site of the building or work at all times during which the work 
authorized thereby is in progress. 


SECTION 107 
FEES 


[A] 107.1 Fees. A permit shall not be issued until the fees 
have been paid, nor shall an amendment to a permit be 
released until the additional fee, if any, has been paid. 


[A] 107.2 Schedule of permit fees. Where a permit is 
required, a fee for each permit shall be paid as required, in 
accordance with the schedule as established by the applicable 
governing authority. 


107.3 Permit valuations. The applicant for a permit shall 
provide an estimated permit value at the time of application. 
Permit valuations shall include the total value of work, 
including materials and labor, for which the permit is being 
issued, such as electrical, gas, mechanical, plumbing equip- 
ment and permanent systems. If, in the opinion of the fire 
code official, the valuation is underestimated on the applica- 
tion, the permit shall be denied unless the applicant can show 
detailed estimates to meet the approval of the fire code offi- 
cial. Final permit valuation shall be set by the fire code 
official. 


[A] 107.4 Work commencing before permit issuance, A 
person who commences any work, activity or operation regu- 
lated by this code before obtaining the necessary permits 
shall be subject to a fee established by the applicable govern- 
ing authority, which shall be in addition to the required 
permit fees. 

[A] 107.5 Related fees. The payment of the fee for the 
construction, alteration, removal or demolition of work done 
in connection to or concurrently with the work or activity 
authorized by a permit shall not relieve the applicant or 
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holder of the permit from the payment of other fees that are 
prescribed by law. 


[A] 107.6 Refunds. The applicable governing authority is 
authorized to establish a refund policy. 


SECTION 108 
INSPECTIONS 


[A] 108.1 Inspection authority. The fire code official is 
authorized to enter and examine any building, structure, 
marine vessel, vehicle or premises in accordance with Section 
104.3 for the purpose of enforcing this code. 


[A] 108.2 Inspections. The fire code official is authorized to 
conduct such inspections as are deemed necessary to deter- 
mine the extent of compliance with the provisions of this 
code and to approve reports of inspection by approved agen- 
cies or individuals. Reports of such inspections shall be 
prepared and submitted in writing for review and approval. 
Inspection reports shall be certified by a responsible officer 
of such approved agency or by the responsible individual. 
The fire code official is authorized to engage such expert 
opinion as deemed necessary to report on unusual, detailed or 
complex technical issues subject to the approval of the 
governing body. 


[A] 108.2.1 Inspection requests. It shall be the duty of the 
holder of the permit or their duly authorized agent to 
notify the fire code official when work is ready for inspec- 
tion. It shall be the duty of the permit holder to provide 
access to and means for inspections of such work that are 
required by this code. 


[A] 108.2.2 Approval required. Work shall not be done 
beyond the point indicated in each successive inspection 
without first obtaining the approval of the fire code offi- 
cial. The fire code official, on notification, shall make the 
requested inspections and shall either indicate the portion 
of the construction that is satisfactory as completed, or 
notify the permit holder or his or her agent wherein the 
same fails to comply with this code. Any portions that do 
not comply shall be corrected, and such portion shall not 
be covered or concealed until authorized by the fire code 
official. 


[A] 108.3 Concealed work. It shall be the duty of the permit 
applicant to cause the work to remain visible and able to be 
accessed for inspection purposes. Where any installation 
subject to inspection prior to use is covered or concealed 
without having first been inspected, the fire code official shall 
have the authority to require that such work be made visible 
and able to be accessed for inspection. Neither the fire code 
official nor the jurisdiction shall be liable for expense 
entailed in the removal or replacement of any material 
required to allow inspection. 


[A] 108.4 Approvals. Approval as the result of an inspection 
shall not be construed to be an approval of a violation of the 
provisions of this code or of other ordinances of the jurisdic- 
tion. Inspections presuming to give authority to violate or 
cancel provisions of this code or of other ordinances of the 
jurisdiction shall not be valid. 
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SECTION 109 
MAINTENANCE 


[A] 109.1 Maintenance of safeguards. Where any device, 
equipment, system, condition, arrangement, level of protec- 
tion, or any other feature is required for compliance with the 
provisions of this code, or otherwise installed, such device, 
equipment, system, condition, arrangement, level of protec- 
tion, or other feature shall thereafter be continuously 
maintained in accordance with this code and applicable refer- 
enced standards. 


[A] 109.2 Testing and operation. Equipment requiring peri- 
odic testing or operation to ensure maintenance shall be 
tested or operated as specified in this code. 


[A] 109.2.1 Reinspection and testing. Where any work or 
installation does not pass an initial test or inspection, the 
necessary corrections shall be made so as to achieve 
compliance with this code. The work or installation shall 
then be resubmitted to the fire code official for inspection 
and testing. 


[A] 109.3 Recordkeeping. A record of periodic inspections, 
tests, servicing and other operations and maintenance shall be 
maintained on the premises or other approved location for not 
less than 3 years, or a different period of time where specified 
in this code or referenced standards. Records shall be made 
available for inspection by the fire code official, and a copy 
of the records shall be provided to the fire code official on 
request. 


The fire code official is authorized to prescribe the form 
and format of such recordkeeping. The fire code official is 
authorized to require that certain required records be filed 
with the fire code official. 


[A] 109.4 Supervision. Maintenance and testing shall be 
under the supervision of a responsible person who shall 
ensure that such maintenance and testing are conducted at 
specified intervals in accordance with this code. 


109.5 Rendering equipment inoperable. Portable or fixed 
fire-extinguishing systems or devices, and fire-warning 
systems, shall be provided with ready access and shall not be 
rendered inoperative, except as necessary during emergen- 
cies, maintenance, repairs, alterations, drills or prescribed 
testing. 


[A] 109.6 Overcrowding. Overcrowding or admittance of 
any person beyond the approved capacity of a building or a 
portion thereof shall not be allowed. The fire code official, on 
finding any overcrowding conditions or obstructions in aisles, 
passageways or other means of egress, or on finding any 
condition that constitutes a life safety hazard, shall be autho- 
rized to cause the event to be stopped until such condition or 
obstruction is corrected. 


SECTION 110 
SERVICE UTILITIES 


[A] 110.1 Authority to disconnect service utilities. The fire 
code official shall have the authority to authorize disconnec- 
tion of utility service to the building, structure or system in 
order to safely execute emergency operations or to eliminate 
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an immediate hazard. The fire code official shail notify the 
serving utility and, where possible, the owner or the owner’s 
authorized agent and the occupant of the building, structure 
or service system of the decision to disconnect prior to taking 
such action. If not notified prior to disconnection, then the 
owner, the owner’s authorized agent or occupant of the build- 
ing, structure or service system shall be notified in writing as 
soon as practical thereafter. 


SECTION 111 
MEANS OF APPEALS 


[A] 111.1 Board of appeals established. In order to hear and 
decide appeals of orders, decisions or determinations made 
by the fire code official relative to the application and inter- 
pretation of this code, there shall be and is hereby created a 
board of appeals. The board of appeals shall be appointed by 
the applicable governing authority and shall hold office at its 
pleasure. The board shall adopt rules of procedure for 
conducting its business and shall render all decisions and 
findings in writing to the appellant with a duplicate copy to 
the fire code official. 


[A] 111.2 Limitations on authority. An application for 
appeal shall be based on a claim that the true intent of this 
code or the rules legally adopted thereunder have been incor- 
rectly interpreted, the provisions of this code do not fully 
apply or an equivalent or better form of construction is 
proposed. The board shall not have authority to waive 
requirements of this code or interpret the administration of 
this code. 


[A] 111.3 Qualifications. The board of appeals shall consist 
of members who are qualified by experience and training to 
pass on matters pertaining to hazards of fire, explosions, 
hazardous conditions or fire protection systems, and are not 
employees of the jurisdiction. 


[A] 111.4 Administration. The fire code official shall take 
immediate action in accordance with the decision of the 
board. 


SECTION 112 
VIOLATIONS 


[A] 112.1 Unlawful acts. It shall be unlawful for a person, 
firm or corporation to erect, construct, alter, repair, remove, 
demolish or utilize a building, occupancy, premises or system 
regulated by this code, or cause same to be done, in conflict 
with or in violation of any of the provisions of this code. 


[A] 112.2 Owner/occupant responsibility. Correction and 
abatement of violations of this code shall be the responsibility 
of the owner or the owner’s authorized agent. Where an occu- 
pant creates, or allows to be created, hazardous conditions in 
violation of this code, the occupant shall be held responsible 
for the abatement of such hazardous conditions. 


[A] 112.3 Notice of violation. Where the fire code official 
finds a building, premises, vehicle, storage facility or outdoor 
area that is in violation of this code, the fire code official is 
authorized to prepare a written notice of violation describing 
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the conditions deemed unsafe and, where compliance is not 
immediate, specifying a time for reinspection. 


[A] 112.3.1 Service. A notice of violation issued pursuant 
to this code shall be served on the owner, the owner’s 
authorized agent, operator, occupant or other person 
responsible for the condition or violation, either by 
personal service, mail or by delivering the same to, and 
leaving it with, some person of responsibility on the prem- 
ises. For unattended or abandoned locations, a copy of 
such notice of violation shall be posted on the premises in 
a conspicuous place at or near the entrance to such prem- 
ises and the notice of violation shall be mailed by certified 
mail with return receipt requested or a certificate of mail- 
ing, to the last known address of the owner, the owner’s 
authorized agent, or occupant. 


[A] 112.3.2 Compliance with orders and notices. A 
notice of violation issued or served as provided by this 
code shall be complied with by the owner, the owner’s 
authorized agent, operator, occupant or other person 
responsible for the condition or violation to which the 
notice of violation pertains. 


[A] 112.3.3 Prosecution of violations. If the notice of 
violation is not complied with promptly, the fire code offi- 
cial is authorized to request the legal counsel of the 
jurisdiction to institute the appropriate legal proceedings at 
law or in equity to restrain, correct or abate such violation 
or to require removal or termination of the unlawful occu- 
pancy of the structure in violation of the provisions of this 
code or of the order or direction made pursuant hereto. 


[A] 112.3.4 Unauthorized tampering. Signs, tags or seals 
posted or affixed by the fire code official shall not be 
mutilated, destroyed or tampered with, or removed, with- 
out authorization from the fire code official. 


[A] 112.4 Violation penalties. Persons who shall violate a 
provision of this code or shall fail to comply with any of the 
requirements thereof or who shall erect, install, alter, repair or 
do work in violation of the approved construction documents 
or directive of the fire code official, or of a permit or certifi- 
cate used under provisions of this code, shall be guilty of a 
[SPECIFY OFFENSE], punishable by a fine of not more than 
[AMOUNT] dollars or by imprisonment not exceeding 
[NUMBER OF DAYS], or both such fine and imprisonment. 
Each day that a violation continues after due notice has been 
served shall be deemed a separate offense. 


[A] 112.4.1 Abatement of violation. In addition to the 
imposition of the penalties herein described, the fire code 
official is authorized to institute appropriate action to 
prevent unlawful construction or to restrain, correct or 
abate a violation; or to prevent illegal occupancy of a 
structure or premises; or to stop an illegal act, conduct of 
business or occupancy of a structure on or about any 
premises. 


SECTION 113 
STOP WORK ORDER 


| [A] 113.1 Authority. Where the fire code official finds any 


work regulated by this code being performed in a manner 
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contrary to the provisions of this code, or in a dangerous or 
unsafe manner, the fire code official is authorized to issue a 
stop work order. 


[A] 113.2 Issuance. The stop work order shall be in writing 
and shall be given to the owner of the property, the owner’s 
authorized agent or the person performing the work. Upon 
issuance of a stop work order, the cited work shall immedi- 
ately cease. The stop work order shall state the reason for the 
order and the conditions under which the cited work is autho- 
rized to resume. 


[A] 113.3 Emergencies. Where an emergency exists, the fire 
code official shall not be required to give a written notice 
prior to stopping the work. 


[A] 113.4 Failure to comply. Any person who shall continue 
any work after having been served with a stop work order, 
except such work as that person is directed to perform to 
remove a violation or unsafe condition, shall be subject to 
fines established by the authority having jurisdiction. 


SECTION 114 
UNSAFE STRUCTURES OR EQUIPMENT 


[A] 114.1 General. If during the inspection of a premises, a 
structure, or any building system, in whole or in part, consti- 
tutes a clear and inimical threat to human life, safety or 
health, the fire code official shall issue such notice or orders 
to remove or remedy the conditions as shall be deemed neces- 
sary in accordance with this section, and shall refer the 
building to the building official for any repairs, alterations, 
remodeling, removing or demolition required. 


[A] 114.1.1 Unsafe conditions. Structures or existing 
equipment that are or hereafter become unsafe, insanitary 
or deficient because of inadequate means of egress, inade- 
quate light and ventilation, or that constitute a fire hazard, 
are otherwise dangerous to human life or the public 
welfare, or involve illegal or improper occupancy or inad- 
equate maintenance, shall be deemed an unsafe condition. 
Unsafe structures shall be taken down and removed or 
made safe, as the fire code official deems necessary and as 
provided for in this section. A vacant structure that is not 
secured against unauthorized entry shall be deemed 
unsafe. 


[A] 114.1.2 Structural hazards. Where an apparent struc- 
tural hazard is caused by the faulty installation, operation 
or malfunction of any of the items or devices governed by 
this code, the fire code official shall immediately notify 
the building code official in accordance with Section 
114.1. 


[A] 114.2 Evacuation. The fire code official or the fire 
department official in charge of an incident shall be autho- 
rized to order the immediate evacuation of any occupied 
structure deemed unsafe where such structure has hazardous 
conditions that pose an imminent danger to structure occu- 
pants. Persons so notified shall immediately leave the 
structure or premises and shall not enter or re-enter until 
authorized to do so by the fire code official or the fire depart- 
ment official in charge of the incident. 
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[A] 114.3 Record. The fire code official shall cause a report 
to be filed on an unsafe condition. The report shall state the 
occupancy of the structure and the nature of the unsafe 
condition. 


[A] 114.4 Notice. If an unsafe condition is found, the fire 
code official shall serve on the owner of the structure or the 
owner’s authorized agent a written notice that describes the 
condition deemed unsafe and specifies the required repairs or 
improvements to be made to abate the unsafe condition, or 
requires the unsafe structure to be demolished within a stipu- 
lated time. Such notice shall require the person thus notified 
to declare immediately to the fire code official acceptance or 
rejection of the terms of the order. 


[A] 114.5 Method of service. Such notice shall be deemed 


properly served where a copy thereof is served in accordance | 


with one of the following methods: 
1. A copy is delivered to the owner personally. 


2. A copy is sent by certified or registered mail addressed 
to the owner at the last known address with return 
receipt requested. 


3. A copy is delivered in any other manner as prescribed 
by local law. 


If the certified or registered letter is returned showing that 
the letter was not delivered, a copy thereof shall be posted in 
a conspicuous place in or about the structure affected by such 
notice. Service of such notice in the foregoing manner on the 
owner’s authorized agent shall constitute service of notice on 
the owner. 


[A] 114.6 Restoration or abatement, The structure or equip- 
ment determined to be unsafe by the fire code official is 
permitted to be restored to a safe condition. The owner, the 
owner’s authorized agent, operator or occupant of a structure, 
premises or equipment deemed unsafe by the fire code offi- 
cial shall abate or cause to be abated or corrected such unsafe 
conditions either by repair, rehabilitation, demolition or other 
approved corrective action. To the extent that repairs, alter- 
ations or additions are made or a change of occupancy occurs 
during the restoration of the structure, such repairs, alter- 
ations, additions or change of occupancy shall comply with 
the requirements of Section105.1.5 and the California Exist- 
ing Building Code. 


[A] 114.7 Summary abatement. Where conditions exist that 
are deemed hazardous to life and property, the fire code offi- 
cial or fire department official in charge of the incident is 
authorized to abate summarily such hazardous conditions that 
are in violation of this code. 
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DEFINITIONS 


User note: 


About this chapter: Codes, by their very nature, are technical documents. Every word, term and punctuation mark can add to or change the 
meaning of a technical requirement. It is necessary to maintain a consensus on the specific meaning of each term contained in the code. 
Chapter 2 performs this function by stating clearly what specific terms mean for the purpose of the code. 


SECTION 201 
GENERAL 


201.1 Scope. Unless otherwise expressly stated, the follow- 
ing words and terms shall, for the purposes of this code, have 
the meanings shown in this chapter. 


201.2 Interchangeability. Words used in the present tense 
include the future; words stated in the masculine gender 
include the feminine and neuter; the singular number includes 
the plural and the plural, the singular. 


201.3 Terms defined in other codes. Where terms are not 

defined in this code and are defined in the California Build- 

ing Code, California Mechanical Code or California 

Plumbing Code, such terms shall have the meanings ascribed 
to them as in those codes. 


201.4 Terms not defined. Where terms are not defined 
through the methods authorized by this section, such terms 
shall have ordinarily accepted meanings such as the context 
implies. Merriam Webster’s Collegiate Dictionary, 11th 
Edition, shall be considered as providing ordinarily accepted 
meanings. 


SECTION 202 
GENERAL DEFINITIONS 


[BG] 24-HOUR BASIS. The actual time that a person is an 
occupant within a facility for the purpose of receiving care. 
It shall not include a facility that is open for 24 hours and is 
capable of providing care to someone visiting the facility 
during any segment of the 24 hours. 


3D PRINTER. A machine used in the additive manufactur- 
ing process for fabricating objects through the deposition of 
a material using a print head, nozzle or other printer 
technology. 

[M] ACCESS (TO). That which enables a device, appliance 
or equipment to be reached by ready access or by a means 
that first requires the removal or movement of a panel or 
similar obstruction [see also “Ready access (to)”’]. 

[BE] ACCESSIBLE MEANS OF EGRESS. A continuous 
and unobstructed way of egress travel from any accessible 
point in a building or facility to a public way. 

[BE] ACCESSIBLE ROUTE. A continuous, unobstructed 
path that complies with Chapter 11 of the California Build- 
ing Code. 
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ACTIVE RF EMITTING DEVICE. Any type of circuit 
component that requires an AC or DC power source with the 
ability to electrically control electron flow and/or amplifica- 
tion of RF signal, including but not limited to signal 
boosters, repeaters, bidirectional amplifiers and fiber- 
distributed antenna systems. 


ADDITIVE MANUFACTURING. A process of joining 
materials to make objects from 3D model data, usually layer 
upon layer, sometimes referred to as 3D printing. This code 
recognizes two types of additive manufacturing: 


Industrial additive manufacturing. 3D printing opera- 
tions that typically utilize combustible powders or metals, 
an inert gas supply, a combustible dust collection system. 
or that create a hazardous (classified) location area or zone 
outside the equipment. 


Nonindustrial additive manufacturing. 3D _ printing 
operations that do not create a hazardous (classified) loca- 
tion area outside the equipment and do not utilize an inert 
gas supply or a combustible dust collection system. 


AEROSOL CONTAINER. A metal can or plastic container 
up to a maximum size of 33.8 fluid ounces (1000 ml) or a 
glass bottle up to a maximum size of 4 fluid ounces (118 ml) 
designed and intended to dispense an aerosol. 


AEROSOL COOKING SPRAY PRODUCTS. Aerosol cook- 
ing spray products are those aerosol products designed to deliver 
a vegetable oil or a solid or nonflammable liquid to reduce stick- 
ing on cooking and baking surfaces, or to be applied to food, or 
both. These products have a chemical heat of combustion that is 
greater than 8600 Btu/Ib. (20 kJ/g) and contain no more than 18 
percent by weight of flammable propellant. 


AEROSOL PRODUCT. A combination of a container, a 
propellant and a material that is dispensed. Aerosol products 
shall be classified by means of the calculation of their chem- 
ical heats of combustion and shall be designated Level 1, 
Level 2 or Level 3. 


Level 1 aerosol products. Those with a total chemical heat 
of combustion that is less than or equal to 8,600 British 
thermal units per pound (Btu/Ib) (20 kJ/g). 


Level 2 aerosol products. Those with a total chemical heat 
of combustion that is greater than 8,600 Btu/Ib (20 kJ/g), 
but less than or equal to 13,000 Btu/Ib (30 kJ/g). 


Level 3 aerosol products. Those with a total chemical heat 
of combustion that is greater than 13,000 Btu/Ib (30 kJ/g). 


DEFINITIONS 


AEROSOL PRODUCT WAREHOUSE. A building used 
for warehousing aerosol products. 


AGED HOME OR INSTITUTION, A facility used for the 
housing of persons 65 years of age or older in need of care 
and supervision. (See definition of “care and supervision”’.) 


AGENCY. Any emergency responder department within the 
jurisdiction that utilizes radio frequencies for communica- 
tion. This could include, but not be limited to, various public 
safety agencies such as fire departments, emergency medical 
services and law enforcement. 


AGENT. A person who shall have charge, care or control of 
any structure as owner, or agent of the owner, or as executor, 
executrix, administrator, administratrix, trustee or guardian 
of the estate of the owner. Any such person representing the 
actual owner shall be bound to comply with the provisions of 
this code to the same extent as if that person was the owner. 


[BG] AGRICULTURAL BUILDING. A _ structure 
designed and constructed to house farm implements, hay, 
grain, poultry, livestock or other horticultural products. This 
structure shall not be a place of human habitation or a place 
of employment where agricultural products are processed, 
treated or packaged, nor shall it be a place used by the public. 


AGRO-INDUSTRIAL. A facility, or portion thereof, hous- 
ing operations involving the transforming of raw agricultural 
products into intermediate or consumable products. 


AIRCRAFT MOTOR-VEHICLE FUEL-DISPENSING 
FACILITY. That portion of property where flammable or 
combustible liquids or gases used as motor fuels are stored 
and dispensed from fixed automotive-type equipment into 
the fuel tanks of aircraft. 


AIRCRAFT OPERATION AREA (AOA). Any area used 
or intended for use for the parking, taxiing, takeoff, landing 
or other ground-based aircraft activity. 


[BG] AIR-INFLATED STRUCTURE. A structure that 
uses ait-pressurized membrane beams, arches or other 
elements to enclose space. Occupants of such a structure do 
not occupy the pressurized areas used to support the 
structure. 


AIRPORT. An area of land or structural surface that is used, 
or intended for use, for the landing and taking off of aircraft 
with an overall length greater than 39 feet (11 887 mm) and 
an overall exterior fuselage width greater than 6.6 feet (2012 
mm), and any appurtenant areas that are used or intended for 
use for airport buildings and other airport facilities. 


[BG] AIR-SUPPORTED STRUCTURE. A structure 
wherein the shape of the structure is attained by air pressure, 
and occupants of the structure are within the elevated pres- 
sure area. Air supported structures are of two basic types: 


Double skin. Similar to a single skin, but with an attached 
liner that is separated from the outer skin and provides an 
airspace which serves for insulation, acoustic, aesthetic or 
similar purposes. 


Single skin. Where there is only the single outer skin and 
the air pressure is directly against that skin. 
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[BE] AISLE. An unenclosed exit access component that 
defines and provides a path of egress travel. , 


[BE] AISLE ACCESSWAY. That portion of an exit access 
that leads to an aisle. 


ALARM, NUISANCE. See “Nuisance alarm.” 


ALARM DEVICE, MULTIPLE STATION. See “Multi- 
ple-station alarm device.” 


ALARM NOTIFICATION APPLIANCE. A fire alarm 
system component such as a bell, horn, speaker, light or text 
display that provides audible, tactile or visible outputs, or 
any combination thereof. See also “Audible alarm notifica- 
tion appliance” or “Visible alarm notification appliance.” 


ALARM SIGNAL. A signal indicating an emergency 
requiring immediate action, such as a signal indicative of 
fire. 


ALARM VERIFICATION FEATURE. A feature of auto- 
matic fire detection and alarm systems to reduce unwanted 
alarms wherein smoke detectors report alarm conditions for 
a minimum period of time, or confirm alarm conditions 
within a given time period, after being automatically reset, in 
order to be accepted as a valid alarm-initiation signal. 


ALCOHOL-BASED HAND RUB. An alcohol-containing 
preparation designed for application to the hands for reduc- 
ing the number of viable microorganisms on the hands and 
containing ethanol or isopropanol in an amount not exceed- 
ing 95-percent by volume. 


ALCOHOL-BLENDED FUELS. Flammable _ liquids 
consisting of greater than 10 percent, by volume, ethanol or 
other alcohols blended with gasoline. 


[A] ALTERATION. Any construction or renovation to an 
existing structure other than a repair or addition. 


[BE] ALTERNATING TREAD DEVICE. A device that 
has a series of steps between 50 and 70 degrees (0.87 and 
1.22 rad) from horizontal, usually attached to a center 
support rail in an alternating manner so that the user does not 
have both feet on the same level at the same time. 


[BG] AMBULATORY CARE FACILITY. Buildings or 
portions thereof used to provide medical, surgical, psychiat- 
ric, nursing or similar care on a less-than-24-hour basis to 
persons who are rendered incapable of self-preservation by 
the services provided or staff has accepted responsibility for 
care recipients already incapable. 


AMMONIUM NITRATE. A chemical compound repre- 
sented by the formula NH,NO,. 


ANNUNCIATOR. A unit containing one or more indicator 
lamps, alphanumeric displays or other equivalent means in 
which each indication provides status information about a 
circuit, condition or location. 


[A] APPROVED. Acceptable to the fire code official. 


[BG] AREA, BUILDING. The area included within 
surrounding exterior walls (or exterior walls and fire walls) 
exclusive of vent shafts and courts. Areas of the building not 
provided with surrounding walls shall be included in the 
building area if such areas are included within the horizontal 
projection of the roof or floor above. 
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[BE] AREA OF REFUGE. An area where persons unable 
to use stairways can remain temporarily to await instructions 
or assistance during emergency evacuation. 


ARRAY. The configuration of storage. Characteristics 
considered in defining an array include the type of packag- 
ing, flue spaces, height of storage and compactness of 
storage. 


ARRAY, CLOSED. A storage configuration having a 6- 
inch (152 mm) or smaller width vertical flue space that 
restricts air movement through the stored commodity. 


ASSEMBLY. The gathering together of 50 or more persons 
for such purposes as deliberation, education, instruction, 
worship, entertainment, amusement, drinking, dining or 
awaiting transportation. 


ATRIUM. A vertical space that is closed at the top, connect- 
ing two or more stories in Group I-2 and I-3 occupancies or 
three or more stories in all other occupancies. 


[BG] ATTIC. The space between the ceiling framing of the 
top story and the underside of the roof. 


AUDIBLE ALARM NOTIFICATION APPLIANCE. A 
notification appliance that alerts by the sense of hearing. 


AUTOMATED RACK STORAGE. Automated rack stor- 
age is a stocking method whereby the movement of pallets, 
products, apparatus or systems are automatically controlled 
by mechanical or electronic devices. 


AUTOMATIC. As applied to fire protection devices, a 
device or system providing an emergency function without 
the necessity for human intervention and activated as a result 
of a predetermined temperature rise, rate of temperature rise 
or combustion products. 


AUTOMATIC FIRE-EXTINGUISHING SYSTEM. An 
approved system of devices and equipment which automati- 
cally detects a fire and discharges an approved fire- 
extinguishing agent onto or in the area of a fire. 


AUTOMATIC SMOKE DETECTION SYSTEM. A fire 
alarm system that has initiation devices that utilize smoke 
detectors for protection of an area such as a room or space 
with detectors to provide early warning of fire. 


AUTOMATIC SPRINKLER SYSTEM. An automatic 
sprinkler system, for fire protection purposes, is an inte- 
grated system of underground and overhead piping designed 
in accordance with fire protection engineering standards. 
The system includes a suitable water supply. The portion of 
the system above the ground is a network of specially sized 
or hydraulically designed piping installed in a structure or 
area, generally overhead, and to which automatic sprinklers 
are connected in a systematic pattern. The system is usually 
activated by heat from a fire and discharges water over the 
fire area. 


AUTOMATIC WATER MIST SYSTEM. A system 
consisting of a water supply, a pressure source and a distri- 
bution piping system with attached nozzles which, at or 
above a minimum operating pressure, defined by its listing, 
discharges water in fine droplets meeting the requirements of 
NFPA 750 for the purpose of the control, suppression or 


2022 CALIFORNIA FIRE CODE 


DEFINITIONS 


extinguishment of a fire. Such systems include wet-pipe, 
dry-pipe and pre-action types. The systems are designed as 
engineered, preengineered, local-application or total flood- 
ing systems. 


AUTOMOTIVE MOTOR FUEL-DISPENSING FACIL- 
ITY. That portion of property where flammable or combustible 
liquids or gases used as motor fuels are stored and dispensed 
from fixed equipment into the fuel tanks of motor vehicles. 


AVERAGE AMBIENT SOUND LEVEL. The root mean 
square, A-weighted sound pressure level measured over a 
24-hour period, or the time any person is present, whichever 
time period is less. 


[BG] AWNING. An architectural projection that provides 
weather protection, identity or decoration and is partially or 
wholly supported by the building to which it is attached. An 
awning is comprised of a lightweight frame structure over 
which a covering is attached. 


[BE] BALANCED DOOR. A door equipped with double- 
pivoted hardware so designed as to cause a semicounter 
balanced swing action when opening. 


BALED COTTON. See “Cotton.” 
BALED COTTON, DENSELY PACKED. See “Cotton.” 


BARRICADE. A structure that consists of a combination of 
walls, floor and roof, which is designed to withstand the 
rapid release of energy in an explosion and which is fully 
confined, partially vented or fully vented; or other effective 
method of shielding from explosive materials by a natural or 
artificial barrier. 


Artificial barricade. An artificial mound or revetment 
with a minimum thickness of 3 feet (914 mm). 


Natural barricade. Natural features of the ground, such as 
hills, or timber of sufficient density that the surrounding 
exposures that require protection cannot be seen from the 
magazine or building containing explosives when the trees 
are bare of leaves. 


BARRICADED. The effective screening of a building contain- 
ing explosive materials from the magazine or other building, 
railway or highway by a natural or an artificial barrier. A 
straight line from the top of any sidewall of the building 
containing explosive materials to the eave line of any magazine 
or other building or to a point 12 feet (3658 mm) above the 
center of a railway or highway shall pass through such barrier. 


[BG] BASEMENT. A story that is not a story above grade 
plane. 


BATTERY SYSTEM, STATIONARY STORAGE. A 
rechargeable energy storage system consisting of electro- 
chemical storage batteries, battery chargers, controls and 
associated electrical equipment designed to provide electri- 
cal power to a building. The system is typically used to 
provide standby or emergency power, an uninterruptable 
power supply, load shedding, load sharing or similar 
capabilities. 


BATTERY TYPES. For the purposes of this code, certain 
types are defined as follows: 


DEFINITIONS 


Flow battery. A type of storage battery that includes 
chemical components dissolved in two different liquids. 
Ion exchange, which provides the flow of electrical current, 
occurs through the membrane while both liquids circulate 
in their respective spaces. 


Lead-acid battery. A storage battery that is comprised of 
lead electrodes immersed in a solution of water and 
sulphuric acid electrolyte. 


Lithium metal polymer battery. A storage battery that is 
similar to the lithium ion battery except that it has a lithium 
metal anode in the place of the traditional carbon or graph- 
ite anode. 


Lithium-ion battery. A storage battery with lithium ions 
serving as the charge carriers of the battery. The electrolyte 
is a polymer mixture of carbonates with an inorganic salt 
and can be in a liquid or a gelled polymer form. Lithiated 
metal oxide is typically a cathode and forms of carbon or 
graphite typically form the anode. 


Nickel-cadmium (Ni-Cd) battery. An alkaline storage 
battery in which the positive active material is nickel oxide, 
the negative electrode contains cadmium and the electro- 
lyte is a solution of water and potassium hydroxide. 


Nickel-metal hydride (Ni-MH). An alkaline storage 
battery in which the positive active material is nickel oxide, 
the negative electrode is an intermetallic compound and the 
electrolyte is usually potassium hydroxide. 


Stationary storage battery. A group of electrochemical 
cells interconnected to supply a nominal voltage of DC 
power to a suitably connected electrical load, designed for 
service in a permanent location. 


BEDRIDDEN PERSON. A person, requiring assistance in 
turning and repositioning in bed, or being unable to inde- 
pendently transfer to and from bed, except in facilities with 
appropriate and sufficient care staff, mechanical devices if 
necessary, and safety precautions as determined in Title 22 
regulations, by the Director of Social Services or his or her 
designated representative. Persons who are unable to inde- 
pendently transfer to and from bed, but who do not need 
assistance to turn or reposition in bed, shall be considered 
nonambulatory. 


The Director of Social Services or his or her designated 
representative shall make the determination of the bedridden 
status of persons with developmental disabilities, in consulta- 
tion with the Director of Developmental Services or his or 
her designated representative. 


The Director of Social Services or his or her designated 
representative shall make the determination of the bedridden 
status of all other persons with disabilities who are not devel- 
opmentally disabled. 


BIN BOX. A five-sided container with the open side facing 
an aisle. Bin boxes are self-supporting or supported by a 
structure designed so that little or no horizontal or vertical 
space exists around the boxes. 


BIOMASS. Plant- or animal-based material of biological 
origin excluding material embedded in geologic formations 
or transformed into fossils. 
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BLAST AREA. The area including the blast site and the 
immediate adjacent area within the influence of flying rock, 
missiles and concussion. 


BLAST SITE. The area in which explosive materials are 
being or have been loaded and which includes all holes 
loaded or to be loaded for the same blast and a distance of 50 
feet (15 240 mm) in all directions. 


BLASTER. A person qualified in accordance with Section 
5601.4 to be in charge of and responsible for the loading and 
firing of a blast. 


BLASTING AGENT. Any material or mixture, consisting of a 

fuel and oxidizer, intended for blasting, not otherwise classified 
as an explosive and in which none of the ingredients are classi- 
fied as an explosive, provided that the finished product, as 
mixed and packaged for use or shipment, cannot be detonated 
by means of a No. 8 test blasting cap when unconfined. 


1, A No. 8 test blasting cap is one containing 2 grams of a 
mixture of 80% mercury fulminate and 20% potassium 
chlorate, or a cap of equivalent strength. 


2. Nitro-Carbo-Nitrates shall mean any blasting agent 
which has been classified as nitro-carbo-nitrate by the 
US DOTn, and which is packaged and shipped in com- 
pliance with the regulations of the US DOTn. 


[BE] BLEACHERS. Tiered seating supported on a dedi- 
cated structural system and two or more rows high and is not 
a building element (see “Grandstand”). 


[BG] BOARDING HOUSE. A building arranged or used 
for lodging for compensation, with or without meals, and not 
occupied as a single-family unit. 


BOILING POINT. The temperature at which the vapor 
pressure of a liquid equals the atmospheric pressure of 14.7 
pounds per square inch absolute (psia) (101 kPa) or 760 mm 
of mercury. Where an accurate boiling point is unavailable 
for the material in question, or for mixtures which do not 
have a constant boiling point, for the purposes of this classi- 
fication, the 20-percent evaporated point of a distillation 
performed in accordance with ASTM D86 shall be used as 
the boiling point of the liquid. 


BONFIRE. An outdoor fire utilized for ceremonial 
purposes. 


[BE] BREAKOUT. For revolving doors, a process whereby 
wings or door panels can be pushed open manually for means 
of egress travel. 


BRITISH THERMAL UNIT (BTU). The heat necessary to 
raise the temperature of 1 pound (0.454 kg) of water by 1°F 
(0.5565°C). 


[A] BUILDING. Any structure utilized or intended for 
supporting or sheltering any occupancy. 


Note: Building shall have the same meaning as defined in 
Health and Safety Code Sections 17920 and 18908 for the 
applications specified in Section 1.11. 


BUILDING AREA. See “Area, building.” 
BUILDING HEIGHT. See “Height, building.” 
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[A] BUILDING OFFICIAL. The officer or other desig- 
nated authority charged with the administration and 
enforcement of the California Building Code, or a duly 
authorized representative. 


BULK OXYGEN SYSTEM. An assembly of equipment, such 
as oxygen storage containers, pressure regulators, safety devices, 
vaporizers, manifolds and interconnecting piping, that has a stor- 
age capacity of more than 20,000 cubic feet (566 m*) of oxygen 
at normal temperature and pressure (NTP) including uncon- 
nected reserves on hand at the site. The bulk oxygen system 
terminates at the point where oxygen at service pressure first 
enters the supply line. The oxygen containers can be stationary 
or movable, and the oxygen can be stored as a gas or liquid. 


BULK PLANT OR TERMINAL. That portion of a prop- 
erty where flammable or combustible liquids are received by 
tank vessel, pipelines, tank car or tank vehicle and are stored 
or blended in bulk for the purpose of distributing such liquids 
by tank vessel, pipeline, tank car, tank vehicle, portable tank 
or container. 


BULK TRANSFER. The loading or unloading of flamma- 
ble or combustible liquids from or between tank vehicles, 
tank cars or storage tanks. 


BULLET RESISTANT. Constructed so as to resist penetra- 
tion of a bullet of 150-grain M2 ball ammunition having a 
nominal muzzle velocity of 2,700 feet per second (fps) (824 
mps) when fired from a 30-caliber rifle at a distance of 100 
feet (30 480 mm), measured perpendicular to the target. 


CANOPY. A structure or architectural projection of rigid con- 
struction over which a covering is attached that provides 
weather protection, identity or decoration, and may be structur- 
ally independent or supported by attachment to a building on 
one end and by not less than one stanchion on the outer end, 


CAPACITOR ENERGY STORAGE SYSTEM. A 
stationary, rechargeable energy storage system consisting of 
capacitors, chargers, controls and associated electrical 
equipment designed to provide electrical power to a building 
or facility. The system is typically used to provide standby or 
emergency power, an uninterruptable power supply, load 
shedding, load sharing or similar capabilities. 


CARBON DIOXIDE ENRICHMENT SYSTEM. A 
system where carbon dioxide gas is intentionally introduced 
into an indoor environment, typically for the purpose of 
stimulating plant growth. 


CARBON DIOXIDE EXTINGUISHING SYSTEM. A 
system supplying carbon dioxide (CO,) from a pressurized 
vessel through fixed pipes and nozzles. The system includes 
a manual- or automatic-actuating mechanism. 


CARBON MONOXIDE ALARM. A single- or multiple- 
station alarm intended to detect carbon monoxide gas and 
alert occupants by a distinct audible signal. It incorporates a 
sensor, control components and an alarm notification appli- 
ance in a single unit. 


CARBON MONOXIDE DETECTOR. A device with an 
integral sensor to detect carbon monoxide gas and transmit 
an alarm signal to a connected alarm control unit. 
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CARE AND SUPERVISION. Any one or more of the follow- 
ing activities provided by a person or facility to meet the 
needs of the clients: 


1, Assistance in dressing, grooming, bathing and other 
personal hygiene. 


2. Assistance with taking medication. 
3. Central storing and/or distribution of medications. 


4. Arrangement of and assistance with medical and dental 
care. 


5. Maintenance of house rules for the protection of cli- 
ents. 


6. Supervision of client schedules and activities. 


7. Maintenance and/or supervision of client cash 
resources or property. 


8. Monitoring food intake or special diets. 


9. Providing basic services required by applicable law 
and regulation to be provided by the licensee in order 
to obtain and maintain a community-care facility 
license. 


[BG] CARE SUITE. In Group I-2 or /-2.] occupancies, a group 
of treatment rooms, care recipient sleeping rooms and the 
support rooms or spaces and circulation space within the suite 
where staff are in attendance for supervision of all care recipients 
within the suite, and the suite is in compliance with the require- 
ments of Section 407.4.4 of the California Building Code. 


CARTON, A cardboard or fiberboard box enclosing a 
product. 


CATASTROPHICALLY INJURED. As termed, means a 
person whose origin of disability was acquired through 
trauma or nondegenerative neurologic illness, for whom it 
has been determined by the Department of Health Services 
Certification and Licensing that active rehabilitation would 
be beneficial. 


CEILING LIMIT. The maximum concentration of an 
airborne contaminant to which one may be exposed. The 
ceiling limits utilized are those published in DOL 29 CFR 
Part 1910.1000. The ceiling Recommended Exposure Limit 
(REL-C) concentrations published by the US National Insti- 
tute for Occupational Safety and Health (NIOSH), Threshold 
Limit Value-Ceiling (TLV-C) concentrations published by 
the American Conference of Governmental Industrial 
Hygienists (ACGIH), Ceiling Workplace Environmental 
Exposure Level (WEEL-Ceiling) Guides published by the 
American Industrial Hygiene Association (AIHA), and other 
approved, consistent measures are allowed as surrogates for 
hazardous substances not listed in DOL 29 CFR Part 
1910,1000. 


CELL, (Detention or correctional facility). A sleeping or 
housing unit in a detention or correctional facility for the 
confinement of not more than two inmates or prisoners. 

CELL COMPLEX. A cluster or group of cells or dormitories 
in a jail, prison or other detention facility, together with 
rooms used for accessory purposes, all of which open into the 
cell complex, and are used for functions such as dining, coun- 
seling, exercise, classrooms, sick call, visiting, storage, staff 
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offices, control rooms or similar functions, and interconnect- 
ing corridors all within the cell complex. 


CELL TIERS. Cells, dormitories and accessory spaces, Cell 
tiers are located one level above the other, and do not exceed 
two levels per floor. A cell tier shall not be considered a 
story or mezzanine. 


[A] CHANGE OF OCCUPANCY. Either of the following 
shall be considered as a change of occupancy where this code 
requires a greater degree of safety, accessibility, structural 
strength, fire protection, means of egress, ventilation or sani- 
tation than is existing in the current building or structure: 


1. Any change in the occupancy classification of a build- 
ing or structure. 


2. Any change in the purpose of, or a change in the level 
of activity within, a building or structure. 


CHARTER SCHOOL. A Charter School is a public school 
providing instruction from kindergarten through 12th grade, 
established pursuant to Education Code, Title 2, Division 4, 
Part 26.8, Section 47600, et seq. 


CHEMICAL. An element, chemical compound or mixture 
of elements or compounds or both. 


CHEMICAL FUME HOOD. A ventilated enclosure 
designed to contain and exhaust fumes, gases, vapors, mists 
and particulate matter generated within the hood. 


CHEMICAL NAME. The scientific designation of a chem- 
ical in accordance with the nomenclature system developed 
by the International Union of Pure and Applied Chemistry, 
the Chemical Abstracts Service rules of nomenclature, or a 
name which will clearly identify a chemical for the purpose 
of conducting an evaluation. 


CHILD-CARE CENTER. Any facility of any capacity other 
than a large or small family day-care home as defined in 
these regulations in which less than 24-hour-per-day non- 
medical supervision is provided for children in a group set- 
ting. 

CHILD CARE, For the purposes of these regulations, means 
the care of children during any period of a 24-hour day 
where permanent sleeping accommodations are not provided. 
The time-period shall not be more than 24 hours. Note: 
“Child care” shall not be construed to preclude the use of 
cots or mats for napping purposes, provided all employees, 
attendants and staff personnel are awake and on duty in the 
area where napping occurs. 


CHILD OR CHILDREN. A person or persons under the age 
of 18 years. 


[M] CHIMNEY. A primarily vertical structure containing 
one or more flues for the purpose of carrying gaseous prod- 
ucts of combustion and air from a fuel-burning appliance to 
the outdoor atmosphere. 


Factory-built chimney. A listed and labeled chimney 
composed of factory-made components, assembled in the 
field in accordance with manufacturer’s instructions and 
the conditions of the listing. 


Masonry chimney. A __ field-constructed chimney 
composed of solid masonry units, bricks, stones, or 
concrete. 


Metal chimney. A field-constructed chimney of-metal. 
CHRONICALLY ILL. See “Terminally ill.” 


CLEAN AGENT. Electrically nonconducting, volatile or 
gaseous fire extinguishant that does not leave a residue upon 
evaporation. 


[BG] CLINIC, OUTPATIENT. Buildings or portions 
thereof used to provide medical care on a less-than-24-hour 
basis to persons who are not classified as non-ambulatory or 
bedridden or rendered incapable of self-preservation by the 
services provided. 


CLOSED CONTAINER. A container sealed by means of a 
lid or other device such that liquid, vapor or dusts will not 
escape from it under ordinary conditions of use or handling. 


CLOSED SYSTEM. The use of a solid or liquid hazardous 
material involving a closed vessel or system that remains 
closed during normal operations where vapors emitted by the 
product are not liberated outside of the vessel or system and 
the product is not exposed to the atmosphere during normal 
operations; and all uses of compressed gases. Examples of 
closed systems for solids and liquids include product 
conveyed through a piping system into a closed vessel, 
system or piece of equipment. 


COLD DECK. A pile of unfinished cut logs. 


COMBUSTIBLE DUST. Finely divided solid material 
which is 420 microns or less in diameter and which, when 
dispersed in air in the proper proportions, could be ignited by 
a flame, spark or other source of ignition. Combustible dust 
will pass through a US No. 40 standard sieve. 


COMBUSTIBLE FIBERS. Readily ignitable and free- 
burning materials in a fibrous or shredded form, such as 
cocoa fiber, cloth, cotton, excelsior, hay, hemp, henequen, 
istle, jute, kapok, oakum, rags, sisal, Spanish moss, straw, 
tow, wastepaper, certain synthetic fibers or other like mate- 
rials. This definition does not include densely packed baled 
cotton. 


COMBUSTIBLE GAS DETECTOR. An instrument that 
samples the local atmosphere and indicates the presence of 
ignitable vapors or gases within the flammable or explosive 
range expressed as a volume percent in air. 


COMBUSTIBLE LIQUID. A liquid having a closed cup 
flash point at or above 100°F (38°C). Combustible liquids 
shall be subdivided as follows: 


The category of combustible liquids does not include 
compressed gases or cryogenic fluids or liquids that do not 
have a fire point when tested in accordance with ASTM D92. 


Class II. Liquids having a closed cup flash point at or 
above 100°F (38°C) and below 140°F (60°C). 


Class IIIA. Liquids having a closed cup flash point at or 
above 140°F (60°C) and below 200°F (93°C), 


Class IIIB. Liquids having closed cup flash points at or 
above 200°F (93°C). 
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[M] COMMERCIAL COOKING APPLIANCES. Appli- 
ances used in a commercial food service establishment for 
heating or cooking food and which produce grease vapors, 
steam, fumes, smoke or odors that are required to be 
removed through a local exhaust ventilation system. Such 
appliances include deep fat fryers, upright broilers, griddles, 
broilers, steam-jacketed kettles, hot-top ranges, under-fired 
broilers (charbroilers), ovens, barbecues, rotisseries, and 
similar appliances, For the purpose of this definition, a food 
service establishment shall include any building or a portion 
thereof used for the preparation and serving of food. 


COMMERCIAL MOTOR VEHICLE. A motor vehicle 
used to transport passengers or property where the motor 
vehicle: 
1. Has a gross vehicle weight rating of 10,000 pounds 
(454 kg) or more; or 
2. Is designed to transport 16 or more passengers, includ- 
ing the driver. 


COMMODITY. A combination of products, packing mate- 
rials and containers. 


[BE] COMMON PATH OF EGRESS TRAVEL. That 
portion of exit access travel distance measured from the most 
remote point of each room, area or space to that point where 
the occupants have separate and distinct access to two exits 
or exit access doorways. 


[BE] COMMON USE. Interior or exterior circulation paths, 
rooms, spaces or elements that are not for public use and are 
made available for the shared use of two or more people. 


COMMUNITY CARE FACILITY. Community care facility 
means any facility, place or building that is maintained and 
operated to provide nonmedical residential care, day treat- 
ment, adult day care or agency services for children, adults 
or children and adults, including, but not limited to, the phys- 
ically handicapped, mentally impaired, incompetent persons, 
and abused or neglected children, and includes but is not lim- 
ited to the following as defined in Health and Safety Code 
Section 1502: 

1, Residential facility. 
. Adult day program. 
. Therapeutic day services facility. 
. Social rehabilitation facility. 
. Community treatment facility. 
. Full-service adoption agency. 


. Transitional shelter care facility. 
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. Transitional housing placement facility. 


COMMUNITY CORRECTIONAL REENTRY CENTERS— 
California Department of Corrections and Rehabilitation 
(CDCR)—community-located facilities that provide housing 
and transitional rehabilitative or community-based program- 
ing services for ambulatory inmates. CDCR Program services 
assist with substance use disorder treatment, employment, 
education, family reunification and social support. Program 
participants remain under the jurisdiction of CDCR, are moni- 
tored by CDCR staff and supervised by CDCR, 
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approved/contracted program providers 24/7. The facilities 
include residential living, food services, administrative and 
program functional spaces in a nonlicensed 24-hour facility. 


COMPRESSED GAS. A material, or mixture of materials 
that: 


1. Is a gas at 68°F (20°C) or less at 14.7 psia (101 kPa) of 
pressure; and 


2. Has a boiling point of 68°F (20°C) or less at 14.7 psia 
(101 kPa) which is either liquefied, nonliquefied or in 
solution, except those gases which have no other 
health- or physical-hazard properties are not considered 
to be compressed until the pressure in the packaging 
exceeds 41 psia (282 kPa) at 68°F (20°C). 


The states of a compressed gas are categorized as follows: 


1. Nonliquefied compressed gases are gases, other than 
those in solution, which are in a packaging under the 
charged pressure and are entirely gaseous at a tempera- 
ture of 68°F (20°C). 


2. Liquefied compressed gases are gases that, in a packag- 
ing under the charged pressure, are partially liquid at a 
temperature of 68°F (20°C). 


3. Compressed gases in solution are nonliquefied gases 
that are dissolved in a solvent. 


4, Compressed gas mixtures consist of a mixture of two or 
more compressed gases contained in a packaging, the 
hazard properties of which are represented by the prop- 
erties of the mixture as a whole. 


COMPRESSED GAS CONTAINER. A pressure vessel 
designed to hold compressed gases at pressures greater than 
one atmosphere at 68°F (20°C) and includes cylinders, 
containers and tanks. 


COMPRESSED GAS SYSTEM. An assembly of equip- 
ment designed to contain, distribute or transport compressed 
gases. It can consist of a compressed gas container or 
containers, reactors and appurtenances, including pumps, 
compressors and connecting piping and tubing. 


CONGREGATE LIVING HEALTH FACILITY (CLHF). 
As defined in Health and Safety Code Section 1250. 


(1) A residential home with a capacity, except as provided 
in paragraph (4), of no more than 18 beds, that provides 
inpatient care, including the following basic services: 
medical supervision, 24-hour skilled nursing and support- 
ive care, pharmacy, dietary, social, recreational and at 
least one type of service specified in paragraph (2). The 
primary need of congregate living health facility residents 
shall be for availability of skilled nursing care on a recur- 
ring, intermittent, extended or continuous basis. This care 
is generally less intense than that provided in general 
acute care hospitals but more intense than that provided 
in Skilled nursing facilities, 


(2) Congregate living health facilities shall provide one of 
the following services: 
(A) Services for persons who are mentally alert, per- 
sons with physical disabilities, who may be ventilator 
dependent. 
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(B) Services for persons who have a diagnosis of termi- 
nal illness, a diagnosis of a life-threatening illness or 
both, Terminal illness means the individual has a life 
expectancy of six months or less as stated in writing by 
his or her attending physician and surgeon. A “‘life- 
threatening illness” means the individual has an illness 
that can lead to a possibility of a termination of life 
within five years or less as stated in writing by his or 
her attending physician and surgeon. 


(C) Services for persons who are catastrophically and 
severely disabled. A person who is catastrophically and 
severely disabled means a person whose origin of dis- 
ability was acquired through trauma or nondegenera- 
tive neurologic illness, for whom it has been 
determined that active rehabilitation would be benefi- 
cial and to whom these services are being provided. 
Services offered by a congregate living health facility 
to a person who is catastrophically disabled shall 
include, but not be limited to, speech, physical and 
occupational therapy. 


(3) A congregate living health facility license shall specify 
which of the types of persons described in paragraph (2) 
to whom a facility is licensed to provide services. 


(4)(A) A facility operated by a city and county for the pur- 
poses of delivering services under this section may have a 
capacity of 59 beds. 


(B) A congregate living health facility not operated by 
a city and county servicing persons who are terminally 
ill, persons who have been diagnosed with a life-threat- 
ening illness or both, that is located in a county with a 
population of 500,000 or more persons, or located in a 
county of the 16th class pursuant to Section 28020 of 
the Government Code, may have not more than 25 beds 
for the purpose of serving persons who are terminally 
ill. 

(C) A congregate living health facility not operated by 
a city and county serving persons who are catastrophi- 
cally and severely disabled, as defined in subparagraph 
(C) of paragraph (1) that is located in a county of 
500,000 or more persons may have not more than 12 
beds for the purpose of serving persons who are cata- 
strophically and severely disabled. 


(5) A congregate living health facility shall have a nonin- 
stitutional, homelike environment. 


CONGREGATE RESIDENCE. Any building or portion 
thereof that contains facilities for living, sleeping and sani- 
tation, as required by this code, and may include facilities 
for eating and cooking, for occupancy by other than a family. 
A congregate residence may be a shelter, convent, monas- 
tery, dormitory, fraternity or sorority house, but does not 
include jails, hospitals, nursing homes, hotels or lodging 
houses. 


CONSTANTLY ATTENDED LOCATION. A designated 
location at a facility staffed by trained personnel on a contin- 
uous basis where alarm or supervisory signals are monitored 
and facilities are provided for notification of the fire depart- 
ment or other emergency services. 
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[A] CONSTRUCTION DOCUMENTS. The written, 
graphic and pictorial documents prepared or assembled for 
describing the design, location and physical characteristics 
of the elements of the project necessary for obtaining a 
permit. ; 


CONTAINER. A vessel of 60 gallons (227 L) or less in 
capacity used for transporting or storing hazardous materi- 
als. Pipes, piping systems, engines and engine fuel tanks are 
not considered to be containers. 


CONTAINMENT SYSTEM. A gastight recovery system 
comprised of equipment or devices which can be placed over 
a leak in a compressed gas container, thereby stopping or 
controlling the escape of gas from the leaking container. 


CONTAINMENT VESSEL. A gastight recovery vessel 
designed so that a leaking compressed gas container can be 
placed within its confines thereby encapsulating the leaking 
container. 


CONTROL AREA. Spaces within a building where quanti- 
ties of hazardous materials not exceeding the maximum 
allowable quantities per control area are stored, dispensed, 
used or handled. See also the definition of “Outdoor control 
area.” 


[BE] CORRIDOR. An enclosed exit access component that 
defines and provides a path of egress travel. 


CORRIDOR, OPEN-ENDED. See “Open-ended corridor.” 


CORROSIVE. A chemical that causes visible destruction 
of, or irreversible alterations in, living tissue by chemical 
action at the point of contact. A chemical shall be considered 
corrosive if, when tested on the intact skin of albino rabbits 
by the method described in DOTn 49 CFR 173.137, such 
chemical destroys or changes irreversibly the structure of the 
tissue at the point of contact following an exposure period of 
4 hours. This term does not refer to action on inanimate 
surfaces. 


COTTON. 


Baled cotton, A natural seed fiber wrapped in and secured 
with industry-accepted materials, usually consisting of 
burlap, woven polypropylene, polyethylene or cotton or 
sheet polyethylene, and secured with steel, synthetic or 
wire bands or wire; also includes linters (lint removed from 
the cottonseed) and motes (residual materials from the 
ginning process). 


Baled cotton, densely packed. Cotton, made into banded 
bales, with a packing density of not less than 22 pounds per 
cubic foot (360 kg/m’), and dimensions complying with the 
following: a length of 55 inches (1397 mm), a width of 21 
inches (533.4 mm) and a height of 27.6 to 35.4 inches (701 
to 899 mm), 


Seed cotton. Perishable raw agricultural commodity 
consisting of cotton fiber (lint) attached to the seed of the 
cotton plant, which requires ginning to become a commer- 
cial product. 


[BG] COURT. An open, uncovered space, unobstructed to 
the sky, bounded on three or more sides by exterior building 
walls or other enclosing devices. 
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COURTHOUSE HOLDING FACILITY. [SFM] Court- 
house Holding Facility shall mean a room, cell, cell complex 
or building for the confinement of persons for the purpose of 
a court appearance for a period not to exceed 12 hours. 


COURTROOM DOCK. Courtroom Dock shall mean an 
area within a courtroom where persons may be restrained 
and are awaiting court proceedings. 


[BG] COVERED MALL BUILDING. A single building 
enclosing a number of tenants and occupants such as retail 
stores, drinking and dining establishments, entertainment 
and amusement facilities, passenger transportation termi- 
nals, offices, and other similar uses wherein two or more 
tenants have a main entrance into one or more malls. Anchor 
buildings shall not be considered as a part of the covered 
mall building. The term “covered mall building” shall 
include open mall buildings as defined below. 


Mall. A roofed or covered common pedestrian area within 
a covered mall building that serves as access for two or 
more tenants and not to exceed three levels that are open to 
each other. The term “mall” shall include open malls as 
defined below. 


Open mall. An unroofed common pedestrian way serving 
a number of tenants not exceeding three levels. Circulation 
at levels above grade shall be permitted to include open 
exterior balconies leading to exits discharging at grade. 


Open mall building. Several structures housing a number 
of tenants such as retail stores, drinking and dining estab- 
lishments, entertainment and amusement facilities, offices, 
and other similar uses wherein two or more tenants have a 
main entrance into one or more open malls. Anchor build- 
ings are not considered as a part of the open mall building. 


CRITICAL AREAS. Areas that are designated for the high- 
est level of emergency responder radio coverage including 
but not limited to areas such as exit stairs, exit passageways, 
elevator lobbies, fire protection equipment room and control 
valve locations, and fire command centers. 


CRITICAL CIRCUIT. A circuit that requires continuous 
operation to ensure safety of the structure and occupants. 


CRYOGENIC CONTAINER. A cryogenic vessel of any 
size used for the transportation, handling or storage of cryo- 
genic fluids. 


CRYOGENIC FLUID. A fluid having a boiling point lower 
than -130°F (-89.9°C) at 14.7 pounds per square inch atmo- 
sphere (psia) (an absolute pressure of 101.3 kPa). 


CRYOGENIC VESSEL. A pressure vessel, low-pressure 
tank or atmospheric tank designed to contain a cryogenic 
fluid on which venting, insulation, refrigeration or a combi- 
nation of these is used in order to maintain the operating 
pressure within the design pressure and the contents in a 
liquid phase. 

CURRENT TAP. An electrical device that, where 
connected to a permanently installed receptacle outlet, 
provides multiple receptacle outlet configurations. 


[BG] CUSTODIAL CARE. Assistance with day-to-day 
living tasks; such as assistance with cooking, taking medica- 
tion, bathing, using toilet facilities and other tasks of daily 
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living. Custodial care includes persons receiving care who 
have the ability to respond to emergency situations and evac- 
uate at a slower rate and/or who have mental and psychiatric 
complications. 


CYLINDER. A pressure vessel designed for pressures 
higher than 40 psia (275.6 kPa) and having a circular cross 
section. It does not include a portable tank, multiunit tank car 
tank, cargo tank or tank car. 


DAMPER. See “Fire damper” and “Smoke damper.” 


DAY BOX. A portable magazine designed to hold explosive 
materials and constructed in accordance with the require- 
ments for a Type 3 magazine as defined and classified in 
Chapter 56. 


DAY-CARE., For the purposes of these regulations, shall 
mean the care of persons during any period of a 24-hour day 
where permanent sleeping accommodations are not 
provided. 


Note: “Day-care” shall not be construed to preclude the 
use of cots or mats for napping purposes, provided all 
employees, attendants and staff personnel are awake and 
on duty in the area where napping occurs. 


DAY-CARE HOME, FAMILY. A home that regularly 
provides care, protection and supervision for 14 or fewer 
children, in the provider's own home, for periods of less than 
24 hours per day, while the parents or guardians are away, 
and is either a large family day-care home or a small family 
day-care home. 


DAY-CARE HOME, LARGE FAMILY. A provider’s own 
home licensed to provide day care for periods less than 24- 
hours per day for nine to 14 persons, including children 
under the age of 10 years who reside at the home. 


DAY-CARE HOME, SMALL FAMILY. A home which 
provides family day-care to eight or fewer children, includ- 
ing children under the age of 10 years who reside at the 
home, in the provider’s own home, for periods of less than 24 
hours per day. Small family day-care homes are exempted 
from state fire and life safety regulations other than those 
state and local standards applicable to Group R-3 occupan- 
cies. (See Health and Safety Code, Section 13143 (b).) 


DAY ROOM. A room which is adjacent to a cell, or cell tier 
or dormitory and which is used as a dining, exercise or other 
activity room for inmates. 


DECORATIVE MATERIALS. All materials applied over 
the building interior finish for decorative, acoustical or other 
effect including, but not limited to, curtains, draperies, 
fabrics, streamers and all other materials utilized for decora- 
tive effect including, but not limited to, bulletin boards, 
artwork, posters, photographs, paintings, batting, cloth, 
cotton, hay, stalks, straw, vines, leaves, trees, moss and simi- 
lar items, foam plastics and materials containing foam 
plastics. Decorative materials do not include wall coverings, 
ceiling coverings, floor coverings, ordinary window shades, 
interior finish and materials 0.025 inch (0.64 mm) or less in 
thickness applied directly to and adhering tightly to a 
substrate. 
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DEFLAGRATION. An exothermic reaction, such as the 
extremely rapid oxidation of a flammable dust or vapor in 
air, in which the reaction progresses through the unburned 
material at a rate less than the velocity of sound. A deflagra- 
tion can have an explosive effect. 


DELIVERED AUDIO QUALITY (DAQ). A measure of 
audio quality over a transmission medium. This metric is 
often used to quantify the quality of audio heard over a radio 
system. DAQ levels are defined by the following scale: 


DAQ 1 = unusable. Speech is present but not 
understandable. 
DAQ 2 = speech is understandable with considerable 


effort. Requires frequent repetition due to noise or 
distortion. 


DAQ 3 = speech understandable with slight effort. 
Requires occasional repetition due to noise or distortion. 


DAQ 3.4 = speech understandable without repetition. 
Some noise or distortion present. 


DAQ 4 = speech easily understandable. Little noise or 
distortion. 


DAQ 5 = perfect. No distortion or noise discernible. 


DELUGE SYSTEM. A sprinkler system employing open 
sprinklers attached to a piping system connected to a water 
supply through a valve that is opened by the operation of a 
detection system installed in the same area as the sprinklers. 
When this valve opens, water flows into the piping system 
and discharges from all sprinklers attached thereto. 


DESIGN PRESSURE. The maximum gauge pressure that a 
pressure vessel, device, component or system is designed to 
withstand safely under the temperature and conditions of use 
expected. 


DESOLVENTIZING. The act of removing a solvent from 
a material. 


DETACHED BUILDING. A separate single-story build- 
ing, without a basement or crawl space, used for the storage 
or use of hazardous materials and located an approved 
distance from all structures. 


DETEARING. A process for rapidly removing excess wet 
coating material from a dipped or coated object or material 
by passing it through an electrostatic field. 


DETECTOR, HEAT. A fire detector that senses heat, either 
abnormally high temperature or rate of rise, or both. 


DETENTION ELEVATOR. [SFM] Detention Elevator 
shall mean an elevator which moves in-custody individuals 
within a secure and restrained environment. 


DETENTION TREATMENT ROOM. [SFM] Detention 
Treatment Room shall mean a lockable room or rooms 
within Group I-3 occupancies used for recreational therapy, 
group rooms, interdisciplinary treatment team rooms and 
interview rooms not classified solely as a Group I-2 
occupancy. 


DETONATING CORD. A flexible cord containing a center 
core of high explosive used to initiate other explosives. 
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DETONATION. An exothermic reaction characterized by 
the presence of a shock wave in the material which estab- 
lishes and maintains the reaction. The reaction zone 
progresses through the material at a rate greater than the 
velocity of sound. The principal heating mechanism is one of 
shock compression. Detonations have an explosive effect. 


DETONATOR. A device containing any initiating or 
primary explosive that is used for initiating detonation. A 
detonator shall not contain more than 154.32 grains (10 
grams) of total explosives by weight, excluding ignition or 
delay charges. The term includes, but is not limited to, elec- 
tric blasting caps of instantaneous and delay types, blasting 
caps for use with safety fuses, detonating cord delay connec- 
tors, and noninstantaneous and delay blasting caps which use 
detonating cord, shock tube or any other replacement for 
electric leg wires. All types of detonators in strengths 
through No. 8 cap should be rated at 1'/, pounds (0.68 kg) of 
explosives per 1,000 caps. For strengths higher than No. 8 
cap, consult the manufacturer. 


[BG] DETOXIFICATION FACILITIES. Facilities that 
provide treatment for substance abuse serving care recipients 
who are incapable of self-preservation or classified as non- 
ambulatory or bedridden or who are harmful to themselves 
or others. 


DIP TANK. A tank, vat or container of flammable or 
combustible liquid in which articles or materials are 
immersed for the purpose of coating, finishing, treating and 
similar processes. 


DISPENSING. The pouring or transferring of any material 
from a container, tank or similar vessel, whereby vapors, 
dusts, fumes, mists or gases are liberated to the atmosphere. 


DISPENSING DEVICE, OVERHEAD TYPE. A dispens- 
ing device that consists of one or more individual units 
intended for installation in conjunction with each other, 
mounted above a dispensing area typically within the motor 
fuel-dispensing facility canopy structure, and characterized 
by the use of an overhead hose reel. 


DOOR, BALANCED. See “Balanced door.” 
DOOR, DUTCH. See “Dutch door.” 


DOOR, LOW ENERGY apbbityanitesdde ine See 
“Low energy power-operated door.” 


DOOR, POWER-ASSISTED. See “Power-assisted door.” 
DOOR, POWER-OPERATED. See “Power-operated door.” 
DOORWAY, EXIT ACCESS. See “Exit access doorway.” 


[BG] DORMITORY. A space in a building where group 
sleeping accommodations are provided in one room, or in a 
series of closely associated rooms, for persons not members of 
the same family group, under joint occupancy and single 
management, as in college dormitories or fraternity houses. 


DRAFT CURTAIN. A structure arranged to limit the spread 
of smoke and heat along the underside of the ceiling or roof. 


[BF] DRAFTSTOP. A material, device or construction 
installed to restrict the movement of air within open spaces 
of concealed areas of building components such as crawl 
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spaces, floor/ceiling assemblies, roof/ceiling assemblies and 
attics. 


DRY CLEANING. The process of removing dirt, grease, 
paints and other stains from such items as wearing apparel, 
textiles, fabrics and rugs by use of nonaqueous liquids 
(solvents). . 


DRY CLEANING PLANT. A facility in which dry clean- 
ing and associated operations are conducted, including the 
office, receiving area and storage rooms. 


DRY CLEANING ROOM. An occupiable space within a 
building used for performing dry cleaning operations, the 
installation of solvent-handling equipment or the storage of 
dry cleaning solvents. 


DRY CLEANING SYSTEM. Machinery or equipment in 
which textiles are immersed or agitated in solvent or in 
which dry cleaning solvent is extracted from textiles. 


DRY-CHEMICAL EXTINGUISHING AGENT. A 
powder composed of small particles, usually of sodium 
bicarbonate, potassium bicarbonate, urea-potassium-based 
bicarbonate, potassium chloride or monoammonium phos- 
phate, with added particulate material supplemented by 
special treatment to provide resistance to packing, resistance 
to moisture absorption (caking) and the proper flow 
capabilities. 

DUST COLLECTION SYSTEM. A combination of equip- 


ment designed to contain, capture and collect airborne 
combustible dusts. 


DUTCH DOOR. A door divided horizontally so that the top 
can be operated independently from the bottom. 


[A] DWELLING. A building that contains one or two 
dwelling units used, intended or designed to be used, rented, 
leased, let or hired out to be occupied for living purposes. 


[A] DWELLING UNIT. A single unit providing complete, 
independent living facilities for one or more persons, includ- 
ing permanent provisions for living, sleeping, eating, 
cooking and sanitation. 


EARLY SUPPRESSION FAST-RESPONSE (ESFR) 
SPRINKLER. A sprinkler listed for early suppression fast- 
response performance. 


[BE] EGRESS COURT. A court or yard which provides 
access to a public way for one or more exits. 


ELECTROSTATIC FLUIDIZED BED. A container hold- 
ing powder coating material that is aerated from below so as 
to form an air-supported expanded cloud of such material 
that is electrically charged with a charge opposite to that of 
the object to be coated. Such object is transported through 
the container immediately above the charged and aerated 
materials in order to be coated. 


ELEVATOR GROUP. A grouping of elevators in a build- 
ing located adjacent or directly across from one another that 
respond to a common hall call button(s). 


EMERGENCY ALARM SYSTEM. A system to provide 
indication and warning of emergency situations involving 
hazardous materials. 
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EMERGENCY CONTROL STATION. An approved 
location on the premises where signals from emergency 
equipment are received and which is staffed by trained 
personnel. 


[BE] EMERGENCY ESCAPE AND RESCUE OPEN- 
ING. An operable exterior window, door or other similar 
device that provides for a means of escape and access for 
rescue in the event of an emergency. 


EMERGENCY EVACUATION DRILL. An exercise 
performed to train staff and occupants and to evaluate their 
efficiency and effectiveness in carrying out emergency evac- 
uation procedures. 


EMERGENCY POWER SYSTEM. A source of automatic 
electric power of a required capacity and duration to operate 
required life safety, fire alarm, detection and ventilation 
systems in the event of a failure of the primary power. Emer- 
gency power systems are required for electrical loads where 
interruption of the primary power could result in loss of 
human life or serious injuries. 


EMERGENCY SHUTOFF VALVE. A valve designed to 
shut off the flow of gases or liquids. 


EMERGENCY SHUTOFF VALVE, AUTOMATIC. A 
fail-safe automatic-closing valve designed to shut off the 
flow of gases or liquids initiated by a control system that is 
activated by automatic means. 


EMERGENCY SHUTOFF VALVE, MANUAL. A manu- 
ally operated valve designed to shut off the flow of gases or 
liquids. 

EMERGENCY VOICE/ALARM  COMMUNICA- 
TIONS. Dedicated manual or automatic facilities for 
originating and distributing voice instructions, as well as 
alert and evacuation signals pertaining to a fire emergency, 
to the occupants of a building. 


[BE] EMPLOYEE WORK AREA. All or any portion of a 
space used only by employees and only for work. Corridors, 
toilet rooms, kitchenettes and break rooms are not employee 
work areas. 


ENERGY STORAGE MANAGEMENT SYSTEM. An 
electronic system that protects energy storage systems from 
operating outside their safe operating parameters and discon- 
nects electrical power to the ESS or places it in a safe 
condition if potentially hazardous temperatures or other 
conditions are detected. 


ENERGY STORAGE SYSTEM (ESS). One or more 
devices, assembled together, capable of storing energy in 
order to supply electrical energy at a future time. 


ENERGY STORAGE SYSTEM, ELECTROCHEMI- 
CAL. An energy storage system that stores energy and 
produces electricity using chemical reactions. It includes, 
among others, battery ESS and capacitor ESS. 


ENERGY STORAGE SYSTEM, MOBILE. An energy 
storage system capable of being moved and utilized for 
temporary energy storage applications, and not installed as 
fixed or stationary electrical equipment. The system can 
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include integral wheels for transportation or be loaded on a 
trailer and unloaded for charging, storage and deployment. 


ENERGY STORAGE SYSTEM, STATIONARY. An 
energy storage system installed as fixed or stationary electri- 
cal equipment in a permanent location. 


ENERGY STORAGE SYSTEM, WALK-IN UNIT. A 
prefabricated building that contains energy storage systems. 
It includes doors that provide walk-in access for personnel to 
maintain, test and service the equipment, and is typically 
used in outdoor and mobile ESS applications. 


ENERGY STORAGE SYSTEM CABINET. A cabinet 
containing components of the energy storage system that is 
included in the UL 9540 listing for the system. Personnel are 
not able to enter the enclosure other than reaching in to 
access components for maintenance purposes. 


ENERGY STORAGE SYSTEM COMMISSIONING. A 
systematic process that provides documented confirmation 
that an energy storage system functions according to the 
intended design criteria and complies with applicable code 
requirements. 


ENERGY STORAGE SYSTEM DECOMMISSIONING. 
A systematic process that provides documentation and 
procedures that allow an energy storage system to be safely 
de-energized, disassembled, readied for shipment or storage, 
and removed from the premises in accordance with applica- 
ble code requirements. 


[BG] EQUIPMENT PLATFORM. An_ unoccupied, 
elevated platform used exclusively for mechanical systems 
or industrial process equipment, including the associated 
elevated walkways, stairways, alternating tread devices and 
ladders necessary to access the platform (see Section 505.3 
of the California Building Code). 


EXCESS FLOW CONTROL. A fail-safe system or other 
approved means designed to shut off flow caused by a 
rupture in pressurized piping systems. 


EXCESS FLOW VALVE. A valve inserted into a 
compressed gas cylinder, portable tank or stationary tank 
that is designed to positively shut off the flow of gas in the 
event that its predetermined flow is exceeded. 


EXHAUSTED ENCLOSURE. An appliance or piece of 
equipment which consists of a top, a back and two sides 
providing a means of local exhaust for capturing gases, 
fumes, vapors and mists. Such enclosures include laboratory 
hoods, exhaust fume hoods and similar appliances and 
equipment used to retain and exhaust locally the gases, 
fumes, vapors and mists that could be released. Rooms or 
areas provided with general ventilation, in themselves, are 
not exhausted enclosures. 


EXISTING. Buildings, facilities or conditions that are 
already in existence, constructed or officially authorized 
prior to the adoption of this code. 


[BE] EXIT. That portion of a means of egress system 
between the exit access and the exit discharge or public way. 
Exit components include exterior exit doors at the level of 


exit discharge, interior exit stairways and-ramps, exit 
passageways, exterior exit stairways and ramps,and horizon- 
tal exits. 


[BE] EXIT ACCESS. That portion of a means of egress 
system that leads from any occupied portion of a building or 
structure to an exit. 


[BE] EXIT ACCESS DOORWAY. A door or access point 
along the path of egress travel from an occupied room, area 
or space where the path of egress enters an intervening room, 
corridor, exit access stairway or ramp. 


[BE] EXIT ACCESS RAMP. A ramp within the exit access 
portion of the means of egress system. 


[BE] EXIT ACCESS STAIRWAY. A stairway within the 
exit access portion of the means of egress system. 


[BE] EXIT DISCHARGE. That portion of a means of 
egress system between the termination of an exit and a public 
way. 


[BE] EXIT DISCHARGE, LEVEL OF. The story at the 
point at which an exit terminates and an exit discharge 
begins. 


[BE] EXIT PASSAGEWAY. An exit component that is 
separated from other interior spaces of a building or structure 
by fire-resistance-rated construction and opening protec- 
tives, and provides for a protected path of egress travel in a 
horizontal direction to the exit discharge. 


EXPANDED PLASTIC. A foam or cellular plastic material 
having a reduced density based on the presence of numerous 
small cavities or cells dispersed throughout the material. 


EXPLOSION. An effect produced by the sudden violent 
expansion of gases, which may be accompanied by a shock 
wave or disruption, or both, of enclosing materials or struc- 
tures. An explosion could result from any of the following: 


1. Chemical changes such as rapid oxidation, deflagration 
or detonation, decomposition of molecules and run- 
away polymerization (usually detonations). 


2. Physical changes such as pressure tank ruptures. 
3. Atomic changes (nuclear fission or fusion). 


EXPLOSIVE. A chemical compound, mixture or device, 
the primary or common purpose of which is to function by 
explosion. The term includes, but is not limited to, dynamite, 
black powder, pellet powder, initiating explosives, detona- 
tors, safety fuses, squibs, detonating cord, igniter cord and 
igniters. 


The term “explosive” includes any material determined to 
be within the scope of USC Title 18: Chapter 40 and also 
includes any material classified as an explosive by the hazard- 
ous materials regulations of DOTn 49 CFR Parts 100-185. 


High explosive. Explosive material, such as dynamite, 
which can be caused to detonate by means of a No. 8 test 
blasting cap where unconfined. 


Low explosive. Explosive material that will burn or defla- 
grate when ignited. It is characterized by a rate of reaction 
that is less than the speed of sound. Examples of low explo- 


2022 CALIFORNIA FIRE CODE 


sives include, but are not limited to, black powder, safety 
fuse, igniters, igniter cord, fuse lighters, fireworks and 
propellants, 1.3C. 


Mass-detonating explosives. Division 1.1, 1.2 and 1.5 
explosives alone or in combination, or loaded into various 
types of ammunition or containers, most of which can be 
expected to explode virtually instantaneously when a small 
portion is subjected to fire, severe concussion, impact, the 
impulse of an initiating agent or the effect of a considerable 
discharge of energy from without. Materials that react in 
this manner represent a mass explosion hazard. Such an 
explosive will normally cause severe structural damage to 
adjacent objects. Explosive propagation could occur imme- 
diately to other items of ammunition and explosives stored 
sufficiently close to and not adequately protected from the 
initially exploding pile with a time interval short enough so 
that two or more quantities must be considered as one for 
quantity-distance purposes. 


UN/DOTn Class 1 explosives. The former classification 
system used by DOTn included the terms “high” and “low” 
explosives as defined herein. The following terms further 
define explosives under the current system applied by 
DOTn for all explosive materials defined as hazard Class 1 
materials. Compatibility group letters are used in concert 
with the division to specify further limitations on each divi- 
sion noted (for example, the letter G identifies the material 
as a pyrotechnic substance or article containing a pyrotech- 
nic substance and similar materials). 


Division 1.1. Explosives that have a mass explosion 
hazard. A mass explosion is one which affects almost 
the entire load instantaneously. 


Division 1.2. Explosives that have a projection hazard 
but not a mass explosion hazard. 


Division 1.3. Explosives that have a fire hazard and 
either a minor blast hazard or a minor projection hazard 
or both, but not a mass explosion hazard. 


Division 1.4. Explosives that pose a minor explosion 
hazard. The explosive effects are largely confined to 
the package and no projection of fragments of apprecia- 
ble size or range is to be expected. An external fire 
must not cause virtually instantaneous explosion of 
almost the entire contents of the package. 


Division 1.5. Very insensitive explosives. This division 
is comprised of substances that have a mass explosion 
hazard but which are so insensitive that there is very 
little probability of initiation or of transition from burn- 
ing to detonation under normal conditions of transport. 


Division 1.6. Extremely insensitive articles which do not 
have a mass explosion hazard. This division is comprised 
of articles that contain only extremely insensitive detonat- 
ing substances and which demonstrate a negligible 
probability of accidental initiation or propagation. 


EXPLOSIVE MATERIAL. The term “explosive” material 
means explosives, blasting agents and detonators. 


[BE] EXTERIOR EXIT RAMP. An exit component that 
serves to meet one or more means of egress design require- 
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ments, such as required number of exits or exit access travel 
distance, and is open to yards, courts or public ways. 


[BE] EXTERIOR EXIT STAIRWAY. An exit component 
that serves to meet one or more means of egress design 
requirements, such as required number of exits or exit access 
travel distance, and is open to yards, courts or public ways. 


[BF] EXTERIOR WALL. A wall, bearing or nonbearing, 
that is used as an enclosing wall for a building, other than a 
fire wall, and that has a slope of 60 degrees (1.05 rad) or 
greater with the horizontal plane. 


EXTRA-HIGH-RACK COMBUSTIBLE STORAGE. 
Storage on racks of Class I, I, HI or IV commodities that 
exceed 40 feet (12 192 mm) in height and storage on racks of 
high-hazard commodities that exceed 30 feet (9144 mm) in 
height. 


FABRICATION AREA. An area within a semiconductor 
fabrication facility and related research and development 
areas in which there are processes using hazardous produc- 
tion materials. Such areas are allowed to include ancillary 
rooms or areas such as dressing rooms and offices that are 
directly related to the fabrication area processes. 


[A] FACILITY. A building or use in a fixed location includ- 
ing exterior storage areas for flammable and combustible 
substances and hazardous materials, piers, wharves, tank 
farms and similar uses. This term includes recreational vehi- 
cles, mobile home and manufactured housing parks, sales 
and storage lots. 


FAIL-SAFE. A design condition incorporating a feature for 
automatically counteracting the effect of an anticipated 
possible source of failure; also, a design condition eliminat- 
ing or mitigating a hazardous condition by compensating 
automatically for a failure or malfunction. 


FALSE ALARM. The willful and knowing initiation or 
transmission of a signal, message or other notification of an 
event of fire when no such danger exists. 


FINES. Small pieces or splinters of wood byproducts that 
will pass through a 0.25-inch (6.4 mm) screen. 


FIRE ALARM. The giving, signaling or transmission to any 
public fire station, or company or to any officer or employee 
thereof, whether by telephone, spoken word or otherwise, of 
information to the effect that there is a fire at or near the 
place indicated by the person giving, signaling or transmit- 
ting such information. 


FIRE ALARM BOX, MANUAL. See “Manual fire alarm box.” 


FIRE ALARM CONTROL UNIT. A system component 
that receives inputs from automatic and manual fire alarm 
devices and may be capable of supplying power to detection 
devices and transponder(s) or off-premises transmitter(s). 
The control unit may be capable of providing a transfer of 
power to the notification appliances and transfer of condition 
to relays or devices. 


FIRE ALARM SIGNAL. A signal initiated by a fire alarm- 
initiating device such as a manual fire alarm box, automatic 
fire detector, waterflow switch or other device whose activa- 
tion is indicative of the presence of a fire or fire signature. 


DEFINITIONS 


FIRE ALARM SYSTEM. A system or portion of a combi- 
nation system consisting of components and circuits 
arranged to monitor and annunciate the status of fire alarm 
or supervisory signal-initiating devices and to initiate the 
appropriate response to those signals. 


FIRE APPARATUS ACCESS ROAD. A toad _ that 
provides fire apparatus access from a fire station to a facility, 
building or portion thereof. This is a general term inclusive 
of all other terms such as fire lane, public street, private 
street, parking lot lane and access roadway. 


FIRE APPLIANCE. See Section 902.1. 


[BF] FIRE AREA. The aggregate floor area enclosed and 
bounded by fire walls, fire barriers, exterior walls or hori- 
zontal assemblies of a building. Areas of the building not 
provided with surrounding walls shall be included in the fire 
area if such areas are included within the horizontal projec- 
tion of the roof or floor next above. 


[BF] FIRE BARRIER. A fire-resistance-rated wall assem- 
bly of materials designed to restrict the spread of fire in 
which continuity is maintained. 


FIRE CHIEF. The chief officer of the fire department serv- 
ing the jurisdiction, or a duly authorized representative. 


FIRE CODE OFFICIAL. The fire chief or other designated 
authority charged with the administration and enforcement 
of the code, or a duly authorized representative. 


FIRE COMMAND CENTER. The principal attended or 
unattended location where the status of detection, alarm 
communications and control systems is displayed, and from 
which the system(s) can be manually controlled. 


[BF] FIRE DAMPER. A listed device installed in ducts and 
air transfer openings designed to close automatically upon 
detection of heat and resist the passage of flame. Fire damp- 
ers are classified for use in either static systems that will 
automatically shut down in the event of a fire, or in dynamic 
systems that continue to operate during a fire. A dynamic fire 
damper is tested and rated for closure under elevated 
temperature airflow. 


FIRE DEPARTMENT MASTER KEY. A limited issue 
key of special or controlled design to be carried by fire 
department officials in command which will open key boxes 
on specified properties. 


FIRE DETECTOR, AUTOMATIC. A device designed to 
detect the presence of a fire signature and to initiate action. 


[BF] FIRE DOOR. The door component of a fire door 
assembly, 


[BF] FIRE DOOR ASSEMBLY. Any combination of a fire 
door, frame, hardware and other accessories that together 
provide a specific degree of fire protection to the opening. 


[BF] FIRE EXIT HARDWARE. Panic hardware that is 
listed for use on fire door assemblies. 


FIRE LANE. A road or other passageway developed to 
allow the passage of fire apparatus. A fire lane is not neces- 
sarily intended for vehicular traffic other than fire apparatus. 
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[BF] FIRE PARTITION. A vertical assembly of materials 
designed to restrict the spread of fire in which openings are 
protected. 


FIRE POINT. The lowest temperature at which a liquid will 
ignite and achieve sustained burning when exposed to a test 
flame in accordance with ASTM D92. 


[BF] FIRE PROTECTION RATING. The period of time 
that an opening protective assembly will maintain the ability 
to confine a fire as determined by tests prescribed in Section 
716 of the California Building Code. Ratings are stated in 
hours or minutes. 


FIRE PROTECTION SYSTEM. Approved devices, 
equipment and systems or combinations of systems used to 
detect a fire, activate an alarm, extinguish or control a fire, 
control or manage smoke and products of a fire or any 
combination thereof. 


[BF] FIRE RESISTANCE. That property of materials or 
their assemblies that prevents or retards the passage of 
excessive heat, hot gases or flames under conditions of use. 


FIRE SAFETY FUNCTIONS. Building and fire control 
functions that are intended to increase the level of life safety 
for occupants or to control the spread of the harmful effects 
of fire. 


[BF] FIRE SEPARATION DISTANCE. The distance 
measured from the building face to one of the following: 


1. The closest interior lot line. 
2. To the centerline of a street, an alley or public way. 
3. To an imaginary line between two buildings on the lot. 


The distance shall be measured at right angles from the face 
of the wall. 


[BF] FIRE WALL. A fire-resistance-rated wall having 
protected openings, which restricts the spread of fire and 
extends continuously from the foundation to or through the 
roof, with sufficient structural stability under fire conditions 
to allow collapse of construction on either side without 
collapse of the wall. 


FIRE WATCH. A temporary measure intended to ensure 
continuous and systematic surveillance of a building or 
portion thereof by one or more qualified individuals for the 
purposes of identifying and controlling fire hazards, detect- 
ing early signs of unwanted fire, raising an alarm of fire and 
notifying the fire department. 


[BF] FIREBLOCKING. Building materials, or materials 
approved for use as fireblocking, installed to resist the free 
passage of flame to other areas of the building through 
concealed spaces. 


[BF] FIRE-RESISTANCE RATING. The period of time a 
building element, component or assembly maintains the abil- 
ity to confine a fire, continues to perform a given structural 
function, or both, as determined by the tests, or the methods 
based on tests, prescribed in Section 703 of the California 
Building Code. 
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[BF] FIRE-RESISTANT JOINT SYSTEM. An assem- 
blage of specific materials or products that are designed, 
tested and fire-resistance rated in accordance with either 
ASTM E1966 or UL 2079 to resist for a prescribed period of 
time the passage of fire through joints made in or between 
fire-resistance-rated assemblies. 


FIREWORKS. Any composition or device for the purpose 
of producing a visible or an audible effect for entertainment 
purposes by combustion, deflagration or detonation that 
meets the definition of 1.3G fireworks or 1.4G fireworks. 


Fireworks, 1.3G. Large fireworks devices, which are 
explosive materials, intended for use in fireworks displays 
and designed to produce audible or visible effects by 
combustion, deflagration or detonation. Such 1.3G fire- 
works include, but are not limited to, firecrackers 
containing more than 130 milligrams (2 grains) of explo- 
sive composition, aerial shells containing more than 40 
grams of pyrotechnic composition and other display pieces 
which exceed the limits for classification as 1.4G fire- 
works. Such 1.3G fireworks are also described as 
Fireworks, UN 0335 by the DOTn. 


Fireworks, 1.4G. Small fireworks devices containing 
restricted amounts of pyrotechnic composition designed 
primarily to produce visible or audible effects by combus- 
tion or deflagration that complies with the construction, 
chemical composition and labeling regulations of the 
DOTn for Fireworks, UN 0336, and the US Consumer 
Product Safety Commission as set forth in CPSC 16 CFR 
Parts 1500 and 1507. 


Note: Fireworks shall have the same meaning as 
defined in Health and Safety Code Sections 12511 and 
12512 which have been reprinted as follows: 


12511. “Fireworks” means any device containing 
chemical elements and chemical compounds capa- 
ble of burning independently of the oxygen of the 
atmosphere and producing audible, visual, mechan- 
ical or thermal effects which are useful as pyrotech- 
nic devices or for entertainment. 


The term “fireworks” includes, but is not limited 
to, devices designated by the manufacturer as fire- 
works, torpedoes, skyrockets, roman candles, rock- 
ets, Daygo bombs, sparklers, party poppers, paper 
caps, chasers, fountains, smoke sparks, aerial 
bombs and fireworks kits. 


12512. “Fireworks kit” means any assembly of materials 
or explosive substances, which is designed and intended by 
the seller to be assembled by the person receiving such 
material or explosive substance and when so assembled 
would come within the definition of fireworks in Section 
12511. 


FIREWORKS DISPLAY. A presentation of fireworks for 
a public or private gathering. 


[BG] FIXED BASE OPERATOR (FBO). A commercial 
business granted the right by the airport sponsor to operate 
on an airport and provide aeronautical services such as fuel- 
ing, hangaring, tie-down and parking, aircraft rental, aircraft 
maintenance and flight instruction. 
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FIXED GUIDEWAY AND PASSENGER RAIL TRANSIT 
SYSTEMS. (See California Building Code, Section 443.) 


[BE] FIXED SEATING. Furniture or fixtures designed and 
installed for the use of sitting and secured in place including 
bench-type seats and seats with or without back or arm rests. 


[BF] FLAME SPREAD. The propagation of flame over a 
surface. 


[BF] FLAME SPREAD INDEX. A comparative measure, 
expressed as a dimensionless number, derived from visual 
measurements of the spread of flame versus time for a mate- 
rial tested in accordance with ASTM E84 or UL 723. 


FLAMMABLE CRYOGENIC FLUID. A cryogenic fluid 
that is flammable in its vapor state. 


FLAMMABLE FINISHES. Coatings to articles or materi- 
als in which the material being applied is a flammable liquid, 
combustible liquid, combustible powder, fiberglass resin or 
flammable or combustible gel coating. 


FLAMMABLE GAS. A material which is a gas at 68°F 
(20°C) or less at 14.7 pounds per square inch atmosphere 
(psia) (101 kPa) of pressure [a material that has a boiling 
point of 68°F (20°C) or less at 14.7 psia (101 kPa)] which: 


1. Is ignitable at 14.7 psia (101 kPa) when in a mixture of 
13 percent or less by volume with air; or 


2. Has a flammable range at 14.7 psia (101 kPa) with air 
of not less than 12 percent, regardless of the lower 
limit. 

The limits specified shall be determined at 14.7 psi (101 

kPa) of pressure and a temperature of 68°F (20°C) in accor- 
dance with ASTM E681. 


FLAMMABLE LIQUEFIED GAS. A _ liquefied 
compressed gas which, under a charged pressure, is partially 
liquid at a temperature of 68°F (20°C) and which is 
flammable. 


FLAMMABLE LIQUID. A liquid having a closed cup 
flash point below 100°F (38°C). Flammable liquids are 
further categorized into a group known as Class I liquids. 
The Class I category is subdivided as follows: 


Class IA. Liquids having a flash point below 73°F (23°C) 
and having a boiling point below 100°F (38°C). 


Class IB. Liquids having a flash point below 73°F (23°C) 
and having a boiling point at or above 100°F (38°C). 


Class IC. Liquids having a flash point at or above 73°F 
(23°C) and below 100°F (38°C). 


The category of flammable liquids does not include 
compressed gases or cryogenic fluids or liquids that do not 
have a fire point when tested in accordance with ASTM D92. 


FLAMMABLE MATERIAL. A material capable of being 
readily ignited from common sources of heat or at a tempera- 
ture of 600°F (316°C) or less. 


FLAMMABLE SOLID. A solid, other than a blasting agent 
or explosive, that is capable of causing fire through friction, 
absorption of moisture, spontaneous chemical change or 
retained heat from manufacturing or processing, or which 
has an ignition temperature below 212°F (100°C) or which 
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burns so vigorously and persistently when ignited as to 
create a serious hazard. A chemical shall be considered a 
flammable solid as determined in accordance with the test 
method of CPSC 16 CFR Part 1500.44, if it ignites and burns 
with a self-sustained flame at a rate greater than 0.0866 inch 
(2.2 mm) per second along its major axis. 


FLAMMABLE VAPOR AREA. An area in which the 
concentration of flammable constituents (vapor, gas, fume, 
mist or dust) in air exceeds 25 percent of their lower flamma- 
ble limit (LFL) because of the flammable finish processes 
operation. It shall include: 


1. The interior of spray booths. 


2. The interior of ducts exhausting from spraying pro- 
cesses, 


3. Any area in the direct path of spray or any area contain- 
ing dangerous quantities of air-suspended powder, 
combustible residue, dust, deposits, vapor or mists as a 
result of spraying operations. 


4. The area in the vicinity of dip tanks, drain boards or 
associated drying, conveying or other equipment during 
operation or shutdown periods. 


The fire code official is authorized to determine the extent 
of the flammable vapor area, taking into consideration the 
material characteristics of the flammable materials, the degree 
of sustained ventilation and the nature of the operations. 


FLAMMABLE VAPORS OR FUMES. The concentration 
of flammable constituents in air that exceeds 25 percent of 
their lower flammable limit (LFL). 


FLASH POINT. The minimum temperature in degrees 
Fahrenheit at which a liquid will give off sufficient vapors to 
form an ignitable mixture with air near the surface or in the 
container, but will not sustain combustion. The flash point of 
a liquid shall be determined by appropriate test procedure 
and apparatus as specified in ASTM D56, ASTM D93 or 
ASTM D3278. 


FLEET VEHICLE MOTOR FUEL-DISPENSING 
FACILITY. That portion of a commercial, industrial, 
governmental or manufacturing property where liquids used 
as fuels are stored and dispensed into the fuel tanks of motor 
vehicles that are used in connection with such businesses, by 
persons within the employ of such businesses. 


[BE] FLIGHT. A continuous run of rectangular treads, 
winders or combination thereof from one landing to another. 


FLOAT. A floating structure normally used as a point of 
transfer for passengers and goods, or both, for mooring 
purposes. 


[BE] FLOOR AREA, GROSS. The floor area within the 
inside perimeter of the exterior walls of the building under 
consideration, exclusive of vent shafts and courts, without 
deduction for corridors, stairways, ramps, closets, the thick- 
ness of interior walls, columns or other features. The floor 
area of a building, or portion thereof, not provided with 
surrounding exterior walls shall be the usable area under the 
horizontal projection of the roof or floor above. The gross 
floor area shall not include shafts with no openings or inte- 
rior courts. 
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[BE] FLOOR AREA, NET. The actual occupied area not 
including unoccupied accessory areas such as corridors, 
stairways, ramps, toilet rooms, mechanical rooms and 
closets. 


FLUE SPACES. 


Longitudinal flue space. The flue space between rows of 
storage perpendicular to the direction of loading. 


Transverse flue space. The space between rows of storage 
parallel to the direction of loading. 


FLUIDIZED BED. A container holding powder coating 
material that is aerated from below so as to form an air- 
supported expanded cloud of such material through which 
the preheated object to be coated is immersed and 
transported. 


FOAM-EXTINGUISHING SYSTEM. A special system 
discharging a foam made from concentrates, either mechan- 
ically or chemically, over the area to be protected. 


[BE] FOLDING AND TELESCOPIC SEATING. Tiered 
seating having an overall shape and size that is capable of 
being reduced for purposes of moving or storing and is not a 
building element. 


FUEL CELL POWER SYSTEM, STATIONARY. A 
stationary energy generation system that converts the chem- 
ical energy of a fuel and oxidant to electric energy (DC or 
AC electricity) by an electrochemical process. 


Field-fabricated fuel cell power system. A stationary fuel 
cell power system that is assembled at the job site and is not 
a preengineered or prepackaged factory-assembled fuel 
cell power system. 


Preengineered fuel cell power system. A stationary fuel 
cell power system consisting of components and modules 
that are produced in a factory, and shipped to the job site for 
assembly. 


Prepackaged fuel cell power system. A stationary fuel 
cell power system that is factory assembled as a single, 
complete unit and shipped as a complete unit for installa- 
tion at the job site. 


FUEL LIMIT SWITCH. A mechanism, located on a tank vehi- 
cle, that limits the quantity of product dispensed at one time. 


FULL-TIME CARE shall mean the establishment and rou- 
tine care of persons on an hourly, daily, weekly, monthly, 
yearly or permanent basis, whether for 24-hours per day or 
less, and where sleeping accommodations are provided. 


FUMIGANT. A substance which by itself or in combination 
with any other substance emits or liberates a gas, fume or 
vapor utilized for the destruction or control of insects, fungi, 
vermin, germs, rats or other pests, and shall be distinguished 
from insecticides and disinfectants which are essentially 
effective in the solid or liquid phases. Examples are methy] 
bromide, ethylene dibromide, hydrogen cyanide, carbon 
disulfide and sulfury! fluoride. 


FUMIGATION. The utilization within an enclosed space of 
a fumigant in concentrations that are hazardous or acutely 
toxic to humans. 
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FURNACE CLASS A. An oven or furnace that has heat utili- 
zation equipment operating at approximately atmospheric 
pressure wherein there is a potential explosion or fire hazard 
that could be occasioned by the presence of flammable volatiles 
or combustible materials processed or heated in the furnace. 


Note: Such flammable volatiles or combustible materials 
can, for instance, originate from the following: 


1. Paints, powders, inks, and adhesives from finishing 
processes, such as dipped, coated, sprayed and impreg- 
nated materials. 


2. The substrate material. 


3. Wood, paper and plastic pallets, spacers or packaging 
materials. 


4. Polymerization or other molecular rearrangements. 


Potentially flammable materials, such as quench oil, water- 
borne finishes, cooling oil or cooking oils, that present a 
hazard are ventilated according to Class A standards. 


FURNACE CLASS B. An oven or furnace that has heat utili- 
zation equipment operating at approximately atmospheric 
pressure wherein there are no flammable volatiles or combus- 
tible materials being heated. 


FURNACE CLASS C. An oven or furnace that has a poten- 
tial hazard due to a flammable or other special atmosphere 
being used for treatment of material in process. This type of 
furnace can use any type of heating system and includes a 
special atmosphere supply system. Also included in the Class 
C classification are integral quench furnaces and molten salt 
bath furnaces. 


FURNACE CLASS D. An oven or furnace that operates at 
temperatures from above ambient to over 5,000°F (2760°C) 
and at pressures normally below atmospheric using any type 
of heating system. These furnaces can include the use of 
special processing atmospheres. 


GAS CABINET. A fully enclosed, ventilated, noncombusti- 
ble enclosure used to provide an isolated environment for 
compressed gas cylinders in storage or use. Doors and access 
ports for exchanging cylinders and accessing pressure-regu- 
lating controls are allowed to be included. 


GAS DETECTION SYSTEM. A system or portion of a 
combination system that utilizes one or more stationary 
sensors to detect the presence of a specified gas at a specified 
concentration and initiate one or more responses required by 
this code, such as notifying a responsible person, activating an 
alarm signal, or activating or deactivating equipment. A self- 
contained gas detection and alarm device is not classified as a 
gas detection system. 


GAS ROOM. A separately ventilated, fully enclosed room in 
which only compressed gases and associated equipment and 
supplies are stored or used. 

GAS ROOM, HYDROGEN FUEL. See “Hydrogen fuel gas 
room.” 

GASEOUS HYDROGEN SYSTEM. An assembly of 
piping, devices and apparatus designed to generate, store, 
contain, distribute or transport a nontoxic, gaseous hydrogen- 
containing mixture having not less than 95-percent hydrogen 
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gas by volume and not more than l-percent oxygen by 
volume. Gaseous hydrogen systems consist of items such as 
compressed gas containers, reactors and appurtenances, 
including pressure regulators, pressure relief devices, mani- 
folds, pumps, compressors and interconnecting piping and 
tubing and controls. 


GLOVE BOX. A sealed enclosure in which items inside the 
box are handled exclusively using long gloves sealed to ports 
in the enclosure. 


[BE] GRADE FLOOR EMERGENCY ESCAPE AND 
RESCUE OPENING. An emergency escape and rescue 
opening located such that the bottom of the clear opening is 
not more than 44 inches (1118 mm) above or below the 
finished ground level adjacent to the opening. 


[BG] GRADE PLANE. A reference plane representing the 
average of finished ground level adjoining the building at 
exterior walls. Where the finished ground level slopes away 
from the exterior walls, the reference plane shall be estab- 
lished by the lowest points within the area between the 
building and the lot line or, where the lot line is more than 6 
feet (1829 mm) from the building, between the building and a 
point 6 feet (1829 mm) from the building. 


[BE] GRANDSTAND. Tiered seating supported on a dedi- 
cated structural system and two or more rows high and is not 
a building element (see “Bleachers’’). 


GROUP HOME. Group Home means a facility which 
provides 24-hour care and supervision to children, provides 
services specified in this chapter to a specific client group, 
and maintains a structured environment, with such services 
provided at least in part by staff employed by the licensee. The 
care and supervision provided by a group home shall be 
nonmedical except as permitted by Welfare and Institutions 
Code Section 17736(b). Since small family and foster family 
homes, by definition, care for six or fewer children only, any 
facility providing 24-hour care for seven or more children 
must be licensed as a group home. 


[BE] GUARD. A building component or a system of building 
components located at or near the open sides of elevated walk- 
ing surfaces that minimizes the possibility of a fall from the 
walking surface to a lower level. 


[BG] GUESTROOM. A room used or intended to be used by 
one or more guests for living or sleeping purposes. 


[BS] GYPSUM BOARD. Gypsum wallboard, gypsum 
sheathing, gypsum base for gypsum veneer plaster, exterior 
gypsum soffit board, predecorated gypsum board or water- 
resistant gypsum backing board complying with the standards 
listed in Tables 2506.2 and 2507.2 and Chapter 35 of the Cali- 
fornia Building Code. 


[BG] HABITABLE SPACE. A space in a building for living, 
sleeping, eating or cooking. Bathrooms, toilet rooms, closets, 
halls, storage or utility spaces and similar areas are not consid- 
ered habitable spaces. 

HALOGENATED EXTINGUISHING SYSTEM. A fire- 
extinguishing system using one or more atoms of an element 
from the halogen chemical series: fluorine, chlorine, bromine 
and iodine. 
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HANDLING. The deliberate transport by any means to a 
point of storage or use. 


[BE] HANDRAIL. A horizontal or sloping rail intended for 
grasping by the hand for guidance or support. 


HAZARDOUS MATERIALS. Those chemicals or 
substances which are physical hazards or health hazards as 
defined and classified in this chapter, whether the materials 
are in usable or waste condition. 


HAZARDOUS PRODUCTION MATERIAL (HPM). A 
solid, liquid or gas associated with semiconductor manufac- 
turing that has a degree-of-hazard rating in health, 
flammability or instability of Class 3 or 4 as ranked by NFPA 
704 and which is used directly in research, laboratory or 
production processes which have, as their end product, mate- 
rials that are not hazardous. 


HEALTH HAZARD. A classification of a chemical for 
which there is statistically significant evidence that acute or 
chronic health effects are capable of occurring in exposed 
persons. The term “health hazard” includes chemicals that are 
toxic, highly toxic and corrosive. 


HEAT DETECTOR. See “Detector, heat.” 


[BG] HEIGHT, BUILDING. The vertical distance from 
grade plane to the average height of the highest roof surface. 


HELIPORT. An area of land or water or a structural surface that 
is used, or intended for use, for the landing and taking off of heli- 
copters, and any appurtenant areas which are used, or intended 
for use, for heliport buildings and other heliport facilities. 


HELISTOP. The same as “Heliport,” except that fueling, 
defueling, maintenance, repairs or storage of helicopters is not 
permitted. 


HI-BOY. A cart used to transport hot roofing materials on a roof. 


HIGHLY TOXIC. A material which produces a lethal dose 
or lethal concentration which falls within any of the following 
categories: 


1. A chemical that has a median lethal dose (LD,,) of 50 
milligrams or less per kilogram of body weight when 
administered orally to albino rats weighing between 
200 and 300 grams each. 


2. A chemical that has a median lethal dose (LD,,) of 200 
milligrams or less per kilogram of body weight when 
administered by continuous contact for 24 hours (or 
less if death occurs within 24 hours) with the bare skin 
of albino rabbits weighing between 2 and 3 kilograms 
each, 


3. A chemical that has a median lethal concentration (LC,,) 
in air of 200 parts per million by volume or less of gas or 
vapor, or 2 milligrams per liter or less of mist, fume or 
dust, when administered by continuous inhalation for 
one hour (or less if death occurs within 1 hour) to albino 
rats weighing between 200 and 300 grams each. 


Mixtures of these materials with ordinary materials, such 
as water, might not warrant classification as highly toxic. 
While this system is basically simple in application, any 
hazard evaluation that is required for the precise categoriza- 
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tion of this type of material shall be performed by 
experienced, technically competent persons. & 


HIGHLY VOLATILE LIQUID. A liquefied compressed 
gas with a boiling point of less than 68°F (20°C). 


HIGH-PILED COMBUSTIBLE STORAGE. Storage of 
combustible materials in closely packed piles or combustible 
materials on pallets, in racks or on shelves where the top of 
storage is greater than 12 feet (3658 mm) in height. Where 
required by the fire code official, high-piled combustible stor- 
age also includes certain high-hazard commodities, such as 
rubber tires, Group A plastics, flammable liquids, idle pallets 
and similar commodities, where the top of storage is greater 
than 6 feet (1829 mm) in height. 


HIGH-PILED STORAGE AREA. An area within a build- 
ing which is designated, intended, proposed or actually used 
for high-piled combustible storage, including operating aisles. 


[BG] HIGH-RISE BUILDING. /n other than Group I-2 
occupancies, “high-rise buildings” as used in this code: 


Existing high-rise structure. A high-rise structure, the 
construction of which is commenced or completed prior to 
July 1, 1974. 


High-rise structure. Every building of any type of 
construction or occupancy having floors used for human 
occupancy located more than 75 feet above the lowest 
floor level having building access (see Section 403), 
except buildings used as hospitals as defined in Health 
and Safety Code Section 1250. 


New high-rise building. A high-rise structure, the 
construction of which is commenced on or after July 1, 
1974, For the purpose of this section, construction shall 
be deemed to have commenced when plans and specifica- 
tions are more than 50 percent complete and have been 
presented to the local jurisdiction prior to July 1, 1974. 
Unless all provisions of this section have been met, the 
construction of such buildings shall commence on or 
before January 1, 1976. 


New high-rise structure. A high-rise structure, the construc- 
tion of which is commenced on or after July 1, 1974. 


HIGH-VOLTAGE TRANSMISSION LINE. An electrical 
power transmission line operating at or above 66 kilovolts. 


HIGHWAY. Any public street, public alley or public road 
including a privately financed, constructed or maintained 


road that is regularly and openly traveled by the general pub- 
lic (27 CFR). 


[A] HISTORIC BUILDINGS. Any building or structure 
that is one or more of the following: 


1. Listed, or certified as eligible for listing by the state 
historic preservation officer or the Keeper of the 
National Register of Historic Places, in the National 
Register of Historic Places. 


2. Designated as historic under an applicable state or local 
law. 


3. Certified as a contributing resource within a national 
register, state designated or locally designated historic 
district. 
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HOGGED MATERIALS. Wood waste materials produced 
from the lumber production process. 


HOLDING FACILITY. A detention or correctional facility 
or area where inmates, staff and public are not housed but 
are restrained, 


{M] HOOD. An air-intake device used to capture by entrap- 
ment, impingement, adhesion or similar means, grease and 
similar contaminants before they enter a duct system. 


Type I. A kitchen hood for collecting and removing grease 
vapors and smoke. 


Type II. A general kitchen hood for collecting and remov- 
ing steam vapor, heat, odors and products of combustion. 


[BF] HORIZONTAL ASSEMBLY. A fire-resistance-rated 
floor or roof assembly of materials designed to restrict the 
spread of fire in which continuity is maintained. 


[BE] HORIZONTAL EXIT. An exit component consisting 
of fire-resistance-rated construction and opening protectives 
intended to compartmentalize portions of a building thereby 
creating refuge areas that afford safety from fire and smoke 
from the area of fire origin. 


[BG] HOSPITALS AND PSYCHIATRIC HOSPITALS. 
Facilities that provide care or treatment for the medical, 
psychiatric, obstetrical or surgical treatment of inpatient care 
recipients that are incapable of self-preservation or classified 
as non-ambulatory or bedridden. 


HOT WORK. Operations including cutting, welding, Ther- 
mit welding, brazing, soldering, grinding, thermal spraying, 
thawing pipe, installation of torch-applied roof systems or 
any other similar activity. 


HOT WORK AREA. The area exposed to sparks, hot slag, 
radiant heat, or convective heat as a result of the hot work. 


HOT WORK EQUIPMENT. Electric or gas welding or 
cutting equipment used for hot work. 


HOT WORK PERMITS, Permits issued by the responsible 
person at the facility under the hot work permit program 
permitting welding or other hot work to be done in locations 
referred to in Section 3503.3 and prepermitted by the fire 
code official. 


HOT WORK PROGRAM. A permitted program, carried 
out by approved facilities-designated personnel, allowing 
them to oversee and issue permits for hot work conducted by 
their personnel or at their facility. The intent is to have 
trained, on-site, responsible personnel ensure that required 
hot work safety measures are taken to prevent fires and fire 
spread. 


HOUSING UNIT is an area intended to lodge inmates on a 
24-hour basis where accommodations are provided for sleep- 
ing. 

HPM. See “Hazardous Production Material.” 

HPM FACILITY. 
facility.” 

HPM ROOM. A room used in conjunction with or serving 


a Group H-5 occupancy, where HPM is stored or used and 
which is classified as a Group H-2, H-3 or H-4 occupancy. 


See “Semiconductor fabrication 
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HYDROGEN FUEL GAS ROOM. A room or space that is 
intended exclusively to house a gaseous hydrogen system. 


HYDROGEN-FUELED VEHICLES.  Hydrogen-fueled 
vehicles are motor vehicles having compressed hydrogen fuel 
storage tanks on board and using hydrogen fuel directly or 
indirectly for the motor vehicle propulsion. Hydrogen-fueled 
vehicles include fuel cell electric vehicles, battery electric 
vehicles with fuel cell range extender and internal combus- 
tion engine vehicles. 


IMMEDIATELY DANGEROUS TO LIFE AND 
HEALTH (IDLH). The concentration of airborne contami- 
nants that poses a threat of death, immediate or delayed 
permanent adverse health effects, or effects that could 
prevent escape from such an environment. This contaminant 
concentration level is established by the National Institute of 
Occupational Safety and Health (NIOSH) based on both 
toxicity and flammability. It generally is expressed in parts 
per million by volume (ppm v/v) or milligrams per cubic 
meter (mg/m*). Where adequate data do not exist for precise 
establishment of IDLH concentrations, an independent certi- 
fied industrial hygienist, industrial toxicologist, appropriate 
regulatory agency or other source approved by the fire code 
official shall make such determination. 


IMPAIRMENT COORDINATOR. The person responsi- 
ble for the maintenance of a particular fire protection system. 


[BG] INCAPABLE OF SELF-PRESERVATION. 
Persons who, because of age, physical limitations, mental 
limitations, chemical dependency or medical treatment, 
cannot respond as an individual to an emergency situation. 


INCOMPATIBLE MATERIALS. Materials that, when 
mixed, have the potential to react in a manner which gener- 
ates heat, fumes, gases or byproducts which are hazardous to 
life or property. 

INERT GAS. A gas that is capable of reacting with other 
materials only under abnormal conditions such as high 
temperatures, pressures and similar extrinsic physical forces. 
Within the context of the code, inert gases do not exhibit 
either physical or health hazard properties as defined (other 
than acting as a simple asphyxiant) or hazard properties 
other than those of a compressed gas. Some of the more 
common inert gases include argon, helium, krypton, neon, 
nitrogen and xenon. 


INFANT. For the purpose of these regulations, shall mean 
any child who because of age only, is unable to walk and 
requires the aid of another person to evacuate the building. 
Inno case shall the term “infant” mean a child 2 years of age 
or older. 


INFLATABLE AMUSEMENT DEVICE. A device made of 
flexible fabric or other combustible materials that is inflated 
by one or more air-blowers providing internal air pressure to 
maintain its shape. Such a device is designed for recreational 
activities that allow occupants to bounce, climb, slide, negoti- 
ate an obstacle course or participate in interactive play. 


INHABITED BUILDING. A building regularly occupied 
in whole or in part as a habitation for people, or any place of 
religious worship, schoolhouse, railroad station, store or 
other structure where people are accustomed to assemble, 
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except any building or structure occupied in connection with 
the manufacture, transportation, storage or use of explosive 
materials. 


INITIATING DEVICE. A system component that origi- 
nates transmission of a change-of-state condition, such as in 
a smoke detector, manual fire alarm box, or supervisory 
switch. 


INSECTICIDAL FOGGING. The utilization of insecti- 
cidal liquids passed through fog-generating units where, by 
means of pressure and turbulence, with or without the appli- 
cation of heat, such liquids are transformed and discharged 
in the form of fog or mist blown into an area to be treated. 


INTEGRATED TESTING (FIRE PROTECTION AND 
LIFE SAFETY SYSTEM), A testing procedure to establish 
the operational status, interaction and coordination of two or 
more fire protection and safety systems. 


[BE] INTERIOR EXIT RAMP. An exit component that 
serves to meet one or more means of egress design require- 
ments, such as required number of exits or exit access travel 
distance, and provides for a protected path of egress travel to 
the exit discharge or public way. 


[BE] INTERIOR EXIT STAIRWAY. An exit component 
that serves to meet one or more means of egress design 
requirements, such as required number of exits or exit access 
travel distance, and provides for a protected path of egress 
travel to the exit discharge or public way. 


[BG] INTERIOR FINISH. Interior finish includes interior 
wall and ceiling finish and interior floor finish. 


[BG] INTERIOR FLOOR-WALL BASE. Interior floor 
finish trim used to provide a functional or decorative border 
at the intersection of walls and floors. 


[BG] INTERIOR WALL AND CEILING FINISH. The 
exposed interior surfaces of buildings, including but not 
limited to: fixed or movable walls and partitions; toilet room 
privacy partitions; columns; ceilings; and interior wainscot- 
ing, paneling or other finish applied structurally or for 
decoration, acoustical correction, surface insulation, struc- 
tural fire resistance or similar purposes, but not including 
trim. 


IRRITANT. A chemical which is not corrosive, but which 
causes a reversible inflammatory effect on living tissue by 
chemical action at the site of contact. A chemical is a skin 
irritant if, when tested on the intact skin of albino rabbits by 
the methods of CPSC 16 CFR Part 1500.41 for an exposure 
of four or more hours or by other appropriate techniques, it 
results in an empirical score of 5 or more. A chemical is clas- 
sified as an eye irritant if so determined under the procedure 
listed in CPSC 16 CFR Part 1500.42 or other approved 
techniques. 


[A] JURISDICTION. The governmental unit that has 
adopted this code. 


KEY BOX. A secure device with a lock operable only by a 
fire department master key, and containing building entry 
keys and other keys that may be required for access in an 
emergency. 


2-24 


[A] LABELED. Equipment, materials or products to which | 


| ( 


have been affixed a label, seal, symbol or other identifying 
mark of a nationally recognized testing laboratory, approved 
agency or other organization concerned with product evalu- 
ation that maintains periodic inspection of the production of 
such labeled items and whose labeling indicates either that 
the equipment, material or product meets identified stan- 
dards or has been tested and found suitable for a specified 
purpose. 

LABORATORY. [SFM] A room, building or area where the 
use and storage of hazardous materials are utilized for test- 
ing, analysis, instruction, research or developmental 
activities. 


LABORATORY SUITE, [SFM] A laboratory suite is a 
Group L occupancy space within a building or structure, 
which may include multiple laboratories, offices, storage, 
equipment rooms or similar support functions, where the 
aggregate quantities of hazardous materials stored and used 
do not exceed the quantities set forth in the California Build- 
ing Code Table 453.7.3.1 (see the California Building Code 
Section 453). 


LEVEL OF EXIT DISCHARGE. See “Exit discharge, 
level of.” 


LIFE SAFETY SYSTEMS. Systems, devices and equip- 
ment that enhance or facilitate evacuation, smoke control, 
compartmentation and/or isolation. 


LIMITED SPRAYING SPACE. An area in which opera- 
tions for touch-up or spot painting of a surface area of 9 
square feet (0.84 m’) or less are conducted. 


LIQUEFIED NATURAL GAS (LNG). A fluid in the 
liquid state composed predominantly of methane and which 
may contain minor quantities of ethane, propane, nitrogen or 
other components normally found in natural gas. 


LIQUEFIED PETROLEUM GAS (LP-gas). A material 
which is composed predominantly of the following hydro- 
carbons or mixtures of them: propane, propylene, butane 
(normal butane or isobutane) and butylenes. 


LIQUID. A material having a melting point that is equal to 
or less than 68°F (20°C) and a boiling point which is greater 
than 68°F (20°C) at 14.7 pounds per square inch absolute 
(psia) (101 kPa). Where not otherwise identified, the term 
“liquid” includes both flammable and combustible liquids. 


LIQUID OXYGEN AMBULATORY CONTAINER. A 
container used for liquid oxygen not exceeding 0.396 gallons 
(1.5 liters) specifically designed for use as a medical device 
as defined by 21 USC Chapter 9 that is intended for portable 
therapeutic use and to be filled from its companion base unit, 
a liquid oxygen home care container. 


LIQUID OXYGEN HOME CARE CONTAINER. A 
container used for liquid oxygen not exceeding 15.8 gallons 
(60 liters) specifically designed for use as a medical device 
as defined by 21 USC Chapter 9 that is intended to deliver 
gaseous oxygen for therapeutic use in a home environment. 


LIQUID STORAGE ROOM. A room classified as a Group 
H-3 occupancy used for the storage of flammable or combus- 
tible liquids in a closed condition. 
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LIQUID STORAGE WAREHOUSE. A building classi- 
fied as a Group H-2 or H-3 occupancy used for the storage of 
flammable or combustible liquids in a closed condition. 


[A] LISTED. Equipment, materials, products or services 
included in a list published by an organization acceptable to 
the fire code official and concerned with evaluation of prod- 
ucts or services that maintains periodic inspection of 
production of listed equipment or materials or periodic eval- 
uation of services and whose listing states either that the 
equipment, material, product or service meets identified 
standards or has been tested and found suitable for a speci- 
fied purpose. 


For applications listed in Section 1,11 regulated by the 
Office of the State Fire Marshal, “listed” shall also mean 
equipment or materials accepted by the State Fire Marshal as 
conforming to the provisions of the State Fire Marshal’s reg- 
ulations and which are included in a list published by the 
State Fire Marshal. 


LOCKDOWN. An emergency situation, in other than a 
Group I-3 occupancy, requiring that the occupants be shel- 
tered and secured in place within a building when normal 
evacuation would put occupants at risk, 


LODGING HOUSE is any building or portion thereof 
containing not more than five guest rooms where rent is paid 
in money, goods, labor or otherwise. 


LONGITUDINAL FLUE SPACE. See “Flue spaces— 
longitudinal.” 


[A] LOT. A portion or parcel of land considered as a unit. 


[A] LOT LINE. A line dividing one lot from another, or 
from a street or any public place. 


[BE] LOW ENERGY POWER-OPERATED DOOR. 
Swinging, sliding or folding door which opens automatically 
upon an action by a pedestrian such as pressing a push plate 
or waving a hand in front of a sensor. The door closes auto- 
matically, and operates with decreased forces and decreased 
speeds. See also “Power-assisted door” and “Power-operated 
door.” 
LOWER EXPLOSIVE LIMIT (LEL). See “Lower flam- 
mable limit.” 
LOWER FLAMMABLE LIMIT (LFL). The minimum 
concentration of vapor in air at which propagation of flame 
will occur in the presence of an ignition source, The LFL is 
sometimes referred to as LEL or lower explosive limit. 
LOW-PRESSURE TANK. A storage tank designed to 
withstand an internal pressure greater than 0.5 pound per 
square inch gauge (psig) (3.4 kPa) but not greater than 15 
psig (103.4 kPa). 
LP-GAS CONTAINER. Any vessel, including cylinders, 
tanks, portable tanks and cargo tanks, used for transporting 
or storing LP-gases. 
MAGAZINE. A building, structure or container, other than 
an operating building, approved for storage of explosive 
materials. 
Indoor. A portable structure, such as a box, bin or other 
container, constructed as required for Type 2, 4 or 5 maga- 
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zines in accordance with NFPA 495, NFPA 1124 or DOTy 
27 CFR Part 555 so as to be fire resistant and theft resistant. 


Type 1. A permanent structure, such as a building or igloo, 
that is bullet resistant, fire resistant, theft resistant, weather 
resistant and ventilated in accordance with the require- 
ments of NFPA 495, NFPA 1124 or DOTy 27 CFR Part 
S55: 


Type 2. A portable or mobile structure, such as a box, skid- 
magazine, trailer or semitrailer, constructed in accordance 
with the requirements of NFPA 495, NFPA 1124 or DOTy 
27 CFR Part 555 that is fire resistant, theft resistant, 
weather resistant and ventilated. If used outdoors, a Type 2 
magazine is also bullet resistant. 


Type 3. A fire resistant, theft resistant and weather resistant 
“day box” or portable structure constructed in accordance 
with NFPA 495, NFPA 1124 or DOTy 27 CFR Part 555 
used for the temporary storage of explosive materials. 


Type 4. A permanent, portable or mobile structure such as 
a building, igloo, box, semitrailer or other mobile container 
that is fire resistant, theft resistant and weather resistant and 
constructed in accordance with NFPA 495, NFPA 1124 or 
DOTy 27 CFR Part 555. 


Type 5. A permanent, portable or mobile structure such as 
a building, igloo, box, bin, tank, semitrailer, bulk trailer, 
tank trailer, bulk truck, tank truck or other mobile container 
that is theft resistant, which is constructed in accordance 
with NFPA 495, NFPA 1124 or DOTy 27 CFR Part 555. 


MAGNESIUM. The pure metal and alloys, of which the 
major part is magnesium. 


MALL. See “Covered mall building.” 


MANUAL FIRE ALARM BOX. A manually operated 
device used to initiate an alarm signal. 


MANUAL STOCKING METHODS. Stocking methods 
utilizing ladders or other nonmechanical equipment to move 
stock. 


MARINA. Any portion of the ocean or inland water, either 
naturally or artificially protected, for the mooring, servicing 
or safety of vessels and shall include artificially protected 
works, the public or private lands ashore, and structures or 
facilities provided within the enclosed body of water and 
ashore for the mooring or servicing of vessels or the servic- 
ing of their crews or passengers. 


MARINE MOTOR FUEL-DISPENSING FACILITY. 
That portion of property where flammable or combustible 
liquids or gases used as fuel for watercraft are stored and 
dispensed from fixed equipment on shore, piers, wharves, 
floats or barges into the fuel tanks of watercraft and shall 
include all other facilities used in connection therewith. 
MASS TIMBER. Structural elements of Type IV construc- 
tion primarily of solid, built-up, panelized or engineered 
wood products that meet minimum cross section dimensions 
of Type IV construction. 


MAXIMUM ALLOWABLE QUANTITY PER 
CONTROL AREA, The maximum amount of a hazardous 
material allowed to be stored or used within a control area inside 
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a building or an outdoor control area. The maximum allowable 
quantity per control area is based on the material state (solid, 
liquid or gas) and the material storage or use conditions. 


[BE] MEANS OF EGRESS. A continuous and unob- 
structed path of vertical and horizontal egress travel from 
any occupied portion of a building or structure to a public 
way. A means of egress consists of three separate and 
distinct parts: the exit access, the exit and the exit discharge. 


MECHANICAL STOCKING METHODS. Stocking 
methods utilizing motorized vehicles or hydraulic jacks to 
move stock. 


MECHANICAL-ACCESS ENCLOSED PARKING GARAGE. 
An enclosed parking garage which employs parking 
machines, lifts, elevators or other mechanical devices for 
vehicle moving from and to street level and in which public 
occupancy in the garage is prohibited in all areas except the 
vehicle access bay. 


[BG] MEDICAL CARE. Care involving medical or surgi- 
cal procedures, nursing or for psychiatric purposes. 


MEMBRANE STRUCTURE. An air-inflated, air-supported, 
cable or frame-covered structure as defined by the California 
Building Code and not otherwise defined as a tent. See Chapter 
31 of the California Building Code. 


[BF] MEMBRANE-PENETRATION — FIRESTOP 
SYSTEM. An assemblage consisting of a fire-resistance- 
rated floor-ceiling, roof-ceiling or wall assembly, one or 
more penetrating items installed into or passing through the 
breach in one side of the assembly and the materials or 
devices, or both, installed to resist the spread of fire into the 
assembly for a prescribed period of time. 


[BE] MERCHANDISE PAD. A merchandise pad is an area 
for display of merchandise surrounded by aisles, permanent 
fixtures or walls. Merchandise pads contain elements such as 
nonfixed and moveable fixtures, cases, racks, counters and 
partitions as indicated in Section 105.2 of the California 
Building Code from which customers browse or shop. 


METAL HYDRIDE. A generic name for compounds 
composed of metallic element(s) and hydrogen. 


METAL HYDRIDE STORAGE SYSTEM. A closed 
system consisting of a group of components assembled as a 
package to contain metal-hydrogen compounds for which 
there exists an equilibrium condition where the hydrogen- 
absorbing metal alloy(s), hydrogen gas and the metal-hydro- 
gen compound(s) coexist and where only hydrogen gas is 
released from the system in normal use. 

[BG] MEZZANINE. An intermediate level or levels 
between the floor and ceiling of any story and in accordance 
with Section 505 of the California Building Code. 
MISCELLA. A mixture, in any proportion, of the extracted 
oil or fat and the extracting solvent. 


MOBILE FUELING. The operation of dispensing liquid 
and gaseous fuels from tank vehicles into the fuel tanks of 
motor vehicles. Mobile fueling may also be known by the 
terms “Mobile fleet fueling,” and for conventional liquid 
Juels as “Wet fueling” and “Wet hosing.” 


MORTAR. See Section 5608. 
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MULTIPLE-STATION ALARM DEVICE. Two or more 
single-station alarm devices that can be interconnected such 
that actuation of one causes all integral or separate audible 
alarms to operate. A multiple-station alarm device can 
consist of one single-station alarm device having connec- 
tions to other detectors or to a manual fire alarm box. 


MULTIPLE-STATION SMOKE ALARM. Two or more 
single-station alarm devices that are capable of interconnec- 
tion such that actuation of one causes the appropriate alarm 
signal to operate in all interconnected alarms. 


NESTING. A method of securing flat-bottomed compressed 
gas cylinders upright in a tight mass using a contiguous 
three-point contact system whereby all cylinders within a 
group have not less than three points of contact with other 
cylinders, walls or bracing. 


NET EXPLOSIVE WEIGHT (net weight). The weight of 
explosive material expressed in pounds. The net explosive 
weight is the aggregate amount of explosive material 
contained within buildings, magazines, structures or portions 
thereof, used to establish quantity-distance relationships. 


NON-ACCESSIBLE AREA. An enclosed area that creates 
a cavity by the application of any construction feature 
and/or building materials. This area shall be recognized by 
the enforcing agency as a separation between the non-acces- 
sible space and any adjacent, occupied space of the building. 


NONAMBULATORY PERSONS. Persons unable to leave 
a building unassisted under emergency conditions. It 
includes, but is not limited to, persons who depend on 
mechanical aids such as crutches, walkers and wheelchairs 
and any person who is unable to physically and mentally 
respond to a sensory signal approved by the State Fire 
Marshal or an oral instruction relating to fire danger. 


The determination of ambulatory or nonambulatory status 
of persons with developmental disabilities shall be made by 
the Director of Social Services or his or her designated rep- 
resentative, in consultation with the Director of Developmen- 
tal Services or his or her designated representative. The 
determination of ambulatory or nonambulatory status of all 
other disabled persons placed after January 1, 1984, who are 
not developmentally disabled shall be made by the Director 
of Social Services or his or her designated representative. 


NONCOMBUSTIBLE. [SFM] Noncombustible as applied 
to building construction material means a material which, in 
the form in which it is used, is either one of the following: 


1, Material of which no part will ignite and burn when 
subjected to fire. Any material passing ASTM E136 
shall be considered noncombustible. 


2. Material having a structural base of noncombustible 
material as defined in Item I above, with a surfacing 
material not over '/, inch (3.2 mm) thick which has a 
flame-spread index of 50 or less. 


“Noncombustible” does not apply to surface finish mate- 
rials. Material required to be noncombustible for reduced 
clearances to flues, heating appliances or other sources of 
high temperature shall refer to material conforming to Item 
1. No material shall be classed as noncombustible which is 
subject to increase in combustibility or flame-spread index, 
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beyond the limits herein established, through the effects of 
age, moisture or other atmospheric condition. 


NON-PATIENT CARE SUITE. In Group I-2 or I-2.1 occu- 
pancies, a group of rooms or spaces within a suite for use as 
administrative, business and professional offices. 


NORMAL TEMPERATURE AND PRESSURE (NTP). 
A temperature of 70°F (21°C) and a pressure of | atmo- 
sphere [14.7 psia (101 kPa)]. 


[BE] NOSING. The leading edge of treads of stairs and of 
landings at the top of stairway flights. 


NOTIFICATION ZONE. See “Zone, notification.” 


NUISANCE ALARM. An alarm caused by mechanical fail- 
ure, malfunction, improper installation or lack of proper 
maintenance, or an alarm activated by a cause that cannot be 
determined. 


[BG] NURSING HOMES. Facilities that provide care, 
including both intermediate care facilities and skilled nurs- 
ing facilities, where any of the persons are incapable of self- 
preservation or classified as nonambulatory or bedridden.. 


OCCUPANCY CLASSIFICATION. For the purposes of 
this code, certain occupancies are defined as follows: 


[BG] Group A, Assembly. Assembly Group A occupancy 
includes, among others, the use of a building or structure, 
or a portion thereof, for the gathering of persons for 
purposes such as civic, social or religious functions; recre- 
ation, food or drink consumption; or awaiting 
transportation or Motion Picture and Television Production 
Studio Sound Stages, Approved Production Facilities and 
production locations. Any building or structure or portion 
thereof used or intended to be used for the showing of motion 
pictures when an admission fee is charged and when such 
building or structure is open to the public and has a capacity 
of 10 or more persons. 


[BG] Accessory with places of religious worship. 
Accessory religious educational rooms and religious 
auditoriums with occupant loads of less than 100 per 
room or space are not considered separate occupancies. 


[BG] Assembly Group A-1. Group A occupancy 
includes assembly uses, usually with fixed seating, 
intended for the production and viewing of performing 
arts or motion pictures including, but not limited to: 


Motion picture and television production studio 
Sound Stages, Approved Production Facilities 
and production locations. (With live audiences). 


Motion picture theaters 

Symphony and concert halls 

Television and radio studios admitting an audience 
Theaters 


[BG] Assembly Group A-2. Group A-2 occupancy 
includes assembly uses intended for food and/or drink 
consumption including, but not limited to: 


Banquet halls 
Casinos (gaming areas) 
Night clubs 
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Restaurants, cafeterias and similar dining facilities 
(including associated commercial kitchens) 


Taverns and bars 


[BG] Assembly Group A-3. Group A-3 occupancy 
includes assembly uses intended for worship, recreation 
or amusement and other assembly uses not classified 
elsewhere in Group A, including, but not limited to: 


Amusement arcades 

Art galleries 

Bowling alleys 

Community halls 

Courtrooms 

Dance halls (not including food or drink consump- 
tion) 

Exhibition halls 

Funeral parlors 


Greenhouses with public access for the conservation 
and exhibition of plants 


Gymnasiums (without spectator seating) 

Indoor swimming pools (without spectator seating) 
Indoor tennis courts (without spectator seating) 
Lecture halls 

Libraries 

Museums 

Places of religious worship 

Pool and billiard parlors 

Waiting areas in transportation terminals 


[BG] Assembly Group A-4. Group A-4 occupancy 
includes assembly uses intended for viewing of indoor 
sporting events and activities with spectator seating 
including, but not limited to: 


Arenas 

Skating rinks 
Swimming pools 
Tennis courts 


[BG] Assembly Group A-5. Group A-5 occupancy 
includes assembly uses intended for participation in or 
viewing outdoor activities including, but not limited to: 


Amusement park structures 
Bleachers 


Fixed guideway transit systems. [SFM] Fixed 
guideway transit system buildings shall conform to 
the requirements of this code for their occupancy 
classification in addition to the provisions set forth 
in Section 443 of the California Building Code. 


Grandstands 
Stadiums 


Subterranean spaces for winery facilities in natu- 
ral or manmade caves. [SFM] For fire and life 
safety requirements, see Section 446 of the Califor- 
nia Building Code. 


2-27 


DEFINITIONS 


[BG] Associated with Group E occupancies. A room 
or space used for assembly purposes that is associated 
with a Group E occupancy is not considered a separate 
occupancy. 


[BG] Small assembly spaces. The following rooms 
and spaces shall not be classified as assembly 
occupancies: 


1. A room or space used for assembly purposes with 
an occupant load of less than 50 persons and 
accessory to another occupancy shall be classified 
as a Group B occupancy or as part of that occu- 
pancy. 

2. A room or space used for assembly purposes that is 
less than 750 square feet (70 m’) in area and acces- 
sory to another occupancy shall be classified as a 
Group B occupancy or as part of that occupancy. 


[BG] Small buildings and tenant spaces. A building 
or tenant space used for assembly purposes with an 
occupant load of less than 50 persons shall be classified 
as a Group B occupancy. 


[BG] Special amusement areas. Special amusement 
areas shall comply with Section 411 of the California 
Building Code. 


[BG] Group B, Business. Business Group B occupancy 
includes, among others, the use of a building or structure, 
or a portion thereof, for office, professional or service-type 
transactions, including storage of records and accounts. 
Business occupancies shall include, but not be limited to, 
the following: 


Airport traffic control towers 


Ambulatory care facilities serving five or fewer patients 
(see Section 308.3.3, Institutional Group I-2.1 for 
facilities serving more than five patients) 


Animal hospitals, kennels and pounds 

Banks 

Barber and beauty shops 

Car wash 

Civic administration 

Clinic-outpatient /SFM] (not classified as Group I-2.1) 


Dry cleaning and laundries: pick-up and delivery sta- 
tions and self-service 


Educational occupancies for students above the 12th grade 
Electronic data processing 


Food processing establishments and commercial kitch- 
ens not associated with restaurants, cafeterias and 
similar dining facilities not more than 2,500 square 
feet (232 m7’) in area. 


Laboratories: testing and research and [SFM] instruction. 
Motor vehicle showrooms 

Post offices 

Print shops 


Professional services (architects, attorneys, dentists, 
physicians, engineers, etc.) 
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Radio and television stations \ 
Telephone exchanges * 


Training and skill development not in a school or aca- 
demic program (This shall include, but not be lim- 
ited to, tutoring centers, martial arts studios, 
gymnastics and similar uses regardless of the ages 
served, and where not classified as a Group A 
occupancy). 


[BG] Airport traffic control towers. Airport traffic 
control towers shall comply with Section 412.2 of the 
California Building Code. 


[BG] Ambulatory care facilities. Ambulatory care 
facilities shall comply with Section 422 of the Califor- 
nia Building Code. 


Group C (CAMPS, ORGANIZED). An organized camp is 
a site with programs and facilities established for the pri- 
mary purpose of providing an outdoor group living experi- 
ence with social, spiritual, educational or recreational 
objectives, for five days or more during one or more sea- 
sons of the year. See California Building Code Section 
450, Group C occupancy. 


[BG] Group E, Educational. Educational Group E occu- 
pancy includes, among others, the use of a building or 
structure, or a portion thereof, more than six persons at any 
one time for educational purposes through the 12th grade. 


Exception: A residence used as a home school for the 
children who normally reside at the residence. Such 
residences shall remain classified as Group R-2, or 
Group R-3 occupancies. 


[BG] Accessory to places of religious worship. Reli- 
gious educational rooms and religious auditoriums, which 
are accessory to places of religious worship in accordance 
with Section 303.1.4 of the California Building Code and 
have occupant loads of less than 100 per room or space 
shall be classified as Group A-3 occupancies. 


[BG] Group E, child-care facilities. This group 
includes buildings and structures or portions thereof 
occupied by more than six children 36 months of age 
and older who receive educational, supervision or 
personal care services for fewer than 24 hours per day. 


Exception: [SFM] A child-care facility not other- 
wise classified as a Group R-3 occupancy, where 
occupants are not capable of responding to an 
emergency situation without physical assistance 
from the staff shall be classified as Group I-4. A 
maximum of five infants and toddlers are allowed in 
a Group E child care. 


[BG] Within places of worship. Rooms and spaces 
within places of worship providing such care during 
religious functions shall be classified as part of the 
primary occupancy where not licensed for child-care 
purposes by the Department of Social Services. 


[BG] Storm shelters in Group E occupancies. Storm 
shelters shall be provided for Group E occupancies 
where required by Section 423.4 of the California 
Building Code. 
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{|BG] Group F, Factory Industrial. Factory Industrial 
Group F occupancy includes, among others, the use of a 
building or structure, or a portion thereof, for assembling, 
disassembling, fabricating, finishing, manufacturing, 
packaging, repair or processing operations that are not 
classified as a Group H high-hazard or Group S storage 
occupancy. i 


[BG] Factory Industrial F-1 Moderate-hazard occu- 
pancy. Factory industrial uses that are not classified as 
Factory Industrial F-2 Low Hazard shall be classified 
as F-1 Moderate Hazard and shall include, but not be 
limited to, the following: 


Aircraft (manufacturing, not to include repair) 

Appliances 

Athletic equipment 

Automobiles and other motor vehicles 

Bakeries 

Beverages; over 16-percent alcohol content 

Bicycles 

Boats 

Brooms or brushes 

Business machines 

Cameras and photo equipment 

Canvas or similar fabric 

Carpets and rugs (includes cleaning) 

Clothing 

Construction and agricultural machinery 

Disinfectants 

Dry cleaning and dyeing 

Electric generation plants 

Electronics 

Energy storage systems (ESS) in dedicated-use 
buildings 

Engines (including rebuilding) 

Food processing and commercial kitchens not asso- 
ciated with restaurants, cafeterias and similar 


dining facilities more than 2,500 square feet 
(232 m’) in area. 


Furniture 

Hemp products 

Jute products 

Laundries 

Leather products 
Machinery 

Metals 

Millwork (sash and door) 


Motion picture and television production studio 
Sound Stages, Approved Production Facilities 
and production locations (without live audi- 
ences) 
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Motion pictures and television filming (without 
spectators) 


Musical instruments 
Optical goods 

Paper mills or products 
Photographic film 
Plastic products 
Printing or publishing 
Refuse incineration 
Shoes 

Soaps and detergents 
Textiles 

Tobacco 

Trailers 

Upholstering 
Water/sewer treatment facilities 
Wood; distillation 
Woodworking (cabinet) 


[BG] Aircraft manufacturing facilities. Aircraft 
manufacturing facilities shall comply with Section 
412.6 of the California Building Code. 


[BG] Factory Industrial F-2 Low-hazard Occu- 
pancy. Factory industrial uses involving the fabrication 


or 


manufacturing of noncombustible materials that, 


during finishing, packaging or processing do not 
involve a significant fire hazard, shall be classified as 
Group F-2 occupancies and shall include, but not be 
limited to, the following: 


Beverages; up to and including 16-percent alcohol 
content 


Brick and masonry 

Ceramic products 

Foundries 

Glass products 

Gypsum 

Ice 

Metal products (fabrication and assembly) 


Group H, High-hazard. High-hazard Group H occu- 
pancy includes, among others, the use of a building or 
structure, or a portion thereof, that involves the manufac- 
turing, processing, generation or storage of materials that 
constitute a physical or health hazard in quantities in 
excess of those allowed in control areas complying with 
Section 5003.8.3, based on the maximum allowable quan- 
tity limits for control areas set forth in Tables 5003.1.1(1) 
and 5003.1.1(2). Hazardous occupancies are classified in 
Groups H-1, H-2, H-3, H-4 and H-5 and shall be in accor- 
dance with this code and the requirements of Section 415 
of the California Building Code. Hazardous materials 
stored or used on top of roofs or canopies shall be classi- 
fied as outdoor storage or use and shall comply with this 


code. 
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High-hazard Group H-1. Buildings and structures 
containing materials that pose a detonation hazard shall 
be classified as Group H-1. Such materials shall 
include, but not be limited to, the following: 


Detonable pyrophoric materials 
Explosives: 

Division 1.1 

Division 1.2 

Division 1.3 

Division 1.4 

Division 1.5 

Division 1.6 
Organic peroxides, unclassified detonable 
Oxidizers, Class 4 


Unstable (reactive) materials, Class 3 detonable, and 
Class 4 


High-hazard Group H-2. Buildings and structures 
containing materials that pose a deflagration hazard or 
a hazard from accelerated burning shall be classified as 
Group H-2. Such materials shall include, but not be 
limited to, the following: 


Class I, II or IIA flammable or combustible liquids 
that are used or stored in normally open con- 
tainers or systems, or in closed containers or 
systems pressurized at more than 15 pounds per 
square inch gauge (103.4 kPa) 


Combustible dusts where manufactured, generated 
or used in such a manner that the concentration 
and conditions create a fire or explosion hazard 
based on information prepared in accordance 
with Section 414.1.3 of the California Building 
Code 


Cryogenic fluids, flammable 
Flammable gases 
Organic peroxides, Class I 


Oxidizers, Class 3, that are used or stored in nor- 
mally open containers or systems, or in closed 
containers or systems pressurized at more than 
15 pounds per square inch gauge (103.4 kPa) 


Pyrophoric liquids, solids and gases, nondetonable 


Unstable (reactive) materials, Class 3, nondeton- 
able 


Water-reactive materials, Class 3 


High-hazard Group H-3. Buildings and structures 
containing materials that readily support combustion or 
that pose a physical hazard shall be classified as Group 
H-3. Such materials shall include, but not be limited to, 
the following: 


Class I, II or IIIA flammable or combustible liquids 
that are used or stored in normally closed con- 
tainers or systems pressurized at 15 pounds per 
square inch gauge (103.4 kPa) or less 


Combustible fibers, other than densely packed baled 
cotton, where manufactured, generated or used 
in such a manner that the concehtration and 
conditions create a fire or explosion hazard 
based on information prepared in accordance 
with Section 414.1.3 of the California Building 
Code 


Consumer fireworks, 1.4G (Class C, Common) 
Cryogenic fluids, oxidizing 

Flammable solids 

Organic peroxides, Class II and III 

Oxidizers, Class 2 


Oxidizers, Class 3, that are used or stored in nor- 
mally closed containers or systems pressurized 
at 15 pounds per square inch gauge (103 kPa) or 
less 


Oxidizing gases 
Unstable (reactive) materials, Class 2 
Water-reactive materials, Class 2 


High-hazard Group H-4. Buildings and structures 
containing materials that are health hazards shall be 
classified as Group H-4. Such materials shall include, 
but not be limited to, the following: 


Corrosives 
Highly toxic materials 
Toxic materials 


High-hazard Group H-5. Semiconductor fabrication 
facilities and comparable research and development 
areas in which hazardous production materials (HPM) 
are used and the aggregate quantity of materials is in 
excess of those listed in Tables 5003.1.1(1) and 
5003.1.1(2) shall be classified as Group H-5. Such 
facilities and areas shall be designed and constructed in 
accordance with Section 415.11 of the California 
Building Code. 


Multiple hazards. Buildings and structures containing 
a material or materials representing hazards that are 
classified in one or more of Groups H-1, H-2, H-3 and 
H-4 shall conform to the code requirements for each of 
the occupancies so classified. 


Occupancies containing explosives not classified as 
H-1. The following occupancies containing explosive 
materials shall be classified as follows: 


1. Division 1.3 explosive materials that are used and 
maintained in a form where either confinement or 
configuration will not elevate the hazard from a 
mass fire hazard to mass explosion hazard shall 
be allowed in Group H-2 occupancies. 


2. Articles, including articles packaged for shipment, 
that are not regulated as a Division 1.4 explosive 
under Bureau of Alcohol, Tobacco, Firearms and 
Explosives regulations, or unpackaged articles 
used in process operations that do not propagate a 
detonation or deflagration between articles shall be 
allowed in H-3 occupancies. 
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Uses other than Group H. The storage, use or handling 
of hazardous materials as described in one or more of the 
following items shall not cause the occupancy to be clas- 
sified as Group H, but it shall be classified as the 
occupancy that it most nearly resembles: 


1. Buildings and structures occupied for the applica- 
tion of flammable finishes, provided that such 
buildings or areas conform to the requirements of 
Chapter 24 of this code and Section 416 of the 
California Building Code. 


2. Wholesale and retail sales and storage of flamma- 
ble and combustible liquids in mercantile occu- 
pancies conforming to Chapter 57. 


3. Closed piping system containing flammable or 
combustible liquids or gases utilized for the oper- 
ation of machinery or equipment. 


4. Cleaning establishments that utilize combustible 
liquid solvents having a flash point of 140°F 
(60°C) or higher in closed systems employing 
equipment listed by an approved testing agency, 
provided that this occupancy is separated from all 
other areas of the building by 1-hour fire barriers 
in accordance with Section 707 of the California 
Building Code or 1-hour horizontal assemblies in 
accordance with Section 711 of the California 
Building Code, or both. 


. Cleaning establishments that utilize a liquid sol- 
vent having a flash point at or above 200°F (93°C). 


6. Liquor stores and distributors without bulk stor- 
age. 


WN 
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. Refrigeration systems. 


oo 


. The storage or utilization of materials for agricul- 
tural purposes on the premises. 


9. Stationary storage battery systems installed in 
accordance with Section 1207. 


10. Corrosive personal or household products in 
their original packaging used in retail display. 
11. Commonly used corrosive building materials. 


12. Buildings and structures occupied for aerosol 
product storage, aerosol cooking spray products 
or plastic aerosol 3 products shall be classified 
as Group S-1, provided that such buildings con- 
form to the requirements of Chapter 51. 


13. Display and storage of nonflammable solid and 
nonflammable or noncombustible liquid haz- 
ardous materials in quantities not exceeding the 
maximum allowable quantity per control area in 
Group M or S occupancies complying with Sec- 
tion 5003.8.3.5.1. 


14. The storage of black powder, smokeless propel- 
lant and small arms primers in Groups M and R- 
3 and special industrial explosive devices in 
Groups B, F, M and S, provided that such stor- 
age conforms to the quantity limits and require- 
ments of this code. 
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15. Stationary fuel cell power systems installed in 
accordance with this code. 


16. Capacitor energy storage systems in accordance 
with this code. 


17. [SFM] Group L occupancies as defined in Sec- 
tion 453 of the California Building Code. 


18. Distilling or brewing of beverages conforming 
to the requirements of this code. 


19. The storage of beer, distilled spirits and wines 
in barrels and casks conforming to the require- 
ments of this code. 


[BG] Group I, Institutional. Institutional Group I occu- 
pancy includes, among others, the use of a building or 
structure, or a portion thereof, in which care or supervision 
is provided to persons who are or are not capable of self- 
preservation without physical assistance or in which 
persons are detained for penal or correctional purposes or 
in which the liberty of the occupants is restricted. Institu- 
tional occupancies shall be classified as Group I-2, /-2. /, I- 
3 or I-4. Restraint shall not be permitted in any building 
except in Group I-2 occupancies constructed for such use 
in accordance with Section 407.1.1 of the California 
Building Code and Group I-3 occupancies constructed 
for such use, in accordance with Section 408.1.2 of the 
California Building Code. 


Where occupancies house both ambulatory and nonam- 
bulatory persons, the more restrictive requirements shall 
apply. 

[BG] Institutional Group I-1. Not used. (See Group 

R-2.1 or Section 310.1 of the California Building Code) 


[BG] Institutional Group I-2. Institutional Group I-2 
occupancy shall include buildings and structures used 
for medical care on a 24-hour basis for more than five 
persons who are not capable of self-preservation or 
classified as nonambulatory or bedridden. This group 
shall include, but not be limited to, the following: 


Detoxification facilities 
Hospitals 

Nursing homes 
Psychiatric hospitals 


Institutional Group I-2.1. A healthcare facility that 
receives persons for outpatient medical care that may ren- 
der the patient incapable of unassisted self-preservation 
and where each tenant space accommodates more than 
five such patients. 


[BG] Five or fewer persons receiving medical care. 
A facility with five or fewer persons receiving medical 
care shall be classified as Group R-3./ or shall comply 
with the California Residential Code provided that an 
automatic sprinkler system is installed in accordance 
with Section 903.3.1.3 or with Section R3/3 of the 
California Residential Code. 


[BG] Institutional Group I-3. Institutional Group 1-3 
occupancy shall include buildings or portions of build- 
ings and structures which are inhabited by one or more 
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persons who are under restraint or security. A Group I- 
3 facility is occupied by persons who are generally 
incapable of self-preservation due to security measures 
not under the occupants’ control which includes 
persons restrained. This group shall include, but not be 
limited to, the following: 


Correctional centers 
Courthouse holding facilities 
Detention centers 

Detention treatment rooms 
Jails 

Juvenile halls 

Prerelease centers 

Prisons 

Reformatories 

Secure interview rooms 
Temporary holding facilities 


Buildings of Group I-3 shall be classified as one of 
the following occupancy conditions and shall comply 
with Section 408 of the California Building Code: 


[BG] Condition 1. This occupancy condition shall 
include buildings in which free movement is allowed 
from sleeping areas and other spaces where access or 
occupancy is permitted to the exterior via means of 
egress without restraint. A Condition 1 facility is 
permitted to be constructed as Group R. 


[BG] Condition 2. This occupancy condition shall 
include buildings in which free movement is allowed 
from sleeping areas and any other occupied smoke 
compartment to one or more other smoke compart- 
ments. Egress to the exterior is impeded by locked 
exits. 


[BG] Condition 3. This occupancy condition shall 
include buildings in which free movement is allowed 
within individual smoke compartments, such as 
within a residential unit comprised of individual 
sleeping units and group activity spaces, where 
egress is impeded by remote-controlled release of 
means of egress from such smoke compartment to 
another smoke compartment. 


[BG] Condition 4. This occupancy condition shall 
include buildings in which free movement is 
restricted from an occupied space. Remote- 
controlled release is provided to permit movement 
from sleeping units, activity spaces and other occu- 
pied areas within the smoke compartment to other 
smoke compartments. 


[BG] Condition 5. This occupancy condition shall 
include buildings in which free movement is 
restricted from an occupied space. Staff-controlled 
manual release is provided to permit movement from 
sleeping units, activity spaces and other occupied 
areas within the smoke compartment to other smoke 
compartments. 


Condition 6. This occupancy condition_shall include 
buildings containing only one temporary holding 
facility with five or less persons under ‘restraint or 
security where the building is protected throughout 
with a monitored automatic sprinkler system installed 
in accordance with Section 903.3.1.1 and where the 
temporary holding facility is protected throughout 
with an automatic fire alarm system with notification 
appliances. A Condition 6 building shall be permitted 
to be classified as a Group B occupancy. 


Condition 7. This occupancy condition shall include 
buildings containing only one temporary holding 
facility with nine or less persons under restraint or 
security where limited to the first or second story, 
provided the building complies with Section 
408.1.2.6 of the California Building Code. A Condi- 
tion 7 building shall be permitted to be classified as 
a Group B occupancy. 


Condition 8. This occupancy condition shall include 
buildings containing not more than four secure inter- 
view rooms located within the same fire area where 
not more than six occupants under restraint are 
located in the same fire area. A Condition 8 building 
shall be permitted to be classified as a Group B occu- 
pancy, provided the requirements in Section 
408.1.2.7 of the California Building Code are met. 


[BG] Institutional Group I-4, day care facilities. 
Institutional Group I-4 shall include buildings and 
structures occupied by more than six clients of any age 
who receive custodial care for fewer than 24 hours by | | 
persons other than parents or guardians; relatives by 
blood, marriage, or adoption; and in a place other than 
the home of the clients cared for. This group shall | | 
include, but not be limited to, the following: 


Adult day care 
Child care (not classified as a Group E) 


Group L Laboratories. [SFM] Group L occupancy 
includes the use of a building or structure, or a portion 
thereof containing one or more laboratory suites as 
defined in Section 453 of the California Building Code. 


[BG] Group M, Mercantile. Mercantile Group M occu- 
pancy includes, among others, the use of a. building or 
structure or a portion thereof, for the display and sale of 
merchandise, and involves stocks of goods, wares or 
merchandise incidental to such purposes and accessible to 
the public. Mercantile occupancies shall include, but not be 
limited to, the following: 


Department stores 
Drug stores 
Greenhouses with public access that maintain plants for 


display and sale 


Markets 

Motor fuel-dispensing facilities 
Retail or wholesale stores 
Sales rooms 
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[BG] Motor fuel-dispensing facilities. Motor fuel- 
dispensing facilities shall comply with Section 406.7 of 
the California Building Code. 


[BG] Quantity of hazardous materials. The aggre- 
gate quantity of nonflammable solid and nonflammable 
or noncombustible liquid hazardous materials stored or 
displayed in a single control area of a Group M occu- 
pancy shall not exceed the quantities in Table 
5704.3.4.1, 


[BG] Group R, Residential. Residential Group R 
includes, among others, the use of a building or structure, 
or a portion thereof, for sleeping purposes when not classi- 
fied as an Institutional Group I or when not regulated by the 
California Residential Code in accordance with Section 
101.2 of the California Building Code. Group R occupan- 
cies not constructed in accordance with the California 
Residential Code as permitted by Sections 310.4.1 and 
310.4.2 of the California Building Code shall comply with 
Section 420 of the California Building Code. 


[BG] Residential Group R-1. Residential Group R-1 
occupancies containing sleeping units where the occu- 
pants are primarily transient in nature, including: 


Boarding houses (transient) with more than 10 occu- 
pants 


Congregate residences (transient) with more than 10 
occupants 


Hotels (transient) 
Motels (transient) 


[BG] Residential Group R-2. Residential Group R-2 
occupancies containing sleeping units or more than two 
dwelling units where the occupants are primarily 
permanent in nature, including: 


Apartment houses 


Large family child care 
Small family child care 


Congregate residences (nontransient) with more 
than 16 occupants 


Boarding houses (nontransient) 
Convents 
Dormitories 
Fraternities and sororities 
Monasteries 

Hotels (nontransient) 

Live/work units 

Motels (nontransient) 

Vacation timeshare properties 


Residential Group R-2.1. Residential Group R-2.1 
occupancies shall include buildings, structures or parts 
thereof housing clients, on a 24-hour basis, who 
because of age, mental disability or other reasons, live 
in a supervised residential environment that provides 
personal care services. 
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This occupancy may contain more than six nonambu- 
latory and/or bedridden clients. (See Appendix Chapter 
4, Section 435 Special Provisions for Licensed 24-Hour 
Care Facilities in a Group R-2.1, R-3.1 or R-4 occu- 
pancy). This group shall include, but not be limited to, 
the following: 


Assisted living facilities such as: 

Residential Care Facilities 

Residential Care Facilities for the Elderly 
(RCFEs) 

Adult Residential Facilities 

Congregate Living Health facilities 

Group homes 

Residential Care Facilities for the Chronically Ill 

Congregate Living Health Facilities for the 
Terminally Ill 


Social rehabilitation facilities such as: 

Halfway houses 

Community Correctional Centers 

Community Treatment Programs 

Work Furlough Programs 

Alcoholism or drug abuse recovery or treatment 

facilities 

Residential Group R-2.2 (CDCR Only). Residential 
occupancies operated by CDCR in a community 
located facility that provides housing and community 
based program services for non-transient ambulatory 
participants in a non- licensed facility with 24/7 super- 
vision Community Correctional Reentry Centers. 


[BG] Residential Group R-3. Residential Group R-3 
occupancies where the occupants are primarily perma- 
nent in nature and not classified as Group R-1, R-2, R- 
2.1, R-2.2, R-3.1, R-4 or I, including: 


Buildings that do not contain more than two dwell- 
ing units 
Congregate residences (nontransient) with 16 or 
fewer occupants 
Boarding houses (nontransient) 
Convents 
Dormitories 
Fraternities and sororities 
Monasteries 


Congregate residences (transient) with 10 or fewer 

occupants 
Boarding houses (transient) 

Lodging houses (transient) with five or fewer guest- 
rooms and 10 or fewer occupants 

Adult care facilities that provide accommodations 
for six or fewer clients of any age for less than 
24 hours. 

Licensing categories that may use this classification 


include, but are not limited to: 
Adult Day Programs 


DEFINITIONS 


Child-care facilities that provide accommodations 
for six or fewer clients of any age for less than 
24 hours. 


Licensing categories that may use this classification 
include, but are not limited to: 
Day-Care Center for Mildly Ill Children 
Adult Day Programs 
Infant Care Center 
School Age Child Day-Care Center, 


Congregate residences (nontransient) with 16 or 
fewer occupants 


Congregate residences (transient) with 10 or fewer 
occupants 


Alcoholism or drug abuse recovery homes (ambulatory 
only) 


Family Day-Care Homes that provide accommodations 
for 14 or fewer children, in the provider’s own 
home for less than 24-hours. 


Adult care and child-care facilities that are within a 
single-family home are permitted to comply 
with the California Residential Code. 


[BG] Care facilities within a dwelling. Care facili- 
ties for five or fewer persons receiving care that are 
within a single-family dwelling are permitted to 
comply with the California Residential Code 
provided an automatic sprinkler system is installed in 
accordance with Section 903.3.1.3 or Section P2904 
of the California Residential Code. 


[BG] Lodging houses. Owner-occupied lodging 
houses with five or fewer guestrooms and 10 or 
fewer total occupants shall be permitted to be 
constructed in accordance with the California Resi- 
dential Code provided that an automatic sprinkler 
system is installed in accordance with Section 
903.3.1.3 or Section P2904 of the California Resi- 
dential Code. 


Residential Group R-3.1. Residential Group R-3.1 
occupancies may include facilities licensed by a 
governmental agency for a residentially based 24-hour 
care facility providing accommodations for six or fewer 
clients of any age. Clients may be classified as ambula- 
tory, nonambulatory or bedridden. A Group R-3.1 
occupancy shall meet the requirements for construction 
as defined for Group R-3, except as otherwise provided 
for in Appendix Chapter 4, Section 425, Special Provi- 
sions For Licensed 24-Hour Care Facilities in a Group 
R-2.1, R-3.1 or R-4 occupancy. This group may 
include: 


Adult Residential Facilities 
Congregate Living Health Facilities 


Intermediate Care Facilities for the Developmentally 
Disabled Habilitative 


Intermediate Care Facilities for the liom tae 
Disabled Nursing 


Nurseries for the full-time care of children under the 
age of six, but not including “infants”’ as defined 
in Chapter 2 


Residential Care Facilities for the Elderly (RCFEs) 


Small Family Homes and Residential Care Facilities 
for the Chronically Ill 


Exception: Group Homes licensed by the Depart- 
ment of Social Services which provide nonmedical 
board, room and care for six or fewer ambulatory 
children or children two years of age or younger, and 
which do not have any nonambulatory clients shall 
not be subject to regulations found in Appendix 
Chapter 4, Section 435. 


Pursuant to Health and Safety Code Section 
13143 with respect to these exempted facilities, no 
city, county or public district shall adopt or enforce 
any requirement for the prevention of fire or for the 
protection of life and property against fire and panic 
unless the requirement would be applicable to a 
structure regardless of the special occupancy. Noth- 
ing shall restrict the application of state or local 
housing standards to such facilities if the standards 
are applicable to residential occupancies and are 
not based on the use of the structure as a facility for 
ambulatory children. For the purpose of this excep- 
tion, ambulatory children do not include relatives of 
the licensee or the licensee’s spouse. 


[BG] Residential Group R-4. Residential Group R-4 
shall include buildings, structures or portions thereof for 
more than six ambulatory clients, but not more than 16 
persons, excluding staff, who reside on a 24-hour basis 
in a supervised residential environment and receive 
custodial care. The persons receiving care are capable of 
self-preservation. Group R-4 occupancies shall meet the 
requirements for construction as defined for Group R-3, 
except as otherwise provided for in the California Build- 
ing Code. This occupancy classification may include a 
maximum six non-ambulatory or bedridden clients (see 
Appendix Chapter 4, Section 435, Special Provisions 
For Licensed 24-Hour Care Facilities in a Group R-2. 1, 
R-3.1 or R-4 occupancy). This group shall include, but 
not be limited to, the following: 


Assisted living facilities such as: 
Residential care facilities 
Residential Care Facilities for the Elderly 
(RCFEs) 
Adult Residential Facilities 
Congregate Living Health facilities 
Group homes 
Social rehabilitation facilities such as: 
Halfway houses 
Community Treatment Programs 
Work Furlough Programs 
Alcoholism or drug abuse recovery or treatment 
facilities 
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[BG] Group S, Storage. Storage Group S occupancy 
includes, among others, the use of a building or structure, 
or a portion thereof, for storage that is not classified as a 
hazardous occupancy. 


[BG] Group S-1 moderate-hazard storage. Storage 
Group S-1 occupancies are buildings occupied for stor- 
age uses that are not classified as Group S-2, including, 
but not limited to, storage of the following: 


Aerosols, Levels 2 and 3 

Aircraft hangar (storage and repair) 
Bags: cloth, burlap and paper 
Bamboos and rattan 

Baskets 

Belting: canvas and leather 
Beverages over 16-percent alcohol content 
Books and paper in rolls or packs 
Boots and shoes 

Buttons, including cloth covered, pearl or bone 
Cardboard and cardboard boxes 
Clothing, woolen wearing apparel 
Cordage 

Dry boat storage (indoor) 

Furniture 

Furs 

Glues, mucilage, pastes and size 
Grains 

Horns and combs, other than celluloid 
Leather 

Linoleum 

Lumber 


Motor vehicle repair garages complying with the 
maximum allowable quantities of hazardous 
materials listed in Table 5003.1.1(1) (see Sec- 
tion 406.8 of the California Building Code) 


Photo engravings 

Resilient flooring 

Self-service storage facility (mini-storage) 
Silks 

Soaps 

Sugar 


Tires, bulk storage of Tobacco, cigars, cigarettes and 
snuff 


Upholstery and mattresses 
Wax candles 


[BG] Aircraft hangars. Aircraft hangars used for 
storage or repair shall comply with Section 412.3 of 
the California Building Code. 


[BG] Motor vehicle repair garages. Motor vehicle 
repair garages shall comply with Section 406.8 of the 
California Building Code. 
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[BG] Group S-2 low-hazard storage. Storage Group 
S-2 occupancies include, among others, buildings used 
for the storage of noncombustible materials such as 
products on wood pallets or in paper cartons with or 
without single thickness divisions; or in paper wrap- 
pings. Such products are permitted to have a negligible 
amount of plastic trim, such as knobs, handles or film 
wrapping. Storage uses shall include, but not be limited 
to, storage of the following: 


Asbestos 

Beverages up to and including 16-percent alcohol 
Cement in bags 

Chalk and crayons 

Dairy products in nonwaxed coated paper containers 
Dry cell batteries 

Electrical coils 

Electrical motors 

Empty cans 

Food products 

Foods in noncombustible containers 


Fresh fruits and vegetables in nonplastic trays or 
containers 


Frozen foods 

Glass 

Glass bottles, empty or filled with noncombustible 
liquids 

Gypsum board 

Inert pigments 

Ivory 

Meats 

Metal cabinets 

Metal desks with plastic tops and trim 

Metal parts 

Metals 

Mirrors 

Oil-filled and other types of distribution transformers 

Porcelain and pottery 

Public parking garages, open or enclosed 

Stoves 

Talc and soapstones 

Washers and dryers 


[BG] Public parking garages. Public parking 
garages shall comply with Section 406.4 of the Cali- 
fornia Building Code and the additional 
requirements of Section 406.5 of the California 
Building Code for open parking garages or Section 
406.6 of the California Building Code for enclosed 
parking garages. 


[BG] Combustible storage. High-piled stock or rack 
storage, or attic, under-floor and concealed spaces 
used for storage of combustible materials, shall be in 
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accordance with Section 413 of the California Build- 
ing Code. 


[BG] Accessory storage spaces. A room or space used 
for storage purposes that is accessory to another occu- 
pancy shall be classified as part of that occupancy. 


[BG] Group U, Miscellaneous. Buildings and structures 
of an accessory character and miscellaneous structures not 
classified in any specific occupancy shall be constructed, 
equipped and maintained to conform to the requirements of 
this code commensurate with the fire and life hazard inci- 
dental to their occupancy. Group U shall include, but not be 
limited to, the following: 


Agricultural buildings 

Aircraft hangar, accessory to a one- or two-family resi- 
dence (see Section 412.4 of the California Build- 
ing Code) 

Barns 

Carports 

Communication equipment structures with a gross floor 
area of less than 1,500 square feet (139 m’) 

Fences more than 7 feet (2134 mm) in height 

Grain silos, accessory to a residential occupancy 

Livestock shelters 

Private garages 

Retaining walls 

Sheds 

Stables 

Tanks 

Towers 

[BG] Private garages and carports, Private garages 


and carports shall comply with Section 406.3 of the 
California Building Code. 


[BG] Residential aircraft hangars. Aircraft hangars 
accessory to a one- or two-family residence shall comply 
with Section 412.4 of the California Building Code. 


[BG] Greenhouses. Greenhouses not classified as 
another occupancy shall be classified as Use Group U. 


[BG] OCCUPANT LOAD. The number of persons for 
which the means of egress of a building or portion thereof is 
designed. 


OPEN BURNING. The burning of materials wherein prod- 
ucts of combustion are emitted directly into the ambient air 
without passing through a stack or chimney from an enclosed 
chamber. Open burning does not include road flares, smudge- 
pots and similar devices associated with safety or occupational 
uses typically considered open flames, recreational fires or use 
of portable outdoor fireplaces. For the purpose of this defini- 
tion, a chamber shall be regarded as enclosed when, during the 
time combustion occurs, only apertures, ducts, stacks, flues or 
chimneys necessary to provide combustion air and permit the 
escape of exhaust gas are open. 


OPEN MALL. See “Covered mall building,” 
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OPEN MALL BUILDING. See “Covered mall building.” C 


[BG] OPEN PARKING GARAGE. A structure or portion 
of a structure with the openings as described in Section 
406.5.2 of the California Building Code on two or more 
sides that is used for the parking or storage of private motor 
vehicles as described in Section 406.5 of the California 
Building Code. 


OPEN SYSTEM. The use of a solid or liquid hazardous 
material involving a vessel or system that is continuously 
open to the atmosphere during normal operations and where 
vapors are liberated, or the product is exposed to the atmo- 
sphere during normal operations. Examples of open systems 
for solids and liquids include dispensing from or into open 
beakers or containers, dip tank and plating tank operations. 


OPEN-AIR ASSEMBLY SEATING. Seating served by 
means of egress that is not subject to smoke accumulation 
within or under a structure and is open to the atmosphere. 


[BE] OPEN-ENDED CORRIDOR. An interior corridor 
that is open on each end and connects to an exterior stairway 
or ramp at each end with no intervening doors or separation 
from the corridor. 


[BF] OPENING PROTECTIVE. A fire door assembly, fire 
shutter assembly, fire window assembly or glass-block 
assembly in a fire-resistance-rated wall or partition. 


OPERATING BUILDING. A_ building occupied in 
conjunction with the manufacture, transportation or use of 
explosive materials. Operating buildings are separated from 
one another with the use of intraplant or intraline distances. 


OPERATING LINE. A group of buildings, facilities or 
workstations so arranged as to permit performance of the 
steps in the manufacture of an explosive or in the loading, 
assembly, modification and maintenance of ammunition or 
devices containing explosive materials. 


OPERATING PRESSURE. The pressure at which a system 
operates. 


ORGANIC COATING. A liquid mixture of binders such as 
alkyd, nitrocellulose, acrylic or oil, and flammable and 
combustible solvents such as hydrocarbon, ester, ketone or 
alcohol, which, when spread in a thin film, convert to a dura- 
ble protective and decorative finish. 


ORGANIC PEROXIDE. An organic comipound that 
contains the bivalent -O-O- structure and which may be 
considered to be a structural derivative of hydrogen peroxide 
where one or both of the hydrogen atoms have been replaced 
by an organic radical. Organic peroxides can present an 
explosion hazard (detonation or deflagration) or they can be 
shock sensitive. They can also decompose into various 
unstable compounds over an extended period of time. 


Class I. Describes those formulations that are capable of 
deflagration but not detonation. 


Class II. Describes those formulations that burn very 
rapidly and that pose a moderate reactivity hazard. 


Class III. Describes those formulations that burn rapidly 
and that pose a moderate reactivity hazard. 
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Class IV. Describes those formulations that burn in the 
same manner as ordinary combustibles and that pose a 
minimal reactivity hazard. 


Class V. Describes those formulations that burn with less 
intensity than ordinary combustibles or do not sustain 
combustion and that pose no reactivity hazard. 


Unclassified detonable. Organic peroxides that are capa- 
ble of detonation. These peroxides pose an extremely high- 
explosion hazard through rapid explosive decomposition. 


OUTDOOR ASSEMBLY EVENT. An outdoor gathering 
of persons for any purpose. 


OUTDOOR CONTROL AREA. An outdoor area that 
contains hazardous materials in amounts not exceeding the 
maximum allowable quantities of Table 5003.1.1(3) or Table 
5003.1.1(4). 


OUTPATIENT CLINIC. See “Clinic, outpatient.” 


OVERCROWDING. A condition that exists when either 
there are more people in a building, structure or portion 
thereof than have been authorized or posted by the fire code 
official, or when the fire code official determines that a 
threat exists to the safety of the occupants due to persons 
sitting and/or standing in locations that may obstruct or 
impede the use of aisles, passages, corridors, stairways, exits 
or other components of the means of egress. 


[A] OWNER. Any person, agent, operator, entity, firm or 
corporation having any legal or equitable interest in the 
property; or recorded in the official records of the state, 
county or municipality as holding an interest or title to the 
property; or otherwise having possession or control of the 
property, including the guardian of the estate of any such 
person, and the executor or administrator of the estate of 
such person if ordered to take possession of real property by 
a court. 


OXIDIZER. A material that readily yields oxygen or other 
oxidizing gas, or that readily reacts to promote or initiate 
combustion of combustible materials and, if heated or 
contaminated, can result in vigorous self-sustained 
decomposition. 


Class 4. An oxidizer that can undergo an explosive reaction 
due to contamination or exposure to thermal or physical 
shock and that causes a severe increase in the burning rate 
of combustible materials with which it comes into contact. 
Additionally, the oxidizer causes a severe increase in the 
burning rate and can cause spontaneous ignition of 
combustibles. 


Class 3. An oxidizer that causes a severe increase in the 
burning rate of combustible materials with which it comes 
in contact. 
Class 2. An oxidizer that will cause a moderate increase in 
the burning rate of combustible materials with which it 
comes in contact. 
Class 1. An oxidizer that does not moderately increase the 
burning rate of combustible materials. 
OXIDIZING CRYOGENIC FLUID. An oxidizing gas in 
the cryogenic state. 
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OXIDIZING GAS, A gas that can support and accelerate 
combustion of other materials more than air does. 


OZONE-GAS GENERATOR. Equipment which causes 
the production of ozone. 


[BE] PANIC HARDWARE. A door-latching assembly 
incorporating a device that releases the latch upon the appli- 
cation of a force in the direction of egress travel. See also 
“Fire exit hardware.” 


PASSIVE RF EMITTING DEVICE. A device that does 
not require an external AC or DC source of power for its 
operation, and does not provide amplification of the RF 
signal, including but not limited to coax, couplers, splitters 
and passive antennas. 


PASS-THROUGH. An enclosure installed in a wall with a 
door on each side that allows chemicals, HPM, equipment, 
and parts to be transferred from one side of the wall to the 
other. 


[BG] PENTHOUSE. An enclosed, unoccupied rooftop 
structure used for sheltering mechanical and electrical equip- 
ment, tanks, elevators and related machinery, and vertical 
shaft openings. 


PERMANENT PORTABLE BUILDING. A portable build- 
ing that is used to serve or house students and is certified as 
a permanent building on a new public school campus by the 
public school administration shall comply with the require- 
ments of new campus buildings. 


PERMISSIBLE EXPOSURE LIMIT (PEL). The maxi- 
mum permitted 8-hour time-weighted-average concentration 
of an airborne contaminant. The exposure limits to be 
utilized are those published in DOL 29 CFR Part 1910.1000. 
The Recommended Exposure Limit (REL) concentrations 
published by the US National Institute for Occupational 
Safety and Health (NIOSH), Threshold Limit Value-Time 
Weighted Average (TLV-TWA) concentrations published 
by the American Conference of Governmental Industrial 
Hygienists (ACGIH), Workplace Environmental Exposure 
Level (WEEL) Guides published by the American Industrial 
Hygiene Association (AIHA), and other approved, consis- 
tent measures are allowed as surrogates for hazardous 
substances not listed in DOL 29 CFR Part 1910.1000. 


[A] PERMIT. An official document or certificate issued by 
the fire code official that authorizes performance of a speci- 
fied activity. 


[A] PERSON. An individual, heirs, executors, administra- 
tors or assigns, and also includes a firm, partnership or 
corporation, its or their successors or assigns, or the agent of 
any of the aforesaid. 


PERSONS WITH INTELLECTUAL DISABILITIES, 
PROFOUNDLY OR SEVERELY. Shall mean any persons 
with intellectual disabilities who is unable to evacuate a 
building unassisted during emergency conditions. 


Note: The determination as to such incapacity shall be 
made by the Director of the State Department of Public 
Health or his or her designated representative pursuant to 
Health and Safety Code Section 13131.3. 
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PESTICIDE. A substance or mixture of substances, includ- 
ing fungicides, intended for preventing, destroying, repelling 
or mitigating pests and substances or a mixture of substances 
intended for use as a plant regulator, defoliant or desiccant. 
Products defined as drugs in the Federal Food, Drug and 
Cosmetic Act are not pesticides. 


[BE] PHOTOLUMINESCENT. Having the property of 
emitting light that continues for a length of time after exci- 
tation by visible or invisible light has been removed. 


PHOTOVOLTAIC (PV) PANEL SYSTEM, GROUND- 
MOUNTED, An_ independent photovoltaic (PV) panel 
system without useable space underneath, installed directly 
on the ground. 


PHOTOVOLTAIC (PV) SUPPORT STRUCTURE, 
ELEVATED. An independent photovoltaic (PV) panel 
support structure designed with useable space underneath 
with minimum clear height of 7 feet 6 inches (2286 mm), 
intended for secondary use such as providing shade or park- 
ing of motor vehicles. 


PHYSICAL HAZARD. A chemical for which there is 
evidence that it is a combustible liquid, cryogenic fluid, 
explosive, flammable (solid, liquid or gas), organic peroxide 
(solid or liquid), oxidizer (solid or liquid), oxidizing gas, 
pyrophoric (solid, liquid or gas), unstable (reactive) material 
(solid, liquid or gas) or water-reactive material (solid or 
liquid). 


PHYSIOLOGICAL WARNING THRESHOLD. A 
concentration of airborne contaminants, normally expressed 
in parts per million (ppm) or milligrams per cubic meter 
(mg/m’), that represents the concentration at which persons 
can sense the presence of the contaminant due to odor, irrita- 
tion or other quick-acting physiological responses. When 
used in conjunction with the permissible exposure limit 
(PEL), the physiological warning threshold levels are those 
consistent with the classification system used to establish the 
PEL. See the definition of “Permissible exposure limit 
(PEL).” 


PIER. A structure built over the water, supported by pillars 
or piles, and used as a landing place, pleasure pavilion or 
similar purpose. 

PLACE OF RELIGIOUS WORSHIP. See “Religious 
worship, place of.” 


[M] PLENUM. An enclosed portion of the building struc- 
ture, other than an occupiable space being conditioned, that 
is designed to allow air movement and thereby serve as part 
of an air distribution system. 


PLOSOPHORIC MATERIAL. Two or more unmixed, 
commercially manufactured, prepackaged chemical 
substances including oxidizers, flammable liquids or solids, 
or similar substances that are not independently classified as 
explosives but which, when mixed or combined, form an 
explosive that is intended for blasting. 


PLYWOOD AND VENEER MILLS, Facilities where raw 
wood products are processed into finished wood products, 
including waferboard, oriented strandboard, fiberboard, 
composite wood panels and plywood. 
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PORTABLE GENERATOR. A mobile internal combus- 
tion engine-driven device that provides temporary electrical 
power. This includes hand portable, wheeled, trailer 
mounted, and motor vehicle-mounted generator sets. It does 
not include generators in permanent, fixed installations. 


PORTABLE OUTDOOR FIREPLACE. A portable, 
outdoor, solid-fuel-burning fireplace that may be 
constructed of steel, concrete, clay or other noncombustible 
material. A portable outdoor fireplace may be open in 
design, or may be equipped with a small hearth opening and 
a short chimney or chimney opening in the top. 


[BE] POWER-ASSISTED DOOR. Swinging door that 
opens by reduced pushing or pulling force on the door-oper- 
ating hardware. The door closes automatically after the 
pushing or pulling force is released, and functions with 
decreased forces. See also “Low energy power-operated 
door” and “Power-operated door.” 


POWERED INDUSTRIAL TRUCK. A forklift, tractor, 
platform lift truck or motorized hand truck powered by an 
electrical motor or internal combustion engine. Powered 
industrial trucks do not include farm vehicles or automotive 
vehicles for highway use. 


[BE] POWER-OPERATED DOOR. Swinging, sliding, or 
folding door that opens automatically when approached by a 
pedestrian or opens automatically upon an action by a pedes- 
trian. The door closes automatically and includes provisions 
such as presence sensors to prevent entrapment. See also 
“Low energy power-operated door” and “Power-assisted 
door.” 


PRESSURE VESSEL. A closed vessel designed to operate 
at pressures above 15 psig (103 kPa). 


PRIMARY CONTAINMENT. The first level of contain- 
ment, consisting of the inside portion of that container which 
comes into immediate contact on its inner surface with the 
material being contained. 


[BG] PRIVATE GARAGE. A building or portion of a 
building in which motor vehicles used by the owner or 
tenants of the building or buildings on the premises are 
stored or kept, without provisions for repairing or servicing 
such vehicles for profit. 


PROCESS TRANSFER. The transfer of flammable or 
combustible liquids between tank vehicles or tank cars and 
process operations. Process operations may include contain- 
ers, tanks, piping and equipment. 


PROPELLANT. The liquefied or compressed gas in an 
aerosol container that expels the contents from an aerosol 
container when the valve is actuated. A propellant is consid- 
ered flammable if it forms a flammable mixture with air, or 
if a flame is self-propagating in a mixture with air. 


PROTECTIVE SOCIAL CARE FACILITY. A facility 
housing persons, who are referred, placed or caused to be 
placed in the facility, by any governmental agency and for 
whom the services, or a portion thereof, are paid for by any 
governmental agency. These occupancies shall include, but 
are not limited to, those commonly referred to as “assisted 
living facilities,” “social rehabilitation facilities,” “certi- 
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fied family care homes,” “out-of-home placement 
facilities,” and “halfway houses.” 


PROXIMATE AUDIENCE. An audience closer to pyro- 
technic devices than allowed by NFPA 1123. 


[B] PSYCHIATRIC HOSPITALS. See “Hospitals and 
psychiatric hospitals.” : 


PUBLIC TRAFFIC ROUTE (PTR). Any public street, 
road, highway, navigable stream or passenger railroad that is 
used for through traffic by the general public. 


[A] PUBLIC WAY. A street, alley or other parcel of land 
open to the outside air leading to a street, that has been 
deeded, dedicated or otherwise permanently appropriated to 
the public for public use and which has a clear width and 
height of not less than 10 feet (3048 mm). 


[BE] PUBLIC-USE AREAS. Interior or exterior rooms or 
spaces that are made available to the general public. 


PUZZLE ROOM. A type of special amusement area in 
which occupants are encouraged to solve a challenge to 
escape from a room or series of rooms. 


PYROPHORIC. A chemical with an autoignition tempera- 
ture in air, at or below a temperature of 130°F (54°C). 


PYROTECHNIC ARTICLE. A pyrotechnic device for use 
in the entertainment industry, which is not classified as 
fireworks. 


PYROTECHNIC COMPOSITION. A chemical mixture 
that-produces visible light displays or sounds through a self- 
propagating, heat-releasing chemical reaction which is initi- 
ated by ignition. 

PYROTECHNIC SPECIAL EFFECT. A visible or audi- 
ble effect for entertainment created through the use of 
pyrotechnic materials and devices. 


PYROTECHNIC SPECIAL-EFFECT MATERIAL. A 
chemical mixture used in the entertainment industry to 
produce visible or audible effects by combustion, deflagra- 
tion or detonation. Such a chemical mixture predominantly 
consists of solids capable of producing a controlled, self- 
sustaining and self-contained exothermic chemical reaction 
that results in heat, gas sound, light or a combination of these 
effects. The chemical reaction functions without external 
oxygen. 


PYROTECHNICS. Controlled exothermic chemical reac- 
tions timed to create the effects of heat, hot gas, sound, 
dispersion of aerosols, emission of visible light or a combi- 
nation of such effects to achieve the maximum effect from 
the least volume of pyrotechnic composition. 


QUANTITY-DISTANCE (Q-D). The quantity of explosive 
material and separation distance relationships providing 
protection. These relationships are based on levels of risk 
considered acceptable for the stipulated exposures and are 
tabulated in the appropriate Q-D tables. The separation 
distances specified afford less than absolute safety: 


Inhabited building distance (IBD). The minimum separa- 
tion distance between an operating building or magazine 
containing explosive materials and an inhabited building or 
site boundary. 
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Intermagazine distance (IMD). The minimum separation 
distance between magazines. 


Intraline distance (ILD) or Intraplant distance (IPD). 
The distance to be maintained between any two operating 
buildings on an explosives manufacturing site when at least 
one contains or is designed to contain explosives, or the 
distance between a magazine and an operating building. 


RADIO FREQUENCY (RF). A measurement representing 
the oscillation rate of the electromagnetic radiation spec- 
trum, or electromagnetic radio waves, from public safety 
frequency bands as specified by the fire code official. 


RAILWAY. A steam, electric or other railroad or railway 
that carriers passengers for hire. Also see Chapter 56 for 
“railway” as it relates to explosives. 


[BE] RAMP. A walking surface that has a running slope 
steeper than 1 unit vertical in 20 units horizontal (5-percent 
slope). 


RAMP, EXIT ACCESS. See “Exit access ramp.” 
RAMP, EXTERIOR EXIT. See “Exterior exit ramp.” 
RAMP, INTERIOR EXIT. See “Interior exit ramp.” 


RAW PRODUCT. A mixture of natural materials such as 
tree, brush trimmings, or waste logs and stumps. 


[M] READY ACCESS (TO). That which enables a device, 
appliance or equipment to be directly reached, without 
requiring the removal or movement of any panel or similar 
obstruction [see “Access (to)’]. 


READY BOX. A weather-resistant container with a self- 
closing or automatic-closing cover that protects fireworks 
shells from burning debris. Tarpaulins shall not be consid- 
ered as ready boxes. 


[A] RECORD DRAWINGS. Drawings (“as builts”) that 
document the location of all devices, appliances, wiring, 
sequences, wiring methods and connections of the compo- 
nents of a fire alarm system as installed. 


RECREATIONAL FIRE. An outdoor fire burning materi- 
als other than rubbish where the fuel being burned is not 
contained in an incinerator, outdoor fireplace, portable 
outdoor fireplace, barbeque grill or barbeque pit and has a 
total fuel area of 3 feet (914 mm) or less in diameter and 2 
feet (610 mm) or less in height for pleasure, religious, cere- 
monial, cooking, warmth or similar purposes. 


REDUCED FLOW VALVE. A valve equipped with a 
restricted flow orifice and inserted into a compressed gas 
cylinder, portable tank or stationary tank that is designed to 
reduce the maximum flow from the valve under full-flow 
conditions. The maximum flow rate from the valve is deter- 
mined with the valve allowed to flow to atmosphere with no 
other piping or fittings attached. 


REFINERY. A plant in which flammable or combustible 
liquids are produced on a commercial scale from crude 
petroleum, natural gasoline or other hydrocarbon sources. 


REFRIGERANT. The fluid used for heat transfer in a 
refrigeration system; the refrigerant absorbs heat and trans- 
fers it at a higher temperature and a higher pressure, usually 
with a change of state. 


DEFINITIONS 


[M] REFRIGERATING (REFRIGERATION) SYSTEM. 
A combination of interconnected refrigerant-containing parts 
constituting one closed refrigerant circuit in which a refriger- 
ant is circulated for the purpose of extracting heat. 


[A] REGISTERED DESIGN PROFESSIONAL. An 
architect or engineer, registered or licensed to practice 
professional architecture or engineering, as defined by the 
statutory requirements of the professional registration laws 
of the state in which the project is to be constructed. 


[BG] RELIGIOUS WORSHIP, PLACE OF. A building or 
portion thereof intended for the performance of religious 
services. 


RELOCATABLE BUILDING (PUBLIC SCHOOL). Any 
building with an integral floor structure which is capable of 
being readily moved. (See Education Code Section 17350.) 
Relocatable buildings that are to be placed on substandard 
foundations not complying with the requirements of Part 2, 
Title 24, C.C.R., require a statement from the school district 
stating that the durability requirements for those founda- 
tions may be waived and acknowledging the temporary 
nature of the foundations. 


RELOCATABLE POWER TAP. A relocatable electrical 
enclosure that provides one or more receptacle outlets and 
that is provided with an attached power supply cord and 
attachment plug for connection to a permanently installed 
receptacle outlet (also called a “multiplug adaptor”). 


REMOTE EMERGENCY SHUTOFF DEVICE. The 
combination of an operator-carried signaling device and a 
mechanism on the tank vehicle. Activation of the remote 
emergency shutoff device sends a signal to the tanker- 
mounted mechanism and causes fuel flow to cease. 


REMOTE SOLVENT RESERVOIR. A liquid solvent 
container enclosed against evaporative losses to the atmo- 
sphere during periods when the container is not being 
utilized, except for a solvent return opening not larger than 
16 square inches (10 322 mm?). Such return allows pump- 
cycled used solvent to drain back into the reservoir from a 
separate solvent sink or work area. 


REMOTELY LOCATED, MANUALLY ACTIVATED 
SHUTDOWN CONTROL. A control system that is 
designed to initiate shutdown of the flow of gases or liquids 
that is manually activated from a point located some distance 
from the delivery system. 


REPAIR GARAGE. A _ building, structure or portion 
thereof used for servicing or repairing motor vehicles. 


RESIDENTIAL CARE FACILITY FOR THE CHRON- 
ICALLY ILL (RCF/CI). As termed, means a housing 
arrangement with a maximum capacity of 25 residents that 
provides a range of services to residents who have chronic, 
life-threatening illnesses. 


RESIDENTIAL CARE FACILITY FOR THE ELDERLY 
(RCFE). As defined in Health and Safety Code Section 
$1569.2, shall mean a facility with a housing arrangement 
chosen voluntarily by persons 60 years of age or over, or 
their authorized representative, where varying levels and 
intensities of care and supervision, protective supervision or 
personal care are provided, based on their varying needs, as 
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determined in order to be admitted and to remain.in the facil- 
ity. Persons under 60 years of age with compatible needs, as 
determined by the Department of Social Services in regula- 
tions, may be allowed to be admitted or retained in a 
residential-care facility for the elderly. 


Pursuant to Health and Safety Code Section §13133, reg- 
ulations of the State Fire Marshal pertaining to Group R- 
2.1 occupancies classified as Residential Facilities (RF) 
and Residential-care Facilities for the Elderly (RCFE) shall 
apply uniformly throughout the state and no city, county, 
city and county, including a charter city or charter county, 
or fire protection district shall adopt or enforce any ordi- 
nance or local rule or regulation relating to fire and panic 
safety which is in consistent with these regulations. A city, 
county, city and county, including a charter city or charter 
county may pursuant to Health and Safety Code Section 
§13143.5, or a fire protection district may pursuant to 
Health and Safety Code Section $13869.7, adopt standards 
more stringent than those adopted by the state fire marshal 
that are reasonably necessary to accommodate local cli- 
mate, geological or topographical conditions relating to 
roof coverings for Residential-care Facilities for the 
Elderly. 


RESIDENTIAL FACILITY (RF). As defined in Section 
$1502 of the Health and Safety Code, shall mean any family 
home, group care facility or similar facility determined by 
the director of Social Services, for 24-hour nonmedical care 
of persons in need of personal services, supervision or assis- 
tance essential for sustaining the activities of daily living or 
for the protection of the individual. Such facilities include 
small family homes and social rehabilitation facilities. 


Pursuant to Health and Safety Code Section §13133, 
regulations of the state fire marshal pertaining to Group R, 
Division 2 Occupancies classified as Residential Facilities 
(RF) and Residential-care Facilities for the Elderly (RCFE) 
shall apply uniformly throughout the state and no city, 
county, city and county, including a charter city or charter 
county or fire protection district shall adopt or enforce any 
ordinance or local rule or regulation relating to fire and 
panic safety which is in consistent with these regulations. A 
city, county, city and county, including a charter city or 
charter county may pursuant to Health and Safety Code 
Section $13143.5, or a fire protection district may pursuant 
to Health and Safety Code Section $13869.7, adopt stan- 
dards more stringent than those adopted by the state fire 
marshal that are reasonably necessary to accommodate 
local climate, geological or topographical conditions relat- 
ing to roof coverings for Residential-care Facilities for the 
Elderly. 


RESIN APPLICATION AREA. An area where reinforced 


plastics are used to manufacture products by hand lay-up or 
spray-fabrication methods. 


RESPONSIBLE PERSON. A person trained in the safety 
and fire safety considerations concerned with hot work. 
Responsible for reviewing the sites prior to issuing permits 
as part of the hot work permit program and following up as 
the job progresses. 
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RETAIL DISPLAY AREA. The area of a Group M occu- 
pancy open for the purpose of viewing or purchasing 
merchandise offered for sale. Individuals in such establish- 
ments are free to circulate among the items offered for sale 
which are typically displayed on shelves, racks or the floor. 


RESTRAINT. [SFM]. The physical retention of a person 
within a room, cell or cell block, holding cells, temporary 
holding cell, rooms or area, holding facility, secure inter- 
view rooms, courthouse holding facilities, courtroom docks 
or similar buildings or portions thereof by any means, or 
within the exterior walls of a building by means of locked 
doors inoperable by the person restrained. Restraint shall 
also mean the physical binding, strapping or similar restric- 
tion of any person in a chair, walker, bed or other 
contrivance for the purpose of deliberately restricting the 
free movement of ambulatory persons. 


Restraint shall not be construed to include nonambulatory 
persons nor shall it include the use of bandage material, strip 
sheeting or other fabrics or materials (soft ties) used to 
restrain persons in hospital-type beds or wheelchairs to pre- 
vent injury, provided an approved method of quick release is 
maintained. 


Facilities employing the use of soft ties, however, shall be 
classified as a building used to house nonambulatory per- 
sons. Restraint shall not be practiced in licensed facilities 
classified as Group R-2.1, R-3.1 and R-4 occupancies 
unless constructed as a Group I-3 occupancy. For Group I- 
3 Occupancies see California Building Code Section 
408.1.1. 


ROADSIDE HYDROGEN’ SERVICE VEHICLES. 
Approved vehicles used for dispensing of compressed 
gaseous hydrogen at partial pressure into the fuel tanks of 
hydrogen-fueled vehicles from on-board hydrogen supply 
tanks. 


ROLL COATING. The process of coating, spreading and 
impregnating fabrics, paper or other materials as they are 
passed directly through a tank or trough containing flamma- 
ble or combustible liquids, or over the surface of a roller 
revolving partially submerged in a flammable or combusti- 
ble liquid. 


RUBBISH (TRASH). Combustible and noncombustible 
waste materials, including residue from the burning of coal, 
wood, coke or other combustible material, paper, rags, 
cartons, tin cans, metals, mineral matter, glass crockery, dust 
and discarded refrigerators, and heating, cooking or inciner- 
ator-type appliances. 


SAFETY CAN. An approved container of not more than 5- 
gallon (19 L) capacity having a spring-closing lid and spout 
cover so designed that it will relieve internal pressure when 
subjected to fire exposure. 


SAFETY DATA SHEET (SDS). Information concerning a 
hazardous material which is prepared in accordance with 
the provisions of DOL 29 CFR Part 1910.1200 or in accor- 
dance with the provisions of a federally approved state 
OSHA plan. A document titled as a Material Safety Data 
Sheet (MSDS) is equivalent to an SDS for the purposes of 
this code. 
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[BE] SCISSOR STAIRWAY. Two interlocking stairways 
providing two separate paths of egress located within one 
exit enclosure. 


SECONDARY CONTAINMENT. That level of contain- 
ment that is external to and separate from primary 
containment. 


SECURE INTERVIEW ROOM. A lockable room used to 
hold and interview detainees for further processing. 


SEED COTTON. See “Cotton.” 


SEGREGATED. Storage in the same room or inside area, 
but physically separated by distance from incompatible 
materials. 


[BF] SELF-CLOSING. As applied to a fire door or other 
opening, means equipped with an approved device that will 
ensure closing after having been opened. 


[BE] SELF-LUMINOUS. Illuminated by a self-contained 
power source, other than batteries, and operated inde- 
pendently of external power sources. 


SELF-PRESERVATION, INCAPABLE OF. See “Inca- 
pable of self-preservation.” 


SELF-SERVICE MOTOR FUEL-DISPENSING 
FACILITY. That portion of motor fuel-dispensing facility 
where liquid motor fuels are dispensed from fixed approved 
dispensing equipment into the fuel tanks of motor vehicles 
by persons other than a motor fuel-dispensing facility 
attendant. 


SEMICONDUCTOR FABRICATION FACILITY. A 
building or a portion of a building in which electrical circuits 
or devices are created on solid crystalline substances having 
electrical conductivity greater than insulators but less than 
conductors. These circuits or devices are commonly known 
as semiconductors. 


SERVICE CORRIDOR. A fully enclosed passage used for 
transporting HPM and purposes other than required means of 
egress. 


SHELF STORAGE. Storage on shelves less than 30 inches 
(762 mm) deep with the distance between shelves not 
exceeding 3 feet (914 mm) vertically. For other shelving 
arrangements, see the requirements for rack storage. 


SINGLE-STATION SMOKE ALARM. An assembly 
incorporating the detector, the control equipment and the 
alarm-sounding device in one unit, operated from a power 
supply either in the unit or obtained at the point of 
installation. 


[BG] SITE. A parcel of land bounded by a lot line or a desig- 
nated portion of a public right-of-way. 

SITE SAFETY PLAN. A plan developed to establish a fire 
prevention program at a construction site. 


[BG] SITE-FABRICATED STRETCH SYSTEM. A 
system, fabricated on site and intended for acoustical, tack- 
able or aesthetic purposes, that is composed of three 
elements: 


1. A frame constructed of plastic, wood, metal or other 
material used to hold fabric in place. 


2-41 


DEFINITIONS 


2. A core material (infill, with the correct properties for 
the application). 


3. An outside layer, comprised of a textile, fabric or vinyl, 
that is stretched taut and held in place by tension or 
mechanical fasteners via the frame. 


SKY LANTERN. An unmanned device with a fuel source 
that incorporates an open flame in order to make the device 
airborne. 


[BG] SLEEPING UNIT. A single unit providing rooms or 
spaces for one or more persons that includes permanent 
provisions for sleeping and can include provisions for living, 
eating and either sanitation or kitchen facilities but not both. 
Such rooms and spaces that are also part of a dwelling unit 
are not sleeping units. 


SMALL ARMS AMMUNITION. California Code of 
Regulations, Title 19, Division 1, §1559.19 (a) Small arms 
ammunition] 


§1559.19 (a) Small arms ammunition shall mean ammuni- 
tion of 75 caliber or less when designated as a Division 1.4 
explosive by the US DOTn which includes a shotgun, rifle or 
pistol cartridge and any cartridge for propellant-actuated 
devices. 


SMALL ARMS PRIMERS. Small percussion-sensitive 
explosive charges, encased in a cap, used to ignite propellant 
powder. 


SMALL MANAGEMENT YARD. An exterior exercise yard 
within a Group I-3 prison used for inmate exercise for a 
maximum of 2 hours per day, constructed in accordance with 
California Building Code Section 408.15. 


SMOKE ALARM. A single- or multiple-station alarm 
responsive to smoke. See also “Single-station smoke alarm” 
and “Multiple-station smoke alarm.” 


[BF] SMOKE BARRIER. A continuous membrane, either 
vertical or horizontal, such as a wall, floor, or ceiling assem- 
bly, that is designed and constructed to restrict the movement 
of smoke. 


[BG] SMOKE COMPARTMENT. A space within a build- 
ing separated from other interior areas of the building by 
smoke barriers, including interior walls and horizontal 
assemblies. 


[BF] SMOKE DAMPER. A listed device installed in ducts 
and air transfer openings designed to resist the passage of 
smoke. The device is installed to operate automatically, 
controlled by a smoke detection system, and where required, 
is capable of being positioned from a fire command center. 


SMOKE DETECTOR. A listed device that senses visible 
or invisible particles of combustion. 


SMOKE PARTITION. A wall assembly that extends from 
the top of the foundation or floor below to the underside of 
the floor or roof sheathing, deck or slab above or to the 
underside of the ceiling above where the ceiling membrane 
is constructed to limit the transfer of smoke. 


[BG] SMOKE-DEVELOPED INDEX. A comparative 
measure, expressed as a dimensionless number, derived from 
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measurements of smoke obscuration versus time for a mate- 
rial tested in accordance with ASTM E84. 


SMOKELESS PROPELLANTS. Solid propellants, 
commonly referred to as smokeless powders, used in small 
arms ammunition, cannons, rockets, propellant-actuated 
devices and similar articles. 


[BF] SMOKEPROOF ENCLOSURE. An interior exit 
stairway designed and constructed so that the movement of 
the products of combustion produced by a fire occurring in 
any part of the building into the enclosure is limited. 


[BE] SMOKE-PROTECTED ASSEMBLY SEATING. 
Seating served by means of egress that is not subject to 
smoke accumulation within or under a structure for a speci- 
fied design time by means of passive design or by 
mechanical ventilation. 


SOLID. A material that has a melting point and decomposes 
or sublimes at a temperature greater than 68°F (20°C). 


SOLID BIOFUEL. Densified biomass made in the form of 
cubiform, polyhedral, polyhydric or cylindrical units, 
produced by compressing milled biomass. 


SOLID BIOMASS FEEDSTOCK. The basic materials of 
which solid biofuel is composed, manufactured or made. 


SOLID SHELVING. Shelving that is solid, slatted or of 
other construction located in racks and which obstructs 
sprinkler discharge down into the racks. 


SOLVENT DISTILLATION UNIT. An appliance that 
receives contaminated flammable or combustible liquids and 
which distills the contents to remove contaminants and 
recover the solvents. 


SOLVENT OR LIQUID CLASSIFICATIONS. A method 
for classifying solvents or liquids according to the following 
classes: 


Class I solvents. Liquids having a flash point below 100°F 
(38°C). 

Class II solvents. Liquids having a flash point at or above 
100°F (38°C) and below 140°F (60°C). 


Class IIIA solvents. Liquids having a flash point at or 
above 140°F (60°C) and below 200°F (93°C). 


Class IIIB solvents. Liquids having a flash point at or 
above 200°F (93°C). 


Class IV solvents. Liquids classified as nonflammable. 


SPECIAL AMUSEMENT AREA. A special amusement 
area is any temporary or permanent building or portion 
thereof that is occupied for amusement, entertainment or 
educational purposes and is arranged in a manner that: 


1. Makes the means of egress path not readily apparent 
due to visual and audio distractions, or 


2. Intentionally confounds identification of the means of 
egress path, or 


3. Otherwise makes the means of egress path not readily 
available because of the nature of the attraction or 
mode of conveyance through the special amusement 
area, building, structure or portion thereof. 
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[A] SPECIAL EXPERT. An individual who has demon- 
strated qualifications in a specific area, outside the practice 
of architecture or engineering, through education, training 
and experience. 


SPECIAL INDUSTRIAL EXPLOSIVE DEVICE. An 
explosive power pack containing an explosive charge in the 
form of a cartridge or construction device. The term includes 
but is not limited to explosive rivets, explosive bolts, explo- 
sive charges for driving pins or studs, cartridges for 
explosive-actuated power tools and charges of explosives 
used in automotive air bag inflators, jet tapping of open 
hearth furnaces and jet perforation of oil well casings. 


SPRAY BOOTH. A mechanically ventilated appliance of 
varying dimensions and construction provided to enclose or 
accommodate a spraying operation and to confine and limit 
the escape of spray vapor and residue and to exhaust it 
safely. 


SPRAY ROOM. A room designed to accommodate spray- 
ing operations, constructed in accordance with the 
California Building Code. 


SPRAYING SPACE. An area in which dangerous quanti- 
ties of flammable vapors or combustible residues, dusts or 
deposits are present due to the operation of spraying 
processes. The fire code official is authorized to define the 
limits of the spraying space in any specific case. 


[BE] STAIR. A change in elevation, consisting of one or 
more risers. 


[BE] STAIRWAY. One or more flights of stairs, either exte- 
rior or interior, with the necessary landings and platforms 
connecting them, to form a continuous and uninterrupted 
passage from one level to another. 


STAIRWAY, EXIT ACCESS. See “Exit access stairway.” 


STAIRWAY, EXTERIOR EXIT. See “Exterior exit 
stairway.” 


STAIRWAY, 
stairway.” 


STAIRWAY, SCISSOR. See “Scissor stairway.” 


[BE] STAIRWAY, SPIRAL. A stairway having a closed 
circular form in its plan view with uniform section-shaped 
treads attached to and radiating from a minimum-diameter 
supporting column. 


STANDBY POWER SYSTEM. A source of automatic 
electric power of a required capacity and duration to operate 
required building, hazardous materials or ventilation 
systems in the event of a failure of the primary power. 
Standby power systems are required for electrical loads 
where interruption of the primary power could create 
hazards or hamper rescue or fire-fighting operations. 


STANDPIPE, TYPES OF. Standpipe types are as follows: 


Automatic dry. A dry standpipe system, normally filled 
with pressurized air, that is arranged through the use of a 
device, such as a dry pipe valve, to admit water into the 
system piping automatically upon the opening of a hose 
valve. The water supply for an automatic dry standpipe 
system shall be capable of supplying the system demand. 


INTERIOR EXIT. See “Interior exit 
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Automatic wet. A wet standpipe system that has a water 
supply that is capable of supplying the system demand 
automatically. 


Manual dry. A dry standpipe system that does not have a 
permanent water supply attached to the system. Manual dry 
standpipe systems require water from a fire department 
pumper to be pumped into the system through the fire 
department connection in order to supply the system 
demand. 


Manual wet. A wet standpipe system connected to a water 
supply for the purpose of maintaining water within the 
system but which does not have a water supply capable of 
delivering the system demand attached to the system. 
Manual wet standpipe systems require water from a fire 
department pumper (or the like) to be pumped into the 
system in order to supply the system demand. 


Semiautomatic dry. A dry standpipe system that is 
arranged through the use of a device, such as a deluge 
valve, to admit water into the system piping upon activa- 
tion of a remote control device located at a hose 
connection. A remote control activation device shall be 
provided at each hose connection. The water supply for a 
semiautomatic dry standpipe system shall be capable of 
supplying the system demand. 


STANDPIPE SYSTEM, CLASSES OF. Standpipe system 
classes are as follows: 


Class I system. A system providing 2'/,-inch (64 mm) hose 
connections to supply water for use by fire departments and 
those trained in handling heavy fire streams. 


Class II system. A system providing 1'/,-inch (38 mm) 
hose stations to supply water for use primarily by the build- 
ing occupants or by the fire department during initial 
response. 


Class III system. A system providing 1'/,-inch (38 mm) 
hose stations to supply water for use by building occupants 
and 2'/,-inch (64 mm) hose connections to supply a larger 
volume of water for use by fire departments and those 
trained in handling heavy fire streams. 


STATE-OWNED/LEASED BUILDING. A building or 
portion of a building that is owned, leased or rented by the 
state. State-leased buildings shall include all required exits 
to a public way serving such leased area or space. Portions 
of state- leased buildings that are not leased or rented by the 
state shall not be included within the scope of this section 
unless such portions present an exposure hazard to the state- 
leased area or space. 


STATIC PILES. Piles in which processed wood product or 
solid biomass feedstock is mounded and is not being turned 
or moved. 


STEEL. Hot- or cold-rolled as defined by the California 
Building Code. 


STORAGE, HAZARDOUS MATERIALS. The keeping, 
retention or leaving of hazardous materials in closed contain- 
ers, tanks, cylinders, or similar vessels; or vessels supplying 
operations through closed connections to the vessel. 
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[BG] STORY. That portion of a building included between 
the upper surface of a floor and the upper surface of the floor 
or roof next above (see “Basement,” “Building height,” 
“Grade plane” and “Mezzanine”). A story is measured as the 
vertical distance from top to top of two successive tiers of 
beams or finished floor surfaces and, for the topmost story, 
from the top of the floor finish to the top of the ceiling joists 
or, where there is not a ceiling, to the top of the roof rafters. 


[BG] STORY ABOVE GRADE PLANE. Any story having 
its finished floor surface entirely above grade plane, or in 
which the finished surface of the floor next above is: 


1. More than 6 feet (1829 mm) above grade plane; or 


2. More than 12 feet (3658 mm) above the finished 
ground level at any point. 


SUBORDINATE (FIRE PROTECTION AND LIFE 
SAFETY SYSTEM). A system that is activated by another 
fire protection or life safety system. For example, where a 
fire alarm system activates a smoke removal or elevator 
recall system, the smoke removal or elevator recall system is 
considered to be “subordinate” to the fire alarm system. 


SUPERVISING STATION. A facility that receives signals 
and at which personnel are in attendance at all times to 
respond to these signals. 


SUPERVISORY SERVICE. The service required to moni- 
tor performance of guard tours and the operative condition of 
fire protection systems or other systems for the protection of 
life and property. 


SUPERVISORY SIGNAL. A signal indicating the need of 
action in connection with the supervision of guard tours, the 
fire protection systems or equipment, or the maintenance 
features of related systems. 


SUPERVISORY SIGNAL-INITIATING DEVICE. An 
initiating device such as a valve supervisory switch, water 
level indicator, or low-air pressure switch on a dry-pipe 
sprinkler system whose change of state signals an off-normal 
condition and its restoration to normal of a fire protection or 
life safety system; or a need for action in connection with 
guard tours, fire protection systems or equipment, or mainte- 
nance features of related systems. 


SYSTEM. An assembly of equipment consisting of a tank, 
container or containers, appurtenances, pumps, compressors 
and connecting piping. 

TANK. A vessel containing more than 60 gallons (227 L). 
TANK, ATMOSPHERIC. A storage tank designed to oper- 
ate at pressures from atmospheric through 1.0 pound per 


square inch gauge (760 mm Hg through 812 mm Hg) 
measured at the top of the tank. 


TANK, MOTOR VEHICLE FUEL. A tank permanently 
mounted on a motor vehicle to store a gas or liquid fuel that 
is used for propulsion. 


TANK, PORTABLE. A packaging of more than 60-gallon 
(227 L) capacity and designed primarily to be loaded into or 
on or temporarily attached to a transport vehicle or ship and 
equipped with skids, mountings or accessories to facilitate 
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include any cylinder having less than a 1,000-pound (454 kg) 
water capacity, cargo tank, tank car tank or trailers carrying 
cylinders of more than 1,000-pound (454 kg) water capacity. 


TANK, PRIMARY. A listed atmospheric tank used to store 
liquid. See “Primary containment.” 


TANK, PROTECTED ABOVE GROUND. A tank listed 
in accordance with UL 2085 consisting of a primary tank 
provided with protection from physical damage and fire- 
resistive protection from a high-intensity liquid pool fire 
exposure. The tank may provide protection elements as a 
unit or may be an assembly of components, or a combination 
thereof. 


TANK, STATIONARY. Packaging designed primarily for 
stationary installations not intended for loading, unloading 
or attachment to a transport vehicle as part of its normal 
operation in the process of use. It does not include cylinders 
having less than a 1,000-pound (454 kg) water capacity. 


TANK IN AN UNDERGROUND AREA. A tank located in 
a structure that is at least 10 percent below the ground 
surface, including, but not limited to, a basement, cellar, 
shaft, pit or vault. 


Note: A tank in an underground area shall have the same 
meaning as defined in Health and Safety Code Section 
25270.2(0)(1) for the applications specified in Sections 
2306.6.2.7, 5703.4.1 and 5703.6.2.2 of this code. 


Exceptions: 


1, A pressure vessel or boiler that is subject to Labor 
Code, Division 5, Part 6 (commencing with Section 
7620). . 


2. A tank containing hazardous waste or extremely 
hazardous waste, as respectively defined in Health 
and Safety Code Sections 25117 and 25115, if the 
Department of Toxic Substances Control has issued 
the person owning or operating the tank a hazard- 
ous waste facilities permit for the tank. 


3. An aboveground oil production tank that is subject 
to Public Resources Code Section 3106. 


4. Oil-filled electrical equipment, including but not 
limited to transformers, circuit breakers or capaci- 
tors, if the oil-filled electrical equipment meets 
either of the following conditions: 


4.1. The equipment contains less than 10,000 gal- 
lons of dielectric fluid. 


The equipment contains 10,000 gallons or more 
of dielectric fluid with polychlorinated biphenyl 
levels less than 50 parts per million, appropri- 
ate containment or diversionary structures or 
equipment are employed to prevent discharged 
oil from reaching a navigable water course, 
and the electrical equipment is visually 
inspected in accordance with the usual routine 
maintenance procedures of the owner or opera- 
tor. 


4.2. 
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handling of the tank by mechanical means..It does not |( 


5. A tank regulated as an underground storage tank 
under Health and Safety Code Division 20, Chapter 
6.7 (commencing with Section 25280) and the Cali- 
fornia Code of Regulations, Title 23, Division 3, 
Chapter 16 (commencing with Section 2610) and 
that does not meet the definition of a tank in an 
underground area. ; 


6. A transportation-related tank facility, subject to the 
authority and control of the United States Depart- 
ment of Transportation, as defined in the Memoran- 
dum of Understanding between the Secretary of 
Transportation and the Administrator of the United 
States Environmental Protection Agency, as set 
forth in the Code of Federal Regulations, Title 40, 
Chapter I, Subchapter D, Part 112 (commencing 
with Section 112.1). 


7. A tank or tank facility located on and operated by a 
farm that is exempt from the federal spill, preven- 
tion, control and countermeasure rule requirements 
pursuant to the Code of Federal Regulations, Title 
40, Chapter I, Subchapter D, Part 112 (commencing 
with Section 112.1). 


TANK VEHICLE. A vehicle other than a railroad tank car 
or boat, with a cargo tank mounted thereon or built as an inte- 
gral part thereof, used for the transportation of flammable or 
combustible liquids, LP-gas or hazardous chemicals. Tank 
vehicles include self-propelled vehicles and full trailers and 
semitrailers, with or without motive power, and carrying part 
or all of the load. 


TEMPORARY HOLDING CELL, ROOM or AREA [BSCC 
and SFM]. Temporary Holding cell, room or area shall 
mean a room for temporary holding of inmates, detainees or 
in-custody individuals for less than 24 hours. 


TEMPORARY HOLDING FACILITY [SFM]. A building 
or portion of a building, operated by law enforcement 
personnel, with one or more temporary holding cells or 
rooms. 


TEMPORARY SPECIAL EVENT STRUCTURE. Any 
temporary ground-supported structure, platform, stage, stage 
scaffolding or rigging, canopy, tower supporting audio or 
visual effects equipment or similar structures not regulated 
within the scope of the California Building Code, 


TENABLE ENVIRONMENT [SFM]. Tenable environment 
shall mean an environment in which the products of combus- 
tion, toxic gases, smoke and heat are limited or otherwise 
restricted to maintain the impact on occupants to a level that 
is not life threatening. 


TENT. A structure, enclosure, umbrella structure or shelter, 
with or without sidewalls or drops, constructed of fabric or 
pliable material supported in any manner except by air or the 
contents it protects (see “Umbrella structure’). 
[California Code of Regulations, Title 19, Division 1, 
§310.(a) through (c)] Definitions. 
(a) Tent. A shelter, structure or enclosure made of fabric 
or similar pliable material. 
(b) Large tent. A tent designed for use by 10 or more people. 
(c) Small tent. A tent designed for use by less than 10 people. 
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TERMINALLY ILL. As termed for an individual, means the 
individual has a life expectancy of six months or less as 
stated in writing by his or her attending physician and 
surgeon. 


THEFT RESISTANT. Construction designed to deter ille- 
gal entry into facilities for the storage of explosive materials. 


[BF] THROUGH-PENETRATION FIRESTOP SYSTEM. 
An assemblage consisting of a fire-resistance-rated floor, 
floor-ceiling or wall assembly, one or more penetrating items 
passing through the breaches in both sides of the assembly and 
the materials or devices, or both, installed to resist the spread 
of fire through the assembly for a prescribed period of time. 


TIMBER AND LUMBER PRODUCTION FACILI- 
TIES. Facilities where raw wood products are processed into 
finished wood products. 


TIRES, BULK STORAGE OF. Storage of tires where the 
area available for storage exceeds 20,000 cubic feet (566 
m>). 
TODDLER. Any child between 18 months and 36 months of 
age. 


TOOL. A device, storage container, workstation or process 
machine used in a fabrication area. 


TORCH-APPLIED ROOF SYSTEM. Bituminous roofing 
systems using membranes that are adhered by heating with a 
torch and melting asphalt back coating instead of mopping 
hot asphalt for adhesion. 


[A] TOWNHOUSE. A single-family dwelling unit 
constructed in a group of three or more attached units in 
which each unit extends from the foundation to roof and with 
open space on not less than two sides. 


TOXIC. A chemical falling within any of the following 
categories: 


1. A chemical that has a median lethal dose (LD,,) of 
more than 50 milligrams per kilogram, but not more 
than 500 milligrams per kilogram of body weight when 
administered orally to albino rats weighing between 
200 and 300 grams each. 


2. A chemical that has a median lethal dose (LD,,.) of 
more than 200 milligrams per kilogram but not more 
than 1,000 milligrams per kilogram of body weight 
when administered by continuous contact for 24 hours 
(or less if death occurs within 24 hours) with the bare 
skin of albino rabbits weighing between 2 and 3 kilo- 
grams each, 


3. A chemical that has a median lethal concentration 
(LC,,) in air of more than 200 parts per million but not 
more than 2,000 parts per million by volume of gas or 
vapor, or more than 2 milligrams per liter but not more 
than 20 milligrams per liter of mist, fume or dust, when 
administered by continuous inhalation for 1 hour (or 
less if death occurs within 1 hour) to albino rats weigh- 
ing between 200 and 300 grams each. 


TRAFFIC CALMING DEVICES. Traffic calming devices 
are design elements of fire apparatus access roads such as 
street alignment, installation of barriers, and other physical 
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measures intended to reduce traffic and cut-through 
volumes, and slow vehicle speeds. 


[BG] TRANSIENT. Occupancy of a dwelling unit or sleep- 
ing unit for not more than 30 days. 


[BG] TRANSIENT AIRCRAFT. Aircraft based at another 
location and that is at the transient location for not more than 
90 days. 


TRANSVERSE FLUE SPACE. See “Flue spaces— 
Transverse.” 


TRASH. See “Rubbish (trash).” 


TROUBLE SIGNAL. A signal initiated by the fire alarm 
system or device indicative of a fault in a monitored circuit 
or component. 


TUBE TRAILER. A semitrailer on which a number of 
tubular gas cylinders have been mounted. A manifold is typi- 
cally provided that connects the cylinder valves enabling gas 
to be discharged from one or more tubes or cylinders through 
a piping and control system. 


TWENTY-FOUR-HOUR BASIS. See “24-hour basis” 
before the “A” entries. 


UMBRELLA STRUCTURE. A structure, enclosure or 
shelter with or without sidewalls or drops, constructed of 
fabric or pliable material supported by a central pole or poles 
(see “Tent”). 


UNAUTHORIZED DISCHARGE. A release or emission 
of materials in a manner which does not conform to the 
provisions of this code or applicable public health and safety 
regulations, 


UNSTABLE (REACTIVE) MATERIAL. A material, 
other than an explosive, which in the pure state or as 
commercially produced, will vigorously polymerize, decom- 
pose, condense or become self-reactive and undergo other 
violent chemical changes, including explosion, when 
exposed to heat, friction or shock, or in the absence of an 
inhibitor, or in the presence of contaminants, or in contact 
with incompatible materials. Unstable (reactive) materials 
are subdivided as follows: 


Class 4. Materials that in themselves are readily capable 
of detonation or explosive decomposition or explosive 
reaction at normal temperature and pressure. This class 
includes materials that are sensitive to mechanical or 
localized thermal shock at normal temperature and 
pressure. 


Class 3, Materials that in themselves are capable of deto- 
nation or of explosive decomposition or explosive reaction 
but which require a strong initiating source or which must 
be heated under confinement before initiation. This class 
includes materials that are sensitive to thermal or mechan- 
ical shock at elevated temperatures and pressures. 


Class 2. Materials that in themselves are normally unstable 
and readily undergo violent chemical change but do not 
detonate. This class includes materials that can undergo 
chemical change with rapid release of energy at normal 
temperature and pressure, and that can undergo violent 
chemical change at elevated temperature and pressure. 
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Class 1. Materials that in themselves are normally stable 
but which can become unstable at elevated temperature and 
pressure. 


UNWANTED FIRE. A fire not used for cooking, heating or 
recreational purposes or one not incidental to the normal 
operations of the property. 


USE (MATERIAL). Placing a material into action, includ- 
ing solids, liquids and gases. 


VAPOR PRESSURE. The pressure exerted by a volatile 
fluid as determined in accordance with ASTM D323. 


[M] VENTILATION. The natural or mechanical process of 
supplying conditioned or unconditioned air to, or removing 
such air from, any space. 


VESSEL. A motorized watercraft, other than a seaplane on 
the water, used or capable of being used as a means of trans- 
portation. Nontransportation vessels, such as houseboats and 
boathouses, are included in this definition. 


VISIBLE ALARM NOTIFICATION APPLIANCE. A 
notification appliance that alerts by the sense of sight. 


WAITING ROOM. [SFM] Waiting room is a room or area 
normally provided with seating and used for persons 
waiting. 

WATER MIST SYSTEM, AUTOMATIC. See “Auto- 
matic water mist system.” 


WATER-REACTIVE MATERIAL. A_ material that 
explodes; violently reacts; produces flammable, toxic or 
other hazardous gases; or evolves enough heat to cause auto- 
ignition or ignition of combustibles upon exposure to water 
or moisture. Water-reactive materials are subdivided as 
follows: 


Class 3. Materials that react explosively with water with- 
out requiring heat or confinement. 


Class 2, Materials that react violently with water or have 
the ability to boil water. Materials that produce flammable, 
toxic or other hazardous gases, or evolve enough heat to 
cause autoignition or ignition of combustibles upon expo- 
sure to water or moisture. 


Class 1. Materials that react with water with some release 
of energy, but not violently. 


WET FUELING. See “Mobile fueling.” 
WET HOSING. See “Mobile fueling.” 


WET-CHEMICAL EXTINGUISHING AGENT. A solu- 
tion of water and potassium-carbonate-based chemical, 
potassium-acetate-based chemical or a combination thereof, 
forming an extinguishing agent. 

WHARF. A structure or bulkhead constructed of wood, 
stone, concrete or similar material built at the shore of a 
harbor, lake or river for vessels to lie alongside of, and to 
anchor piers or floats, 


WILDFIRE RISK AREA. Land that is covered with grass, 
grain, brush or forest, whether privately or publicly owned, 
which is so situated or is of such inaccessible location that a 
fire originating upon it would present an abnormally difficult 
job of suppression or would result in great or unusual 
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damage through fire or such areas designated by the fire code 
official. 


WILDLAND-URBAN INTERFACE AREA (WUD). [SFM] 
(See California Building Code Chapter 7A, Section 702A for 
defined term.) 


[BE] WINDER. A tread with nonparallet edges. 


WINERY CAVES. A subterranean space for winery facili- 
ties in natural or manmade caves shall be in accordance 
with Section 446 of the California Building Code. 


WIRELESS PROTECTION SYSTEM. A system or a part 
of a system that can transmit and receive signals without the 
aid of wire. 


WORKSTATION. A defined space or an independent prin- 
cipal piece of equipment using HPM within a fabrication 
area where a specific function, laboratory procedure or 
research activity occurs. Approved or listed hazardous mate- 
rials storage cabinets, flammable liquid storage cabinets or 
gas cabinets serving a workstation are included as part of the 
workstation. A workstation is allowed to contain ventilation 
equipment, fire protection devices, detection devices, elec- 
trical devices and other processing and scientific equipment. 


[BG] YARD. An open space, other than a court, unob- 
structed from the ground to the sky, except where 
specifically provided by the California Building Code, on 
the lot on which a building is situated. 

ZONE. A defined area within the protected premises. A 
zone can define an area from which a signal can be received, 
an area to which a signal can be sent or an area in which a 
form of control can be executed. 

ZONE, NOTIFICATION. An area within a building or 
facility covered by notification appliances which are acti- 
vated simultaneously. 
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CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
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See Chapter 1 for state agency authority and building applications.) 


| a 
pater __ |v Fre a ees maT rials ae 


Adopt Entire Chapter 
Adopt Entire Chapter as 
amended (amended 
sections rete below) 
Adopt only those || 
that are listed below 
[California Code of 
Regulations, Title 19, 
Division 1] 


FS a No 
ESE eT th Lables le elapse | PE Pt a 
Pate 0K ihm | ai | ile lpm AS Bia one oembchh | || 11 auhadaieles iis Sin echo otrbers F| Cirebuy i}? bes &| 
a ESN SO WP Rr 
FEE ee a a 
eee re | PO ee Lo Eee plane berhelieing] manht icalautinirs lw dane 
es it (2112 pene ps |eetl Pet alne eels alow cds || | Sareea] Sb parciorer ip" nl taaeniormecd fowredny ly Pome 
Oe a ae eee ee ee ee 
Ee eee Cee See iWaeiiee e201) ole | 
TE ET DC ER i i wa ka Ve a a Wl 
Besos tino ee ts hp atl Sil eal cl sel dl GR HR PW 0 aa aD 
ee ere ee ee te ed le 
ta ESS STITT at EO Bt a a pes ed a ee i hd 
ae Oe eee ee el | ulated [iat pn end Vira Mine Anerley: baer | 
oe ae ER eile A aay hl a lose be EN HE EN 0 Pe 
RE SEEN 1 00, FS ee HD Os en ee Fe ee ee De 


313 
314 


=a) w 
oO 
x 


2 Sone Se 

RS Bee ERR) Lk: lacey ies prelate? br |e: boty Lac! del ee] 
rr re nee ree ee I he] 5 || a al | aida lol | ne lieteadt. rene, | sah varshode | ore 
a 
wk Ui Ee eRe eee ee 
a CE TC 


* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division 1 text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same. 


2022 CALIFORNIA FIRE CODE 3-1 


2022 CALIFORNIA FIRE CODE 


® Part II—General Safety Provisions 


CHAPTER 3 
GENERAL REQUIREMENTS 


User note: 


About this chapter: Chapter 3 provides general requirements for asphalt kettles, combustible waste material, ignition sources, motion picture 
projection rooms and film, open burning, recreational fires, portable outdoor fireplaces, open flames, powered industrial trucks and equipment, 
smoking, vacant premises, vehicle impact protection, fueled equipment, indoor displays, general storage, outdoor pallet storage, hazards to 
fire fighters, landscaped roofs, laundry carts, additive manufacturing (3D printing) and artificial combustible vegetation. These are intended to 
improve premises safety for everyone, including construction workers, tenants, operations and maintenance personnel, and emergency 


response personnel. 


SECTION 301 
GENERAL 


301.1 Scope. The provisions of this chapter shall govern the 
occupancy and maintenance of all structures and premises for 
precautions against fire and the spread of fire and general 
requirements of fire safety. 


[California Code of Regulations, Title 19, Division 1, §3.14] 
Fire Hazard. 


No person, including but not limited to the State and its polit- 
ical subdivisions, operating any occupancy subject to 
California Code of Regulations, Title 19, Division 1 regula- 
tions shall permit any fire hazard, as defined in this article, to 
exist on premises under their control, or fail to take immedi- 
ate action to abate a fire hazard when requested to do so by 
the enforcing agency. 


Note: “Fire Hazard” as used in California Code of Regu- 
lations, Title 19, Division I regulations means any condition, 
arrangement, or act which will increase, or may cause an 
increase of, the hazard or menace of fire to a greater degree 
than customarily recognized as normal by persons in the pub- 
lic service of preventing, suppressing or extinguishing fire; or 
which may obstruct, delay or hinder, or may become the 
cause of obstruction, delay or hindrance to the prevention, 
suppression, or extinguishment of fire. 


[California Code of Regulations, Title 19, Division 1, 
§3.19(a) through (g)] Housekeeping. 


Every building or portion of a building governed by Califor- 
nia Code of Regulations, Title 19, Division 1 regulations 
shall be maintained in a neat orderly manner, free from any 
condition that would create a fire or life hazard or a condi- 
tion which would add to or contribute to the rapid spread of 
fire. Provisions shall be made for the proper storage and 
disposal of waste materials and rubbish consistent with the 
following: 


(b) All combustible waste material and rubbish shall be 
stored in approved containers or shall be stored in a manner 
approved by the enforcing agency as being consistent with 
standard fire prevention practices until such waste material 
and rubbish is removed from the premises or otherwise dis- 
posed of in a proper manner. 
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(1) Containers with a capacity exceeding 5.33 cubic feet 
(40 gallons) (0.15 m*) shall comply with the provisions of 
California Code of Regulations, Title 24, Part 9, Section 
304.3. 


(2) Wastebaskets and linen containers in Group I-2 and I- 
3 occupancies shall comply with the provisions of Califor- 
nia Code of Regulations Title 24, Part 9, Section 808. 


(c) Approved self-closing metal containers or listed 
disposal containers by an approved testing or listing 
agency shall be provided and maintained in all rooms 
or locations where oily rags, oily waste, paint rags or 
similar materials subject to spontaneous ignition are 
used or are stored temporarily. Such containers shall 
be emptied daily. 


(d) Ashes shall not be placed in, on or near combustible 
material, but shall be placed in approved metal 
containers, until removed from the premises or other- 
wise properly disposed of. 

(e) No dry vegetation shall be permitted to exist within 
20 feet of any building or occupancies subject to Cali- 
fornia Code of Regulations, Title 19, Division 1 
regulations. 


(f) Except when permitted by the enforcing agency, 
boiler rooms, mechanical rooms, transformer and 
switchgear vaults and electrical panel rooms, shall not 
be used for storage. 


(g) Electric motors, filters on heating equipment and 
grease hoods shall be checked periodically and kept 
clean and maintained in a safe operating condition. 


301.2 Permits. Permits shall be required as set forth in 
Section 105.5 for the activities or uses regulated by Sections 
306, 307, 308, 315, 320 and 322. 


SECTION 302 
DEFINITIONS 


302.1 Definitions. The following terms are defined in Chap- 
ter 2: 


3D PRINTER. 
ADDITIVE MANUFACTURING. 
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BONFIRE. 

HI-BOY. 

HIGH-VOLTAGE TRANSMISSION LINE. 
OPEN BURNING. 

PORTABLE OUTDOOR FIREPLACE. 
POWERED INDUSTRIAL TRUCK. 
RECREATIONAL FIRE. 

SKY LANTERN. 


SECTION 303 
ASPHALT KETTLES 


303.1 Transporting. Asphalt (tar) kettles shall not be trans- 
ported over any highway, road or street when the heat source 
for the kettle is operating. 


Exception: Asphalt (tar) kettles in the process of patching 
road surfaces. 


303.2 Location. Asphalt (tar) kettles shall not be located 
within 20 feet (6096 mm) of any combustible material, 
combustible building surface or any building opening and 
within a controlled area identified by the use of traffic cones, 
barriers or other approved means. Asphalt (tar) kettles and 
pots shall not be utilized inside or on the roof of a building or 
structure. Roofing kettles and operating asphalt (tar) kettles 
shall not block means of egress, gates, roadways or entrances. 


303.3 Location of fuel containers. Fuel containers shall be 
located not less than 10 feet (3048 mm) from the burner. 


Exception: Containers properly insulated from heat or 
flame are allowed to be within 2 feet (610 mm) of the 
burner. 


303.4 Attendant. An operating kettle shall be attended by not 
less than one employee knowledgeable of the operations and 
hazards. The employee shall be within 100 feet (30 480 mm) 
of the kettle and have the kettle within sight. Ladders or simi- 
lar obstacles shall not form a part of the route between the 
attendant and the kettle. 


303.5 Fire extinguishers. There shall be a portable fire extin- 
guisher complying with Section 906 and with a minimum 40- 
B:C rating within 25 feet (7620 mm) of each asphalt (tar) 
kettle during the period such kettle is being utilized. Addi- 
tionally, there shall be one portable fire extinguisher with a 
minimum 3-A:40-B:C rating on the roof being covered. 


303.6 Lids. Asphalt (tar) kettles shall be equipped with tight- 
fitting lids. 


303.7 Hi-boys. Hi-boys shall be constructed of noncombusti- 
ble materials. Hi-boys shall be limited to a capacity of 55 
gallons (208 L). Fuel sources or heating elements shall not be 
allowed as part of a hi-boy. 


303.8 Roofing kettles. Roofing kettles shall be constructed 
of noncombustible materials. 


303.9 Fuel containers under air pressure. Fuel containers 
that operate under air pressure shall not exceed 20 gallons (76 
L) in capacity and shall be approved. 
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SECTION 304 e 
COMBUSTIBLE WASTE MATERIAL 


304.1 Waste accumulation prohibited. Combustible waste 
material creating a fire hazard shall not be allowed to accu- 
mulate in buildings or structures or upon premises. 


[California Code of Regulations, Title 19, Division 1, 
§3.07(a)] Clearances. 


(a) General. No combustible material shall be placed or 
stored within 10 feet of any building or structure. 


304.1.1 Waste material. Accumulations of wastepaper, 
wood, hay, straw, weeds, litter or combustible or flamma- 
ble waste or rubbish of any type shall not be permitted to 
remain on a roof or in any court, yard, vacant lot, alley, 
parking lot, open space, or beneath a grandstand, bleacher, 
pier, wharf, manufactured home, recreational vehicle or 
other similar structure. 


304.1.2 Vegetation. Weeds, grass, vines or other growth 
that is capable of being ignited and endangering property, 
shall be cut down and removed by the owner or occupant 
of the premises. Vegetation clearance requirements in 
wildland-urban interface areas shall be in accordance with 
Chapter 49. 


[California Code of Regulations, Title 19, Division 1, 
§3.07(b)] Clearances. 


(b) Ground Clearance. The space surrounding every 
building or structure shall be maintained in accor- 
dance with the following: 


Any person that owns, leases, controls, operates or 
maintains any building or structure in, upon or adjoin- 
ing any mountainous area or forest-covered lands, 
brush covered lands or grass-covered lands, or any 
land which is covered with flammable material, shall at 
all times do all of the following: 


(1) Maintain around and adjacent to such building or 
structure a firebreak made by removing and clearing 
away, for a distance of not less than 30 feet on each 
side thereof or to the property line, whichever is 
nearer, all flammable vegetation or other combusti- 
ble growth. This section does not apply to single 
specimens of trees, ornamental shrubbery or similar 
plants which are used as ground cover, if they do not 
form a means of rapidly transmitting fire from the 
native growth to any building or structure. 


(2) Maintain around and adjacent to any such build- 
ing or structure additional fire protection or 
firebreak made by removing all bush, flammable 
vegetation or combustible growth which is located 
from 30 feet to 100 feet from such building or struc- 
ture or to the property line, whichever is nearer, as 
may be required by the enforcing agency if he finds 
that, because of extra hazardous conditions, a fire- 
break of only 30 feet around such building or 
structure is not sufficient to provide reasonable fire 
safety. Grass and other vegetation located more than 
30 feet from such building or structure and less than 
18 inches in height above the ground may be main- 
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tained where necessary to stabilize the soil and 
prevent erosion. 


(3) Remove that portion of any tree which extends 
within 10 feet of the outlet of any chimney or 
stovepipe. 


(4) Cut and remove all dead or dying portions of 
trees located adjacent to or overhanging any 
building. 


(5) Maintain the roof of any structure free of leaves, 
needles or other dead vegetative growth. 


(6) Provide and maintain at all times a screen over 
the outlet of every chimney or stovepipe that is 
attached to any fireplace, stove or other device that 
burns any solid or liquid fuel. The screen shall be 
constructed of nonflammable material with openings 
of not more than'/, inch in size. 


(7) Vegetation around all applicable buildings and 
structures shall be maintained in accordance with 
the following laws and regulations: 


(A) Public Resources Code Section 4291. 


(B) California Code of Regulations Title 14 - Natural 
Resources, Division 1.5 - Department of Forestry and 
Fire Protection, “General Guideline to Create Defen- 
sible Space.” 


(C) California Government Code Section 51182. 
-(D) California Code of Regulations, Title 24, Part 9. 


304.1.3 Space underneath seats. Spaces underneath 
grandstand and bleacher seats shall be kept free from 
combustible and flammable materials. Except where 
enclosed in not less than 1-hour fire-resistance-rated 
construction in accordance with the California Building 
Code. 


304.1.3.1 Spaces underneath grandstands and 
bleachers. Spaces underneath grandstands and bleach- 
ers shall not be occupied or utilized for purposes other 
than means of egress except where equipped with an 
automatic sprinkler system in accordance with Section 
903.2.1.5.1, or separated with fire barriers and horizon- 
tal assemblies in accordance with Section 1030.1.1.1. 


304.2 Storage. Storage of combustible rubbish shall not 
produce conditions that will create a nuisance or a hazard to 
the public health, safety or welfare. 


304.3 Containers. Combustible rubbish and waste material 
kept within or near a structure shall be stored in accordance 
with Sections 304.3.1 through 304.3.4. 


[California Code of Regulations, Title 19, Division 1, 
§3.19(b) and (c)] Housekeeping. 


Every building or portion of a building governed by Califor- 
nia Code of Regulations, Title 19, Division 1 regulations 
shall be maintained in a neat orderly manner, free from any 
condition that would create a fire or life hazard or a condi- 
tion which would add to or contribute to the rapid spread of 
fire. Provisions shall be made for the proper storage and 
disposal of waste materials and rubbish consistent with the 
following: 
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(b) All combustible waste material and rubbish shall be 
stored in approved containers or shall be stored in a 
manner approved by the enforcing agency as being consis- 
tent with standard fire prevention practices until such 
waste material and rubbish is removed from the premises 
or otherwise disposed of in a proper manner. 


(1) Containers with a capacity exceeding 5.33 cubic 
feet (40 gallons) (0.15 m*) shall comply with the provi- 
sions of California Code of Regulations, Title 24, Part 
9, Section 304.3. 


(2) Wastebaskets and linen containers in Group I-2 and 
I-3 occupancies shall comply with the provisions of 
California Code of Regulations Title 24, Part 9, Section 
808. 


(c) Approved self-closing metal containers or listed 
disposal containers by an approved testing or listing 
agency shall be provided and maintained in all rooms or 
locations where oily rags, oily waste, paint rags or similar 
materials subject to spontaneous ignition are used or are 
stored temporarily. Such containers shall be emptied 
daily. 


304.3.1 Spontaneous ignition. Materials susceptible to 
spontaneous ignition, such as oily rags, shall be stored in a 
listed disposal container. Contents of such containers shall 
be removed and disposed of daily. 


304.3.2 Capacity exceeding 5.33 cubic feet. Containers 
with a capacity exceeding 5.33 cubic feet (40 gallons) 
(0.15 m*) shall be provided with lids. Containers and lids 
shall be constructed of noncombustible materials or of 
combustible materials with a peak rate of heat release not 
exceeding 300 kW/m? where tested in accordance with 
ASTM E1354 at an incident heat flux of 50 kW/m’ in the 
horizontal orientation. 


Exception: Wastebaskets complying with Section 808. 


304.3.3 Capacity exceeding 1.5 cubic yards. Dumpsters 
and containers with an individual capacity of 1.5 cubic 
yards [40.5 cubic feet (1.15 m*)] or more shall not be 
stored in buildings or placed within 5 feet (1524 mm) of 
combustible walls, openings or combustible roof eave 
lines. 


Exceptions: 


1. Dumpsters or containers that are placed inside 
buildings in areas protected by an approved auto- 
matic sprinkler system installed throughout in 
accordance with Section 903.3.1.1, 903.3.1.2 or 
903.3413; 


2. Storage in a structure shall not be prohibited 
where the structure is of Type I or IIA construc- 
tion, located not less than 10 feet (3048 mm) 
from other buildings and used exclusively for 
dumpster or container storage. 


3. Dumpsters or containers that are located adjacent 
to buildings where the exterior area is protected 
by an approved automatic sprinkler system. 


304.3.4 Capacity of 1 cubic yard or more. Dumpsters 
with an individual capacity of 1.0 cubic yard [200 gallons 
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(0.76 m*)] or more shall not be stored in buildings or 
placed within 5 feet (1524 mm) of combustible walls, 
openings or combustible roof eave lines unless the dump- 
sters are constructed of noncombustible materials or of 
combustible materials with a peak rate of heat release not 
exceeding 300 kW/m? where tested in accordance with 
ASTM E1354 at an incident heat flux of 50 kW/m? in the 
horizontal orientation. 


Exceptions: 


1. Dumpsters in areas protected by an approved 
automatic sprinkler system installed throughout 
in accordance with Section 903.3.1.1, 903.3.1.2 
or 903.3.1.3. 


2. Storage in a structure shall not be prohibited 
where the structure is of Type I or ITA construc- 
tion, located not less than 10 feet (3048 mm) 
from other buildings and used exclusively for 
dumpster or container storage. 


SECTION 305 
IGNITION SOURCES 


305.1 Clearance from ignition sources. Clearance between 
ignition sources, such as luminaires, heaters, flame-producing 
devices and combustible materials, shall be maintained in an 
approved manner. 


305.2 Hot ashes and spontaneous ignition sources. Hot 
ashes, cinders, smoldering coals or greasy or oily materials 
subject to spontaneous ignition shall not be deposited in a 
combustible receptacle, within 10 feet (3048 mm) of other 
combustible material including combustible walls and parti- 
tions or within 2 feet (610 mm) of openings to buildings. 


Exception: The minimum required separation distance to 
other combustible materials shall be 2 feet (610 mm) 
where the material is deposited in a covered, noncombusti- 
ble receptacle placed on a noncombustible floor, ground 
surface or stand. 


305.3 Open-flame warning devices. Open-flame warning 
devices shall not be used along an excavation, road, or any 
place where the dislodgment of such device might permit the 
device to roll, fall or slide on to any area or land containing 
combustible material. 


305.4 Deliberate or negligent burning. It shall be unlawful 
to deliberately or through negligence set fire to or cause the 
burning of combustible material in such a manner as to 
endanger the safety of persons or property. 


305.5 Unwanted fire ignitions. Acts or processes that have 
caused repeated ignition of unwanted fires shall be modified 
to prevent future ignition. 


SECTION 306 
MOTION PICTURE PROJECTION 
ROOMS AND FILM 


306.1 Motion picture projection rooms. Electric arc, xenon 
or other light source projection equipment that develops 
hazardous gases, dust or radiation and the projection of 
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ribbon-type cellulose nitrate film, regardless. of the light 
source used in projection, shall be operated within a motion 
picture projection room complying with Section 409 of the 
California Building Code. 


306.2 Cellulose nitrate film storage. Storage of cellulose 
nitrate film shall be in accordance with NFPA 40. 


SECTION 307 
OPEN BURNING, RECREATIONAL FIRES AND 
PORTABLE OUTDOOR FIREPLACES 


307.1 General. A person shall not kindle or maintain or 
authorize to be kindled or maintained any open burning 
unless conducted and approved in accordance with Sections 
307.1.1 through 307.5. 


307.1.1 Prohibited open burning. Open burning shall be 
prohibited when atmospheric conditions or local circum- 
stances make such fires hazardous. 


Exception: Prescribed burning for the purpose of 
reducing the impact of wildland fire when authorized 
by the fire code official. 


307.2 Permit required. A permit shall be obtained from the 
fire code official in accordance with Section 105.5 prior to 
kindling a fire for recognized silvicultural or range or wildlife 
management practices, prevention or control of disease or 
pests, or a bonfire. Application for such approval shall only 
be presented by and permits issued to the owner of the land 
on which the fire is to be kindled. 


307.2.1 Authorization. Where required by state or local 
law or regulations, open burning shall only be permitted 
with prior approval from the state or local air and water 
quality management authority, provided that all conditions 
specified in the authorization are followed. 


307.3 Extinguishment authority. Where open burning 
creates or adds to a hazardous situation, or a required permit 
for open burning has not been obtained, the fire code official 
is authorized to order the extinguishment of the open burning 
operation. 


307.4 Location. The location for open burning shall be not 
less than 50 feet (15 240 mm) from any structure, and provi- 
sions shall be made to prevent the fire from.spreading to 
within 50 feet (15 240 mm) of any structure. 


Exceptions: 


1. Fires in approved containers that are not less than 15 
feet (4572 mm) from a structure. 
2. The minimum required distance from a structure 
shall be 25 feet (7620 mm) where the pile size is 3 
feet (914 mm) or less in diameter and 2 feet (610 
mm) or less in height. 
307.4.1 Bonfires. A bonfire shall not be conducted within 
50 feet (15 240 mm) of a structure or combustible material 
unless the fire is contained in a barbecue pit. Conditions 
that could cause a fire to spread within 50 feet (15 240 
mm) of a structure shall be eliminated prior to ignition. 
307.4.2 Recreational fires. Recreational fires shall not be 
conducted within 25 feet (7620 mm) of a structure or 
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combustible material. Conditions that could cause a fire to 
spread within 25 feet (7620 mm) of a structure shall be 
eliminated prior to ignition. 


307.4.3 Portable outdoor fireplaces. Portable outdoor 
fireplaces shall be used in accordance with the manufac- 
turer’s instructions and shall not be operated within 15 feet 
(3048 mm) of a structure or combustible material. 


Exception: Portable outdoor fireplaces used at one-_ 


and two-family dwellings. 


307.5 Attendance. Open burning, bonfires, recreational fires 
and use of portable outdoor fireplaces shall be constantly 
attended until the fire is extinguished. Not fewer than one 
portable fire extinguisher complying with Section 906 with a 
minimum 4-A rating or other approved on-site fire-extin- 
guishing equipment, such as dirt, sand, water barrel, garden 
hose or water truck, shall be available for immediate 
utilization. 


SECTION 308 
OPEN FLAMES 


308.1 General. Open flame, fire and burning on all premises 
shall be in accordance with Sections 308.1.1 through 308.4.1 
and with other applicable sections of this code. 


308.1.1 Where prohibited. A person shall not take or 
utilize an open flame or light in a structure, vessel, boat 
or other place where highly flammable, combustible or 
explosive material is utilized or stored. Lighting appli- 
ances shall be well-secured in a glass globe and wire 
mesh cage or a similar approved device. 


[California Code of Regulations, Title 19, Division 1, 
§3.25(a) and (b)] Open Flame Devices. 


(a) Open flame devices shall be prohibited in every Group 
A, E, I, R-2.1, R-3.1 and R-4 Occupancy. 


Exceptions: 


(1) Fuel burning elements of approved appliances shall 
not be considered as open flame devices. 
(2) Upon approval of the enforcing agency, open flame 
devices may be used under the following conditions. 
(A) When necessary for ceremonial or theatrical 
purposes under such restrictions as may be deemed 
necessary to avoid danger of ignition of combustible 
materials or injury to occupants. 


(B) In approved and stable candle holders on indi- 
vidual tables of dining establishments. 


(b) Under no circumstances shall hand held open flame 
devices such as exposed candles be permitted for any 
purpose in any occupancy within the scope of California 
Code of Regulations, Title 19, Division I regulations. 


308.1.2 Throwing or placing sources of ignition. A 
person shall not throw or place, or cause to be thrown or 
placed, a lighted match, cigar, cigarette, matches, or other 
flaming or glowing substance or object on any surface or 
article where it can cause an unwanted fire. 
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308.1.3 Torches for removing paint. A person utilizing a 
torch or other flame-producing device for removing paint 
from a structure shall provide not less than one portable fire 
extinguisher complying with Section 906 and with a mini- 
mum 4-A rating, two portable fire extinguishers, each with 
a minimum 2-A rating, or a water hose connected to the 
water supply on the premises where such burning is done. 
The person doing the burning shall remain on the premises 
1 hour after the torch or flame-producing device is utilized. 


308.1.4 Open-flame cooking devices. Charcoal burners 
and other open-flame cooking devices shall not be oper- 
ated on combustible balconies or within 10 feet (3048 
mm) of combustible construction. 


Exceptions: 
1. One- and two-family dwellings. 


2. Where buildings, balconies and decks are pro- 
tected by an automatic sprinkler system. 


3. LP-gas cooking devices having LP-gas container 
with a water capacity not greater than 2'/, pounds 
[nominal 1 pound (0.454 kg) LP-gas capacity]. 


308.1.5 Location near combustibles. Open flames such 
as from candles, lanterns, kerosene heaters and gas-fired 
heaters shall not be located on or near decorative material 
or similar combustible materials. 


308.1.6 Open-flame devices. Torches and other devices, 
machines or processes liable to start or cause fire shall not 
be operated or used in or on wildfire risk areas, except by a 
permit in accordance with Section 105.5 secured from the 
fire code official. 


Exception: Use within inhabited premises or desig- 
nated campsites that are not less than 30 feet (9144 
mm) from grass-, grain-, brush- or forest-covered areas. 


308.1.6.1 Signals and markers. Flame-employing 
devices, such as lanterns or kerosene road flares, shall 
not be operated or used as a signal or marker in or on 
wildfire risk areas. 


Exception: The proper use of fusees at the scenes of 
emergencies or as required by standard railroad oper- 
ating procedures. 


308.1.6.2 Portable fueled open-flame devices. Porta- 
ble open-flame devices fueled by flammable or 
combustible gases or liquids shall be enclosed or 
installed in such a manner as to prevent the flame from 
contacting combustible material. 


Exceptions: 


1. LP-gas-fueled devices used for sweating pipe 
joints or removing paint in accordance with 
Chapter 61. 

2. Cutting and welding operations in accordance 
with Chapter 35. 

3. Torches or flame-producing devices in accor- 
dance with Section 308.4. 


4. Candles and open-flame decorative devices in 
accordance with Section 308.3. 
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308.1.6.3 Sky lanterns. A person shall not release or 
cause to be released an untethered sky lantern. 


308.1.7 Religious ceremonies. Where, in the opinion of 
the fire code official, adequate safeguards have been 
taken, participants in religious ceremonies are allowed to 
carry hand-held candles. Hand-held candles shall not be 
passed from one person to another while lighted. 


308.1.7.1 Aisles and exits. Candles shall be prohibited 
in areas where occupants stand, or in an aisle or exit. 


308.1.8 Flaming food and beverage preparation. The 
preparation of flaming foods or beverages in places of 
assembly and drinking or dining establishments shall be in 
accordance with Sections 308.1.8.1 through 308.1.8.5. 


308.1.8.1 Dispensing. Flammable or combustible 


liquids used in the preparation of flaming foods or | 


beverages shall be dispensed from one of the following: 
1. A l-ounce (29.6 ml) container. 


2. A container not exceeding 1-quart (946.5 ml) 
capacity with a controlled pouring device that 
will limit the flow to a 1-ounce (29.6 ml) serving. 


308.1.8.2 Containers not in use. Containers shall be 
secured to prevent spillage when not in use. 


308.1.8.3 Serving of flaming food. The serving of 
flaming foods or beverages shall be done in a safe 
manner and shall not create high flames. The pouring, 
ladling or spooning of liquids is restricted to a maxi- 
mum height of 8 inches (203 mm) above the receiving 
receptacle. 


308.1.8.4 Location. Flaming foods or beverages shall 
be prepared only in the immediate vicinity of the table 
being serviced. They shall not be transported or carried 
while burning. 


308.1.8.5 Fire protection. The person preparing the 
flaming foods or beverages shall have a wet cloth towel 
immediately available for use in smothering the flames 
in the event of an emergency. 


308.2 Permits required. Permits shall be obtained from the 
fire code official in accordance with Section 105.5 prior to 
engaging in the following activities involving open flame, 
fire and burning: 
1. Use of a torch or flame-producing device to remove 
paint from a structure. 
2. Use of open flame, fire or burning in connection with 
Group A or E occupancies. 


3. Use or operation of torches and other devices, machines 
or processes liable to start or cause fire in or on wildfire 
risk areas. 


308.3 Group A occupancies. Open-flame devices shall not 
be used in a Group A occupancy. 
Exceptions: 


1. Open-flame devices are allowed to be used in the 
following situations, provided that approved precau- 
tions are taken to prevent ignition of a combustible 
material or injury to occupants: 
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1.1. Where necessary for ceremonial or religious 
purposes in accordance with Section 
308.1.7. : 


1.2. On stages and platforms as a necessary part 
of a performance in accordance with Section 
308.3.2. 


1.3. Where candles on tables are securely sup- 
ported on substantial noncombustible bases 
and the candle flames are protected. 

Heat-producing equipment complying with Chapter 
6 and the California Mechanical Code. 

Gas lights are allowed to be used provided that ade- 
quate precautions satisfactory to the fire code offi- 
cial are taken to prevent ignition of combustible 
materials. 


308.3.1 Open-flame decorative devices. Open-flame 
decorative devices shall comply with all of the following 
restrictions: 


A 


Class I and Class II liquids and LP-gas shall not be 
used. 


. Liquid- or solid-fueled lighting devices containing 


more than 8 ounces (237 ml) of fuel must self-extin- 
guish and not leak fuel at a rate of more than 0.25 
teaspoon per minute (1.26 ml per minute) if tipped 
over. 


. The device or holder shall be constructed to prevent 


the spillage of liquid fuel or wax at the rate of more 
than 0.25 teaspoon per minute (1.26 ml per minute) 
when the device or holder is not in an upright posi- 
tion. 


. The device or holder shall be designed so that it will 


return to the upright position after being tilted to an 
angle of 45 degrees (0.79 rad) from vertical. 


Exception: Devices that self-extinguish if tipped 
over and do not spill fuel or wax at the rate of 
more than 0.25 teaspoon per minute (1.26 ml per 
minute) if tipped over. 


. The flame shall be enclosed except where openings 


on the side are not more than 0.375-inch (9.5 mm) 
diameter or where openings are on the top and the 
distance to the top is such that a piece of tissue paper 
placed on the top will not ignite in 10 seconds. 


. Chimneys shall be made of noncombustible materi- 


als and securely attached to the open-flame device. 


Exception: A chimney is not required to be 
attached to any open-flame device that will self- 
extinguish if the device is tipped over. 


. Fuel canisters shall be safely sealed for storage. 
. Storage and handling of combustible liquids shall be 


in accordance with Chapter 57. 


. Shades, where used, shall be made of noncombusti- 


ble materials and securely attached to the open- 
flame device holder or chimney. 


. Candelabras with flame-lighted candles shall be 


securely fastened in place to prevent overturning, 
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and shall be located away from occupants using the 
area and away from possible contact with drapes, 
curtains or other combustibles. 


308.3.2 Theatrical performances. Where approved, 
open-flame devices used in conjunction with theatrical 
performances are allowed to be used where adequate 
safety precautions have been taken in accordance with 
NFPA 160. 


308.4 Group R occupancies. Open flame, fire and burning in 
Group R occupancies shall comply with the requirements of 
Sections 308.1 through 308.1.6.3 and Section 308.4.1. 


308.4.1 Group R-2 dormitories. Candles, incense and 
similar open-flame-producing items shall not be allowed 
in sleeping units in Group R-2 dormitory occupancies. 


308.5 Group I, R-2.1, R-3.1, R-4 occupancies or any 
Licensed Care Facility. A person shall not utilize or allow to 
be utilized, an open flame in Group I, R-2.1, R-3.1, R-4 occu- 
pancies or any Licensed Care Facilities. 


SECTION 309 
POWERED INDUSTRIAL TRUCKS 
AND EQUIPMENT 


309.1 General. Powered industrial trucks and similar equip- 
ment including, but not limited to, floor scrubbers and floor 
buffers, shall be operated and maintained in accordance with 
Sections 309.2 through 309.7. 


309.2 Use in hazardous (classified) locations. Powered 
industrial trucks used in areas designated as hazardous (clas- 
sified) locations in accordance with the California Electrical 
Code shall be listed and labeled for use in the environment 
intended in accordance with NFPA 50S. 


309.3 Battery chargers. Battery chargers shall be of an 
approved type. Combustible storage shall be kept not less 
than 3 feet (915 mm) from battery chargers. Battery charging 
shall not be conducted in areas open to the public. 


309.4 Ventilation. Ventilation shall be provided in an 
approved manner in battery-charging areas to prevent a 
dangerous accumulation of flammable gases. 


309.5 Fire extinguishers. Battery-charging areas shall be 
provided with a fire extinguisher complying with Section 906 
having a minimum 4-A:20-B:C rating within 20 feet (6096 
mm) of the battery charger. 


309.6 Refueling. Powered industrial trucks using liquid fuel, 
LP-gas or hydrogen shall be refueled outside of buildings or 
in areas specifically approved for that purpose. Fixed fuel- 
dispensing equipment and associated fueling operations shall 
be in accordance with Chapter 23. Other fuel-dispensing 
equipment and operations, including cylinder exchange for 
LP-gas-fueled vehicles, shall be in accordance with Chapter 
57 for flammable and combustible liquids or Chapter 61 for 
LP-gas. 

309.7 Repairs. Repairs to fuel systems, electrical systems 
and repairs utilizing open flame or welding shall be done in 
approved locations outside of buildings or in areas specifi- 
cally approved for that purpose. 
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SECTION 310 
SMOKING 


310.1 General. The smoking or carrying of a lighted pipe, 
cigar, cigarette or any other type of smoking paraphernalia or 
material is prohibited in the areas indicated in Sections 310.2 
through 310.8. 


310.2 Prohibited areas. Smoking shall be prohibited where 
conditions are such as to make smoking a hazard, and in 


spaces where flammable or combustible materials are stored 
or handled. 


[California Code of Regulations, Title 19, Division 1, 
§3.32(a) and (b)] Smoking. 


(a) Smoking shall not be permitted in any Group E Occu- 
pancy as defined in California Code of Regulations, Title 
24, Part 2, except as provided in California Code of Regu- 
lations, Title 19, Division 1, subsection (b), below. 


(b) The governing board of any school district maintain- 
ing a community college or high school may adopt rules 
and regulations permitting the smoking and possession of 
tobacco on the campus of a community college or high 
school or while under the authority of school personnel by 
pupils of the community college or high school; provided 
that such rules and regulations shall not permit students to 
smoke in any classroom or other enclosed facility which 
any student is required to occupy or which is customarily 
occupied by nonsmoking students. Areas designated for 
smoking shall be approved by the enforcing agency. 


NOTE: See Section 48901 of the Education Code relating 
to the smoking or possession of tobacco by pupils. 


[California Code of Regulations, Title 19, Division 1, 
§3.32(d)] Smoking. 


(d) Smoking shall be prohibited in any patient room of a 
Group I, R-2.1, R-3.1 or R-4 occupancy utilizing air- 
induced mattresses. “No Smoking — Open Flame” signs 
shall be installed as specified in NFPA 99B, Hypobaric 
Facilities, 2005 edition. 


310.3 “No Smoking” signs. The fire code official is autho- 
rized to order the posting of “No Smoking” signs or the 
international symbol for no smoking in a conspicuous loca- 
tion in each structure or location in which smoking is 
prohibited. The content, lettering, size, color and location of 
required “No Smoking” signs shall be approved. 


Exception: “No Smoking” signs are not required in inte- 
rior locations of the facility where signs are displayed at 
all major entrances into the facility. 


[California Code of Regulations, Title 19, Division 1, 
§3.32(c)] Smoking. 


(c) Approved no smoking signs shall be posted on all 
stages and platforms of Group A occupancies. Smoking 
shall not be permitted on stages or platforms except in 
approved designated areas and as necessary for theatri- 
cal, opera or similar productions. 


310.4 Removal of signs prohibited. A posted “No Smoking” 
sign shall not be obscured, removed, defaced, mutilated or 
destroyed. 
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310.5 Compliance with “No Smoking” signs. Smoking 
shall not be permitted nor shall a person smoke, throw or 
deposit any lighted or smoldering substance in any place 
where “No Smoking” signs are posted. 


310.6 Ash trays. Where smoking is permitted, suitable 
noncombustible ash trays or match receivers shall be 
provided on each table and at other appropriate locations. In 
Group I-2 occupancies, noncombustible metal containers 
with self-closing covers shall be provided in areas where 
smoking is permitted. 


310.7 Burning objects. Lighted matches, cigarettes, cigars or 
other burning object shall not be discarded in such a manner 
that could cause ignition of other combustible material. 


310.8 Hazardous environmental conditions. Where the fire 
code official determines that hazardous environmental condi- 
tions necessitate controlled use of smoking materials, the 
ignition or use of such materials in mountainous, brush- 
covered or forest-covered areas or other designated areas is 
prohibited except in approved designated smoking areas. 


SECTION 311 
VACANT PREMISES 


311.1 General. Temporarily unoccupied buildings, struc- 
tures, premises or portions thereof, including tenant spaces, 
shall be safeguarded and maintained in accordance with 
Sections 311.1.1 through 311.6. 


311.1.1 Abandoned premises. Buildings, structures and 
premises for which an owner cannot be identified or 
located by dispatch of a certificate of mailing to the last 
known or registered address, which persistently or repeat- 
edly become unprotected or unsecured, which have been 
occupied by unauthorized persons or for illegal purposes, 
or which present a danger of structural collapse or fire 
spread to adjacent properties shall be considered to be 
abandoned, declared unsafe and abated by demolition or 
rehabilitation in accordance with the International Prop- 
erty Maintenance Code and the California Building Code. 


311.1.2 Tenant spaces. Storage and lease plans required 
by this code shall be revised and updated to reflect tempo- 
rary or partial vacancies. 


311.2 Safeguarding vacant premises. Temporarily unoccu- 
pied buildings, structures, premises or portions thereof shall 
be secured and protected in accordance with Sections 311.2.1 
through 311.2.3. 


311.2.1 Security. Exterior and interior openings open to 
other tenants or unauthorized persons shall be boarded, 
locked, blocked or otherwise protected to prevent entry by 
unauthorized individuals. The fire code official is autho- 
rized to placard, post signs, erect barrier tape or take 
similar measures as necessary to secure public safety. 


311.2.2 Fire protection. Fire protection systems shall be 
maintained in an operable condition at all times. 


Exceptions: 


1. Where the premises have been cleared of all com- 
bustible materials and debris and, in the opinion 


of the fire code official, the type of construction, 
fire separation distance and security of the prem- 
ises do not create a fire hazard. 


2. Where approved by the fire code official, buildings 
that will not be heated and where fire protection 
systems will be exposed to freezing temperatures, 
fire alarm and automatic sprinkler systems are per- 
mitted to be placed out of service and standpipes 
are permitted to be maintained as dry systems 
(without an automatic water supply), provided that 
the building does not have contents or storage, and 
windows, doors and other openings are secured to 
prohibit entry by unauthorized persons. 


3. Where approved by the fire code official, fire 
alarm and automatic sprinkler systems are per- 
mitted to be placed out of service in seasonally 
occupied buildings: that will not be heated; where 
fire protection systems will be exposed to freez- 
ing temperatures; where fire areas do not exceed 
12,000 square feet (1115 m’); and that do not 
store motor vehicles or hazardous materials. 


311.2.3 Fire separation. Fire-resistance-rated partitions, 
fire barriers and fire walls separating vacant tenant spaces 
from the remainder of the building shall be maintained. 
Openings, joints and penetrations in fire-resistance-rated 
assemblies shall be protected in accordance with Chapter 7. 


311.3 Removal of combustibles. Persons owning, or in 
charge or control of, a vacant building or portion thereof, 
shall remove therefrom all accumulations of combustible 
materials, flammable or combustible waste or rubbish and 
shall securely lock or otherwise secure doors, windows and 
other openings to prevent entry by unauthorized persons. The 
premises shall be maintained clear of waste or hazardous 
materials. 


Exceptions: 


1, Buildings or portions of buildings undergoing addi- 
tions, alterations, repairs or change of occupancy in 
accordance with the California Building Code, 
where waste is controlled and removed as required 
by Section 304. 


2. Seasonally occupied buildings. 


311.4 Removal of hazardous materials. Persons owning or 
having charge or control of a vacant building containing 
hazardous materials regulated by Chapter 50 shall comply 
with the facility closure requirements of Section 5001.6. 


311.5 Placards. Any vacant or abandoned buildings or struc- 
tures determined to be unsafe pursuant to Section 111 of this 
code relating to structural or interior hazards shall be marked 
as required by Sections 311.5.1 through 311.5.5. 
311.5.1 Placard location. Placards shall be applied on the 
front of the structure and be visible from the street. Addi- 
tional placards shall be applied to the side of each entrance 
to the structure and on penthouses. 
311.5.2 Placard size and color. Placards shall be 24 
inches by 24 inches (610 mm by 610 mm) minimum in 
size with a red background, white reflective stripes and a 
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white reflective border. The stripes and border shall have a 
2-inch (51 mm) minimum stroke. 


311.5.3 Placard date. Placards shall bear the date of their 
application to the building and the date of the most recent 
inspection. 


311.5.4 Placard symbols. The design of the placards shall 
use the following symbols: 


ie [| This symbol shall mean that the structure had 
normal structural conditions at the time of mark- 
ing. 

2; N This symbol shall mean that structural or inte- 
rior hazards exist and interior fire-fighting or res- 
cue operations should be conducted with extreme 
caution. 


ei x] This symbol shall mean that structural or inte- 
rior hazards exist to a degree that consideration 
should be given to limit fire fighting to exterior 
operations only, with entry only occurring for 
known life hazards. 


4, Vacant marker hazard identification symbols: The 
following symbols shall be used to designate 
known hazards on the vacant building marker. 
They shall be placed directly above the symbol. 


4.1. R/O—Roof open. 

4,2. S/M—Stairs, steps and landing missing. 

4.3. F/E—Avoid fire escapes. 

4.4. H/F—Holes in floor. 
311.5.5 Informational use. The use of these symbols 
shall be informational only and shall not in any way limit 
the discretion of the on-scene incident commander. 


311.6 Unoccupied tenant spaces in mall buildings. Unoccu- 
pied tenant spaces in covered and open mall buildings shall be: 


1. Kept free from the storage of any materials. 


2. Separated from the remainder of the building by parti- 
tions of not less than 0.5-inch-thick (12.7 mm) gypsum 
board or an approved equivalent to the underside of the 
ceiling of the adjoining tenant spaces. 


3. Without doors or other access openings other than one 
door that shall be kept key locked in the closed position 
except during that time when opened for inspection. 


4. Kept free from combustible waste and be broomswept 
clean. 


SECTION 312 
VEHICLE IMPACT PROTECTION 


312.1 General. Vehicle impact protection required by this 
code shall be provided by posts that comply with Section 
312.2 or by other approved physical barriers that comply with 
Section 312.3, 


312.2 Posts. Guard posts shall comply with all of the follow- 
ing requirements: 


1. Constructed of steel not less than 4 inches (102 mm) in 
diameter and concrete filled. 
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2. Spaced not more than 4 feet (1219 mm) between posts 
on center. 


3. Set not less than 3 feet (914 mm) deep in a concrete 
footing of not less than a 15-inch (381 mm) diameter. 


4, Set with the top of the posts not less than 3 feet (914 
mm) above ground. 


5. Located not less than 3 feet (914 mm) from the pro- 
tected object. 


312.3 Other barriers. Barriers, other than posts specified in 
Section 312.2, that are designed to resist, deflect or visually 
deter vehicular impact commensurate with an anticipated 
impact scenario shall be permitted where approved. 


SECTION 313 
FUELED EQUIPMENT 


313.1 General. Fueled equipment including, but not limited 
to, motorcycles, mopeds, lawn-care equipment, portable 
generators and portable cooking equipment, shall not be 
stored, operated or repaired within a building. 


Exceptions: 


1. Buildings or rooms constructed for such use in 
accordance with the California Building Code. 


2. Where allowed by Section 314. 


3. Storage of equipment utilized for maintenance pur- 
poses is allowed in approved locations where the 
aggregate fuel capacity of the stored equipment does 
not exceed 10 gallons (38 L) and the building is 
equipped throughout with an automatic sprinkler sys- 
tem installed in accordance with Section 903.3.1.1. 


313.1.1 Removal. The fire code official is authorized to 
require removal of fueled equipment from locations where 
the presence of such equipment is determined by the fire 
code official to be hazardous. 


313.2 Group R occupancies. Vehicles powered by flamma- 
ble liquids, Class II combustible liquids or compressed 
flammable gases shall not be stored within the living space of 
Group R buildings. 


SECTION 314 
INDOOR DISPLAYS 


314.1 General. Indoor displays constructed within any occu- 
pancy shall comply with Sections 314.2 through 314.4. 


314.2 Fixtures and displays. Fixtures and displays of goods 
for sale to the public shall be arranged so as to maintain free, 
immediate and unobstructed access to exits as required by 
Chapter 10. 


314.3 Highly combustible goods. The display of highly 
combustible goods, including but not limited to fireworks, 
flammable or combustible liquids, liquefied flammable gases, 
oxidizing materials, pyroxylin plastics and agricultural 
goods, in main exit access aisles, corridors, covered and open 
malls, or within 5 feet (1524 mm) of entrances to exits and 
exterior exit doors is prohibited where a fire involving such 
goods would rapidly prevent or obstruct egress. 
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314.4 Vehicles. Liquid-fueled or gaseous-fueled vehicles, 
aircraft, boats or other motorcraft shall not be located indoors 
except as follows: 


1. The engine starting system is made inoperable or bat- 
teries are disconnected except where the fire code offi- 
cial requires that the batteries remain connected to 
maintain safety features. 


2. Fuel in fuel tanks does not exceed one-quarter tank or 5 
gallons (19 L) (whichever is least). 


3. Fuel tanks and fill openings are closed and sealed to 
prevent tampering. 


4, Vehicles, aircraft, boats or other motorcraft equipment 
are not fueled or defueled within the building. 


SECTION 315 
GENERAL STORAGE 


315.1 General. Storage shall be in accordance with Sections 
315.2 through 315.6. Outdoor pallet storage shall be in accor- 
dance with Sections 315.2 and 315.7. 


Exception: Wood and wood composite pallets stored 
outdoors at pallet manufacturing and recycling facilities 
and complying with Section 2810. 


315.2 Permit required. A permit for miscellaneous combus- 
tible storage shall be required as set forth in Section 105.5. 


315.3 Storage in buildings. Storage of materials in buildings 
shall be orderly and stacks shall be stable. Storage of combus- 
tible materials shall be separated from heaters or heating 
devices by distance or shielding so that ignition cannot occur. 


315.3.1 Ceiling clearance. Storage shall be maintained 2 
feet (610 mm) or more below the ceiling in nonsprinklered 
areas of buildings or not less than 18 inches (457 mm) 
below sprinkler head deflectors in sprinklered areas of 
buildings. 


Exceptions: 


1. The 2-foot (610 mm) ceiling clearance is not 
required for storage along walls in nonsprin- 
klered areas of buildings. 


2. The 18-inch (457 mm) ceiling clearance is not 
required for storage along walls in areas of build- 
ings equipped with an automatic sprinkler system 
in accordance with Section 903.3.1.1, 903.3.1.2 
or 903.3.1.3. 


315.3.2 Means of egress. Combustible materials shall not 
be stored in exits or enclosures for stairways and ramps. 
Combustible materials in the means of egress during 
construction, demolition, remodeling or alterations shall 
comply with Section 3312.3. 


315.3.3 Equipment rooms. Combustible material shall 
not be stored in boiler rooms, mechanical rooms, electrical 
equipment rooms or in fire command centers as specified 
in Section 508.1.5, 


315.3.4 Attic, under-floor and concealed spaces. Attic, 
under-floor and concealed spaces used for storage of 
combustible materials shall be protected on the storage 


3-12 


side as required for 1-hour fire-resistance-rated construc- a 


tion. Openings shall be protected by assemblies that are 
self-closing and are of noncombustible construction or 
solid wood core not less than 1°/, inches (44.5 mm) in 
thickness. Storage shall not be placed on exposed joists. 


Exceptions: 


1. Areas protected by approved automatic sprinkler 
systems. 


2. Group R-3 and Group U occupancies. 


315.4 Outside storage. Outside storage of combustible mate- 
rials shall not be located within 10 feet (3048 mm) of a lot 
line. 


Exceptions: 


1. The separation distance is allowed to be reduced to 3 
feet (914 mm) for storage not exceeding 6 feet (1829 
mm) in height. 

2. The separation distance is allowed to be reduced 
where the fire code official determines that hazard to 
the adjoining property does not exist. 


315.4.1 Storage beneath overhead projections from 
buildings. Where buildings are protected by an automatic 
sprinkler system, the outdoor storage, display and 
handling of combustible materials under eaves, canopies 
or other projections or overhangs are prohibited except 
where automatic sprinklers are installed under such eaves, 
canopies or other projections or overhangs. 


315.4.2 Height. Storage in the open shall not exceed 20 
feet (6096 mm) in height. 


315.5 Storage underneath high-voltage transmission lines. 
Storage located underneath high-voltage transmission lines 
shall be in accordance with Section 316.6.2. 


315.6 Storage in plenums. Storage is prohibited in plenums. 
Abandoned material in plenums shall be deemed to be stor- 
age and shall be removed. Where located in plenums, the 
portion of abandoned cables that are able to be accessed with- 
out causing damage, or requiring demolition to the building 
shall be identified for future use with a tag or shall be deemed 
storage and shall be removed. 


315.7 Outdoor pallet storage. Pallets stored outdoors shall 
comply with Sections 315.7 through 315.7.7. Pallets stored 
within a building shall be protected in accordance with Chap- 
ter 32, 


315.7.1 Storage beneath overhead projections from 
buildings. Where buildings are equipped throughout with 
an automatic sprinkler system, the outdoor storage of 
pallets under eaves, canopies or other projections or over- 
hangs are prohibited except where automatic sprinklers are 
installed under such eaves, canopies or other projections 
or overhangs. 


315.7.2 Distance to lot line, Pallet storage shall not be 
located within 10 feet (3048 mm) of a lot line. 


315.7.3 Storage height. Pallet storage shall not exceed 20 
feet (6096 mm) in height. 


315.7.4 Pallet pile stability and size. Pallet stacks shall 
be arranged to form stable piles. Individual pallet piles 
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shall cover an area not greater than 400 square feet (37 
m*). 

315.7.5 Pallet types. Pallets shall be all wood, with slatted 
or solid top or bottom, with metal fasteners, or shall be 
plastic or composite pallets, listed and labeled in accor- 
dance with UL 2335 or FM 4996. Plastic pallets shall be 
both solid and gridded deck, independent of the pallet 
manufacturing process, type of resin used in fabrication or 
geometry of the pallet. 


315.7.6 Pile separation distances. In addition to the other 
requirements of this section, pallet stacks and piles shall 
be separated in accordance with Sections 315.7.6.1 and 
315,7.6.2. 


315.7.6.1 Building separation. Pallet stacks and piles 
shall be separated from buildings in accordance with 
Table 315.7.6(1) for wood pallets and Table 315.7.6(2) 
for plastic pallets. 


315.7.6.2 Separation from other pallets and on-site 
storage. Pallets shall be separated from other pallet 
piles and other storage in accordance with Table 
315.7.6(3) for wood pallets and Table 315.7.6(4) for 
plastic pallets. 


315.7.7 Prohibited locations. Pallets shall not be stored 
underneath high-voltage transmission lines, elevated road- 
ways or elevated railways. 


SECTION 316 
HAZARDS TO FIRE FIGHTERS 


316.1 Trapdoors to be closed. Trapdoors and scuttle covers, 
other than those that are within a dwelling unit or automati- 
cally operated, shall be kept closed at all times except when 
in use. 


316.2 Shaftway markings. Vertical shafts shall be identified 
as required by this section. 


316.2.1 Exterior access to shaftways. Outside openings 
that can be reached by the fire department and that open 
directly on a hoistway or shaftway communicating 
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between two or more floors in a building shall be plainly 
marked with the word “SHAFTWAY” in red letters not 
less than 6 inches (152 mm) high on a white background. 
Such warning signs shall be placed so as to be readily 
discernible from the outside of the building. 


316,2.2 Interior access to shaftways. Door or window 
openings to a hoistway or shaftway from the interior of the 
building shall be plainly marked with the word “SHAFT- 
WAY” in red letters not less than 6 inches (152 mm) high 
on a white background. Such warning signs shall be 
placed so as to be readily discernible. 


Exception: Marking shall not be required on shaftway 
openings that are readily discernible as openings onto a 
shaftway by the construction or arrangement. 


316.3 Pitfalls. The intentional design or alteration of build- 
ings to disable, injure, maim or kill intruders is prohibited. A 
person shall not install and use firearms, sharp or pointed 
objects, razor wire, explosives, flammable or combustible 
liquid containers, or dispensers containing highly toxic, toxic, 
irritant or other hazardous materials in a manner that could 
passively or actively disable, injure, maim or kill a fire fighter 
who forcibly enters a building for the purpose of controlling 
or extinguishing a fire, rescuing trapped occupants or render- 
ing other emergency assistance. 


316.4 Obstructions on roofs. Wires, cables, ropes, antennas, 
or other suspended obstructions installed on the roof of a 
building having a roof slope of less than 30 degrees (0.52 rad) 
shall not create an obstruction that is less than 7 feet (2133 
mm) high above the surface of the roof. 


Exceptions: 
1. Such obstruction shall be permitted where the wire, 
cable, rope, antenna or suspended obstruction is 


encased in a white, 2-inch (51 mm) minimum diam- 
eter plastic pipe or an approved equivalent. 


2. Such obstruction shall be permitted where there is a 
solid obstruction below such that accidentally walk- 
ing into the wire, cable, rope, antenna or suspended 
obstruction is not possible. 


TABLE 315.7.6(1) 
SEPARATION DISTANCE BETWEEN WOOD PALLET STACKS AND BUILDINGS 
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For SI: 1 foot = 304.8 mm. 
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TABLE 315.7.6(2) 
SEPARATION DISTANCE BETWEEN PLASTIC PALLET STACKS AND BUILDINGS 
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For SI: | foot = 304.8 mm, 


TABLE 315.7.6(3) 
SEPARATION FROM OTHER PALLET PILES AND ON-SITE STORAGE (WOOD PALLETS) 


WOOD PALLET SEPARATION DISTANCE (feet) 


ee eter ae eee 


For SI: 1 foot = 304.8 mm. 


TABLE 315.7.6(4) 
SEPARATION FROM OTHER PALLET PILES AND ON-SITE STORAGE (PLASTIC PALLETS) 


PLASTIC PALLET SEPARATION DISTANCE (feet) 


For SI: | foot = 304.8 mm. 


[California Code of Regulations, Title 19, Division 1, 316.6 Structures and outdoor storage underneath high- 
§3.05(b)] Fire Department Access and Egress. (Roofs). voltage transmission lines. Structures and outdoor storage 
underneath high-voltage transmission lines shall comply with 


b) Roofs. N hall install intain an j 
(2) ROG NO DEP SOr Sgt IASI GI Asal a ea Sections 316.6.1 and 316.6.2, respectively. 


barrier such as barbed wire fencing, razor wire fencing, 


chain link fencing or any other fencing material, cable, 316.6.1 Structures. Structures shall not be constructed 
aerial, antenna or other obstruction on the roof of any within the utility easement beneath high-voltage transmis- 
commercial establishment in such a manner as to obstruct sion lines. 


or render egress or access hazardous in the event of fire 


Exception: Restrooms and unoccupied telecommuni- 
or other emergency. 


cation structures of noncombustible construction less 
Exception: Guy wire, rods and aerial antenna masts may be than 15 feet (4572 mm) in height. 

attached to a roof structure having a slope of less than 30 
degrees provided there is full clearance of seven feet or more 
between the roof and said obstruction. Guy wire or rods 
required to support aerial or antenna masts may be attached 
to a roof structure a lateral distance from the mast not in 
excess of one-sixth the height of the mast. 


316.6.2 Outdoor storage. Outdoor storage within the util- 
ity easement underneath high-voltage transmission lines 
shall be limited to noncombustible material. Storage of 
hazardous materials including, but not limited to, flamma- 
ble and combustible liquids is prohibited. 


Exception: Combustible storage, including vehicles 
and fuel storage for backup power equipment serving 
public utility equipment, is allowed, provided that a 
plan indicating the storage configuration is submitted 
and approved. 


316.5 Security device. Any security device or system that 
emits any medium that could obscure a means of egress in 
any building, structure or premise shall be prohibited. 
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SECTION 317 
LANDSCAPED ROOFS 


317.1 General. Landscaped roofs shall be installed and main- 
tained in accordance with Sections 317.2 through 317.5 and 
Sections 1505 and 1507.15 of the California Building Code. 


317.2 Landscaped roof size. Landscaped roof areas shall not 
exceed 15,625 square feet (1450 m’) in size for any single 
area with a maximum dimension of 125 feet (39 m) in length 
or width. A minimum 6-foot-wide (1.8 m) clearance consist- 
ing of a listed Class A roof assembly tested in accordance 
with ASTM E108 or UL 790 shall be provided between adja- 
cent landscaped roof areas. 


317.3 Rooftop structure and equipment clearance. For all 
vegetative roofs abutting combustible vertical surfaces, a 
Class A-rated roof system complying with ASTM E108 or 
UL 790 shall be achieved for a minimum 6-foot-wide (1829 
mm) continuous border placed around rooftop structures and 
all rooftop equipment including, but not limited to, mechani- 
cal and machine rooms, penthouses, skylights, roof vents, 
solar panels, antenna supports and building service 
equipment. 


317.4 Vegetation. Vegetation shall be maintained in accor- 
dance with Sections 317.4.1 and 317.4.2. 


317.4.1 Irrigation. Supplemental irrigation shall be 
provided to maintain levels of hydration necessary to keep 
green roof plants alive and to keep dry foliage to a 
minimum. 

317.4,2 Dead foliage. Excess biomass, such as overgrown 
vegetation, leaves and other dead and decaying material, 
shall be removed at regular intervals not less than two 
times per year. 


317.4.3 Maintenance plan. The fire code official is 
authorized to require a maintenance plan for vegetation 
placed on roofs due to the size of a landscaped roof, mate- 
rials used or where a fire hazard exists to the building or 
exposures due to the lack of maintenance. 


317.5 Maintenance equipment. Fueled equipment stored on 
roofs and used for the care and maintenance of vegetation on 
roofs shall be stored in accordance with Section 313. 


SECTION 318 
LAUNDRY CARTS 


318.1 Laundry carts with a capacity of 1 cubic yard or 
more. Laundry carts with an individual capacity of 1 cubic 
yard [200 gallons (0.76 m’*)] or more, used in laundries within 
Group B, E, F-1, I, M and R-1 occupancies, shall be 
constructed of noncombustible materials or materials having 
a peak rate of heat release not exceeding 300 kW/m’ at a flux 
of 50 kW/m? where tested in a horizontal orientation in accor- 
dance with ASTM E1354. 


Exceptions: 


1. Laundry carts in areas protected by an approved 
automatic sprinkler system installed throughout in 
accordance with Section 903.3.1.1. 


2. Laundry carts in coin-operated laundries. 
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SECTION 319 
RESERVED 


SECTION 320 
ADDITIVE MANUFACTURING (3D PRINTING) 


320.1 General. Additive manufacturing equipment and oper- 
ations shall comply with Section 320. 


320.1.1 Scope. Additive manufacturing shall comply with 
one of the following: 


1. Nonindustrial additive manufacturing shall comply 
with Section 320.2. 


2. Industrial additive manufacturing shall comply with 
Section 320.3. 


320.1.2 Installation, operation and maintenance. 3D 
printers and associated additive manufacturing equipment 
shall be installed, operated and maintained in accordance 
with this code, the listing and the manufacturer’s 
instructions. 


320.1.3 Production materials. Only the production mate- 
rials listed for use with the equipment and included in the 
manufacturer’s instructions shall be used. 


320.2 Nonindustrial additive manufacturing. Nonindus- 
trial additive manufacturing equipment and operations shall 
comply with Sections 320.2.1 and 320.2.2. Additive manu- 
facturing equipment and operations that do not comply with 
Section 320.2 shall comply with Section 320.3. 


320.2.1 Listing. 3D printers used in nonindustrial additive 
manufacturing shall be listed and labeled in accordance 
with UL 2011, UL 60950-1 or UL 62368-1. The listing 
shall also verify: 


1. The 3D printers are self-contained and utilize maxi- 
mum 30-liter prepackaged production materials. 


2. The operation of the 3D printers shall not create a 
hazardous (classified) electrical area or zone outside 
the unit. 


3. If any hazardous (classified) electrical area or zone 
exists inside the unit’s outer enclosure, the area shall 
be protected by intrinsically safe electrical construc- 
tion or other acceptable protection methods. 


4. The 3D printers shall not utilize inert gas or an 
external combustible dust collection system. 


320.2.2 Occupancies. Nonindustrial additive manufactur- 
ing shall be permitted in all occupancy groups. 


320.3 Industrial additive manufacturing. Industrial addi- 
tive manufacturing equipment and operations shall comply 
with Sections 320.3.1 through 320.3.12. 


320.3.1 Permits required. Permits shall be obtained from 
the fire code official in accordance with Section 105.5 
prior to engaging in industrial additive manufacturing 
operations. 

320.3.2 Listing. 3D printers used in industrial additive 
manufacturing shall be listed and labeled in accordance 
with UL 2011 or approved for the application based on a 
field evaluation conducted by an approved agency. 
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320.3.3 Combustible dusts and metals. Industrial addi- 
tive manufacturing operations that store, use or produce 
combustible dust, combustible particulate solids or 
combustible metals shall comply with Chapter 22 and this 
section. 


320.3.4 Powder evaluation. Printing powders used in 
industrial additive manufacturing operations shall be 
tested for combustibility in accordance with NFPA 484 or 
NFPA 652 as applicable. A copy of test reports shall be 
provided to the fire code official upon request. 


320.3.5 Combustible (nonmetallic) dusts. Industrial 
additive manufacturing operations that store, use or 
produce combustible (nonmetallic) dusts shall comply 
with NFPA 654. 


320.3.6 Combustible metals. Industrial additive manu- 
facturing operations that store or use combustible metals 
shall comply with NFPA 484. 


320.3.7. Ancillary equipment. Ancillary equipment 
provided for recycling, sieving, vacuuming or handling 
combustible powders shall be designed and approved for 
such use. 


320.3.8 Hazardous materials. Industrial additive manu- 
facturing operations that store or use hazardous materials 
exceeding the maximum allowable quantity limits shall 
comply with Chapter 50. 


320.3.9 Inert gas. Additive manufacturing processes that 
utilize inert gases shall comply with Chapter 53. Ventila- 
tion or gas detection shall be provided in accordance with 
Section 5307. 


320.3.10 Technical assistance. Where required by the fire 
code official, a report evaluating the acceptability of tech- 
nologies, processes, products, facilities, materials and uses 
associated with the operation shall be provided in accor- 
dance with Section 104.8.2 and approved. 


320.3.11 Performance-based design alternative. Where 
approved by the fire code official, buildings and facilities 
where industrial additive manufacturing is performed shall 
be permitted to comply with the performance-based design 
options in Section 5001.3 as an alternative to compliance 
with the other requirements set forth in this section. 


320.3.12 Occupancies. Industrial additive manufacturing 
shall be conducted only in the occupancy groups associ- 
ated with manufacturing operation and permitted by the 
Chapter 50 maximum allowable quantity tables. Where 
approved, the requirements in Section 320.3.6 shall be 
permitted to provide the technical basis for determining 
compliance with Table 5003.1.1(1), Note q. 


SECTION 321 
ARTIFICIAL COMBUSTIBLE VEGETATION 


321.1 Artificial combustible vegetation on roofs and near 
buildings. Artificial combustible vegetation exceeding 6 feet 
(1829 mm) in height and permanently installed outdoors 
within 5 feet (1524 mm) of a building or on the roof of a 
building shall comply with Section 807.4.1. The placement of 


artificial combustible vegetation shall also comply with 
Sections 806.3 and 807.4.2. . 


Exception: Artificial decorative vegetation located more 
than 30 feet (9144 mm) from the exterior wall of a 
building. 7 


SECTION 322 
STORAGE OF LITHIUM-ION 
AND LITHIUM METAL BATTERIES 


322.1 General. The storage of lithium-ion and lithium metal 
batteries shall comply with Section 322. 


Exceptions: 


1. New or refurbished batteries installed in the equip- 
ment, devices or vehicles they are designed to 
power. 


2. New or refurbished batteries packed for use with the 
equipment, devices or vehicles they are designed to 
power. 


3. Batteries in original retail packaging that are rated 
at 300 watt-hours or less for lithium-ion batteries or 
contain 25 grams or less of lithium metal for lithium 
metal batteries. 


4, Temporary storage of batteries or battery compo- 
nents during the battery manufacturing process 
prior to completion of final quality control checks. 


5. Temporary storage of batteries during the vehicle 
manufacturing or repair process. 


322,2 Permits. Permits shall be required for an accumulation 
of more than 15 cubic feet (0.42 m) of lithium-ion and lithium 
metal batteries, other than batteries listed in the exceptions to 
Section 322.1, as set forth in Section 105.5. 53. 


322.3 Fire safety plan. A fire safety plan shall be provided in 
accordance with Section 403.10.6. In addition, the fire safety 
plan shall include emergency response actions to be taken 
upon detection of a fire or possible fire involving lithium-ion 
or lithium metal battery storage. 


322.4 Storage requirements. Lithium-ion and lithium metal 
batteries shall be stored in accordance with Sections 322.4. 1, 
322.4.2 or 322.4.3, as applicable. 


322.4.1 Limited indoor storage in containers. Not more 
than 15 cubic feet (0.42 m*) of lithium-ion or lithium metal 
batteries shall be permitted to be stored in containers in 
accordance with all of the following: 


1. Containers shall be open-top and constructed of 
noncombustible materials or shall be approved for 
battery collection. 


2. Individual containers and groups of containers shall 
not exceed a capacity of 7.5 cubic feet (0.21 m’). 

3. A second container or group of containers shall be 
separated by not less than 3 feet (914 mm) of open 
space, or 10 feet (3048 mm) of space that contains 
combustible materials. 

4. Containers shall be located not less than 5 feet 
(1524 mm) from exits or exit access doors. 
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322.4.2 Indoor storage areas. Indoor storage areas for 
lithium-ion and lithium metal batteries, other than those 
complying with Section 322.4.1, shall comply with 
Sections 322.4.2.1 through 322.4.2.6. 


322.4.2.1 Technical opinion and report. A technical 
opinion and report complying with Section 104.8.2 
shall be prepared to evaluate the fire and explosion 
risks associated with the indoor storage area and to 
make recommendations for fire and explosion protec- 
tion. The report shall be submitted to the fire code 
official and shall require the fire code official’s 
approval prior to issuance of a permit. In addition to 
the requirements of Section 104.8.2, the technical opin- 
ion and report shall specifically evaluate the following: 


1. The potential for deflagration of flammable gases 
released during a thermal runaway event. 


2. The basis of design for an automatic sprinkler 
system or other approved fire suppression sys- 
tem. Such design basis shall reference relevant 
full-scale fire testing or another approved 
method of demonstrating sufficiency of the rec- 
ommended design. 


322.4.2.2 Construction requirements. Where indoor 
storage areas for lithium-ion and lithium metal batter- 
ies are located in a building with other uses, battery 
storage areas shall be separated from the remainder of 
the building by 2-hour-rated fire barriers or horizontal 

‘ assemblies. Fire barriers shall be constructed in accor- 
dance with Section 707 of the California Building 
Code, and horizontal assemblies shall be constructed 
in accordance with Section 711 of the California Build- 
ing Code. 


Exceptions: 


1. Where battery storage is contained in one or 
more approved prefabricated portable struc- 
tures providing a complete 2-hour fire-resis- 
tance-rated enclosure, fire barriers and 
horizontal assemblies are not required. 


2. Where battery storage is limited to new batter- 
ies in packaging that has been demonstrated 
to and approved by the fire code official as 
sufficient to isolate a fire in packaging to the 
package interior, fire barriers and horizontal 
assemblies are not required. 


322.4.2.3 Fire protection systems. Indoor storage 
areas for lithium-ion and lithium metal batteries shall 
be protected by an automatic sprinkler system comply- 
ing with Section 903.3.1.1 or an approved alternative 
fire suppression system. The system design shall be 
based on recommendations in the approved technical 
opinion and report required by Section 322.4.2.1. 


322.4.2.4 Fire alarm systems. Indoor storage areas for 
lithium-ion and lithium metal batteries shall be 
provided with an approved automatic fire detection and 
alarm system complying with Section 907. The fire 
detection system shall use air-aspirating smoke detec- 
tion, radiant energy-sensing fire detection, or both. 


2022 CALIFORNIA FIRE CODE 


GENERAL REQUIREMENTS 


322.4.2.5 Explosion control. Where the approved tech- 
nical opinion and report required by Section 322.4.2.1 
recommends explosion control, explosion control 
complying with Section 911 shall be provided. 


322.4.2.6 Reduced requirements for storage of 
partially charged batteries. Indoor storage areas for 
lithium-ion and lithium metal batteries with a demon- 
strated state of charge not exceeding 30 percent shall 
not be required to comply with Sections 322.4.2.1, 
322.4.2.2 or 322.4.2.5, provided that procedures for 
limiting and verifying that the state of charge will not 
exceed 30 percent have been approved. 


322.4.3 Outdoor storage. Outdoor storage of lithium-ion 
or lithium metal batteries shall comply with Sections 
322.4.3.1 through 322.4.3.3. 


322.4.3.1 Distance from storage to exposures. 
Outdoor storage of lithium-ion or lithium metal batter- 
ies, including storage beneath weather protection in 
accordance with Section 414.6.1 of the California 
Building Code, shall comply with one of the following: 


1. Battery storage shall be located not less than 20 
feet (6096 mm) from any building, lot line, public 
street, public alley, public way or means of 
egress. 


2. Battery storage shall be located not less than 3 
feet (914 mm) from any building, lot line, public 
street, public alley, public way or means of 
egress where the battery storage is separated by 
a 2-hour fire-resistance-rated assembly without 
openings or penetrations and extending 5 feet 
(1524 mm) above and to the sides of the battery 
Storage area. 


3. Battery storage shall be located not less than 3 
feet (914 mm) from any building, lot line, public 
street, public alley, public way or means of 
egress where batteries are contained in approved 
prefabricated portable structures providing a 
complete 2-hour fire-resistance-rated enclosure. 


322.4.3.2 Storage area size limits and separation. 
Outdoor storage areas for lithium-ion or lithium metal 
batteries, including storage beneath weather-protec- 
tion in accordance with Section 414.6.1 of the 
California Building Code, shall not exceed 900 square 
feet (83.6 m’). The height of battery storage in such 
areas shall not exceed 10 feet (3048 mm). Multiple 
battery storage areas shall be separated from each 
other by not less than 10 feet (3048 mm) of open space. 


322.4,3.3 Fire detection. Outdoor storage areas for 
lithium-ion or lithium metal batteries, regardless of 
whether such areas are open, under weather protection 
or in a prefabricated portable structure, shall be 
provided with an approved automatic fire detection and 
alarm system complying with Section 907. The fire 
detection system shall use radiant energy-sensing fire 
detection. 
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SECTION 323 
ROAD TUNNELS, BRIDGES AND 
OTHER LIMITED ACCESS HIGHWAYS [SFM] 


323.1 General. Road tunnels, bridges and other limited 
access highways that are state owned shall comply with 
NFPA 502. 
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CHAPTER 4 — EMERGENCY PLANNING AND PREPAREDNESS 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications.) 
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CHAPTER 4 
EMERGENCY PLANNING AND PREPAREDNESS 


User note: 


About this chapter: Chapter 4 addresses the human contribution to life safety in buildings when a fire or other emergency occurs. The 
requirements for continuous training and scheduled fire, evacuation and lockdown drills can be as important as the required periodic inspec- 
tions and maintenance of built-in fire protection features. The level of preparation by the occupants also improves the emergency responders’ 
abilities during an emergency. The California Building Code focuses on built-in fire protection features, such as automatic sprinkler systems, 
fire-resistance-rated construction and properly designed egress systems, whereas this chapter fully addresses the human element. 


SECTION 401 
GENERAL 


401.1 Scope. Reporting of emergencies, coordination with 
emergency response forces, emergency plans and procedures 
for managing or responding to emergencies shall comply 
with the provisions of this section. 


Exception: Firms that have approved on-premises fire- 
fighting organizations and that are in compliance with 
approved procedures for fire reporting. 


401.2 Approval. Where required by this code, fire safety 
plans, emergency procedures and employee training 
programs shall be approved by the fire code official. 


401.3 Emergency responder notification. Notification of 
emergency responders shall be in accordance with Sections 
401.3.1 through 401.3.3. 


401.3.1 Fire events. In the event an unwanted fire occurs 
on a property, the owner or occupant shall immediately 
report such condition to the fire department. 


401.3.2 Alarm activations. Upon activation of a fire 
alarm signal, employees or staff shall immediately notify 
the fire department. 


401.3.3 Delayed notification. A person shall not, by 
verbal or written directive, require any delay in the report- 
ing of a fire to the fire department. 


401.3.4 Group E fire alarm initiation. Every person and 
public officer managing, controlling or in charge of any 
public, private or parochial school shall cause the fire 
alarm signal to be sounded upon the discovery of fire. 


401.4 Required plan implementation. In the event an 
unwanted fire is detected in a building or a fire alarm acti- 
vates, the emergency plan shall be implemented. 


401.5 Making false report. A person shall not give, signal or 
transmit a false alarm. 


401.6 Emergency evacuation drills. The sounding of a fire 
alarm signal and the carrying out of an emergency evacuation 
drill in accordance with the provisions of Section 405 shall be 
allowed. 


401.7 Unplanned evacuation. Evacuations made necessary 
by the unplanned activation of a fire alarm system or by any 
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other emergency shall not be substituted for a required evacu- 
ation drill. 


401.8 Interference with fire department operations. It 
shall be unlawful to interfere with, attempt to interfere with, 
conspire to interfere with, obstruct or restrict the mobility of 
or block the path of travel of a fire department emergency 
vehicle in any way, or to interfere with, attempt to interfere 
with, conspire to interfere with, obstruct or hamper any fire 
department operation, 


401.9 Evacuation of buildings. Upon notification of fire, 
conduct of any fire drill, upon activation of the fire alarm, or 
upon orders of the fire authority having jurisdiction, build- 
ings or structures within the scope of these regulations shall 
be immediately evacuated or occupants shall be relocated in 
accordance with established plans. 


SECTION 402 
DEFINITIONS 


402.1 Definitions. The following terms are defined in Chap- 
ten: 


EMERGENCY EVACUATION DRILL. 
LOCKDOWN. 


SECTION 403 
EMERGENCY PREPAREDNESS REQUIREMENTS 


403.1 General. In addition to the requirements of Section 
401, occupancies, uses and outdoor locations shall comply 
with the emergency preparedness requirements set forth in 
Sections 403.2 through 403.11.3.3. Where a fire safety and 
evacuation plan is required by Sections 403.2 through 
403.10.6, evacuation drills shall be in accordance with 
Section 405 and employee training shall be in accordance 
with Section 406. 


403.2 Group A occupancies. An approved fire safety and 
evacuation plan in accordance with Section 404 shall be 
prepared and maintained for Group A occupancies, other than 
those occupancies used exclusively for purposes of religious 
worship with an occupant load less than 2,000, and for build- 
ings containing both a Group A occupancy and an atrium. 
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Group A occupancies shall comply with Sections 403.2.1 
through 403.2.4. 


403.2.1 Seating plan. In addition to the requirements of 
Section 404.2, the fire safety and evacuation plans for 
assembly occupancies shall include a detailed seating 
plan, occupant load and occupant load limit. Deviations 
from the approved plans shall be allowed provided that the 
occupant load limit for the occupancy is not exceeded and 
the aisles and exit accessways remain unobstructed. 


403.2.2 Announcements. In theaters, motion picture 
theaters, auditoriums and similar assembly occupancies in 
Group A used for noncontinuous programs, an audible 
announcement shall be made not more than 10 minutes 
prior to the start of each program to notify the occupants 
of the location of the exits to be used in the event of a fire 
or other emergency. 


Exception: In motion picture theaters, the announce- 
ment is allowed to be projected on the screen in a 
manner approved by the fire code official. 


403.2.3 Fire watch personnel. Fire watch personnel shall 
be provided where required by Section 403.11.1. 


403.2.4 Crowd managers. Crowd managers shall be 
provided where required by Section 403.11.3. 


403.3 Group B occupancies. An approved fire safety and 
evacuation plan in accordance with Section 404 shall be 
prepared and maintained for buildings containing a Group B 
occupancy where the Group B occupancy has an occupant 
load of 500 or more persons or more than 100 persons above 
or below the lowest level of exit discharge and for buildings 
having an ambulatory care facility. 


403.3.1 Ambulatory care facilities. Ambulatory care 
facilities shall comply with the requirements of Sections 
401, 403.3.1.1 through 403.3.1.2 and 404 through 406. 


403.3.1.1 Fire safety and evacuation plan. The fire 
safety and evacuation plan required by Section 404 
shall include a description of special staff actions. This 
shall include procedures for stabilizing care recipients 
in a defend-in-place response, staged evacuation, or full 
evacuation in conjunction with the entire building if 
part of a multitenant facility. 


403.3.1.1.1 Fire safety plan. A copy of the fire 
safety plan shall be maintained at the facility at all 
times. The plan shall include all of the following in 
addition to the requirements of Section 404: 
1. Locations of care recipients who are rendered 
incapable of self-preservation. 
2. Maximum number of care recipients rendered 
incapable of self-preservation. 
3, Area and extent of each ambulatory care facil- 
ity. 
4, Location of any special locking arrangements. 
403.3.1.2 Staff training. Staff shall be periodically 
instructed and kept informed of their duties and respon- 


sibilities under the plan. Records of instruction shall be 
maintained. Such instruction shall be reviewed by the 
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staff at intervals not exceeding three months. Training 
of new staff shall be provided promptly on entrance to 
duty. ; 

Staff shall be instructed in the proper use of portable 
fire extinguishers and other manual fire suppression 
equipment. 


403.4 Group E occupancies. An approved fire safety and 
evacuation plan in accordance with Section 404 shall be 
prepared and maintained for Group E occupancies and for 
buildings containing both a Group E occupancy and an 
atrium. Group E occupancies shall comply with Sections 
403.4.1 through 403. 4.4. 


[California Code of Regulations, Title 19, Division 1, 
§3.13(a)(I)] Fire Drills. (Group E Occupancies) 


(a) Group E Occupancies. 


(1) General. Every person and public officer managing, 
controlling or in charge of any public, private or parochial 
school shall cause the fire alarm signal to be sounded upon 
the discovery of fire. Every person and public officer manag- 
ing, controlling or in charge of any public, private or paro- 
chial school, other than a two-year community college, shall 
cause the fire alarm signal to be sounded not less than once 
every calendar month at the elementary and intermediate lev- 
els, and not less than twice yearly at the secondary level, in 
the manner prescribed in California Code of Regulations, 
Title 24, Part 2, Section 907. 


A fire drill shall be held at the secondary level not less 
than twice every school year. 


403.4.1 Group E Occupancies. Every person and public 
officer managing, controlling or in charge of any public, 
private or parochial school, other than a two-year com- 
munity college, shall cause the fire alarm signal to be 
sounded not less than once every calendar month at the 
elementary and intermediate levels, and not less than 
twice yearly at the secondary level in the manner pre- 
scribed in Section 907. A fire drill shall be held at the sec- 
ondary level not less than twice every school year. 


403.4.1.1 Emergency Pre-Fire Planning. Each 
school principal, district superintendent or day nurs- 
ery manager shall, in cooperation with the enforcing 
agency, prepare procedures to be followed in case of 
fire or other emergency. They should include the fol- 
lowing: 
1. Posting of the telephone number of the fire 
department in the office and/or at the main 
switchboard. 


2. Assignment of a responsible person to call the 
fire department upon notification of any fire or 
activation of the alarm system for any reason 
other than fire drills. 


3. Posting in a conspicuous place in each classroom 
or assembly area a plan showing paths of travel 
to evacuate the room in case of emergency and 
including an alternate route. 


4. Posting in each classroom instructions to be fol- 
lowed by the teacher. These should include: 
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4.1. Maintaining of order during evacuation. 


4.2. Removal of roll call book and calling of 
roll when designated evacuation area is 
reached. 


403.4.2 First emergency evacuation drill. The first 
emergency evacuation drill of each sehool year shall be 
conducted within 10 days of the beginning of classes. 


403.4.3 Time of day. Emergency evacuation drills shall 
be conducted at different hours of the day or evening, 
during the changing of classes, when the school is at 
assembly, during the recess or gymnastic periods, or 
during other times to avoid distinction between drills and 
actual fires. 


403.4.4 Assembly points. Outdoor assembly areas shall 
be designated and shall be located a safe distance from the 
building being evacuated so as to avoid interference with 
fire department operations. The assembly areas shall be 
arranged to keep each class separate to provide account- 
ability of all individuals. 


403.5 Group F occupancies. An approved fire safety and 
evacuation plan in accordance with Section 404 shall be 
prepared and maintained for buildings containing a Group F 
occupancy where any of the following conditions apply: 


1. The Group F occupancy has an occupant load of 500 or 
more persons. 


2. The Group F occupancy has an occupant load of more 
‘than 100 persons above or below the lowest level of 
exit discharge. 


3. Group F pallet manufacturing and recycling facilities as 
required by Section 2810. 


403.6 Group H occupancies. An approved fire safety and 
evacuation plan in accordance with Section 404 shall be 
prepared and maintained for Group H occupancies. 


403.6.1 Group H-5 occupancies. Group H-5 occupancies 
shall comply with Sections 403.6.1.1 through 403.6.1.4. 


403.6.1.1 Plans and diagrams. In addition to the 
requirements of Section 404 and Section 407.6, plans 
and diagrams shall be maintained in approved locations 
indicating the approximate plan for each area; the 
amount and type of HPM stored, handled and used; 
locations of shutoff valves for HPM supply piping; 
emergency telephone locations and locations of exits. 


403.6.1.2 Plan updating. The plans and diagrams 
required by Sections 404, 403.6.1.1 and 407.6 shall be 
maintained up-to-date and the fire code official and fire 
department shall be informed of major changes. 


403.6.1.3 Emergency response team. Responsible 
persons shall be designated as an on-site emergency 
response team and trained to be liaison personnel for 
the fire department. These persons shall aid the fire 
department in preplanning emergency responses, iden- 
tifying locations where HPM is stored, handled and 
used, and be familiar with the chemical nature of such 
material. An adequate number of personnel for each 
work shift shall be designated. 
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403.6.1.4 Emergency drills. Emergency drills of the 
on-site emergency response team shall be conducted on 
a regular basis but not less than once every three 
months. Records of drills conducted shall be 
maintained. 


403.7 Group I occupancies. An approved fire safety and 
evacuation plan in accordance with Section 404 shall be 
prepared and maintained for Group I occupancies. Group I 
occupancies shall comply with Sections 403.7.1 through 
403.7.3.6. 


403.7.1 Group R-2.7 occupancies. Group R-2./ occupan- 
cies shall comply with Sections 403.7.1.1 through 
403.7.1.7. 


403.7.1.1 Fire safety and evacuation plan. The fire 
safety and evacuation plan required by Section 404 
shall include a description of special staff actions. Plans 
shall include all of the following in addition to the 
requirements of Section 404: 


1. Procedures for full evacuation of care recipients. 


2. In Group R-2./ procedures for staged evacuation 
of care recipients through a refuge area in an 
adjacent smoke compartment and then to an exte- 
rior assembly point. 


3. Shall be amended or revised upon admission of 
any resident care recipient with unusual needs. 


403.7.1.1.1 Fire safety plan. A copy of the fire 
safety plan shall be maintained at the facility at all 
times. The plan shall include the following in addi- 
tion to the requirements of Section 404.2.2: 


1. Location and number of care recipient sleep- 
ing rooms. 


2. Location of special locking arrangements. 


403.7.1.2 Staff training. Staff shall be periodically 
instructed and kept informed of their duties and respon- 
sibilities under the plan. Records of instruction shall be 
maintained. Such instruction shall be reviewed by staff 
at intervals not exceeding three months. Training of 
new staff shall be provided promptly upon entrance to 
duty. 

Staff shall be instructed in the proper use of portable 
fire extinguishers and other manual fire suppression 
equipment. 


403.7.1.3 Resident training. Residents capable of assist- 
ing in their own evacuation shall be trained in the proper 
actions to take in the event of a fire. In Group R-2./ occu- 
pancies, training shall include evacuation through an 
adjacent smoke compartment and then to an exterior 
assembly point. The training shall include actions to 


take if the primary escape route is blocked. Residents | 


shall be trained to assist each other in case of fire to the 
extent their physical and mental abilities permit them to 
do so without additional personal risk. 


403.7.1.4 Drill frequency. In addition to the evacua- 
tion drills required in Section 405.3, staff shall 
participate in drills an additional two times a year on 
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each shift. Twelve drills with all occupants shall be 
conducted in the first year of operation. 


403.7.2 Group I-2 occupancies. Group I-2 occupancies 
shall comply with Sections 403.7.2.1 through 403.7.2.4. 


403.7.2.1 Fire safety and evacuation plan. The fire 
safety and evacuation plans required by Section 404 
shall include a description of special staff actions. Plans 
shall include all of the following in addition to the 
requirements of Section 404: 


1. Procedures for evacuation for care recipients with 
needs for containment or restraint and post-evac- 
uation containment, where present. 


2. A written plan for maintenance of the means of 
egress. 


3. Procedure for a defend-in-place strategy. 


4, Procedures for a full-floor or building evacua- 
tion, where necessary. 


5. In Group I-2, Condition 2, amendments or revi- 
sions upon admission of any care recipients with 
unusual needs, 


403.7.2.2 Fire safety plan. A copy of the fire safety 
plan shall be maintained at the facility at all times. The 
plan shall include all of the following in addition to the 
requirements of Section 404.2.2: 


1. Location and number of care recipient sleeping 
rooms and operating rooms. 


2. Location of special locking arrangements. 


403.7.2.3 Staff training. Staff shall be periodically 
instructed and kept informed of their duties and respon- 
sibilities under the plan. Records of instruction shall be 
maintained, Such instruction shall be reviewed by staff 
at intervals not exceeding three months. Training of 
new staff shall be provided promptly upon entrance to 
duty. 

Staff shall be instructed in the proper use of portable 
fire extinguishers and other manual fire suppression 
equipment. 


403.7.2.4 Emergency evacuation drills, Emergency 
evacuation drills shall comply with Section 405. 


403.7.2.5 Fire loss prevention in operating rooms. 
Fire protection features and procedures for fire loss 
prevention in surgical operating rooms shall comply 
with NFPA 99, Section 16.13. 


403.7.3 Group I-3 occupancies. Group I-3 occupancies 
shall comply with Sections 403.7.3.1 through 403.7.3.6. 


403.7.3.1 Fire safety and evacuation plans. The fire 
safety and evacuation plans required by Section 404 
shall include a description of special staff actions. Plans 
shall include all of the following in addition to the 
requirements of Section 404: 


1. Procedures for evacuation of detainees with 
needs for containment or restraint. and post-evac- 
uation containment, where present. 


2. Procedures for a defend-in-place strategy. 


3. Procedures for a full-floor or building evacua- 
tion, where necessary. : 


403.7.3.2 Fire safety plan. A copy of the fire safety 
plan shall be maintained at the facility at all times. The 
plan shall include both of the following in addition to 
the requirements of Section 404.2.2: 


1. Location and number of cells. 
2. Location of special locking arrangements. 


403.7.3.3 Staff training. Staff shall be periodically 
instructed and kept informed of their duties and respon- 
sibilities under the plan. Records of instruction shall be 
maintained. Such instruction shall be reviewed by staff 
at intervals not exceeding three months. Training of 
new staff shall be provided promptly upon entrance to 
duty. 

Staff shall be instructed in the proper use of portable 
fire extinguishers and other manual fire suppression 
equipment. 


403.7.3.4 Staffing. Group I-3 occupancies shall be 
provided with 24-hour staffing. A staff person shall be 
within three floors or 300 feet (91 440 mm) horizontal 
distance of the access door of each resident housing 
area. In Group I-3 Conditions 3, 4 and 5, as defined in 
Chapter 2, the arrangement shall be such that the staff 
involved can start release of locks necessary for emer- 
gency evacuation or rescue and initiate other necessary 
emergency actions within 2 minutes of an alarm. 


Exception: A staff person shall not be required to be 
within three floors or 300 feet (91 440 mm) horizon- 
tal distance of the access door of each resident 
housing area in areas in which all locks are unlocked 
remotely and automatically in accordance with 
Section 408.4 of the California Building Code. 


403.7.3.5 Notification. Provisions shall be made for 
residents in Group I-3 Conditions 3, 4 and 5, as defined 
in Chapter 2, to readily notify staff of an emergency. 


403.7.3.6 Keys. Keys necessary for unlocking doors 
installed in a means of egress shall be individually 
identifiable by both touch and sight. 


403.8 Group M occupancies. An approved fire safety and 
evacuation plan in accordance with Section 404 shall be 
prepared and maintained for buildings containing a Group M 
occupancy where the Group M occupancy has an occupant 
load of 500 or more persons or more than 100 persons above 
or below the lowest level of exit discharge and for buildings 
containing both a Group M occupancy and an atrium. 


403.9 Group R occupancies. Group R occupancies shall 
comply with Sections 403.9.1 through 403.9,3.4. 


403.9.1 Group R-1 occupancies. An approved fire safety 
and evacuation plan in accordance with Section 404 shall 
be prepared and maintained for Group R-1 occupancies. 
Group R-1 occupancies shall comply with Sections 
403.9.1.1 through 403.9.1.3. 


403.9.1.1 Evacuation diagrams. A diagram depicting 
two evacuation routes shall be posted on or immedi- 
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ately adjacent to every required egress door from each 
hotel or motel sleeping unit. 


403.9.1.2 Emergency duties. Upon discovery of a fire 
or suspected fire, hotel and motel employees shall 
perform the following duties: 


1. Activate the fire alarm system, where provided. 
2. Notify the public fire department. 
3. Take other action as previously instructed. 


403.9.1.3 Fire safety and evacuation instructions, 
Information shall be provided in the fire safety and 
evacuation plan required by Section 404 to allow guests 
to decide whether to evacuate to the outside, evacuate 
to an area of refuge, remain in place, or any combina- 
tion of the three. 


403.9.2 Group R-2 occupancies. Group R-2 occupancies 
shall comply with Sections 403.9.2.1 through 403.9.2.3. 


403.9.2.1 College and university buildings. An 
approved fire safety and evacuation plan in accordance 
with Section 404 shall be prepared and maintained for 
Group R-2 college and university buildings. Group R-2 
college and university buildings shall comply with 
Sections 403.9.2.1.1 through 403. 9.2.1.3. 


403.9.2.1.1 College and University Pre-Fire Plan- 
ning. The Chancellor, President, or his designated 
representative, shall, in cooperation with the enforc- 
ing agency, propose procedures to be followed in 
case of fire or other emergency. They should include 
the following: 


I. Posting the telephone number of the fire 
department in the office and/or at the main 
switchboard. 


2, Assignment of a responsible person to call the 
fire department upon notification of any fire 
or activation of the alarm system for any rea- 
son other than fire drills, 


3. Posting in a conspicuous place in each class- 
room or assembly area a plan showing paths 
of travel to evacuate the room in case of emer- 
gency and including an alternate route. 


4, Posting in each classroom instructions to be 
followed by the teacher. These should include: 


4.1. Maintaining order during evacuation. 


4.2. Removal of roll call book and calling of 
roll when designated evacuation area is 
reached. 


403.9.2,1.1 First emergency evacuation drill. The 
first emergency evacuation drill of each school year 
shall be conducted within 10 days of the beginning of 
classes. 


403.9.2.1.2 Time of day. Emergency evacuation 
drills shall be conducted at different hours of the day 
or evening, during the changing of classes, when 
school is at assembly, during recess or gymnastic 
periods or during other times to avoid distinction 
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between drills and actual fires. One required drill 
shall be held during hours after sunset or before 
sunrise. 


403.9.2.2 Emergency guide. Fire emergency guides 
shall be provided for Group R-2 occupancies. Guide 
contents, maintenance and distribution shall comply 
with Sections 403.9.2.2.1 through 403.9.2.2.3. 


403.9.2.2.1 Guide contents. A fire emergency guide 
shall describe the location, function and use of fire 
protection equipment and appliances available for 
use by residents, including fire alarm systems, smoke 
alarms and portable fire extinguishers. Guides shall 
include an emergency evacuation plan for each 
dwelling unit. 


403.9,2.2.2 Emergency guide maintenance. Emer- 
gency guides shall be reviewed and approved by the 
fire code official. 


403.9.2.2.3 Emergency guide distribution. A copy 
of the emergency guide shall be given to each tenant 
prior to initial occupancy. 


403.9.2.3 Evacuation diagrams for dormitories. A 
diagram depicting two evacuation routes shall be 
posted on or immediately adjacent to every required 
egress door from each dormitory sleeping unit or dwell- 
ing unit. Evacuation diagrams shall be reviewed and 
updated as needed to maintain accuracy. 


403.9.3 Group R-4 occupancies. An approved fire safety 
and evacuation plan in accordance with Section 404 shall 
be prepared and maintained for Group R-4 occupancies. 
Group R-4 occupancies shall comply with Sections 
403,9.3.1 through 403.9.3.4. 


403.9.3.1 Fire safety and evacuation plan. The fire 
safety and evacuation plan required by Section 404 
shall include a description of special staff actions. Plans 
shall include procedures necessary for full evacuation 
of care recipients, and shall be amended or revised 
upon admission of care recipients with unusual needs. 


403.9.3.1.1 Fire safety plan. A copy of the fire 
safety plan shall be maintained at the facility at all 
times. The plan shall include the following in addi- 
tion to the requirements of Section 404.2.2: 


1. Location and number of care recipient sleep- 
ing rooms. 


2. Location of special locking arrangements. 


403.9.3.2 Staff training. Staff shall be periodically 
instructed and kept informed of their duties and respon- 
sibilities under the plan. Records of instruction shall be 
maintained. Such instruction shall be reviewed by staff 
at intervals not exceeding three months. Training of 
new staff shall be provided promptly upon entrance to 
duty. 

Staff shall be instructed in the proper use of portable 
fire extinguishers and other manual fire suppression 
equipment. 
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403.9.3.3 Resident training. Residents capable of 
assisting in their own evacuation shall be trained in the 
proper actions to take in the event of a fire. The training 
shall include actions to take if the primary escape route 
is blocked. Residents shall be trained to assist each 
other in case of fire to the extent their physical and 
mental abilities permit them to do so without additional 
personal risk. 


403.9.3.4 Drill frequency. In addition to the evacua- 
tion drills required in Section 405.3, staff shall 
participate in drills an additional two times a year on 
each shift. Twelve drills with all occupants shall be 
conducted in the first year of operation. 


403.10 Special uses. Special uses shall be in accordance with 
| | Sections 403.10.1 through 403.10.6. 
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403.10.1 Covered and open mall buildings. Covered and 
open mall buildings shall comply with the requirements of 
Sections 403.10.1.1 through 403.10.1.6. 


403.10.1.1 Malls and mall buildings exceeding 
50,000 square feet. An approved fire safety and evacu- 
ation plan in accordance with Section 404 shall be 
prepared and maintained for covered malls exceeding 
50,000 square feet (4645 m7’) in aggregate floor area 
and for open mall buildings exceeding 50,000 square 
feet (4645 m*) in aggregate area within the perimeter 
line. 


403.10.1.2 Lease plan. In addition to the requirements 
of Section 404.2.2, a lease plan that includes the 
following information shall be prepared for each 
covered and open mall building: 


1. Each occupancy, including identification of 
tenant. 


2. Exits from each tenant space. 

3. Fire protection features, including the following: 
3.1. Fire department connections. 
3.2. Fire command center. 
3.3. Smoke management system controls. 


3.4, Elevators, elevator machine rooms and con- 
trols. 


3.5. Hose valve outlets. 
3.6. Sprinkler and standpipe control valves. 


3.7. Areas protected with automatic sprinkler 
systems and automatic fire-extinguishing 
systems. 


3.8. Automatic fire detector zones. 
3.9. Fire barriers. 


403.10.1.3 Lease plan approval. The lease plan shall 
be submitted to the fire code official for approval, and 
shall be maintained on-site for immediate reference by 
responding fire service personnel. 


403.10.1.4 Lease plan revisions. The lease plans shall 
be revised annually or as often as necessary to keep 
them current. Modifications or changes in tenants or 


occupancies shall not be made without prior approval 
of the fire code official and building official. 


403.10.1.5 Tenant identification. Tenant identifica- 
tion shall be provided for secondary exits from 
occupied tenant spaces that lead to an exit corridor or 
directly to the exterior of the building. Tenant identifi- 
cation shall be posted on the exterior side of the exit or 
exit access door and shall identify the business name 
and address using plainly legible letters and numbers 
that contrast with their background. 


Exception: Tenant identification is not required for 
anchor stores. 


403.10.1.6 Unoccupied tenant spaces. The fire safety 
and evacuation plan shall provide for compliance with 
the requirements for unoccupied tenant spaces in 
Section 311. 


403.10.2 High-rise buildings. An approved fire safety 
and evacuation plan in accordance with Section 404 shall 
be prepared and maintained for high-rise buildings. 


403.10.3 Underground buildings. An approved fire 
safety and evacuation plan in accordance with Section 404 
shall be prepared and maintained for underground 
buildings. 


403.10.4 Buildings using occupant evacuation eleva- 
tors. In buildings using occupant evacuation elevators in 
accordance with Section 3008 of the California Building 
Code, the fire safety and evacuation plan and the training 
required by Sections 404 and 406, respectively, shall 
incorporate specific procedures for the occupants using 
such elevators. 


403.10.5 Buildings with high-piled storage. An 
approved fire safety and evacuation plan in accordance 
with Section 404 shall be prepared for buildings with 
high-piled combustible storage in any of the following 
situations: 


1. The high-piled storage area exceeds 500,000 square 
feet (46 450 m’) for Class I-IV commodities. 


2. The high-piled storage area exceeds 300,000 square 
feet (27 870 m’) for high-hazard commodities. 


3. The high-piled storage is located in a Group H occu- 
pancy. 


4. The high-piled storage is located in a Group F occu- 
pancy with an occupant load of 500 or more persons 
or more than 100 persons above or below the lowest 
level of exit discharge. 


5. The high-piled storage is located in a Group M 
occupancy with an occupant load of 500 or more 
persons or more than 100 persons above or below 
the lowest level of exit discharge. 


6. Where required by the fire code official for other 
high-piled storage areas. 


403.10.6 Lithium-ion and lithium metal batteries. An 
approved fire safety and evacuation plan in accordance 
with Section 404 shall be prepared and maintained for 
occupancies that involve activities for the research and 
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development, testing, manufacturing, handling, storage of 
lithium-ion batteries or lithium metal batteries or the 
repair or servicing of vehicles powered by lithium-ion 
batteries or lithium metal batteries. 


Exceptions: A fire safety and evacuation plan is not 
required for the storage or merchandizing of any of the 
following: 
1, New or refurbished batteries installed for use in 
the equipment or vehicles they are designed to 
power. 


2. New or refurbished batteries packed for use with 
the equipment or vehicles they are designed to 
power for merchandizing purposes. 


3. New or refurbished lithium-ion batteries rated at 
no more than 300 watt-hours and lithium metal 
batteries containing no more than 25 grams of 
lithium metal in their original retail packaging. 


4. The storage, repair and charging activities in 
detached one- and two-family dwellings and 
townhouses, provided that such devices are for 
personal use. 


403.10.6.1 Mitigation planning. The approved fire 
safety and evacuation plan shall include thermal 
runaway event mitigation measures addressing activi- 
ties undertaken to prevent thermal runaway, early 
detection of a thermal runaway event and mitigations 

‘ measures to be undertaken to limit the size and impact 
of the event on occupants and the facility. 


403.11 Special requirements for public safety. Special 
requirements for public safety shall be in accordance with 
Sections 403.11.1 through 403.11.3.3. 


403.11.1 Fire watch personnel. Where, in the opinion of 
the fire code official, it is essential for public safety in a 
place of assembly or any other place where people congre- 
gate, because of the number of persons, or the nature of the 
performance, exhibition, display, contest or activity, the 
owner, agent or lessee shall provide one or more fire watch 
personnel, as required and approved. Fire watch personnel 
shall comply with Sections 403.11.1.1 and 403.11.1.2. 


403.11.1.1 Duty times. Fire watch personnel shall 
remain on duty while places requiring a fire watch are 
open to the public, or when an activity requiring a fire 
watch is being conducted. 


403.11.1.2 Duties. On-duty fire watch personnel shall 
have the following responsibilities: 


1. Keep diligent watch for fires, obstructions to 
means of egress and other hazards. 


2. Take prompt measures for remediation of hazards 
and extinguishment of fires that occur. 


3. Take prompt measures to assist in the evacuation 
of the public from the structures. 


403.11.2 Public safety plan for gatherings. Where the 
fire code official determines that an indoor or outdoor 
gathering of persons has an adverse impact on public 
safety through diminished access to buildings, structures, 
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fire hydrants and fire apparatus access roads or where such 
gatherings adversely affect public safety services of any 
kind, the fire code official shall have the authority to order 
the development of or prescribe a public safety plan that 
provides an approved level of public safety and addresses 
the following items: 


1. Emergency vehicle ingress and egress. 
2. Fire protection. 
3. Emergency egress or escape routes. 
4, Emergency medical services. 
5. Public assembly areas. 
6. The directing of both attendees and vehicles, includ- 
ing the parking of vehicles. 
7. Vendor and food concession distribution. 
8. The need for the presence of law enforcement. 
9. The need for fire and emergency medical services 
personnel. 
10. The need for a weather monitoring person. 


403.11.3 Crowd managers. Where facilities or events 
involve a gathering of more than 500 people, crowd 
managers shall be provided in accordance with Sections 
403.11.3.1 through 403.11.3.3. 


403.11.3.1 Number of crowd managers. Not fewer 
than two trained crowd managers, and not fewer than 
one trained crowd manager for each 250 persons or 
portion thereof, shall be provided for the gathering. 


Exceptions: 


1. Outdoor events with fewer than 1,000 persons 
in attendance shall not require crowd manag- 
ers. 


2. Assembly occupancies used exclusively for reli- 
gious worship with an occupant load not exceed- 
ing 1,000 shall not require crowd managers. 


3. The number of crowd managers shall be 
reduced where, in the opinion of the fire code 
official, the fire protection provided by the 
facility and the nature of the event warrant a 
reduction. 


403.11.3.2 Training. Training for crowd managers 
shall be approved. 


403.11.3.3 Duties. The duties of crowd managers shall 
include, but not be limited to: 


1. Conduct an inspection of the area of responsibil- 
ity and identify and address any egress barriers. 


2. Conduct an inspection of the area of responsibil- 
ity to identify and mitigate any fire hazards. 


3. Verify compliance with all permit conditions, 
including those governing pyrotechnics and other 
special effects. 


4, Direct and assist the event attendees in evacua- 
tion during an emergency. 


5. Assist emergency response personnel where 
requested. 
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6. Other duties required by the fire code official. 
7. Other duties as specified in the fire safety plan. 


403.12 Organized camps. Group C occupancies shall comply 
with the requirements of Sections 403.12.1 through 403.12. 3. 


403.12.1 Staff training and evacuation plan. Every 
organized camp shall institute fire training programs for 
all employees in the use of all fire extinguishing equip- 
ment and methods of evacuation, and shall establish pro- 
cedures which shall, as far as possible, be followed in the 
event of fire or any other emergency. If located in a for- 
est area a plan shall be prepared for the evacuation of 
the camp in case of an approaching forest fire or other 
emergency. 


403.12.2 Resident training. Within 24 hours after arrival, 
every group of persons attending an organized camp shall 
be made familiar with the method by which the fire alarm 
may be activated and with the procedures to be followed 
upon notification of fire. 


403.12.3 Fire drills. At least 1 fire drill shall be held 
within 24 hours of the commencement of each camping 
session. Additional drills shall be conducted at least once 
each week thereafter. When sessions exceed a 7-day 
period, at least I drill shall be held during night-time 
sleeping hours. 


[California Code of Regulations, Title 19, Division 1, 
§3.13(c)(1)] Fire Drills. (Organized Camps) 


(c) Organized Camps. 


(1) Every organized camp shall institute fire train- 
ing programs for all employees in the use of all 
fire extinguishing equipment and methods of 
evacuation, and shall establish procedures which 
shall, as far as possible, be followed in the event 
of fire or any other emergency. If located in a for- 
est area a plan shall be prepared for the evacua- 
tion of the camp in case of an approaching forest 
fire or other emergency. 


SECTION 404 
FIRE SAFETY, EVACUATION 
AND LOCKDOWN PLANS 


404.1 General. Where required by Section 403, fire safety, 
evacuation and lockdown plans shall comply with Sections 
404.2 through 404.4.1. 


[California Code of Regulations, Title 19, Division 1, §3.10] 
Evacuation of Buildings. 


Upon notification of fire, conduct of any fire drill, upon 
activation of the fire alarm, or upon orders of the fire 
authority having jurisdiction, buildings or structures within 
the scope of California Code of Regulations, Title 19, Divi- 
sion I regulations shall be immediately evacuated or 
occupants shall be relocated in accordance with established 
plans. 


404.2 Contents. Fire safety, evacuation and lockdown plan 
contents shall be in accordance with Sections 404.2.1 through 
404.2.3.2. 
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404.2.1 Fire evacuation plans. Fire evacuation plans 


shall include the following: ‘ 


1. Emergency egress or escape routes and whether 
evacuation of the building is to be complete by 
selected floors or areas only or with a defend-in- 
place response. 


2. Procedures for employees who must remain to oper- 
ate critical equipment before evacuating. 


3. Procedures for the use of elevators to evacuate the 
building where occupant evacuation elevators com- 
plying with Section 3008 of the California Building 
Code are provided. 


4. Procedures for assisted rescue for persons unable to 
use the general means of egress unassisted. 


5. Procedures for accounting for employees and occu- 
pants after evacuation has been completed. 


6. Identification and assignment of personnel responsi- 
ble for rescue or emergency medical aid. 


7. The preferred and any alternative means of notifying 
occupants of a fire or emergency. 


8. The preferred and any alternative means of reporting 
fires and other emergencies to the fire department or 
designated emergency response organization. 


9. Identification and assignment of personnel who can 
be contacted for further information or explanation 
of duties under the plan. 


10. A description of the emergency voice/alarm com- 
munication system alert tone and preprogrammed 
voice messages, where provided. 


404.2.2 Fire safety plans. Fire safety plans shall include 
the following: 


1. The procedure for reporting a fire or other emer- 
gency. 
2. The life safety strategy including the following: 


2.1. Procedures for notifying occupants, includ- 
ing areas with a private mode alarm system. 


2.2. Procedures for occupants under a defend-in- 
place response. 


2.3. Procedures for evacuating occupants, includ- 
ing those who need evacuation assistance. 


3. Site plans indicating the following: 
3.1. The occupancy assembly point. 
3.2. The locations of fire hydrants. 


3.3, The normal routes of fire department vehicle 
access. 


4, Floor plans identifying the locations of the follow- 
ing: 


4.1. Exits. 

4.2. Primary evacuation routes. 
4.3. Secondary evacuation routes. 
4.4, Accessible egress routes. 
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4.4.1.Areas of refuge. 
4.4.2.Exterior areas for assisted rescue. 


4.5. Refuge areas associated with smoke barriers 
and horizontal exits. 


4.6. Manual fire alarm boxes. 

4.7. Portable fire extinguishers. 

4.8. Occupant-use hose stations. 

4.9. Fire alarm annunciators and controls. 


5. A list of major fire hazards associated with the nor- 
mal use and occupancy of the premises, including 
maintenance and housekeeping procedures. 


6. Identification and assignment of personnel responsi- 
ble for maintenance of systems and equipment 
installed to prevent or control fires. 


7. Identification and assignment of personnel responsi- 
ble for maintenance, housekeeping and controlling 
fuel hazard sources. 


[California Code of Regulations, Title 19, Division 1, 
§3.13(a)(2)] Fire Drills. (Group E Occupancies) 


(a) Group E Occupancies. 


(2) Emergency Pre-Fire Planning. Each school prin- 
cipal, district superintendent or day nursery manager 
shall, in cooperation with the enforcing agency, pre- 
pare procedures to be followed in case of fire or other 


- emergency. They should include the following: 


(A) Posting of the telephone number of the fire 
department in the office and/or at the main switch- 
board. 


(B) Assignment of a responsible person to call the 
fire department upon notification of any fire or acti- 
vation of the alarm system for any reason other than 
fire drills. 


(C) Posting in a conspicuous place in each class- 
room or assembly area a plan showing paths of 
travel to evacuate the room in case of emergency 
and including an alternate route. 


(D) Posting in each classroom instructions to be fol- 
lowed by the teacher. These should include: 


1. Maintaining of order during evacuation. 


2. Removal of roll call book and calling of roll 
when designated evacuation area is reached. 


[California Code of Regulations, Title 19, Division 1, 
§3.13(b)] Fire Drills. (College and University) 


(b) College and University Pre-Fire Planning. The 
Chancellor, President, or his designated representa- 
tive, shall, in cooperation with the enforcing agency, 
propose procedures to be followed in case of fire or 
other emergency in accordance with the provisions 
of California Code of Regulations, Title 19, Division 
1, Section 3.13 (a)(2). 
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404.2.3 Lockdown plans. Lockdown plans shall only be 
permitted where such plans are approved by the fire code 
official and are in compliance with Sections 404.2.3.1 and 
404.2.3.2. 


404.2.3.1 Lockdown plan contents. Lockdown plans 
shall include the following: 


1. Identification of individuals authorized to issue a 
lockdown order. 


2. Security measures used during normal operations, 
when the building is occupied, that could adversely 
affect egress or fire department operations. 


3. A description of identified emergency and secu- 
rity threats addressed by the plan, including spe- 
cific lockdown procedures to be implemented for 
each threat condition. 


4. Means and methods of initiating a lockdown plan 
for each threat, including: 


4.1. The means of notifying occupants of a 
lockdown event, which shall be distinct 
from the fire alarm signal. 


4.2. Identification of each door or other 
access point that will be secured. 


4.3. A description of the means or methods 
used to secure doors and other access 
points. 


4.4. A description of how locking means and 
methods are in compliance with the 
requirements of this code for egress and 
accessibility. 


5. Procedures for reporting to the fire department 
any lockdown condition affecting egress or fire 
department operations. 


6. Procedures for determining and reporting the 
presence or absence of occupants to emergency 
response agencies during a lockdown. 


7. Means for providing two-way communication 
between a central location and each area subject 
to being secured during a lockdown. 


8. Identification of the prearranged signal for termi- 
nating the lockdown. 


9. Identification of individuals authorized to issue a 
lockdown termination order. 


10. Procedures for unlocking doors and verifying that 
the means of egress has been returned to normal 
operations upon termination of the lockdown. 


11. Training procedures and frequency of lockdown 
plan drills. 


404.2.3.2 Drills. Lockdown plan drills shall be 
conducted in accordance with the approved plan. Such 
drills shall not be substituted for fire and evacuation 
drills required by Section 405.3. 
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404.3 Maintenance. Fire safety, evacuation and lockdown 
plans shall be reviewed or updated annually or as necessitated 
by changes in staff assignments, occupancy or the physical 
arrangement of the building. 


404.4 Availability. Fire safety, evacuation and lockdown 
plans shall be available in the workplace for reference and 
review by employees, and copies shall be furnished to the fire 
code official for review on request. 


404.4.1 Distribution. The fire safety, evacuation and 
lockdown plans shall be distributed to the tenants and 
building service employees by the owner or owner’s 
agent. Tenants shall distribute to their employees applica- 
ble parts of the fire safety plan and lockdown plan 
affecting the employees’ actions in the event of a fire or 
other emergency. 


404.5 College and university pre-fire planning. The Chan- 
cellor, President, or his designated representative, shall, in 
cooperation with the enforcing agency, propose procedures 
to be followed in case of fire or other emergency in accor- 
dance with the provisions of Section 403.10.2.1.1. 
404.6 Office buildings. All office buildings two or more sto- 
ries in height, except high-rise buildings as defined by Health 
and Safety Code Section 13210, shall comply with this sec- 
tion. 
404.6.1 Owner(s) or operator(s) shall employ either one of 
the following methods of providing emergency procedures 
and information to the building occupants: 


1, Emergency procedures information published in the 
form of a leaflet, brochure or pamphlet shall be 
available to all persons entering the building. Emer- 
gency procedures information shall be located 
immediately inside all entrances to the building, as 
determined by the authority having jurisdiction. 
Locations shall be clearly marked. 


2. A floor plan providing emergency procedures infor- 
mation shall be posted at every stairway landing, at 
every elevator landing and immediately inside all 
public entrances to the building. The information 
shall be posted so that it describes the represented 
floor level and can be easily seen immediately upon 
entering the floor level of the building. Emergency 
procedures information shall be printed with a mini- 
mum of */;-inch high nondecorative lettering pro- 
viding a sharp contrast to the background. 


404.6.1.2 Emergency procedures information shall 
provide all ambulatory, nonambulatory and the physi- 
cally disabled instructions to be followed in the event of 
an emergency. Emergency procedures information 
shall include, but not be limited to, the following: 


1. Location of exits. 


2. Location of fire alarm initiating stations, if 
required. 


3. What the fire alarm, if required, sounds and looks 
like (audible and visual warning devices). 
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4. Fire department emergency telephone number 
911. 
t 


5. The prohibition of elevator use during emergen- 
cies, if any. : 

404.6.2 Hotels, motels and lodging houses. Every gues- 
troom available for rental in a hotel, motel or lodging 
house shall have clearly visible emergency procedures 
information printed on a floor plan representative of the 
floor level and posted on the interior of each entrance 
door or immediately adjacent to such door. The 
owner/operator of a hotel, motel or lodging house may, in 
lieu of posting emergency procedures information in each 
guestroom, provide such information through the use of 
leaflets, brochures, pamphlets, videotapes or any other 
method as approved by the authority having jurisdiction. 
Oral communication in itself does not fulfill the intent of 
this section. However, oral communication can be incor- 
porated as a part of the transfer of emergency procedures 
information. When emergency procedures information 
signage is posted on the interior of the guestroom 
entrance door, the bottom of the information shall not be 
located more than 4-feet above the floor level. Visually 
impaired persons shall receive instructions of a type they 
will understand, for example: taping of instructions, 
instructions in Braille or other appropriate methods. 


404.6.2.1 Each method of providing information shall 
include, but not be limited to that described in Section 
404.6.1.2. 


404.6.2.2 Hotels, motels and lodging houses shall 
maintain at the registration desk a list noting the gues- 
trooms assigned to guests with disabilities when such 
guests have indicated that they have special emergency 
evacuation requirements. The innkeeper shall, at the 
innkeeper's option, do one of the following: 


1. Provide a place on the registration form for phys- 
ically disabled guests who have such require- 
ments to so identify themselves. 


2. Provide a notice on the room key jacket advising 
guests with disabilities who have special emer- 
gency evacuation requirements to so notify the 
front desk. 


3. Utilize such other means for allowing such guests 
with disabilities to so identify themselves as may 
be approved by the authority having jurisdiction. 


404.6.3 Stairways. Hotels, motels, lodging houses, high- 
rise office buildings and Group I, Division 1 and 2 occu- 
pancies as defined in the California Building Code (except 
honor farms and conservation camps) shall comply with 
this section. 


404.6.3.1 Emergency procedures information printed 
on a floor plan shall be posted at every stairway land- 
ing, at every elevator landing and immediately inside 
all public entrances to the building. The information 
shall be representative of the floor level and be posted 
so that the bottom edge of such information is not 
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located more than 4-feet above the floor, where it can 
be easily identified. Emergency procedures information 
shall be printed with a minimum of */,,-inch nondeco- 
rative lettering providing a sharp contrast to the back- 
ground. 


404.6.3.1.1 Emergency procedures information 
shall include, but not be limited to, that described in 
Section 404.6. 1.2. 


404.6.4 Emergency Director. Owner(s) and operator(s) of 
hotels, motels, lodging houses, high-rise office buildings 
and Group I, Division I and 2 occupancies as defined in 
the California Building Code (except honor farms and 
conservation camps) shall appoint a Fire Safety Director, 
who shall: 


1. Report to owner(s) or operator(s). 


2. Coordinate fire safety activities of the facility with 
the authority having jurisdiction. 


3. Conduct, or cause to be conducted, all training as 
described in Sections 404.6.5 through 404.6.5.3 for 
all building employees and maintain records of 
dates, subjects and attendance of each training ses- 
sion. 


4. Develop and maintain a written facility emergency 
plan acceptable to the authority having jurisdiction. 
Upon request, the facility emergency plan shall be 
made physically available at the respective facility 
to the authority having jurisdiction. Facility emer- 
gency plans shall include, but not be limited to the 
following: 

4.1. Fire department emergency telephone number 
911. 


4.2. Other emergency response telephone numbers. 


4,3, Evacuation or relocation plan for the building 
occupants. 


4.4. Duties of the Fire Safety Director and other 
designated emergency personnel. 


4.5, Building employee responsibilities in case of 
emergency, including individual assignment 
and reporting responsibilities. 


4.6. Procedures to identify and assist the non- 
ambulatory and physically disabled. 


5. Assure that the requirements of Section 404.6.4, 
item 4, subsection 4.6, procedures to identify and 
assist the nonambulatory and physically disabled 
are accomplished as follows: 


5.1. Hotels, motels and lodging houses shall comply 
with subsection (b)(3); 


5.2. Owner(s) or operator(s) of high-rise office 
buildings shall maintain a list of all permanent 
building tenants who have disabilities. Building 
owner(s) or operator(s) shall be notified in 
writing by those who have _ disabilities. 
Information provided in the list shall include 
any special emergency evacuation needs and 
permanent work location of such physically 
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disabled persons. The list shall be located in the 
building manager’s office; 


5.3 Group I, Division 1 and 2 occupancies as 
defined in the California Building Code (except 
honor farms and conservation camps) shall 
comply with normal hospital policies of 
assisting patients and guests during an 
emergency evacuation. 


404.6.5 Training. Hotels, motels, lodging houses and 
high-rise office buildings shall conduct annually, emer- 
gency procedures training for all building employees. 
Group I, Division I and 2 occupancies as defined in the 
California Building Code (except honor farms and conser- 
vation camps) shall conduct quarterly fire emergency 
training for all building employees. 


404.6.5.1 Fire Safety Directors and their designated 
emergency personnel shall receive training in the iden- 
tification and use of facility fire safety equipment, com- 
munication procedures, people movement procedures, 
fire prevention practices and their duties outlined in 
their respective emergency plan. The training curricu- 
lum shall be approved by, and made available to the 
authority having jurisdiction. 


404.6.5.2 All building employees shall receive training 
covering the identification and use of facility fire safety 
equipment, fire prevention practices and appropriate 
procedures to follow in the event of a fire. 


404.6.5.3 Actual evacuation or relocation of building 
occupants pursuant to procedures contained in the 
emergency plan shall be conducted at least annually 
for all building employees. Appropriate records, 
including dates, floors or building involved, and per- 
sons conducting evacuation or relocation procedures 
shall be maintained and made immediately available to 
the authority having jurisdiction upon their request. 
The authority having jurisdiction shall be notified not 
less than 48 hours in advance of such planned evacua- 
tion or relocation. 


Exception: In hotels, motels, lodging houses and 
Group I, Division I and 2 occupancies as defined 
in the California Building Code, guests and 
patients are not required to participate in evacua- 
tion or relocation of the building. In hotels, motels, 
lodging houses, Group I, Division 1 and 2 occu- 
pancies as defined in the California Building Code, 
and high-rise office buildings, on-duty personnel 
who have security or maintenance related respon- 
sibilities, and designated management personnel 
approved by the fire authority having jurisdiction 
shall not be required to participate in any drill but, 
they shall provide an alternate method approved by 
the authority having jurisdiction to measure their 
knowledge of their respective duties pursuant to 
the emergency plan. 


404.6.6 Emergency procedures signage posted prior to the 
effective date of these regulations may be continued in use 
until one year after such effective date of these 
regulations. 
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SECTION 405 
EMERGENCY EVACUATION DRILLS 


405.1 General. Emergency fire and evacuation drills 
complying with Sections 405.3 through 405.10 shall be 
conducted not less than annually where fire safety and evacu- 
ation plans are required by Section 403 or where required by 
the fire code official. Lockdown plan drills shall be 
conducted in accordance with the approved plan. Such drills 
shall not be substituted for fire and evacuation drills required 
by Section 405.3. Drills shall be designed in cooperation with 
the local authorities. 


405.2 Occupant participation. Emergency fire and evacua- 
tion drills shall involve the actual evacuation of occupants to 
a selected assembly point and shall provide occupants with 
experience in exiting through required exits. 


Exceptions: 


1. In ambulatory care facilities and Group I-2, the 
movement of care recipients to a safe area or to the 
exterior of the building is not required. 


2. In Group I-1, Condition 2, the assembly point for 
residents is permitted to be within an adjacent 
smoke compartment. 


3. In Group R-4, actual exiting from emergency escape 
and rescue openings shall not be required. Opening 
the emergency escape and rescue openings and sig- 
naling for help shall be an acceptable alternative. 


4. In Group I-3, Conditions 2 through 5 where a 
defend-in-place response is permitted, the assembly 
point for detainees is permitted to be within an adja- 
cent smoke compartment. 


5. In Group I-3, Conditions 2 through 5, movement of 
detainees is not required to an assembly point where 
there are security concerns. 


405.3 Frequency. Required emergency evacuation drills 
shall be held at the intervals specified in Table 405.3 or more 
frequently where necessary to familiarize all occupants with 
the drill procedure. 


[California Code of Regulations, Title 19, Division 1, 
§3.13(a)(I)] Fire Drills. (Group E Occupancies) 


(a) Group E Occupancies. 


(1) General. Every person and public officer managing, 
controlling or in charge of any public, private or parochial 
school shall cause the fire alarm signal to be sounded upon 
the discovery of fire. Every person and public officer manag- 
ing, controlling or in charge of any public, private or paro- 
chial school, other than a two-year community college, shall 
cause the fire alarm signal to be sounded not less than once 
every calendar month at the elementary and intermediate lev- 
els, and not less than twice yearly at the secondary level, in 
the manner prescribed in California Code of Regulations, 
Title 24, Part 2, Section 907. 


A fire drill shall be held at the secondary level not less than 
twice every school year. 


4-14 


TABLE 405.3 Z ( 
FIRE AND EVACUATION DRILL 
FREQUENCY AND PARTICIPATION * 


GROUP OR 
Annually All oceupants 


Group B 
(Ambulatory care Staff | 


FREQUENCY 


Quarterly on each shift 
facilities) 

Group B° (Clinic, 
outpatient) 


See Section 403.4 All occupants 


: 
| 
: 


Group R-4 Be All occupants 


each shift 
a. Emergency evacuation drills are required in Group B buildings having an | 
occupant load of 500 or more persons or more than 100 persons above or 
below the lowest level of exit discharge. ¢ 
Emergency evacuation drills in Group R-2 college and university 
buildings shall be in accordance with Section 403.9.2.1. Other Group R-2 
occupancies shall be in accordance with Section 403.9.2.2. 
405.4 Leadership. Responsibility for the planning and 
conduct of drills shall be assigned to competent persons 
designated to exercise leadership. 


405.5 Time. Drills shall be held at unexpected times and 
under varying conditions to simulate the unusual conditions 
that occur in case of fire. 


Ss 


Exceptions: 


1. In severe climates, the fire code official shall have 
the authority to modify the emergency evacuation 
drill termination points and frequency. 

2. In Groups I-1, I-2, I-3 and R-4, where staff-only 
emergency evacuation drills are conducted after vis- 
iting hours or where care recipients are expected to 
be asleep, a coded announcement shall be an accept- 
able alternative to audible alarms. 


405.6 Recordkeeping. Records shall be maintained of 
required emergency evacuation drills and include the follow- 
ing information: 


. Identity of the person conducting the drill. 
. Date and time of the drill. 

. Notification method used. 

. Employees on duty and participating. 

. Number of occupants evacuated. 


Nr fb W NY — 


. Special conditions simulated. 
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ee) 7. Problems encountered. 


8. Weather conditions when occupants were evacuated. 
9. Time required to accomplish complete evacuation. 


405.7 Notification. Where required by the fire code official, 
prior notification of emergency evacuation drills shall be 
given to the fire code official. : 


405.8 Initiation. Where a fire alarm system is provided, 
emergency evacuation drills shall be initiated by activating 
the fire alarm system. 


405.9 Accountability. As building occupants arrive at the 
assembly point, efforts shall be made to determine if all occu- 
pants have been successfully evacuated or have been 
accounted for. 


Exception: In Group I-2 and ambulatory care facilities, 
the movement of care recipients to safe areas or to the 
exterior of the building is not required. 


405.10 Recall and reentry. An electrically or mechanically 
operated signal used to recall occupants after an evacuation 
shall be separate and distinct from the signal used to initiate 
the evacuation. The recall signal initiation means shall be 
manually operated and under the control of the person in 
charge of the premises or the official in charge of the inci- 
dent. Persons shall not reenter the premises until authorized 
to do so by the official in charge. 


[California Code of Regulations, Title 19, Division 1, 
§3.13(c)(2) and (3)] Fire Drills. (Organized Camps) 


(c) Organized Camps. 


(2) Within 24 hours after arrival, every group of persons 
attending an organized camp shall be made familiar with the 
method by which the fire alarm may be activated and with the 
procedures to be followed upon notification of fire. 


(3) At least 1 fire drill shall be held within 24 hours of the 
commencement of each camping session. Additional drills 
shall be conducted at least once each week thereafter. When 
sessions exceed a7 day period, at least 1 drill shall be held 
during night-time sleeping hours. 


SECTION 406 
EMPLOYEE TRAINING AND 
RESPONSE PROCEDURES 


406.1 General. Where fire safety and evacuation plans are 
required by Section 403, employees shall be trained in fire 
emergency procedures based on plans prepared in accordance 
with Section 404. 


406.2 Frequency. Employees shall receive training in the 
contents of fire safety and evacuation plans and their duties as 
part of new employee orientation and not less than annually 
thereafter. Records of training shall be maintained. 


406.3 Employee training program. Employees shall be 
trained in fire prevention, evacuation and fire safety in accor- 
dance with Sections 406.3.1 through 406.3.4. 
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406.3.1 Fire prevention training. Employees shall be 
apprised of the fire hazards of the materials and processes 
to which they are exposed. Each employee shall be 
instructed in the proper procedures for preventing fires in 
the conduct of their assigned duties. 


406.3.2 Evacuation training. Employees shall be famil- 
iarized with the fire alarm and evacuation signals, their 
assigned duties in the event of an alarm or emergency, 
evacuation routes, areas of refuge, exterior assembly areas 
and procedures for evacuation. 


406.3.3 Fire safety training. Employees assigned fire- 
fighting duties shall be trained to know the locations and 
proper use of portable fire extinguishers or other manual 
fire-fighting equipment and the protective clothing or 
equipment required for its safe and proper use. 


406.3.4 Emergency lockdown training. Where a facility 
has a lockdown plan, employees shall be trained on their 
assigned duties and procedures in the event of an emer- 
gency lockdown. 


SECTION 407 
HAZARD COMMUNICATION 


407.1 General. The provisions of Sections 407.2 through 
407.7 shall be applicable where hazardous materials subject 
to permits under Section 5001.5 are located on the premises 
or where required by the fire code official. 


407.2 Safety Data Sheets. Safety Data Sheets (SDS) for all 
hazardous materials shall be either readily available on the 
premises as a paper copy, or where approved, shall be permit- 
ted to be readily retrievable by electronic access. 


407.3 Identification. Individual containers of hazardous 
materials, cartons or packages shall be marked or labeled in 
accordance with applicable federal regulations. Buildings, 
rooms and spaces containing hazardous materials shall be 
identified by hazard warning signs in accordance with 
Section 5003.5. 


407.4 Training. Persons responsible for the operation of 
areas in which hazardous materials are stored, dispensed, 
handled or used shall be familiar with the chemical nature of 
the materials and the appropriate mitigating actions necessary 
in the event of a fire, leak or spill. Responsible persons shall 
be designated and trained to be liaison personnel for the fire 
department. These persons shall aid the fire department in 
preplanning emergency responses and identification of where 
hazardous materials are located, and shall have access to 
Safety Data Sheets and be knowledgeable in the site emer- 
gency response procedures. 


407.5 Hazardous Materials Inventory Statement. Where 
required by the fire code official, each application for a 
permit shall include a Hazardous Materials Inventory State- 
ment (HMIS) in accordance with Section 5001.5.2. 


407.6 Hazardous Materials Management Plan. Where 
required by the fire code official, each application for a 
permit shall include a Hazardous Materials Management Plan 
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(HMMP) in accordance with Section 5001.5.1. The fire code 
official is authorized to accept a similar plan required by 
other regulations. 


407.7 Facility closure plans. The permit holder or applicant 
shall submit to the fire code official a facility closure plan in 
accordance with Section 5001.6.3 to terminate storage, 
dispensing, handling or use of hazardous materials. 
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@ Part Ill—Building and Equipment Design Features 


CHAPTER 5 
FIRE SERVICE FEATURES 


User note: 


About this chapter: Chapter 5 provides requirements that apply to all buildings and occupancies and pertain to access roads, access to 
building openings and roofs, premises identification, key boxes, fire protection water supplies, fire command centers, fire department access 
to equipment and emergency responder radio coverage in buildings. Although many safety features are part of the building design, features 
such as proper fire department access roads and radio coverage are necessary in case of emergency and are important tools for emergency 


responders for public safety and their own safety. 


SECTION 501 
GENERAL 


501.1 Scope. Fire service features for buildings, structures 
and premises shall comply with this chapter. 


501.2 Permits. A permit shall be required as set forth in 
Sections 105.5 and 105.6, 


501.3 Construction documents. Construction documents for 
proposed fire apparatus access, location of fire lanes, security 
gates across fire apparatus access roads and construction 
documents and hydraulic calculations for fire hydrant 
systems shall be submitted to the fire department for review 
and approval prior to construction. 


501.3.1 Site safety plan. The owner or owner’s authorized 
agent shall be responsible for the development, implemen- 
tation and maintenance of an approved written site safety 
plan in accordance with Section 3303. 
501.4 Timing of installation. Where fire apparatus access 
roads or a water supply for fire protection are required to be 
installed, such protection shall be installed and made service- 
able prior to and during the time of construction except where 
approved alternative methods of protection are provided. 
Temporary street signs shall be installed at each street inter- 
section where construction of new roadways allows passage 
by vehicles in accordance with Section 505.2. 


SECTION 502 
DEFINITIONS 


502.1 Definitions. The following terms are defined in Chap- 
tera; 


AGENCY. 

FIRE APPARATUS ACCESS ROAD. 
FIRE COMMAND CENTER. 

FIRE DEPARTMENT MASTER KEY. 
FIRE LANE. 

KEY BOX. 

TRAFFIC CALMING DEVICES. 
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SECTION 503 
FIRE APPARATUS ACCESS ROADS 


503.1 Where required. Fire apparatus access roads shall be 
provided and maintained in accordance with Sections 503.1.1 
through 503.1.3. 


503.1.1 Buildings and facilities. Approved fire apparatus 
access roads shall be provided for every facility, building 
or portion of a building hereafter constructed or moved 
into or within the jurisdiction. The fire apparatus access 
road shall comply with the requirements of this section 
and shall extend to within 150 feet (45 720 mm) of all 
portions of the facility and all portions of the exterior 
walls of the first story of the building as measured by an 
approved route around the exterior of the building or 
facility. 
Exceptions: 


1. The fire code official is authorized to increase the 
dimension of 150 feet (45 720 mm) where any of 
the following conditions occur: 


1.1. The building is equipped throughout 
with an approved automatic sprinkler 
system instailed in accordance with Sec- 
tion 903.3.1.1, 903.3.1.2 or 903.3.1.3. 


1.2. Fire apparatus access roads cannot be 
installed because of location on prop- 
erty, topography, waterways, nonnego- 
tiable grades or other similar conditions, 
and an approved alternative means of 
fire protection is provided. 


1.3. There are not more than two Group R-3 
or Group U occupancies. 


2. Where approved by the fire code official, fire 
apparatus access roads shall be permitted to be 
exempted or modified for solar photovoltaic 
power generation facilities. 


503.1.2 Additional access. The fire code official is autho- 
rized to require more than one fire apparatus access road 
based on the potential for impairment of a single road by 
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vehicle congestion, condition of terrain, climatic condi- 
tions or other factors that could limit access. 


503.1.3 High-piled storage. Fire department vehicle access 
to buildings used for high-piled combustible storage shall 
comply with the applicable provisions of Chapter 32. 


503.2 Specifications. Fire apparatus access roads shall be 
installed and arranged in accordance with Sections 503.2.1 
through 503.2.8. 


[California Code of Regulations, Title 19, Division 1, 
§3.05(a)] Fire Department Access and Egress. (Roads) 


(a) Roads. Required access roads from every building to a 
public street shall be all-weather hard-surfaced (suitable 
for use by fire apparatus) right-of-way not less than 20 
feet in width. Such right-of-way shall be unobstructed and 
maintained only as access to the public street. 


Exception: The enforcing agency may waive or modify 
this requirement if in his opinion such all-weather 
hard-surfaced condition is not necessary in the interest 
of public safety and welfare. 


503.2.1 Dimensions. Fire apparatus access roads shall 
have an unobstructed width of not less than 20 feet (6096 
mm), exclusive of shoulders, except for approved security 
gates in accordance with Section 503.6, and an unob- 
structed vertical clearance of not less than 13 feet 6 inches 
(4115 mm). 


503.2.2 Authority. The fire code official shall have the 
authority to require or permit modifications to the required 
access widths where they are inadequate for fire or rescue 
operations or where necessary to meet the public safety 
objectives of the jurisdiction. 


503.2.3 Surface. Fire apparatus access roads shall be 
designed and maintained to support the imposed loads of 
fire apparatus and shall be surfaced so as to provide all- 
weather driving capabilities. 


503.2.4 Turning radius. The required turning radius of a 
fire apparatus access road shall be determined by the fire 
code official. 


503.2.5 Dead ends. Dead-end fire apparatus access roads 
in excess of 150 feet (45 720 mm) in length shall be 
provided with an approved area for turning around fire 
apparatus. 


503.2.6 Bridges and elevated surfaces. Where a bridge 
or an elevated surface is part of a fire apparatus access 
road, the bridge shall be constructed and maintained in 
accordance with AASHTO HB-17. Bridges and elevated 
surfaces shall be designed for a live load sufficient to carry 
the imposed loads of fire apparatus. Vehicle load limits 
shall be posted at both entrances to bridges where required 
by the fire code official. Where elevated surfaces designed 
for emergency vehicle use are adjacent to surfaces that are 
not designed for such use, approved barriers, approved 
signs or both shall be installed and maintained where 
required by the fire code official. 


503.2.7 Grade. The grade of the fire apparatus access road 
shall be within the limits established by the fire code offi- 
cial based on the fire department’s apparatus. 
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503.2.8 Angles of approach and departure. The angles 
of approach and departure for fire apparatus access roads 
shall be within the limits established by the fire code offi- 
cial based on the fire department’s apparatus. 


503.3 Marking. Where required by the fire code official, 
approved signs or other approved notices or markings that 
include the words “NO PARKING—FIRE LANE” shall be 
provided for fire apparatus access roads to identify such roads 
or prohibit the obstruction thereof. The means by which fire 
lanes are designated shall be maintained in a clean and legible 
condition at all times and be replaced or repaired when neces- 
sary to provide adequate visibility. 


503.4 Obstruction of fire apparatus access roads. Fire 
apparatus access roads shall not be obstructed in any manner, 
including the parking of vehicles. The minimum widths and 
clearances established in Sections 503.2.1 and 503.2.2 shall 
be maintained at all times. 


503.4.1 Traffic calming devices. Traffic calming devices 
shall be prohibited unless approved by the fire code 
official. 


503.5 Required gates or barricades. The fire code official is 
authorized to require the installation and maintenance of 
gates or other approved barricades across fire apparatus 
access roads, trails or other accessways, not including public 
streets, alleys or highways. Electric gate operators, where 
provided, shall be listed in accordance with UL 325. Gates 
intended for automatic operation shall be designed, 
constructed and installed to comply with the requirements of 
ASTM F2200. 


503.5.1 Secured gates and barricades. Where required, 
gates and barricades shall be secured in an approved 
manner. Roads, trails and other accessways that have been 
closed and obstructed in the manner prescribed by Section 
503.5 shall not be trespassed on or used unless authorized 
by the owner and the fire code official. 


Exception: The restriction on use shall not apply to 
public officers acting within the scope of duty. 


503.5.2 Fences and Gates. School grounds may be fenced 
and gates therein may be equipped with locks, provided 
that safe dispersal areas based on 3 square feet (0.28 m’) 
per occupant are located between the school and the 
fence. Such required safe dispersal areas shall not be 
located less than 50 feet (15 240 mm) from school 
buildings. 


Every public and private school shall conform with 
Section 32020 of the Education Code which states: 


The governing board of every public school district, 
and the governing authority of every private school, 
which maintains any building used for the instruc- 
tion or housing of school pupils on land entirely 
enclosed (except for building walls) by fences of 
walls, shall, through cooperation with the local law 
enforcement and fire-protection agencies having 
Jurisdiction of the area, make provision for the erec- 
tion of gates in such fences or walls. The gates shall 
be of sufficient size to permit the entrance of the 
ambulances, police equipment and fire-fighting 
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apparatus used by the law enforcement and fire- 
protection agencies. There shall be no less than one 
such access gate and there shall be as many such 
gates as needed to assure access to all major build- 
ings and ground areas. If such gates are to be 
equipped with locks, the locking devices shall be 
designed to permit ready entrance by the use of the 
chain or bolt-cutting devices with which the local 
law enforcement and fire-protection agencies may 
be equipped. 


503.6 Security gates. The installation of security gates across 
a fire apparatus access road shall be approved by the fire code 
official. Where security gates are installed, they shall have an 
approved means of emergency operation. The security gates 
and the emergency operation shall be maintained operational 
at all times. Electric gate operators, where provided, shall be 
listed in accordance with UL 325. Gates intended for auto- 
matic operation shall be designed, constructed and installed 
to comply with the requirements of ASTM F2200. 


SECTION 504 
ACCESS TO BUILDING OPENINGS AND ROOFS 


504.1 Required access. Exterior doors and openings required 
by this code or the California Building Code shall be main- 
tained readily accessible for emergency access by the fire 
department. An approved access walkway leading from fire 
apparatus access roads to exterior openings shall be provided 
where required by the fire code official. 


[California Code of Regulations, Title 19, Division 1, 
§3.05(b)] Fire Department Access and Egress. (Roofs) 


(b) Roofs. No person shall install or maintain any security 
barrier such as barbed wire fencing, razor wire fencing, 
chain link fencing or any other fencing material, cable, 
aerial, antenna or other obstruction on the roof of any 
commercial establishment in such a manner as to obstruct or 
render egress or access hazardous in the event of fire or 
other emergency. 


Exception: Guy wire, rods and aerial antenna masts may 
be attached to a roof structure having a slope of less than 
30 degrees provided there is full clearance of seven feet or 
more between the roof and said obstruction. Guy wire or 
rods required to support aerial or antenna masts may be 
attached to a roof structure a lateral distance from the 
mast not in excess of one-sixth the height of the mast. 


504.2 Maintenance of exterior doors and openings. Exte- 
rior doors and their function shall not be eliminated without 
prior approval. Exterior doors that have been rendered 
nonfunctional and that retain a functional door exterior 
appearance shall have a sign affixed to the exterior side of the 
door with the words “THIS DOOR BLOCKED.” The sign 
shall consist of letters having a principal stroke of not less 
than */, inch (19.1 mm) wide and not less than 6 inches (152 
mm) high on a contrasting background. Required fire depart- 
ment access doors shall not be obstructed or eliminated. Exit 
and exit access doors shall comply with Chapter 10. Access 
doors for high-piled combustible storage shall comply with 
Section 3206.7. 
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504.3 Stairway access to roof. New buildings four or more 
stories above grade plane, except those with a roof slope 
greater than four units vertical in 12 units horizontal (33.3- 
percent slope), shall be provided with a stairway to the roof. 
Stairway access to the roof shall be in accordance with 
Section 1011.12. Such stairway shall be marked at street and 
floor levels with a sign indicating that the stairway continues 
to the roof. Where roofs are used for landscaped roofs or for 
other purposes, stairways shall be provided as required for 
such occupancy classification. 


504.4 Roof access. No person shall install or maintain any 
security barrier such as barbed wire fencing, razor wire fenc- 
ing, chain link fencing or any other fencing material, cable, 
aerial, antenna or other obstruction on the roof of any 
commercial establishment in such a manner as to obstruct or 
render egress or access hazardous in the event of fire or 
other emergency. 


Exception: Guy wire, rods and aerial antenna masts may 
be attached to a roof structure having a slope of less than 
30 degrees provided there is full clearance of 7 feet or 
more between the roof and said obstruction. Guy wire or 
rods required to support aerial or antenna masts may be 
attached to a roof structure a lateral distance from the 
mast not in excess of one-sixth the height of the mast. 


SECTION 505 
PREMISES IDENTIFICATION 


505.1 Address identification. New and existing buildings 
shall be provided with approved address identification. The 
address identification shall be legible and placed in a position 
that is visible from the street or road fronting the property. 
Address identification characters shall contrast with their 
background. Address numbers shall be Arabic numbers or 
alphabetical letters. Numbers shall not be spelled out. Each 
character shall be not less than 4 inches (102 mm) high with a 
minimum stroke width of '/, inch (12.7 mm). Where required 
by the fire code official, address identification shall be 
provided in additional approved locations to facilitate emer- 
gency response. Where access is by means of a private road 
and the building cannot be viewed from the public way, a 
monument, pole or other sign or means shall be used to iden- 
tify the structure. Address identification shall be maintained. 


505.2 Street or road signs. Streets and roads shall be identi- 
fied with approved signs. Temporary signs shall be installed 
at each street intersection when construction of new road- 
ways allows passage by vehicles. Signs shall be of an 
approved size, weather resistant and be maintained until 
replaced by permanent signs. 


SECTION 506 
KEY BOXES 


506.1 Where required. Where access to or within a structure 
or an area is restricted because of secured openings or where 
immediate access is necessary for life-saving or fire-fighting 
purposes, the fire code official is authorized to require a key 
box to be installed in an approved location. The key box shall 
be of an approved type listed in accordance with UL 1037, 
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and shall contain keys to gain necessary access as required by 
the fire code official. 


506.1.1 Locks. An approved lock shall be installed on 
gates or similar barriers where required by the fire code 
official. 


506.1.2 Key boxes for nonstandardized fire service 
elevator keys. Key boxes provided for nonstandardized 
fire service elevator keys shall comply with Section 506.1 
and all of the following: 


1. The key box shall be compatible with an existing 
rapid entry key box system in use in the jurisdiction 
and approved by the fire code official. 


2. The front cover shall be permanently labeled with 
the words “FIRE DEPARTMENT USE ONLY— 
ELEVATOR KEYS.” 


3. The key box shall be mounted at each elevator bank 
at the lobby nearest to the lowest level of fire depart- 
ment access. 


4, The key box shall be mounted 5 feet 6 inches (1676 
mm) above the finished floor to the right side of the 
elevator bank. 


5. Contents of the key box are limited to fire service 
elevator keys. Additional elevator access tools, keys 
and information pertinent to emergency planning or 
elevator access shall be permitted where authorized 
by the fire code official. 


6. In buildings with two or more elevator banks, a sin- 
gle key box shall be permitted to be used where such 
elevator banks are separated by not more than 30 
feet (9144 mm). Additional key boxes shall be pro- 
vided for each individual elevator or elevator bank 
separated by more than 30 feet (9144 mm). 


Exception: A single key box shall be permitted to be 
located adjacent to a fire command center or the 
nonstandard fire service elevator key shall be permitted 
to be secured in a key box used for other purposes and 
located in accordance with Section 506.1. 


506.2 Key box maintenance. The operator of the building 
shall immediately notify the fire code official and provide the 
new key where a lock is changed or rekeyed. The key to such 
lock shall be secured in the key box. 


SECTION 507 
FIRE PROTECTION WATER SUPPLIES 


507.1 Required water supply. An approved water supply 
capable of supplying the required fire flow for fire protection 
shall be provided to premises on which facilities, buildings or 
portions of buildings are hereafter constructed or moved into 
or within the jurisdiction. 


507.2 Type of water supply. A water supply shall consist of 
reservoirs, pressure tanks, elevated tanks, water mains or other 
fixed systems capable of providing the required fire flow. 


507.2.1 Private fire service mains. Private fire service 
mains and appurtenances shall be installed in accordance 
with NFPA 24 as amended in Chapter 80. 
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507.2.2 Water tanks. Water tanks for private fire protec- 
tion shall be installed in accordance with NFPA 22. 


507.3 Fire flow. Fire-flow requirements for buildings or 
portions of buildings and facilities shall be determined by an 
approved method or Appendix B. 


507.4 Water supply test. The fire code official shall be noti- 
fied prior to the water supply test. Water supply tests shall be 
witnessed by the fire code official or approved documenta- 
tion of the test shall be provided to the fire code official prior 
to final approval of the water supply system. 


507.5 Fire hydrant systems. Fire hydrant systems shall 
comply with Sections 507.5.1 through 507.5.6 and Appendix 
C or by an approved method. 


507.5.1 Where required. Where a portion of the facility 
or building hereafter constructed or moved into or within 
the jurisdiction is more than 400 feet (122 m) from a 
hydrant on a fire apparatus access road, as measured by an 
approved route around the exterior of the facility or build- 
ing, on-site fire hydrants and mains shall be provided 
where required by the fire code official. 


Exception: For Group R-3 and Group U occupancies, 
equipped throughout with an approved automatic 
sprinkler system installed in accordance with Section 
903.3.1.1, 903.3.1.2 or 903.3.1.3, the distance require- 
ment shall be not more than 600 feet (183 m). 


507.5.1.1 Hydrant for standpipe systems. Buildings 
equipped with a standpipe system installed in accor- 
dance with Section 905 shall have a fire hydrant within 
100 feet (30 480 mm) of the fire department 
connections, 


Exception: The distance shall be permitted to exceed 
100 feet (30 480 mm) where approved by the fire 
code official. 


507.5.2 Inspection, testing and maintenance. Fire 
hydrant systems shall be subject to periodic tests as 
required by the fire code official. Fire hydrant systems 
shall be maintained in an operative condition at all times 
and shall be repaired where defective. Additions, repairs, 
alterations and servicing shall comply with approved stan- 
dards. Records of tests and required maintenance shall be 
maintained. 


507.5.3 Private fire service mains and water tanks. 
Private fire service mains and water tanks shall be periodi- 
cally inspected, tested and maintained in accordance with 
California Code of Regulations, Title 19, Division 1, 
Chapter 5. 


1. Private fire hydrants of all types: Inspection annu- 
ally and after each operation; flow test and mainte- 
nance annually. 

2. Fire service main piping: Inspection of exposed, 
annually; flow test every 5 years. 


3. Fire service main piping strainers: Inspection and 
maintenance after each use. 


Records of inspections, testing and maintenance shall 
be maintained. 
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507.5.4 Obstruction. Unobstructed access to fire hydrants 
shall be maintained at all times. The fire department shall 
not be deterred or hindered from gaining immediate access 
to fire protection equipment or fire hydrants. 


507.5.5 Clear space around hydrants. A 3-foot (914 
mm) clear space shall be maintained around the circumfer- 
ence of fire hydrants, except as otherwise required or 
approved. 


507.5.6 Physical protection. Where fire hydrants are 
subject to impact by a motor vehicle, guard posts or other 
approved means shall comply with Section 312. 


SECTION 508 
FIRE COMMAND CENTER 


508.1 General. Where required by other sections of this code 
and in all buildings classified as high-rise buildings by the 
California Building Code and Group I-2 occupancies having 
occupied floors located more than 75 feet (23 m) above the 
lowest level of fire department vehicle access and in all F-1 
and S-1 occupancies with a building footprint greater than 
500,000 square feet (46 451 m’), a fire command center for 
fire department operations shall be provided and shall comply 
with Sections 508.1.1 through 508.1.7. 


508.1.1 Location and access. The location and access to 
the fire command center shall be approved by the fire code 
official. 


508.1.2 Separation. The fire command center shall be 
separated from the remainder of the building by not less 
than a 2-hour fire barrier constructed in accordance with 
Section 707 of the California Building Code or horizontal 
assembly constructed in accordance with Section 711 of 
the California Building Code, or both. 


508.1.3 Size. The fire command center shall be not less 
than 0.015 percent of the total building area of the facility 
served or 200 square feet (19 m’) in area, whichever is 
greater, with a minimum dimension of 0.7 times the 
square root of the room area or 10 feet (3048 mm), which- 
ever is greater. 


Where a fire command center is required for Group F-1 
and S-1 occupancies with a building footprint greater than 
500,000 square feet (46 452 m?), the fire command center 
shall have a minimum size of 96 square feet (9 m7) with a 
minimum dimension of 8 feet (2438 mm) where approved 
by the fire code official. 


508.1.4 Layout approval. A layout of the fire command 
center and all features required by this section to be 
contained therein shall be submitted for approval prior to 
installation. 


508.1.5 Storage. Storage unrelated to operation of the fire 
command center shall be prohibited. Fire command 
centers shall not be used for the housing of any boiler, 
heating unit, generator, combustible storage or similar 
hazardous equipment or storage. 
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508.1.6 Required features. The fire command center 
shall comply with NFPA 72 and shall contain the follow- 
ing features: 


1. The emergency voice/alarm communication system 
control unit. 


2. The fire department communications system. 


3. Fire alarm system zoning annunciator panel 
required by Section 907.6. 4. 3. 


4, Annunciator unit visually indicating the location of 
the elevators and whether they are operational. 


5. Status indicators and controls for air distribution 
systems. 


6. The fire fighter’s control panel required by Section 
909.16 for smoke control systems installed in the 
building. 


7. Controls for unlocking interior exit stairway doors 
simultaneously. 


8. Sprinkler valve and water-flow detector display panels. 
9. Emergency and standby power status indicators. 


10. A telephone for fire department use with controlled 
access to the public telephone system. 


11. Fire pump status indicators. 


12. Schematic building plans indicating the typical floor 
plan and detailing the building core, means of 
egress, fire protection systems, fire-fighter air- 
replenishment systems, fire-fighting equipment and 
fire department access, and the location of fire walls, 
fire barriers, fire partitions, smoke barriers and 
smoke partitions. 


13. An approved Building Information Card that 
includes, but is not limited to, all of the following 
information: 


13.1. General building information that includes: 
property name, address, the number of 
floors in the building above and below 
grade, use and occupancy classification 
(for mixed uses, identify the different types 
of occupancies on each floor) and the esti- 
mated building population during the day, 
night and weekend. 


13.2. Building emergency contact information 
that includes: a list of the building’s emer- 
gency contacts including but not limited to 
building manager, building engineer and 
their respective work phone number, cell 
phone number and email address. 


13.3. Building construction information that 
includes: the type of building construction 
including but not limited to floors, walls, 
columns and roof assembly. 


13.4. Exit access stairway and exit stairway 
information that includes: number of exit 
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access stairways and exit stairways in 
building; each exit access stairway and exit 
stairway designation and floors served; 
location where each exit access stairway 
and exit stairway discharges, interior exit 
stairways that are pressurized; exit stair- 
ways provided with emergency lighting; 
each exit stairway that allows reentry; exit 
stairways providing roof access; elevator 
information that includes: number of eleva- 
tor banks, elevator bank designation, eleva- 
tor car numbers and respective floors that 
they serve; location of elevator machine 
rooms, control rooms and control spaces; 
location of sky lobby; and location of 
freight elevator banks. 


Building services and system information 
that includes: location of mechanical 
rooms, location of building management 
system, location and capacity of all fuel oil 
tanks, location of emergency generator and 
location of natural gas service. 


$33. 


13.6. Fire protection system information that 
includes: location of standpipes, location of 
fire pump room, location of fire department 
connections, floors protected by automatic 
sprinklers and location of different types of 
automatic sprinkler systems installed 
including but not limited to dry, wet and 


pre-action. 


13.7. Hazardous material information that 
includes: location and quantity of hazard- 


ous material. 
. Work table. 


. Generator supervision devices, manual start and 
transfer features. 


. Public address system, where specifically required 
by other sections of this code. 


. Elevator fire recall switch in accordance with 
ASME A17,1/CSA B44. 


. Elevator emergency or standby power selector 
switch(es), where emergency or standby power is 
provided. 


19. A master switch for unlocking elevator lobby doors 


permitted by Section 1010.2.12.1. 

508.1.7 Fire command center identification. The fire 
command center shall be identified by a permanent, easily 
visible sign stating “FIRE COMMAND CENTER” 
located on the door to the fire command center. 

508.1.8 Ventilation. The fire command center shall be 
provided with an independent ventilation or air-condition- 
ing system. 
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SECTION 509 5 
FIRE PROTECTION AND UTILITY EQUIPMENT 
IDENTIFICATION AND ACCESS 


509.1 Identification. Fire protection equipment shall be 
identified in an approved manner. Rooms containing controls 
for air-conditioning systems or fire protection systems shall 
be identified for the use of the fire department. Approved 
signs required to identify fire protection system equipment 
and equipment location shall be constructed of durable mate- 
rials, permanently installed and readily visible. 


509.1.1 Utility identification. Where required by the fire 
code official, gas shutoff valves, electric meters, service 
switches and other utility equipment shall be clearly and 
legibly marked to identify the unit or space that it serves. 
Identification shall be made in an approved manner, read- 
ily visible and shall be maintained. 


509.2 Equipment access. Approved access shall be provided 
and maintained for all fire protection system equipment to 
permit immediate safe operation and maintenance of such 
equipment. Storage, trash and other materials or objects shall 
not be placed or kept in such a manner that would prevent 
such equipment from being readily accessible. 


SECTION 510 
EMERGENCY RESPONDER 
COMMUNICATION COVERAGE 


510.1 Emergency responder communication coverage in 
new buildings. Approved in-building, two-way emergency 
responder communication coverage for emergency respond- 
ers shall be provided in all new buildings. In-building, two- 
way emergency responder communication coverage within 
the building shall be based on the existing coverage levels of 
the public safety communication systems utilized by the 
jurisdiction, measured at the exterior of the building. This 
section shall not require improvement of the existing public 
safety communication systems. 


Exceptions: 


1. Where approved by the building official and the fire 
code official, a wired communication system in 
accordance with Section 907.2.13.2 shall be permit- 
ted to be installed or maintained instead of an 
approved radio coverage system. 


2. Where it is determined by the fire code official that 
the radio coverage system is not needed. 


3. In facilities where emergency responder radio cover- 
age is required and such systems, components or 
equipment required could have a negative impact on 
the normal operations of that facility, the fire code 
official shall have the authority to accept an auto- 
matically activated emergency responder radio cov- 
erage system. 


510.2 Emergency responder communication coverage in 
existing buildings. Existing buildings shall be provided with 
approved in-building, two-way emergency responder 
communication coverage for emergency responders as 
required in Chapter 11. 
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510.3 Permit required. A construction permit for the instal- 
lation of or modification to in-building, two-way emergency 
responder communication coverage systems and related 
equipment is required as specified in Section 105.6.4. Main- 
tenance performed in accordance with this code is not 
considered a modification and does not require a permit. 


510.4 Technical requirements. Equipment required to 
provide in-building, two-way emergency responder commu- 
nication coverage shall be listed in accordance with UL 2524. 
Systems, components and equipment required to provide the 
in-building, two-way emergency responder communication 
coverage system shall comply with Sections 510.4.1 through 
510.4.2.8. 


510.4.1 Emergency responder communication cover- 
age system signal strength. The building shall be 
considered to have acceptable in-building, two-way emer- 
gency responder communication system coverage where 
signal strength measurements in 95 percent of all areas and 
99 percent of areas designated as critical areas by the fire 
code official on each floor of the building meet the signal 
strength requirements in Sections 510.4.1.1 through 
5104,1,3; 


510.4.1.1 Minimum signal strength into the build- 
ing. The minimum inbound signal strength shall be 
sufficient to provide usable voice communications 
throughout the coverage area as specified by the fire 
code official. The inbound signal level shall be a mini- 
- mun of -95dBm throughout the coverage area and 
sufficient to provide not less than a Delivered Audio 
Quality (DAQ) of 3.0 or an equivalent Signal-to-Inter- 
ference-Plus-Noise Ratio (SINR) applicable to the 
technology for either analog or digital signals. 


510.4.1.2 Minimum signal strength out of the build- 
ing. The minimum outbound signal strength shall be 
sufficient to provide usable voice communications 
throughout the coverage area as specified by the fire 
code official. The outbound signal level shall be suffi- 
cient to provide not less than a DAQ of 3.0 or an 
equivalent SINR applicable to the technology for either 
analog or digital signals. 


510.4.1.3 System performance. Signal strength shall 
be sufficient to meet the requirements of the applica- 
tions being utilized by public safety for emergency 
operations through the coverage area as specified by 
the fire code official in Section 510.4.2.2. 


510.4.2 System design. The in-building, two-way emer- 
gency responder communication coverage system shall be 
designed in accordance with Sections 510.4.2.1 through 
510.4.2.8 and NFPA 1221. 


510.4.2.1 Amplification systems and components. 
Buildings and structures that cannot support the 
required level of in-building, two-way emergency 
responder communication coverage shall be equipped 
with systems and components to enhance the radio 
signals and achieve the required level of in-building, 
two-way emergency responder communication cover- 
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age specified in Sections 510.4.1 through 510.4.1.3. In- 
building, two-way emergency responder communica- 
tion systems utilizing radio-frequency-emitting devices 
and cabling shall be approved by the fire code official. 
Prior to installation, all RF-emitting devices shall have 
the certification of the radio licensing authority and be 
suitable for public safety use. 


510.4.2.2 Technical criteria. The fire code official 
shall maintain a document providing the specific tech- 
nical information and requirements for the in-building, 
two-way emergency responder communication cover- 
age system. This document shall contain, but not be 
limited to, the various frequencies required, the loca- 
tion of radio sites, the effective radiated power of radio 
sites, the maximum propagation delay in microseconds, 
the applications being used and other supporting tech- 
nical information necessary for system design. 


510.4.2.3 Standby power. In-building, two-way emer- 
gency responder communication radio coverage 
systems shall be provided with dedicated standby 
batteries or provided with 2-hour standby batteries and 
connected to the facility generator power system in 
accordance with Section 1203. The standby power 
supply shall be capable of operating the in-building, 
two-way emergency responder communication cover- 
age system at 100-percent system capacity for a 
duration of not less than 12 hours. 


510.4.2.4 Signal booster requirements. If used, signal 
boosters shall meet the following requirements: 


1. All signal booster components shall be contained 
in a National Electrical Manufacturer’s Associa- 
tion (NEMA) 4-type waterproof cabinet. 


2. Battery systems used for the emergency power 
source shall be contained in a NEMA 3R or 
higher-rated cabinet. 


3. Equipment shall have FCC or other radio licens- 
ing authority certification and be suitable for pub- 
lic safety use prior to installation. 


4. Where a donor antenna exists, isolation shall be 
maintained between the donor antenna and all 
inside antennas to not less than 20dB greater than 
the system gain under all operating conditions. 


5. Active RF-emitting devices used for in-building, 
two-way emergency responder communication 
coverage systems shall have built-in oscillation 
detection and control circuitry. 


6. The installation of amplification systems or sys- 
tems that operate on or provide the means to 
cause interference on any in-building, two-way 
emergency responder communication coverage 
network shall be coordinated and approved by the 
fire code official. 


510.4.2.5 System monitoring. The in-building, two- 
way emergency responder communication coverage 
system shall be monitored by a listed fire alarm control 
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unit, or where approved by the fire code official, shall 
sound an audible signal at a constantly attended on-site 
location. Automatic supervisory signals shall include 
the following: 


. Loss of normal AC power supply. 

. System battery charger(s) failure. 

. Malfunction of the donor antenna(s). 

. Failure of active RF-emitting device(s). 


nA & WwW NO — 


. Low-battery capacity at 70-percent reduction of 
operating capacity. 


. Failure of critical system components. 


a Sd 


. The communications link between the fire alarm 
system and the in-building, two-way emergency 
responder communication coverage system. 


8. Oscillation of active RF-emitting device(s). 


510.4.2.6 Additional frequencies and change of 
frequencies. The in-building, two-way emergency 
responder communication coverage system shall be 
capable of modification or expansion in the event 
frequency changes are required by the FCC or other 
radio licensing authority, or additional frequencies are 
made available by the FCC or other radio licensing 
authority. 


510.4.2.7 Design documents. The fire code official 
shall have the authority to require “as-built” design 
documents and specifications for in-building, two-way 
emergency responder communication coverage 
systems. The documents shall be in a format acceptable 
to the fire code official. 


510.4.2.8 Radio communication antenna density. 
Systems shall be engineered to minimize the near-far 
effect. In-building, two-way emergency responder 
communication coverage system designs shall include 
sufficient antenna density to address reduced gain 
conditions. 


Exception: Systems where all portable devices 
within the same band use active power control 
features. 


510.5 Installation requirements. The installation of the in- 
building, two-way emergency responder communication 
coverage system shall be in accordance with NFPA 1221 and 
Sections 510.5.2 through 510.5.5. 


510.5.1 Mounting of the donor antenna(s). To maintain 
proper alignment with the system designed donor site, 
donor antennas shall be permanently affixed on the build- 
ing or where approved, mounted on a movable sled with a 
clearly visible sign stating “MOVEMENT OR REPOSI- 
TIONING OF THIS ANTENNA IS PROHIBITED 
WITHOUT APPROVAL FROM THE FIRE CODE 
OFFICIAL.” The antenna installation shall be in accor- 
dance with the applicable requirements in the California 
Building Code for weather protection of the building 
envelope. 


510.5.2 Approval prior to installation. Amplification 
systems capable of operating on frequencies licensed to 
any public safety agency by the FCC or other'radio licens- 
ing authority shall not be installed without prior 
coordination and approval of the fire code official. 


510.5.3 Minimum qualifications of personnel. The mini- 
mum qualifications of the system designer and lead 
installation personnel shall include both of the following: 


1. A valid FCC-issued general radio operators license. 


2. Certification of in-building system training issued 
by an approved organization or approved school, or 
a certificate issued by the manufacturer of the equip- 
ment being installed. 


These qualifications shall not be required where demon- 


stration of adequate skills and experience satisfactory to the 
fire code official is provided. 


510.5.4 Acceptance test procedure. Where an in-build- 
ing, two-way emergency responder communication 
coverage system is required, and upon completion of 
installation, the building owner shall have the radio system 
tested to verify that two-way coverage on each floor of the 
building is not less than 95 percent. The test procedure 
shall be conducted as follows: 


1. Each floor of the building shall be divided into a 
grid of 20 approximately equal test areas. 


2. The test shall be conducted using a calibrated porta- 
ble radio of the latest brand and model used by the 
agency talking through the agency’s radio commu- 
nications system or equipment approved by the fire 
code official. 


3. Failure of more than one test area shall result in fail- 
ure of the test. 


4. In the event that two of the test areas fail the test, in 
order to be more statistically accurate, the floor shall 
be permitted to be divided into 40 equal test areas. 
Failure of not more than two nonadjacent test areas 
shall not result in failure of the test. If the system 
fails the 40-area test, the system shall be altered to 
meet the 95-percent coverage requirement. 


5. A test location approximately in the center of each 
test area shall be selected for the test, with the radio 
enabled to verify two-way communications to and 
from the outside of the building through the public 
agency’s radio communications system. Once the 
test location has been selected, that location shall 
represent the entire test area. Failure in the selected 
test location shall be considered to be a failure of 
that test area. Additional test locations shall not be 
permitted. 


6. The gain values of all amplifiers shall be measured 
and the test measurement results shall be kept on file 
with the building owner so that the measurements 
can be verified during annual tests. In the event that 
the measurement results become lost, the building 
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es) owner shall be required to rerun the acceptance test 
to reestablish the gain values. 


7. As part of the installation, a spectrum analyzer or 
other suitable test equipment shall be utilized to 
ensure spurious oscillations are not being generated 
by the subject signal booster. This test shall be con- 
ducted at the time of installation and at subsequent 
annual inspections. 


8. Systems shall be tested using two portable radios 
simultaneously conducting subjective voice quality 
checks. One portable radio shall be positioned not 
greater than 10 feet (3048 mm) from the indoor 
antenna. The second portable radio shall be posi- 
tioned at a distance that represents the farthest dis- 
tance from any indoor antenna. With both portable 
radios simultaneously keyed up on different fre- 
quencies within the same band, subjective audio 
testing shall be conducted and comply with DAQ 
levels as specified in Sections 510.4.1.1 and 
510.4.1.2. 


510.5.5 FCC compliance. The in-building, two-way 

| emergency responder communication coverage system 
installation and components shall comply with all applica- 
ble federal regulations including, but not limited to, FCC 
47 CFR Part 90.219. 


510.6 Maintenance. The in-building, two-way emergency 
responder communication coverage system shall be main- 
tained operational at all times in accordance with Sections 
510.6.1 through 510.6.4. 


510.6.1 Testing and proof of compliance. The owner of 
the building or owner’s authorized agent shall have the in- 

| building, two-way emergency responder communication 
coverage system inspected and tested annually or where 
structural changes occur, including additions or remodels 
that could materially change the original field performance 
tests. Testing shall consist of the following: 


1. In-building coverage test as described in Section 
510.5.4. 


2. Signal boosters shall be tested to verify that the gain 
is the same as it was upon initial installation and 
acceptance or set to optimize the performance of the 
system. 


3. Backup batteries and power supplies shall be tested 
under load of a period of | hour to verify that they 
will properly operate during an actual power outage. 
If within the 1-hour test period the battery exhibits 
symptoms of failure, the test shall be extended for 
additional 1-hour periods until the integrity of the 
battery can be determined. 


| 4, All active components shall be checked to verify 
operation within the manufacturer’s specifications. 


verify compliance with Section 510.5.4, shall be submitted 


At the conclusion of the testing, a report, which shall 
@ to the fire code official. 
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510.6.2 Additional frequencies. The building owner shall 
modify or expand the in-building, two-way emergency 
responder communication coverage system at his or her 
expense in the event frequency changes are required by the 
FCC or other radio licensing authority, or additional 
frequencies are made available by the FCC or other radio 
licensing authority. Prior approval of an in-building, two- 
way emergency responder communication coverage 
system on previous frequencies does not exempt this 
section. 


510.6.3 Nonpublic safety system. Where other nonpublic 
safety amplification systems installed in buildings reduce 
the performance or cause interference with the in-building, 
two-way emergency responder communication coverage 
system, the nonpublic safety amplification system shall be 
corrected or removed, 


510.6.4 Field testing. Agency personnel shall have the 
right to enter onto the property at any reasonable time to 
conduct field testing to verify the required level of radio 
coverage. 
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CHAPTER 6 
BUILDING SERVICES AND SYSTEMS 


User note: 


About this chapter: Chapter 6 focuses on building systems and services as they relate to potential safety hazards and when and how they 
should be installed. This chapter brings together all building system- and service-related issues for convenience and provides a more system- 
atic view of buildings. The following building services and systems are addressed: electrical equipment wiring and hazards, elevator 
operation, maintenance and fire service keys, fuel-fired appliances, commercial cooking equipment and systems, commercial cooking oil stor- 
age, mechanical refrigeration, hyperbaric facilities and clothes dryer exhaust systems. Note that building systems focused on energy systems 
and components are addressed by Chapter 12. Portions of this chapter were extensively reorganized for the 2021 edition. For clarity, the relo- 
cation marginal markings have not been included. For complete information, see the relocations table in the preface information of this code. 


SECTION 601 
GENERAL 


601.1 Scope. The provisions of this chapter shall apply to the 
installation, operation and maintenance of the following 
building services and systems: 


1. Electrical systems, equipment and wiring. 

2. Information technology server rooms. 

3. Elevator systems, emergency operation and recall. 
4 


. Fuel-fired appliances, heating systems, chimneys and 
fuel oil storage. 

5. Commercial cooking equipment and systems. 

6. Commercial cooking oil storage. 

7. Mechanical refrigeration systems. 

8. Hyperbaric facilities. 

9. Clothes dryer exhaust systems. 
601.2 Hazard abatement. Operations or conditions deemed 
unsafe or hazardous by the fire code official shall be abated. 
Equipment, appliances, materials and systems that are modi- 


fied or damaged and constitute an electrical shock or fire 
hazard shall not be used. 


601.2.1 Correction of unsafe conditions. The fire code 
official shall be authorized to require the owner, the 
owner’s authorized agent, operator or occupant of a build- 
ing or premises to abate or cause to be abated or corrected 
such unsafe operations or conditions either by repair, reha- 
bilitation, demolition or other approved corrective action 
in compliance with this code. 


SECTION 602 
DEFINITIONS 


602.1 Definitions. The following terms are defined in Chap- 
tec: 


COMMERCIAL COOKING APPLIANCES, 
HOOD. 
Type I. 
REFRIGERANT. 
REFRIGERATING (REFRIGERATION) SYSTEM. 
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SECTION 603 
ELECTRICAL EQUIPMENT, WIRING 
AND HAZARDS 


603.1 General. Electrical equipment, wiring and systems 
required by this code or the California Building Code shall be 
installed, used and maintained in accordance with the Cali- 
fornia Electrical Code and Sections 603.2 through 603.10. 


603.1.1 Equipment and wiring. All electrical equipment, 
wiring, devices and appliances shall be tested; listed and 
labeled; and installed, used and maintained in accordance 
with the California Electrical Code and all instructions 
included as part of such listing. 


603.1.2 Healthcare facilities. In Group I-2 facilities, 
ambulatory care facilities and outpatient clinics, the elec- 
trical systems and equipment shall be maintained and 
tested in accordance with NFPA 99 and Article 517 of the 
California Electrical Code. 


603.2 Abatement of unsafe conditions and electrical 
hazards. Conditions that constitute an electrical shock or fire 
hazard shall be abated. 


603.2.1 Modified or damaged. Electrical wiring, devices, 
equipment and appliances that are modified or damaged, 
and constitute an electrical shock or fire hazard, shall not 
be used until repaired or replaced in accordance with this 
code and the California Electrical Code. 


603.2.2 Open electrical terminations. Open junction 
boxes and open-wiring splices shall be prohibited. 
Approved covers shall be provided for all switch and elec- 
trical outlet boxes. 


603.3 [lumination. Illumination shall be provided for 
service equipment areas, motor control centers and electrical 
panelboards. 


603.4 Working space and clearances. Working space 
around electrical equipment shall be provided in accordance 
with Section 110.26 of the California Electrical Code for 
electrical equipment rated 1,000 volts or less, and Section 
110.32 of the California Electrical Code for electrical equip- 
ment rated over 1,000 volts. The minimum required working 
space shall be not less than 30 inches (762 mm) in width, 36 
inches (914 mm) in depth and 78 inches (1981 mm) in height 
in front of electrical service equipment. Where the electrical 
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service equipment is wider than 30 inches (762 mm), the 
minimum working space shall be not less than the width of 
the equipment. Storage of materials shall not be located 
within the designated working space. 


603.4.1 Labeling. Doors into electrical control panel 
rooms shall be marked with a plainly visible and legible 
sign stating “ELECTRICAL ROOM” or similar approved 
wording. The disconnecting means for each service, feeder 
or branch circuit originating on a switchboard or panel- 
board shall be legibly and durably marked to indicate its 
purpose unless such purpose is clearly evident. Where 
buildings or structures are supplied by more than one 
power source, markings shall be provided at each service 
equipment location and at all interconnected electric 
power production sources identifying all electric power 
sources at the premises in accordance with the California 
Electrical Code. 


603.5 Relocatable power taps and current taps. The 
construction and use of current taps and relocatable taps shall 
be in accordance with the California Electrical Code and this 
code. 


603.5.1 Listing. Relocatable power taps shall be listed in 
accordance with UL 1363. Current taps shall be listed and 
labeled in accordance with UL 498A. 


603.5.1.1 Listing in Group I-2 occupancies and 
ambulatory care facilities. In Group I-2 occupancies 
and ambulatory care facilities, relocatable power taps 
shall be listed in accordance with UL 1363 except 
under the following conditions: 


1. In Group I-2 occupancies, relocatable power taps 
providing power to patient care-related electrical 
equipment in the patient care vicinity, as defined 
by NFPA 99, shall be listed in accordance with 
UL 1363A or UL 60601-1. 


2. In Group I-2 facilities, in care recipient rooms 
using line-operated patient care-related electrical 
equipment, relocatable power taps in the patient 
care vicinity, as defined by NFPA 99, shall be 
listed in accordance with UL 1363A or UL 
60601-1. 


3. In ambulatory care facilities, relocatable power 
taps providing power to patient care-related elec- 
trical equipment in the patient care vicinity, as 
defined by NFPA 99, shall be listed in accor- 
dance with UL 1363A or UL 60601-1. 


603.5.2 Application and use. Relocatable power taps and 
current taps shall be directly connected to a permanently 
installed receptacle. 


Exceptions: 


1. Where approved for use in a Group A occupancy 
or in a meeting room in a Group B occupancy, 
not more than five relocatable power taps shall be 
permitted to be connected together or connected 
to an extension cord for temporary. use to supply 
power to electronic equipment. 
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2. Current taps and relocatable power taps shall not 
be required to connect directly to a permanently 
installed receptacle outlet where used for 90 days 
or less for the purpose of testing the performance 
of such devices. 


603.5.3 Installation. Relocatable power tap cords shall 
not extend through walls, ceilings, floors, under doors or 
floor coverings, or be subject to environmental or physical 
damage. 


603.6 Extension cords. Extension cords shall not be a substi- 
tute for permanent wiring and shall be listed and labeled in 
accordance with UL 817. Extension cords shall not be affixed 
to structures, extended through walls, ceilings or floors, or 
under doors or floor coverings, nor shall such cords be 
subject to environmental damage or physical impact. Exten- 
sion cords shall be used only with portable appliances. 
Extension cords marked for indoor use shall not be used 
outdoors. 


603.6.1 Application and use. Extension cords shall be 
plugged directly into an approved receptacle, relocatable 
power tap or current tap and, except for approved multi- 
plug extension cords, shall serve only one portable 
appliance. 


603.6.2 Ampacity. The ampacity of the extension cords 
shall be not less than the rated capacity of the portable 
appliance supplied by the cord. 


603.6.3 Maintenance. Extension cords shall be main- 
tained in good condition without splices, deterioration or 
damage. 


603.6.4 Grounding. Extension cords shall be grounded 
where serving grounded portable appliances. 


603.7 Electrical motors. Electrical motors shall be main- 
tained free from excessive accumulations of oil, dirt, waste 
and debris. 


603.8 Temporary wiring. The use of temporary wiring for 
electrical power and lighting installations shall not exceed a 
period of 90 days. Temporary wiring methods shall meet the 
applicable provisions of the California Electrical Code. 


Exception: Temporary wiring for electrical power and 
lighting installations complying with the applicable provi- 
sions of the California Electrical Code is permitted during 
periods of construction, remodeling, repair or demolition 
of buildings, structures, equipment or similar activities. 


603.8.1 Attachment to structures. Temporary wiring 
attached to a structure shall be protected from physical 
damage and supported on insulators spaced not more than 
10 feet (3048 mm) apart. 


603.9 Portable, electric space heaters. Where not prohibited 
by other sections of this code, portable, electric space heaters 
shall be permitted to be used in all occupancies in accordance 
with Sections 603.9.1 through 603.9.5. 


603.9.1 Listed and labeled. Only listed and labeled porta- 
ble, electric space heaters shall be used. 


603.9.2 Power supply. Portable, electric space heaters 
shall be plugged directly into an approved receptacle. 
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603.9.3 Extension cords. Portable, electric space heaters 
shall not be plugged into extension cords. 


603.9.4 Prohibited areas. Portable, electric space heaters 
shall not be operated within 3 feet (914 mm) of any 
combustible materials. Portable, electric space heaters 
shall be operated only in locations .for which they are 
listed. 


603.9.5 Group I-2 occupancies and ambulatory care 
facilities. Where used in Group I-2 and ambulatory care 
facilities, portable, electric space heaters shall be limited 
to those having a heating element that cannot exceed a 
temperature of 212°F (100°C), and such heaters shall only 
be used in nonsleeping staff and employee areas. 


603.10 Abandoned wiring in plenums. Abandoned cables 
in plenums that are able to be accessed without causing 
damage, or requiring demolition to the building, shall be 
tagged for future use or shall be removed. 


SECTION 604 
ELEVATOR OPERATION, MAINTENANCE 
AND FIRE SERVICE KEYS 


604.1 General. Where elevators and conveying systems are 
installed, they shall comply with Chapter 30 of the California 
Building Code and Sections 604.2 through 604.7 of this code. 


604.2 Emergency operation. Existing elevators with a travel 

distance of 25 feet (7620 mm) or more shall comply with the 

requirements in Chapter 11. New elevators shall be provided 
with Phase I emergency recall operation and Phase II emer- 

gency in-car operation in accordance with California Code of 
Regulations, Title 8, Division 1, Chapter 4, Subchapter 6, 

Elevator Safety Orders. 


604.3 Standby power. In buildings and structures where 
standby power is required or furnished to operate an elevator, 
standby power shall be provided in accordance with Section 
1203 of this code and Chapter 30 of the California Building 
Code. Operation of the system shall be in accordance with 
Sections 604.3.1 through 604.3.5. 


604.3.1 Manual transfer. Standby power shall be manu- 
ally transferable to all elevators in each bank. 


604.3.2 One elevator. Where only one elevator is 
installed, the elevator shall automatically transfer to 
standby power within 60 seconds after failure of normal 
power. 


604.3.3 Two or more elevators. Where two or more 
elevators are controlled by a common operating system, 
all elevators shall automatically transfer to standby power 
within 60 seconds after failure of normal power where the 
standby power source is of sufficient capacity to operate 
all elevators at the same time. Where the standby power 
source is not of sufficient capacity to operate all elevators 
at the same time, all elevators shall transfer to standby 
power in sequence, return to the designated landing and 
disconnect from the standby power source. After all eleva- 
tors have been returned to the designated level, not less 
than one elevator shall remain operable from the standby 
power source. 
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604.3.4 Temperature and humidity control. Where 
standby power is connected to elevators, the machine 
room, machine space, control room and control space 
ventilation or air conditioning system shall be connected to 
the standby power source. 


604.3.5 Emergency hoistway venting. Where standby 
power is connected to elevators, the emergency hoistway 
ventilation system, if required, shall be connected to the 
standby power source. 


[BE] 604.4 Emergency signs. An approved pictorial sign of 
a standardized design shall be posted adjacent to each eleva- 
tor call station on all floors instructing occupants to use the 
exit stairways and not to use the elevators in case of fire. The 
sign shall read: “IN FIRE EMERGENCY, DO NOT USE 
ELEVATOR. USE EXIT STAIRS.” 


Exceptions: 


1. The emergency sign shall not be required for eleva- 
tors that are part of an accessible means of egress 
complying with Section 1009.4. 


2. The emergency sign shall not be required for eleva- 
tors that are used for occupant self-evacuation in 
accordance with Section 3008 of the California 
Building Code. 


604.5 Maintenance of elevators. Elevator features and 
lobbies required by Section 3006 of the California Building 
Code shall be maintained in accordance with Sections 
604.5.1 through 604.5.4. 


604.5.1 Fire service access elevators and lobbies. Where 
fire service access elevators are required by Section 3007 
of the California Building Code, fire service access eleva- 
tor fire protection and safety features and lobbies required 
by Section 3007 of the California Building Code shall be 
maintained free of storage and furniture. 


604.5.2 Occupant evacuation elevators and lobbies. 
Where occupant evacuation elevators are provided in 
accordance with Section 3008 of the California Building 
Code, occupant evacuation elevator fire protection and 
safety features and lobbies required by Section 3008 of the 
California Building Code shall be maintained free of stor- 
age and furniture. 


604.5.3 Storage within elevator lobbies. Where hoistway 
opening protection is required by Section 3006.2 of the 
California Building Code, elevator lobbies shall be main- 
tained free of storage. 


604.5.4 Water protection of hoistway enclosures. Meth- 
ods to prevent water from infiltrating into a hoistway 
enclosure required by Sections 3007.3 and 3008.3 of the 
California Building Code shall be maintained. 


604.6 Elevator keys. All elevators shall be provided with 
elevator car door and fire-fighter service keys in accordance 
with Sections 604.6.1 through 604.6.2.4. 


604.6.1 Elevator key location. Keys for the elevator car 
doors and fire-fighter service keys shall be kept in an 
approved location for immediate use by the fire 
department. 
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604.6.2 Standardized fire service elevator keys. Build- 
ings with elevators equipped with Phase I emergency 
recall, Phase II emergency in-car operation, or a fire 
service access elevator shall be equipped to operate with a 
standardized fire service elevator key approved by the fire 
code official or a standardized key in accordance with 
ASME A17.1/CSA B44. 


Exception: The owner shall be permitted to place the 
building’s nonstandardized fire service elevator keys in 
a key box installed in accordance with Section 506.1.2. 


604.6.2.1 Requirements for standardized fire service 
elevator keys. Standardized fire service elevator keys 
shall comply with all of the following: 


1. All fire service elevator keys within the jurisdic- 
tion shall be uniform and approved in accordance 
with Section 604.6.2. Keys shall be cut to a uni- 
form key code. 


2. Fire service elevator keys shall be of a patent- 
protected design to prevent unauthorized duplica- 
tion. 


3. Fire service elevator keys shall be factory 
restricted by the manufacturer to prevent the 
unauthorized distribution of key blanks. Uncut 
key blanks shall not be permitted to leave the fac- 
tory. 

4, Fire service elevator keys subject to these rules 
shall be engraved with the words “DO NOT 
DUPLICATE.” 


604.6.2.2 Access to standardized fire service keys. 
Access to standardized fire service elevator keys shall 
be restricted to the following: 


1. Elevator owners or their authorized agents. 
2. Elevator contractors. 

3. Elevator inspectors of the jurisdiction. 

4. Fire code officials of the jurisdiction. 
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. The fire department and other emergency 
response agencies designated by the fire code 
official. 


604.6.2.3 Duplication or distribution of keys. A 
person shall not duplicate a standardized fire service 
elevator key or issue, give, or sell a duplicated key 
unless in accordance with this code. 


604.6.2.4 Responsibility to provide keys. The build- 
ing owner shall provide up to three standardized fire 
service elevator keys where required by the fire code 
official, upon installation of a standardized fire service 
key switch or switches in the building. 


604.6.3 Shunt trip. Where elevator hoistways or elevator 
machine rooms containing elevator control equipment are 
protected with automatic sprinklers, a means installed in 
accordance with NFPA 72, Section 21.4, Elevator Shut- 
down, shall be provided to automatically disconnect the 


machine room shall not disconnect the mainline power 
supply. 

604.6.4 Emergency hoistway venting. Elevator hoistways 
containing the driving machine shall be provided with a 
means for venting smoke and hot gases to the outer air in 
case of fire. 


604.6.4.1 Location of vents. Vents shall be located at 
the top of the hoistway and shall open either directly to 
the outer air or through noncombustible ducts to the 
outer air. 


604.6.4.2 Area of vents. Except as provided for in 
Section 3003.1.4.4 of the California Building Code, the 
area of the vents shall be not less than 3% percent of 
the area of the hoistway nor less than 3 square feet 
(0.28 m’) for each elevator car. 


604.6.4.3 Operation of vents. Vent openings shall auto- 
matically open upon detection of smoke in the elevator 
hoistway and upon activation of a manual override 
control. The manual override control shall be capable 
of opening and closing the vents and shall be located in 
an approved location. Smoke detectors provided in 
elevator hoistways to activate the hoistway ventilation 
system, shall also be required to activate the elevator 
Phase I emergency recall operation function in accor- 
dance with California Code of Regulations, Title 8, 
Division 1, Chapter 4, Subchapter 6, Elevator Safety 
Orders. 


604.6.4.4 Reduced vent area. Where mechanical venti- 
lation conforming to the California Mechanical Code is 
provided, a reduction in the required vent area is 
allowed provided that all of the following conditions 
are met: 


1. The vents required by Section 3003.1.4.1 of the 
California Building Code do not have outside 
exposure. 

2. The hoistway does not extend to the top of the 
building. 

3. The hoistway exhaust fan is automatically reacti- 
vated by thermostatic means. 


4. Equivalent venting of the hoistway is accom- 
plished. ; 


604.7 Storage. Storage is prohibited in elevator cars or eleva- 
tor machine rooms. 


Exceptions: 


1. Blankets used for protection of elevator cab walls 
during construction or renovation. 


2. Materials necessary for the operation and mainte- 
nance of the elevator equipment. 


SECTION 605 
FUEL-FIRED APPLIANCES 


605.1 General. The design, construction, installation, opera- 
tion, alteration, repair and maintenance of nonportable gas- 
fired appliances and systems shall comply with the California 


main line power supply to the affected elevator prior to the 
application of water. This means shall not be self-reset- 
ting. The activation of sprinklers outside the hoistway or 
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Plumbing Code. The design, construction, installation, opera- 
tion, alteration, repair and maintenance of nonportable solid 
fuel-fired and oil-fired appliances and systems shall comply 
with the provisions of this section and the California 
Mechanical Code. The construction and use of portable fuel- 
fired appliances not connected to a fixed fuel piping system, 
such as blow torches, melting pots and weed burners, shall 
comply with this section. 


605.1.1 Installation of nonportable fuel-fired appli- 
ances. The installation of nonportable fuel-fired 
appliances shall be made in accordance with the manufac- 
turer’s installation instructions and applicable federal, 
state and local rules and regulations. 


605.1.2 Electrical wiring and equipment. Electrical 
wiring and equipment used in connection with fuel-fired 
appliances and equipment shall be installed and main- 
tained in accordance with Section 603 and the California 
Electrical Code. 


605.1.3 Fuel oil. The grade of fuel oil used in an oil burner 
shall be that for which the oil burner is approved and as 
stipulated by the oil burner manufacturer’s instructions. 
Oil containing gasoline shall not be used. Waste crankcase 
oil shall be an acceptable fuel in Group F, M and S occu- 
pancies where utilized in equipment listed and labeled for 
use with waste oil and where such equipment is installed 
in accordance with the manufacturer’s instructions and the 
terms of its listing. 


605.1.4 Access. The installation of fuel-fired equipment 
shall be provided with access to equipment for cleaning 
hot surfaces; removing burners; replacing motors, 
controls, air filters, chimney and vent connectors, draft 
regulators and other working parts; and for adjusting, 
cleaning and lubricating parts. 


605.1.5 Testing, diagrams and instructions. After instal- 
lation of the fuel-fired equipment, operation and 
combustion performance tests shall be conducted to deter- 
mine that the equipment is in proper operating condition 
and that all accessory equipment, controls, and safety 
devices function properly. 


605.1.5.1 Diagrams. Contractors installing industrial 
oil-burning systems shall furnish not less than two 
copies of diagrams showing the main oil lines and 
controlling valves, one copy of which shall be posted at 
the oil-burning equipment and another at an approved 
location that will be available in case of emergency. 


605.1.5.2 Operating instructions. After completing 
the installation, the installer shall instruct the owner or 
operator in the proper operation of the equipment. The 
installer shall furnish the owner or operator with the 
manufacturer’s operating instructions. 


605.1.6 Clearances. Working clearances between fuel- 
fired appliances and electrical panelboards and equipment 
shall be in accordance with the California Electrical Code. 
Clearances between oil-fired equipment and oil supply 
tanks shall be in accordance with the California Electrical 
Code. 
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605.2 Abatement of unsafe conditions. The fire code offi- 
cial is authorized to order that measures be taken to prevent 
the operation of any existing stove, oven, furnace, incinera- 
tor, boiler or any other heat-producing device or appliance 
found to be defective or in violation of code requirements for 
existing appliances after giving notice to this effect to any 
person, owner, firm or agent or operator in charge of the 
same. The fire code official is authorized to take measures to 
prevent the operation of any device or appliance without 
notice when inspection shows the existence of an immediate 
fire hazard or when imperiling human life. The defective 
device shall remain withdrawn from service until all neces- 
sary repairs or alterations have been made or replaced in 
accordance with Section 605.1. 


605.2.1 Chimneys and appliances. Chimneys, vents, 
incinerators, smokestacks or similar devices for conveying 
smoke or hot gases to the outer air and the appliances such 
as stoves, furnaces, fireboxes or boilers to which such 
devices are connected, shall be maintained so as not to 
create a fire hazard. 


605.2.1.1 Masonry chimneys. Masonry chimneys that, 
upon inspection, are found to be without a flue liner 
and that have open mortar joints which will permit 
smoke or gases to be discharged into the building, or 
which are cracked as to be dangerous, shall be repaired 
or relined with a listed chimney liner system installed 
in accordance with the manufacturer’s instructions and 
the California Mechanical Code or a flue lining system 
installed in accordance with the requirements of the 
California Building Code and appropriate for the 
intended class of chimney service. 


605.2.1.2 Metal chimneys. Metal chimneys that are 
corroded or improperly supported shall be repaired or 
replaced in accordance with the California Mechanical 
Code. 


605.2.1.3 Decorative shrouds. Decorative shrouds 
installed at the termination of factory-built chimneys or 
vents shall be removed except where such shrouds are 
listed and labeled for use with the specific factory-built 
chimney system and are installed in accordance with 
the chimney or vent manufacturer’s instructions and the 
California Mechanical Code or International Fuel Gas 
Code. 


605.2.1.4 Factory-built chimney and vent systems. 
Existing factory-built chimneys and vent systems that 
are damaged, corroded or improperly supported shall 
be repaired or replaced in accordance with the Califor- 
nia Mechanical Code. 


605.2.1.5 Connectors. Existing chimney and vent 
connectors that are damaged, corroded or improperly 
supported shall be repaired or replaced in accordance 
with the California Mechanical Code. 


605.3 Chimneys and vents. Masonry chimneys shall be 
constructed in accordance with the California Building Code. 
Factory-built chimneys and vent systems serving solid-fuel- 
fired appliances or oil-fired appliances shall be installed in 
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accordance with the California Mechanical Code. Metal 
chimneys shall be constructed and installed in accordance 
with the California Mechanical Code. Factory-built chim- 
neys and vent systems serving gas-fired appliances shall be 
installed in accordance with the /nternational Fuel Gas Code. 


605.4 Fuel oil storage systems. Fuel oil storage systems for 
building heating systems shall be installed and maintained in 
accordance with this code. Tanks and fuel-oil piping systems 
shall be installed in accordance with Chapter 13 of the Cali- 


for 
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605.4.1 Fuel oil storage in outside, above-ground tanks. 
Where connected to a fuel-oil piping system, the maxi- 
mum amount of fuel oil storage allowed outside above 
ground without additional protection shall be 660 gallons 
(2498 L). The storage of fuel oil above ground in quanti- 
ties exceeding 660 gallons (2498 L) shall comply with 
NFPA 31. 


605.4.1.1 Approval. Outdoor fuel oil storage tanks 
shall be in accordance with UL 142 or UL 2085. 


605.4.2 Fuel oil storage inside buildings. Fuel oil storage 
inside buildings shall comply with Sections 605.4.2.2 
through 605.4.2.8 or Chapter 57. 


605.4.2.1 Approval. Indoor fuel oil storage tanks shall 
be in accordance with UL 80, UL 142 or UL 2085. 


605.4.2.2 Quantity limits. One or more fuel oil storage 
tanks containing Class II or II] combustible liquid shall 
be permitted in a building. The aggregate capacity of 
all tanks shall not exceed the following: 


1. 660 gallons (2498 L) in unsprinklered buildings, 
where stored in a tank complying with UL 80, 
UL 142 or UL 2085. 


2. 1,320 gallons (4996 L) in buildings equipped 
with an automatic sprinkler system in accordance 
with Section 903.3.1.1, where stored in a tank 
complying with UL 142. The tank shall be listed 
as a secondary containment tank, and the second- 
ary containment shall be monitored visually or 
automatically. 


3. 3,000 gallons (11 356 L) in buildings equipped 
with an automatic sprinkler system in accordance 
with Section 903.3.1.1, where stored in protected 
above-ground tanks complying with UL 2085 
and Section 5704.2.9.7. The tank shall be listed 
as a secondary containment tank, as required by 
UL 2085, and the secondary containment shall be 
monitored visually or automatically. 


605.4.2.3 Restricted use and connection. Tanks 
installed in accordance with Section 605.4.2 shall be 
used only to supply fuel oil to fuel-burning equipment, 
generators or fire pumps installed in accordance with 
Section 605.4.2.5. Connections between tanks and 
equipment supplied by such tanks shall be made using 
closed piping systems in accordance with the Califor- 
nia Mechanical Code. 


605.4.2.4 Applicability of maximum allowable quan- 
tity and control area requirements. The, quantity of 
combustible liquid stored in tanks complying with 
Section 605.4.2 shall not be counted towards the maxi- 
mum allowable quantity set forth in Table 5003.1.1(1), 
and such tanks shall not be required to be located in a 
control area. 


605.4.2.5 Installation. Tanks and piping systems shall 
be installed in accordance with Section 915 and Chap- 
ter 13, both of the California Mechanical Code, as 
applicable. 


605.4.2.6 Separation. Rooms containing fuel oil tanks 
for internal combustion engines shall be separated from 
the remainder of the building by fire barriers, horizontal 
assemblies, or both, with a minimum 1-hour fire-resis- 
tance rating with 1-hour fire-protection-rated opening 
protectives constructed in accordance with the Califor- 
nia Building Code. 


Exception: Rooms containing protected above-ground 
tanks complying with Section 5704.2.9.7 shall not be 
required to be separated from surrounding areas. 


605.4.2.7 Spill containment. Tanks exceeding 60-gallon 
(227 L) capacity or an aggregate capacity of 1,000 gallons 
(3785 L) that are not provided with integral secondary 
containment shall be provided with spill containment 
sized to contain a release from the largest tank. 


605.4.2.8 Tanks in basements. Tanks in basements 
shall be located not more than two stories below grade 
plane. 


605.4.3 Underground storage of fuel oil. The storage of 
fuel oil in underground storage tanks shall comply with 
UL 58 or UL 1316 and be installed in accordance with 
NFPA 31. 


605.5 Portable unvented heaters. Portable unvented fuel- 
fired heating equipment shall be prohibited in occupancies in 
Groups A, E, I, R-1, R-2, R-2./, R-2.2, R-3, R-3.1 and R-4 
and ambulatory care facilities. 


Exceptions: 


1. Portable unvented fuel-fired heaters listed in accor- 
dance with UL 647 are permitted to be used in one- 
and two-family dwellings, where operated and 
maintained in accordance with the manufacturer’s 
instructions. 


2. Portable outdoor gas-fired heating appliances in 
accordance with Section 605.5.2. 


605.5.1 Prohibited locations. Unvented fuel-fired heating 
equipment shall not be located in, or obtain combustion air 
from, any of the following rooms or spaces: sleeping 
rooms, bathrooms, toilet rooms or storage closets. 


605.5.2 Portable outdoor gas-fired heating appliances. 
Portable gas-fired heating appliances located outdoors 
shall be in accordance with Sections 605.5.2.1 through 
605.5.2.3.4. 
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605.5.2.1 Location. Portable outdoor gas-fired heating 
appliances shall be used and located in accordance with 
Sections 605.5.2.1.1 through 605.5.2.1.4. 


605.5.2.1.1 Prohibited locations. The storage or use 
of portable outdoor gas-fired heating appliances is 
prohibited in any of the following locations: 


1. Inside of any occupancy where connected to 
the fuel gas container. 


2. Inside of tents, canopies and membrane struc- 
tures. 


3. On exterior balconies. 
Exception: As permitted in Chapter 61. 


605.5.2.1.2 Clearance to buildings. Portable 
outdoor gas-fired heating appliances shall be located 
not less than 5 feet (1524 mm) from buildings. 


605.5.2.1.3 Clearance to combustible materials. 
Portable outdoor gas-fired heating appliances shall 
not be located beneath, or closer than 5 feet (1524 
mm) to combustible decorations and combustible 
overhangs, awnings, sunshades or similar combusti- 
ble attachments to buildings. 


605.5.2.1.4 Proximity to exits. Portable outdoor 
gas-fired heating appliances shall not be located 
within 5 feet (1524 mm) of exits or exit discharges. 


605.5.2.2 Use and operation. Portable outdoor gas- 

' fired heating appliances shall be used and operated in 
accordance with Sections 605.5.2.2.1 through 
605.5.2.2.4. 


605.5.2.2.1 Listing and approval. Only listed and 
approved portable outdoor gas-fired heating appli- 
ances utilizing a fuel gas container that is integral to 
the appliance shall be used. Portable outdoor gas- 
fired heating appliances shall be listed and labeled in 
accordance with ANSI Z83.26/CSA 2.37. 


605.5.2.2.2 Use and maintenance. Portable outdoor 
gas-fired heating appliances shall be used and main- 
tained in accordance with the manufacturer’s 
instructions. 


605.5.2.2.3 Tip-over switch. Portable outdoor gas- 
fired heating appliances shall be equipped with a tilt 
or tip-over switch that automatically shuts off the 
flow of gas if the appliance is tilted more than 15 
degrees (0.26 rad) from the vertical. 


605.5.2.2.4 Guard against contact. The heating 
element or combustion chamber of portable outdoor 
gas-fired heating appliances shall be permanently 
guarded so as to prevent accidental contact by 
persons or material. 


605.5.2.3 Gas containers. Fuel gas containers for 
portable outdoor gas-fired heating appliances shall 
comply with Sections 605.5.2.3.1 through 605.5.2.3.4. 


605.5.2.3.1 Approved containers. Only approved 
DOTn or ASME gas containers shall be used. 
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605.5.2.3.2 Container replacement. Replacement 
of fuel gas containers in portable outdoor gas-fired 
heating appliances shall not be conducted while the 
public is present. 


605.5.2.3.3 Container capacity. The maximum 
individual capacity of gas containers used in connec- 
tion with portable outdoor gas-fired heating 
appliances shall not exceed 20 pounds (9 kg). 


605.5.2.3.4 Indoor storage prohibited. Gas 
containers shall not be stored inside of buildings 
except in accordance with Section 6109.9. 


605.6 Heating appliances. Heating appliances shall be listed 
and shall comply with Sections 605.6.1 and 605.6.2. 


[California Code of Regulations, Title 19, Division 1, 
§3.17(a) and (b)] Guards for Heating Appliances. 


Every heating appliance in any occupancy governed by Califor- 
nia Code of Regulations, Title 19, Division 1 regulations which 
does not have protective features incorporated in its design, 
shall be provided with guards that will provide protection 
against ignition of clothing and other combustible material. 


(a) Appliances employing open flame radiated heat shall 
have fixed and substantially constructed metallic guards 
located not less than 10 inches from the radiating flame 
and the guard members shall be spaced not more than 2 
inches apart. 


(b) Cabinet type appliances that are not provided with an 
inner combustion chamber and an air circulating space 
between the combustion chamber and the outer shell, shall 
have fixed and substantially constructed metallic guards 
located not less than 3 inches from the shell and spaced 
not more than 2 inches apart. 


605.6.1 Guard against contact. The heating element or 
combustion chamber shall be permanently guarded so as 
to prevent accidental contact by persons or material. 


605.6.2 Heating appliance installation and mainte- 
nance. Heating appliances shall be installed and 
maintained in accordance with the manufacturer’s instruc- 
tions, the California Building Code, the International Fuel 
Gas Code, the California Mechanical Code and the Cali- 
fornia Electrical Code. 


605.7 Unauthorized operation. It shall be a violation of this 
code for any person, user, firm or agent to continue the utili- 
zation of any device or appliance (the operation of which has 
been discontinued or ordered discontinued in accordance 
with Section 605.2) unless written authority to resume opera- 
tion is given by the fire code official. Removing or breaking 
the means by which operation of the device is prevented shall 
be a violation of this code. 


605.8 Incinerators. Commercial, industrial and residential- 
type incinerators and chimneys shall be constructed in accor- 
dance with the California Building Code and the California 
Mechanical Code. Unless other approved means are 
provided for the prompt disposal of rubbish, an approved 
incinerator shall be provided and maintained for the disposal 
of combustible waste. Incinerators shall be constructed, 
located and maintained in such manner that waste material 
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can be safely burned at any hour of the day, where local ordi- 
nances permit. Fuel-fired and garbage burning incinerators 
shall be constructed and maintained in conformance with 
NFPA 82-2019 Incinerators, Waste and Linen Handling 
Systems and Equipment or UL 791-2006 Standard for Resi- 
dential Incinerators, whichever is applicable. 


605.8.1 Residential incinerators. Residential incinerators 
shall be listed and labeled in accordance with UL 791. 


605.8.2 Spark arrestor. Incinerators shall be equipped 
with an effective means for arresting sparks. 


605.8.3 Restrictions. Where the fire code official deter- 
mines that burning in incinerators located within 500 feet 
(152 m) of mountainous, brush or grass-covered areas will 
create an undue fire hazard because of atmospheric condi- 
tions, such burning shall be prohibited. 


605.8.4 Time of burning. Burning shall take place only 
during approved hours. 


605.8.5 Discontinuance. The fire code official is autho- 
rized to require incinerator use to be discontinued 
immediately if the fire code official determines that smoke 
emissions are offensive to occupants of surrounding prop- 
erty or if the use of incinerators is determined by the fire 
code official to constitute a hazardous condition. 


605.8.6 Flue-fed incinerators in Group I-2. In Group I-2 
occupancies, the continued use of existing flue-fed incin- 
erators is prohibited. 


605.8.7 Incinerator inspections in Group I-2. Incinera- 
tors in Group I-2 occupancies shall be inspected not less 
than annually in accordance with the manufacturer’s 
instructions. Inspection records shall be maintained on the 
premises and made available to the fire code official upon 
request. 


605.9 Gas meters. Above-ground gas meters, regulators and 
piping subject to damage shall be protected by a barrier 
complying with Section 312 or otherwise protected in an 
approved manner. 


SECTION 606 
COMMERCIAL COOKING EQUIPMENT 
AND SYSTEMS 


[M] 606.1 General. Commercial kitchen exhaust hoods shall 
comply with the requirements of the California Mechanical 
Code. 


[M] 606.2 Where required. A Type I hood shall be installed 
at or above all commercial cooking appliances and domestic 
cooking appliances used for commercial purposes that 
produce grease vapors. 


Exceptions: 


1. Factory-built commercial exhaust hoods that are 
listed and labeled in accordance with UL 710, and 
installed in accordance with Section 304.1 of the 
California Mechanical Code, shall not be required 
to comply with Sections 507.1.5, 507.2.3, 507.2.5, 
507.2.8, 507.3.1, 507.3.3, 507.4 and 507.5 of the 
California Mechanical Code. 


2. Factory-built commercial cooking recirculating sys- 
tems that are listed and labeled in accgrdance with 
UL 710B, and installed in accordance with Section 
304.1 of the California Mechanical Code, shall not 
be required to comply with Sections’ 507.1.5, 
5072.35 1 D0T p04 DU esc, DOS ae eed 4 
and 507.5 of the California Mechanical Code. 
Spaces in which such systems are located shall be 
considered to be kitchens and shall be ventilated in 
accordance with Table 403.3.1.1 of the California 
Mechanical Code. For the purpose of determining 
the floor area required to be ventilated, each individ- 
ual appliance shall be considered as occupying not 
less than 100 square feet (9.3 m7). 


3. Where cooking appliances are equipped with inte- 
gral down-draft exhaust systems and such appli- 
ances and exhaust systems are listed and labeled for 
the application in accordance with NFPA 96, a hood 
shall not be required at or above them. 


4. A Type I hood shall not be required for an electric 
cooking appliance where an approved testing agency 
provides documentation that the appliance effluent 
contains 5 mg/m’ or less of grease when tested at an 
exhaust flow rate of 500 cfm (0.236 m/s) in accor- 
dance with UL 710B. 


606.3 Operations and maintenance. Commercial cooking 
systems shall be operated and maintained in accordance with 
Sections 606.3.1 through 606.3.4. 


606.3.1 Ventilation system. The ventilation system in 
connection with hoods shall be operated at the required 
rate of air movement, and grease filters listed and labeled 
in accordance with UL 1046 shall be in place where equip- 
ment under a kitchen grease hood is used. 


606.3.2 Grease extractors. Where grease extractors are 
installed, they shall be operated when the commercial-type 
cooking equipment is used. 


606.3.3 Cleaning. Hoods, grease-removal devices, fans, 
ducts and other appurtenances shall be cleaned at intervals 
as required by Sections 606.3.3.1 through 606.3.3.3. 


606.3.3.1 Inspection. Hoods, grease-removal devices, 
fans, ducts and other appurtenances shall be inspected 
at intervals specified in Table 606.3.3.1 or as approved 
by the fire code official. Inspections shall be completed 
by qualified individuals. 


TABLE 606.3.3.1 
COMMERCIAL COOKING SYSTEM INSPECTION FREQUENCY 


TYPE OF COOKING OPERATIONS FREQUENCY OF 


INSPECTION 
High-volume cooking operations such as 24- 
hour cooking, charbroiling or wok cooking 


3 months 


Low-volume cooking operations such as places 
of religious worship, seasonal businesses 
and senior centers 


Cooking operations utilizing solid fuel-burning 
cooking appliances 


All other cooking operations 


12 months 


1 month 


6 months 
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606.3.3.2 Grease accumulation. If during the inspec- 
tion it is found that hoods, grease-removal devices, 
fans, ducts or other appurtenances have an accumula- 
tion of grease, such components shall be cleaned in 
accordance with ANSI/IKECA C10, 


606.3.3.3 Records. Records for inspections shall state 
the individual and company performing the inspection, 
a description of the inspection and when the inspection 
took place. Records for cleanings shall state the indi- 
vidual and company performing the cleaning and when 
the cleaning took place. Such records shall be 
completed after each inspection or cleaning and 
maintained. 


606.3.3.3.1 Tags. When a commercial kitchen hood 
or duct system is inspected, a tag containing the 
service provider name, address, telephone number 
and date of service shall be provided in a conspicu- 
ous location. Prior tags shall be covered or removed. 


606.3.4 Extinguishing system service. Automatic fire- 
extinguishing systems protecting commercial cooking 
systems shall be serviced as required in Section 904.13.5. 


606.4 Appliance connection to building piping. Gas-fired 
commercial cooking appliances installed on casters and 
appliances that are moved for cleaning and sanitation 
purposes shall be connected to the piping system with an 
appliance connector listed as complying with ANSI 
Z21.69/CSA 6.16. The commercial cooking appliance 
connector installation shall be configured in accordance with 
the manufacturer’s installation instructions. Movement of 
appliances with casters shall be limited by a restraining 
device installed in accordance with the connector and appli- 
ance manufacturer’s instructions. 


SECTION 607 
COMMERCIAL COOKING OIL STORAGE 


607.1 General. Storage of cooking oil (grease) in commer- 
cial cooking operations utilizing above-ground tanks with a 
capacity greater than 60 gal (227 L) installed within a build- 
ing shall comply with Sections 607.2 through 607.7 and 
NFPA 30. For purposes of this section, cooking oil shall be 
classified as a Class IIIB liquid unless otherwise determined 
by testing. 

607.2 Metallic storage tanks. Metallic cooking oil storage 
tanks shall be listed in accordance with UL 80 or UL 142, and 
shall be installed in accordance with the tank manufacturer’s 
instructions. 


607.3 Nonmetallic storage tanks. Nonmetallic cooking oil 
storage tanks shall be listed in accordance with UL 2152 and 
shall be installed in accordance with the tank manufacturer’s 
instructions. Tank capacity shall not exceed 200 gallons (757 
L) per tank. 


607.4 Cooking oil storage system components. Cooking oil 
storage system components shall include but are not limited 
to piping, connections, fittings, valves, tubing, hose, pumps, 
vents and other related components used for the transfer of 
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cooking oil, and are permitted to be of either metallic or 
nonmetallic construction. 


607.4.1 Design standards. The design, fabrication and 
assembly of system components shall be suitable for the 
working pressures, temperatures and structural stresses to 
be encountered by the components. 


607.4.2 Components in contact with heated oil. System 
components that come in contact with heated cooking oil 
shall be rated for the maximum operating temperatures 
expected in the system. 


607.5 Tank venting. Normal and emergency venting shall be 
provided for cooking oil storage tanks. 


607.5.1 Normal vents. Normal vents shall be located 
above the maximum normal liquid line, and shall have a 
minimum effective area not smaller than the largest filling 
or withdrawal connection. Normal vents shall be permitted 
to vent inside the building. 


607.5.2 Emergency vents. Emergency relief vents shall 
be located above the maximum normal liquid line, and 
shall be in the form of a device or devices that will relieve 
excessive internal pressure caused by an exposure fire. For 
nonmetallic tanks, the emergency relief vent shall be 
allowed to be in the form of construction. Emergency 
vents shall be permitted to vent inside the building. 


607.6 Heating of cooking oil. Electrical equipment used for 
heating cooking oil in cooking oil storage systems shall be 
listed to UL 499 and shall comply with the California Electri- 
cal Code. Use of electrical immersion heaters shall be 
prohibited in nonmetallic tanks. 


607.7 Electrical equipment. Electrical equipment used for 
the operation of cooking oil storage systems shall comply 
with the California Electrical Code. 


SECTION 608 
MECHANICAL REFRIGERATION 


[M] 608.1 Scope. Refrigeration systems shall be installed in 
accordance with the California Mechanical Code. 


608.1.1 Refrigerants other than ammonia. Where a 
refrigerant other than ammonia is used, refrigeration 
systems and the buildings in which such systems are 
installed shall be in accordance with ASHRAE 15. 


608.1.2 Ammonia refrigeration. Refrigeration systems 
using ammonia refrigerant and the buildings in which such 
systems are installed shall comply with TAR 2 for system 
design; ITAR 6 for inspection, testing and maintenance; 
and ITAR 7 for operating procedures. Decommissioning of 
ammonia refrigeration systems shall comply with IIAR 8, 
and engineering practices for existing ammonia refrigera- 
tion systems shall be in accordance with ITAR 9. 


608.2 Permits. Permits shall be obtained for refrigera- 
tion systems in accordance with Sections 105.5 and 
105.6. 


[M] 608.3 Refrigerants. The use and purity of new, recov- 
ered and reclaimed refrigerants shall be in accordance with 
the California Mechanical Code. 
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[M] 608.4 Refrigerant classification. Refrigerants shall be 
classified in accordance with the California Mechanical 
Code. 


[M] 608.5 Change in refrigerant type. A change in the type 
of refrigerant in a refrigeration system shall be in accordance 
with the California Mechanical Code. 


608.6 Access. Access to refrigeration systems having a 
refrigerant circuit containing more than 220 pounds (100 kg) 
of Group Al or 30 pounds (14 kg) of any other group refrig- 
erant shall be provided for the fire department at all times as 
required by the fire code official. 


608.7 Testing of equipment. Refrigeration equipment and 
systems having a refrigerant circuit containing more than 220 
pounds (100 kg) of Group Al or 30 pounds (14 kg) of any 
other group refrigerant shall be subject to periodic testing in 
accordance with Section 608.7.1. Records of tests shall be 
maintained. Tests of emergency devices or systems required 
by this chapter shall be conducted by persons trained and 
qualified in refrigeration systems. 


608.7.1 Periodic testing. The following emergency 
devices or systems shall be periodically tested in accor- 
dance with the manufacturer’s instructions and as required 
by the fire code official. 


1. Treatment and flaring systems. 


2. Valves and appurtenances necessary to the operation 
of emergency refrigeration control boxes. 


3. Fans and associated equipment intended to operate 
emergency ventilation systems. 


4, Detection and alarm systems. 


608.8 Emergency signs. Refrigeration units or systems 
having a refrigerant circuit containing more than 220 pounds 
(100 kg) of Group Al or 30 pounds (14 kg) of any other 
group refrigerant shall be provided with approved emergency 
signs, charts and labels in accordance with NFPA 704. 
Hazard signs shall be in accordance with the California 
Mechanical Code for the classification of refrigerants listed 
therein. 


608.9 Refrigerant detection. Machinery rooms shall be 
provided with a refrigerant detector with an audible and visi- 
ble alarm. Where ammonia is used as the refrigerant, 
detection shall comply with IIAR 2. For refrigerants other 
than ammonia, refrigerant detection shall comply with 
Section 608.9.1. 


608.9.1 Refrigerants other than ammonia. A detector, 
or a sampling tube that draws air to a detector, shall be 
provided at an approved location where refrigerant from a 
leak is expected to accumulate. The system shall be 
designed to initiate audible and visible alarms inside of 
and outside each entrance to the refrigerating machinery 
room and transmit a signal to an approved location where 
the concentration of refrigerant detected exceeds the lesser 
of the following: 


1. The corresponding TLV-TWA values shown in the 
California Mechanical Code for the refrigerant clas- 
sification. 


2. Twenty-five percent of the lower flammable limit 
(LFL). ‘ 


Detection of a refrigerant concentration exceeding the 
upper detection limit or 25 percent of the lower flammable 
limit (LFL), whichever is lower, shall stop refrigerant equip- 
ment in the machinery room in accordance with Section 
608.10.1, 


608.10 Remote controls. Where flammable refrigerants are 
used and compliance with Section 1106 of the California 
Mechanical Code is required, remote control of the mechani- 
cal equipment and appliances located in the machinery room 
as required by Sections 608.10.1 and 608.10.2 shall be 
provided at an approved location immediately outside the 
machinery room and adjacent to its principal entrance. 


608.10.1 Refrigeration system emergency shutoff. A 
clearly identified switch of the break-glass type or with an 
approved tamper-resistant cover shall provide off-only 
control of refrigerant compressors, refrigerant pumps and 
normally closed automatic refrigerant valves located in the 
machinery room. Additionally, this equipment shall be 
automatically shut off when the refrigerant vapor concen- 
tration in the machinery room exceeds the vapor detector’s 
upper detection limit or 25 percent of the LEL, whichever 
is lower. 


608.10.2 Ventilation system. A clearly identified switch 
of the break-glass type or with an approved tamper-resis- 
tant cover shall provide on-only control of the machinery 
room ventilation fans. 


608.11 Emergency pressure control system. Permanently 
installed refrigeration systems in machinery rooms contain- 
ing more than 6.6 pounds (3 kg) of flammable, toxic or highly 
toxic refrigerant or ammonia shall be provided with an emer- 
gency pressure control system in accordance with Sections 
608.11.1 and 608.11.2. 


608.11.1 Automatic crossover valves. Each high- and 
intermediate-pressure zone in a refrigeration system shall 
be provided with a single automatic valve providing a 
crossover connection to a lower pressure zone. Automatic 
crossover valves shall comply with Sections 608.11.1.1 
through 608.11.1.3. 


608.11.1.1 Overpressure limit set point. Automatic 
crossover valves shall be arranged to automatically 
relieve excess system pressure to a lower pressure zone 
if the pressure in a high- or intermediate-pressure zone 
rises to within 90 percent of the set point for emergency 
pressure relief devices. 


608.11.1.2 Manual operation. Where required by the 
fire code official, automatic crossover valves shall be 
capable of manual operation. 


608.11.1.3 System design pressure. Refrigeration 
system zones that are connected to a higher pressure 
zone by an automatic crossover valve shall be designed 
to safely contain the maximum pressure that can be 
achieved by interconnection of the two zones. 


608.11.2 Automatic emergency stop. An automatic 
emergency stop feature shall be provided in accordance 
with Sections 608.11.2.1 and 608.11.2.2. 
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608.11.2.1 Operation of an automatic crossover 
valve. Operation of an automatic crossover valve shall 
cause all compressors on the affected system to imme- 
diately stop. Dedicated pressure-sensing devices 
located immediately adjacent to crossover valves shall 
be permitted as a means for determining operation of a 
valve. To ensure that the automatic crossover valve 
system provides a redundant means of stopping 
compressors in an overpressure condition, high-pres- 
sure cutout sensors associated with compressors shall 
not be used as a basis for determining operation of a 
crossover valve. 


608.11,.2.2 Overpressure in low-pressure zone. The 
lowest pressure zone in a refrigeration system shall be 
provided with a dedicated means of determining a rise 
in system pressure to within 90 percent of the set point 
for emergency pressure relief devices. Activation of the 
overpressure sensing device shall cause all compressors 
on the affected system to immediately stop. 


608.12 Storage, use and handling. Flammable and combus- 
tible materials shall not be stored in machinery rooms for 
refrigeration systems having a refrigerant circuit containing 
more than 220 pounds (100 kg) of Group Al or 30 pounds 
(14 kg) of any other group refrigerant. Storage, use or 
handling of extra refrigerant or refrigerant oils shall be as 
required by Chapters 50, 53, 55 and 57. 


Exception: This provision shall not apply to spare parts, 
tools and incidental materials necessary for the safe and 
proper operation and maintenance of the system. 


608.13 Discharge and termination of pressure relief and 
purge systems. Pressure relief devices, fusible plugs and 
purge systems discharging to the atmosphere from refrigera- 
tion systems containing flammable, toxic or highly toxic 
refrigerants or ammonia shall comply with Sections 608.13.2 
through 608.13.4. 


608.13.1 Fusible plugs and rupture members. 
Discharge piping and devices connected to the discharge 
side of a fusible plug or rupture member shall have provi- 
sions to prevent plugging the pipe in the event the fusible 
plug or rupture member functions. 


608.13.2 Flammable refrigerants. Systems containing 
more than 6.6 pounds (3 kg) of flammable refrigerants 
having a density equal to or greater than the density of air 
shall discharge vapor to the atmosphere only through an 
approved treatment system in accordance with Section 
608.13.5 or a flaring system in accordance with Section 
608.13.6. Systems containing more than 6.6 pounds (3 kg) 
of flammable refrigerants having a density less than the 
density of air shall be permitted to discharge vapor to the 
atmosphere provided that the point of discharge is located 
outside of the structure at not less than 15 feet (4572 mm) 
above the adjoining grade level and not less than 20 feet 
(6096 mm) from any window, ventilation opening or exit. 


608.13.3 Toxic and highly toxic refrigerants. Systems 
containing more than 6.6 pounds (3 kg) of toxic or highly 
toxic refrigerants shall discharge vapor to the atmosphere 
only through an approved treatment system in accordance 
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with Section 608.13.5 or a flaring system in accordance 
with Section 608.13.6. 


608.13.4 Ammonia refrigerant. Systems containing 
more than 6.6 pounds (3 kg) of ammonia refrigerant shall 
discharge vapor to the atmosphere in accordance with one 
of the following methods: 


1. Directly to atmosphere where the fire code official 
determines, on review of an analysis prepared in 
accordance with Section 104.8.2, that a health haz- 
ard would not result from atmospheric discharge of 
ammonia. 


2. Through an approved treatment system in accor- 
dance with Section 608.13.5. 


3. Through a flaring system in accordance with Section 
608.13.6. 


4. Through an approved ammonia diffusion system in 
accordance with Section 608.13.7. 


5. By other approved means. 


Exception: Ammonia/water absorption systems 
containing less than 22 pounds (10 kg) of ammonia and 
for which the ammonia circuit is located entirely 
outdoors. 


608.13.5 Treatment systems. Treatment systems shall be 
designed to reduce the allowable discharge concentration 
of the refrigerant gas to not more than 50 percent of the 
IDLH at the point of exhaust. Treatment systems shall be 
in accordance with Chapter 60. 


608.13.6 Flaring systems. Flaring systems for incinera- 
tion of flammable refrigerants shall be designed to 
incinerate the entire discharge. The products of refrigerant 
incineration shall not pose health or environmental 
hazards. Incineration shall be automatic upon initiation of 
discharge, shall be designed to prevent blowback and shall 
not expose structures or materials to threat of fire. Standby 
fuel, such as LP-gas, and standby power shall have the 
capacity to operate for one and one-half the required time 
for complete incineration of refrigerant in the system. 
Standby electrical power, where required to complete the 
incineration process, shall be in accordance with Section 
1203. 


608.13.7 Ammonia diffusion systems, Ammonia diffu- 
sion systems shall include a tank containing | gallon of 
water for each pound of ammonia (8.3 L of water for each 
1 kg of ammonia) that will be released in 1 hour from the 
largest relief device connected to the discharge pipe. The 
water shall be prevented from freezing. The discharge pipe 
from the pressure relief device shall distribute ammonia in 
the bottom of the tank, but not lower than 33 feet (10 058 
mm) below the maximum liquid level. The tank shall 
contain the volume of water and ammonia without 
overflowing. 


608.14 Mechanical ventilation exhaust. Exhaust from 
mechanical ventilation systems serving refrigeration machin- 
ery rooms containing flammable, toxic or highly toxic 
refrigerants, other than ammonia, capable of exceeding 25 
percent of the LFL or 50 percent of the IDLH shall be 
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equipped with approved treatment systems to reduce the 
discharge concentrations to those values or lower. 


Exception: Refrigeration systems containing Group A2L 
complying with Section 608.18. 


608.15 Notification of refrigerant discharges. The fire code 
official shall be notified immediately when a discharge 
becomes reportable under state, federal or local regulations in 
accordance with Section 5003.3.1. 


608.16 Records. A record of refrigerant quantities brought 
into and removed from the premises shall be maintained. 


[M] 608.17 Electrical equipment. Where refrigerant of 
Groups A2, A3, B2 and B3, as defined in the California 
Mechanical Code, are used, refrigeration machinery rooms 
shall conform to the Class I, Division 2, hazardous location 
classification requirements of the California Electrical Code. 


Exceptions: 


1. Ammonia machinery rooms that are provided with 
ventilation in accordance with Section 1101.1.2, 
Exception 1 of the California Mechanical Code. 


2. Machinery rooms for systems containing Group 
A2L refrigerants that are provided with ventilation 
in accordance with Section 608.18. 


[M] 608.18 Special requirements for Group A2L refriger- 
ant machinery rooms. Machinery rooms with systems 
containing Group A2L refrigerants that do not comply with 
the Class I, Division 2, hazardous location electrical require- 
ments of the California Electrical Code, as permitted by 
Section 608.17, Exception 2, shall comply with Sections 
608.18.1 through 608.18.2. 


608.18.1 Ventilation system activation. Ventilation shall 
be activated by the refrigerant detection system in the 
machinery room. Refrigerant detection shall be in accor- 
dance with Section 608.9 and all of the following: 


1. The detectors shall activate at or below a refrigerant 
concentration of 25 percent of the LFL. 


2. Upon activation, the detection system shall activate 
the emergency ventilation system in Section 
608.18.2. 


3. The detection, signaling and control circuits shall be 
supervised. 


[M] 608.18.2 Emergency ventilation system. An emer- 
gency ventilation system shall be provided at the 
minimum exhaust rate specified in ASHRAE 15 or Table 
608.18.2. Shut down of the emergency ventilation system 
shall be by manual means. 


[M] 608.18.3 Emergency ventilation system discharge. 
The point of discharge to the atmosphere shall be located 
outside of the structure at not less than 15 feet (4572 mm) 
above the adjoining grade level and not less than 20 feet 
(6096 mm) from any window, ventilation opening or exit. 
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[M] TABLE 608.18.2 
MINIMUM EXHAUST RATE 


SECTION 609 
HYPERBARIC FACILITIES 


609.1 General. Hyperbaric facilities shall be inspected, 
tested and maintained in accordance with NFPA 99, 


609.2 Records. Records shall be maintained of all testing and 
repair conducted on the hyperbaric chamber and associated 
devices and equipment. Records shall be available to the fire 
code official. 


SECTION 610 
CLOTHES DRYER EXHAUST SYSTEMS 


610.1 Clothes dryer exhaust duct systems. Clothes dryer 
exhaust duct systems shall be in accordance with Sections 
610.1.1 and 610.1.2. 


610.1.1 Installation. Clothes dryer exhaust duct systems 
shall be installed in accordance with the California 
Mechanical Code or the International Fuel Gas Code, and 
the manufacturer’s installation instructions. 


610.1.2 Maintenance. The lint trap, mechanical and heat- 
ing components, and the exhaust duct system of a clothes 
dryer shall be maintained in accordance with the manufac- 
turer’s operating instructions to prevent the accumulation 
of lint or debris that prevents the exhaust of air and prod- 
ucts of combustion. 
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CHAPTER 7 
FIRE AND SMOKE PROTECTION FEATURES 


User note: 


About this chapter: Chapter 7 provides requirements to maintain the fire-resistance ratings of building elements and to limit fire spread. 
Section 701 addresses the maintenance of and owner's responsibility for construction elements such as fire barriers and smoke barriers. The 
rest of the chapter deals with various aspects that also must be maintained to achieve overall fire resistance of the main fire- and smoke-resis- 
tive features. These include penetrations, joint protection, door and window openings, and duct and air transfer opening protection. 


SECTION 701 
GENERAL 


701.1 Scope. The provisions of this chapter shall govern the 
inspection and maintenance of the materials, systems and 
assemblies used for structural fire resistance, fire-resistance- 
rated construction separation of adjacent spaces and construc- 
tion installed to resist the passage of smoke to safeguard 
against the spread of fire and smoke within a building and the 
spread of fire to or from buildings. New buildings shall 
comply with the California Building Code. 


701.2 Fire-resistance-rated construction. The fire-resis- 
tance rating of the following fire-resistance-rated 
construction shall be maintained: 


1. Structural members. 

. Exterior walls. 

. Fire walls, fire barriers, fire partitions. 
. Horizontal assemblies. 
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. Shaft enclosures. 


701.2.1 Hanging displays. The hanging and displaying of 
salable goods and other decorative materials from acousti- 
cal ceiling systems that are part of a fire-resistance-rated 
horizontal assembly shall be prohibited. 


701.3 Smoke barriers. The fire-resistance rating and smoke- 
resistant characteristics of smoke barriers shall be 
maintained. 


701.4 Smoke partitions. The smoke-resistant characteristics 
of smoke partitions shall be maintained. 


701.5 Maintaining protection. Materials, systems and 
devices used to repair or protect breaches and openings in 
fire-resistance-rated construction and construction installed 
to resist the passage of smoke shall be maintained in accor- 
dance with Sections 703 through 707. 


701.6 Owner’s responsibility. The owner shall maintain an 
inventory of all required fire-resistance-rated construction, 
construction installed to resist the passage of smoke and the 
construction included in Sections 703 through 707 and 
Sections 602.4.1 and 602.4.2 of the California Building 
Code. Such construction shall be visually inspected by the 
owner annually and properly repaired, restored or replaced 
where damaged, altered, breached or penetrated. Records of 
inspections and repairs shall be maintained. Where 
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concealed, such elements shall not be required to be visually 
inspected by the owner unless the concealed space is accessi- 
ble by the removal or movement of a panel, access door, 
ceiling tile or similar movable entry to the space. 


701.7 Unsafe conditions. Where any components in this 
chapter are not maintained and do not function as intended or 
do not have the fire resistance or the resistance to the passage 
of smoke required by the code under which the building was 
constructed, remodeled or altered, such component(s) or 
portion thereof shall be deemed an unsafe condition, in accor- 
dance with Section 114.1.1. Components or portions thereof 
determined to be unsafe shall be repaired or replaced to 
conform to that code under which the building was 
constructed, remodeled or altered or this chapter, as deemed 
appropriate by the fire code official. 


Where the condition of components is such that any build- 
ing, structure or portion thereof presents an imminent danger 
to the occupants of the building, structure or portion thereof, 
the fire code official shall act in accordance with Section 
114.2. 


SECTION 702 
DEFINITIONS 


702.1 Definitions. The following terms are defined in Chap- 
ter 2: 


DRAFTSTOP. 

FIREBLOCKING. 

MEMBRANE-PENETRATION FIRESTOP SYSTEM. 
OPENING PROTECTIVE. 

SMOKE BARRIER. 

SMOKE PARTITION. 

THROUGH-PENETRATION FIRESTOP SYSTEM. 


SECTION 703 
PENETRATIONS 


703.1 Maintaining protection. Materials and firestop 
systems used to protect membrane and through penetrations 
in fire-resistance-rated construction and construction 
installed to resist the passage of smoke shall be maintained. 
The materials and firestop systems shall be securely attached 
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to or bonded to the construction being penetrated with no 
openings visible through or into the cavity of the construc- 
tion. Where the system design number is known, the system 
shall be inspected to the listing criteria and manufacturer’s 
installation instructions. 


703.2 Repair of penetrations. Where damaged, materials 
used to protect membrane- and through-penetrations shall be 
replaced or restored with materials or systems that meet or 
exceed the code requirements applicable at the time when the 
assembly was constructed, remodeled or altered. 


SECTION 704 
JOINTS AND VOIDS 


704.1 Maintaining protection. Where required when the 
building was originally constructed, materials and systems 
used to protect joints and voids in the following locations 
shall be maintained. The materials and systems shall be 
securely attached to or bonded to the adjacent construction, 
without openings visible through the construction. 


1. Joints in or between fire-resistance-rated walls, floors 
or floor/ceiling assemblies and roof or roof/ceiling 
assemblies. 


2. Joints in smoke barriers. 


3. Voids at the intersection of a horizontal floor assembly 
and an exterior curtain wall. 


4. Voids at the intersection of a horizontal smoke barrier 
and an exterior curtain wall. 


5. Voids at the intersection of a nonfire-resistance-rated 
floor assembly and an exterior curtain wall. 


6. Voids at the intersection of a vertical fire barrier and an 
exterior curtain wall. 


7. Voids at the intersection of a vertical fire barrier and a 
nonfire-resistance-rated roof assembly. 


Unprotected joints and voids do not need to be protected 
where such joints and voids were not required to be protected 
when the building was originally constructed. Where the sys- 
tem design number is known, the system shall be inspected to 
the listing criteria and manufacturer’s installation instruc- 
tions. 


704.2 Repair of joints and voids. Where damaged, materials 
used to protect joints and voids shall be replaced or restored 
with materials or systems that meet or exceed the code 
requirements applicable at the time when the assembly was 
constructed, remodeled or altered. 


704.3 Opening protectives. Where openings are required to 
be protected, opening protectives shall be maintained self- 
closing or automatic-closing by smoke detection. Existing 
fusible-link-type automatic door-closing devices are permit- 
ted if the fusible link rating does not exceed 135°F (57°C). 


SECTION 705 
DOOR AND WINDOW OPENINGS 


705.1 General. Where required when the building was origi- 
nally constructed, opening protectives installed in fire- 
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resistance-rated assemblies, smoke barriers and smoke parti- 
tions shall be inspected and maintained in accordance with 
this section. ‘ 


705.2 Inspection and maintenance. Opening protectives in 
fire-resistance-rated assemblies shall be inspected and main- 
tained in accordance with NFPA 80. Opening protectives in 
smoke barriers shall be inspected and maintained in accor- 
dance with NFPA 80 and NFPA 105. Openings in smoke 
partitions shall be inspected and maintained in accordance 
with NFPA 105. Fire doors and smoke and draft control doors 
shall not be blocked, obstructed, or otherwise made inopera- 
ble. Fusible links shall be replaced promptly whenever fused 
or damaged. Opening protectives and smoke and draft control 
doors shall not be modified. 


705.2.1 Labeling requirements. Where approved by the 
fire code official, the application of field-applied labels 
associated with the maintenance of opening protectives 
shall follow the requirements of the approved third-party 
certification organization accredited for listing the opening 
protective. 


705.2.2 Signs. Where required by the fire code official, a 
sign shall be permanently displayed on or near each fire 
door in letters not less than 1 inch (25 mm) high to read as 
follows: 


1. For doors designed to be kept normally open: “FIRE 
DOOR—DO NOT BLOCK.” 


2. For doors designed to be kept normally closed: 
“FIRE DOOR—KEEP CLOSED.” 


705.2.3 Hold-open devices and closers. Hold-open 
devices and automatic door closers, where provided, shall 
be maintained. During the period that such device is out of 
service for repairs, the door it operates shall remain in the 
closed position. 


705.2.4 Door operation. Swinging fire doors shall close 
from the full-open position and latch automatically. 


705.2.5 Smoke- and heat-activated doors. Smoke-acti- 
vated doors shall be maintained to self-close or 
automatically close upon detection of smoke. Existing 
fusible-link-type automatic door-closing devices are 
permitted if the fusible link rating does not exceed 135°F 
(S720). 


705.2.6 Testing. Horizontal and vertical sliding and roll- 
ing fire doors shall be inspected and tested annually to 
confirm proper operation and full closure. Records of 
inspections and testing shall be maintained. 


SECTION 706 
DUCT AND AIR TRANSFER OPENINGS 


706.1 Maintaining protection. Dampers protecting ducts 
and air transfer openings shall be inspected and maintained in 
accordance with NFPA 80 and NFPA 105. Other products or 
materials used to protect the openings for ducts and air trans- 
fer openings shall be securely attached to or bonded to the 
construction containing the duct or air transfer opening, with- 
out visible openings through or into the cavity of the 
construction. Any damaged products or materials protecting 
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duct and air transfer openings shall be repaired, restored or 
replaced. 


706.2 Unprotected openings. Unprotected duct and air 
transfer openings in fire-resistance-rated construction and 
construction installed to resist the passage of smoke shall be 
protected so as to comply with requirements that were in 
effect when the building was constructed. 


SECTION 707 
CONCEALED SPACES 


707.1 Fireblocking and draftstopping. Required fireblock- 
ing and draftstopping in combustible concealed spaces shall 
be maintained to provide continuity and integrity of the 
construction. 


SECTION 708 
SPRAY FIRE-RESISTANT MATERIALS AND 
INTUMESCENT FIRE-RESISTANT MATERIALS 


708.1 Maintaining protection. Where required when the 
building was originally permitted and constructed, spray fire- 
resistant materials and intumescent fire-resistant materials 
shall be visually inspected to verify that the materials do not 
exhibit exposure to the substrate. 


SECTION 709 
EXTERIOR WALLS 


709.1 Exterior graphics on exterior walls of high-rise build- 
ings. Where installed on the exterior walls of high-rise 
buildings, exterior graphics, both permanent and temporary, 
greater than 100 square feet in area or greater than 10 feet in 
either dimension shall comply with the following conditions 
subject to the review and approval of the fire code official 
and building official: 


1. The materials used for graphics installed at a height 
greater than 40 feet above the grade plane shall be 
noncombustible materials or shall have a flame spread 
index not greater than 25 when tested in accordance 
with ASTM E84 or UL 723. 


2. The method of attachment and mounting of the graph- 
ics to the exterior wall shall be such that the graphics 
are securely attached. 


3. The graphics shall not interfere with the active or pas- 
sive ventilation required for the building and the 
required smoke control systems in the building. 


4. The graphics shall not impair the functions of any fire 
or life safety systems in the building. 
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CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
CHAPTER 8 — INTERIOR FINISH, DECORATIVE MATERIALS AND FURNISHINGS 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications.) 
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CHAPTER 8 


User note: 


o INTERIOR FINISH, DECORATIVE MATERIALS AND FURNISHINGS 


About this chapter: Chapter 8 provides requirements for interior finishes, decorative materials and furnishings in new and existing build- 
ings so that they do not significantly add to or create fire hazards in buildings. The provisions tend to focus on occupancies with specific risk 
characteristics, such as vulnerability of occupants, density of occupants, lack of familiarity with the building and societal expectations of 
importance. This chapter is consistent with Chapter 8 of the California Building Code, which regulates the interior finishes and decorative 


materials of new buildings. 


SECTION 801 
GENERAL 


801.1 Scope. The provisions of this chapter shall govern 
interior finish, interior trim, furniture, furnishings, decora- 
tive materials and decorative vegetation in buildings. 
Existing buildings shall comply with Sections 803 through 
808. New buildings shall comply with Sections 804 through 
808, and Section 803 of the California Building Code. 


[California Code of Regulations, Title 19, Division 1, 
§1172] Purpose. 


California Code of Regulations, Title 19, Division 1, Chap- 
ter 8 have been prepared and adopted for the purpose of 
establishing minimum standards for the prevention of fire 
and for the protection of life and property against fire and 
panic through the use of flame-retardant chemicals, fabrics 
and materials. 


[California Code of Regulations, Title 19, Division 1, 
§1173] Scope. 


California Code of Regulations, Title 19, Division 1, Chap- 
ter 8 shall govern the manufacture, sale and application of 
flame-retardant chemicals used in connection with fabrics or 
materials required to be treated and maintained in a flame- 
retardant condition as provided in Sections 13115 or 13119 
of the Health and Safety Code. These rules and regulations 
shall also apply to fabrics or materials inherently nonflam- 
mable and, they shall also establish minimum fire-resistive 
standards for such fabrics or materials. 


California Code of Regulations, Title 19, Division 1, 
Chapter 8 shall also establish minimum standards and 
specific procedures for the approval of flame-retardant 
chemicals, flame retardant materials and flame retardant 
applicator concerns. 


[California Code of Regulations, Title 19, Division 1, 
$1174] Basis. 


California Code of Regulations, Title 19, Division 1, Chap- 
ter 8 are based upon the presumption of fact that fabrics and 
similar materials commonly known to be flammable 
increase, or may cause the increase of, the hazard or menace 
of fire; that proper and adequate flame-retardant treatment 
through the use of certain chemicals is possible whereby the 
danger to life and property from fire and panic can be mate- 
rially reduced; and, that there do exist certain fabrics and 
materials which by nature are nonflammable. 
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SECTION 802 
DEFINITIONS 


802.1 Definitions. The following terms are defined in Chap- 
ter 2: 


FLAME SPREAD. 

FLAME SPREAD INDEX. 

INTERIOR FLOOR-WALL BASE. 
SITE-FABRICATED STRETCH SYSTEM. 
SMOKE-DEVELOPED INDEX. 


[California Code of Regulations, Title 19, Division 1, 
§1191] Approved. 


“Approved” means approved by the State Fire Marshal. 


[California Code of Regulations, Title 19, Division 1, 
§1196] Flame-retardant Chemical. 


“Flame-Retardant Chemical,” as used herein, means any 
chemical, chemical compound or chemical mixture which 
when properly applied to a fabric or material will render such 
fabric or material incapable of supporting combustion to the 
extent that it will successfully withstand the tests and meet the 
specifications promulgated by the State Fire Marshal. 


[California Code of Regulations, Title 19, Division 1, 
§1201] Nonflammable Material. 


“Nonflammable Material,” as used herein, means a fabric 
or material which is inherently flame-resistant to the extent 
that it will meet the requirements of the fire resistance test 
herein prescribed, but shall not include materials which 
must be chemically treated or processed after manufacture 
to make them flame-resistant. 


[California Code of Regulations, Title 19, Division 1, 
§1202] Place of Public Assemblage. 


“Place of Public Assemblage,” as used herein, means any 
occupancy mentioned in Sections 13115 or 13119 of the 
Health and Safety Code. 


SECTION 803 
INTERIOR WALL AND CEILING 
FINISH IN EXISTING BUILDINGS 


803.1 General. The provisions of this section shall limit the 
allowable fire performance and smoke development of inte- 
rior wall and ceiling finishes in existing buildings based on 
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location and occupancy classification. Interior wall and ceil- 
ing finishes shall be classified in accordance with Section 803 
of the California Building Code. Such materials shall be clas- 
sified in accordance with NFPA 286, as indicated in Section 
803.1.1, or in accordance with ASTM E84 or UL 723, as 
indicated in Section 803.1.2. 


Materials tested in accordance with Section 803.1.1 shall 
not be required to be tested in accordance with Section 803.1.2. 


803.1.1 Interior wall and ceiling finish materials tested 
in accordance with NFPA 286. Interior wall and ceiling 
finish materials shall be classified in accordance with 
NFPA 286 and tested in accordance with Section 
803.1.1.1. Materials complying with Section 803.1.1.1 
shall be considered to comply with the requirements of 
Class A specified in Section 803.1.2. 


803.1.1.1 Acceptance criteria for NFPA 286. The 
interior finish shall comply with the following: 


1. During the 40 kW exposure, flames shall not 
spread to the ceiling. 


2. The flame shall not spread to the outer extremity 
of the sample on any wall or ceiling. 


3. Flashover, as defined in NFPA 286, shall not 
occur. 


4. The peak heat release rate throughout the test 
shall not exceed 800 kW. 


5. The total smoke released throughout the test shall 
not exceed 1,000 m?. 


803.1.2 Interior wall and ceiling finish materials tested 
in accordance with ASTM E84 or UL 723. Interior wall 
and ceiling finishes shall be classified in accordance with 
ASTM E84 or UL 723. Such interior finish materials shall 
be grouped in the following classes in accordance with 
their flame spread and smoke-developed indices: 


Class A: Flame spread index 0-25; smoke-developed 
index 0-450, 


Class B: Flame spread index 26-75; smoke-developed 
index 0-450. 


Class C; Flame spread index 76-200; smoke-developed 
index 0-450. 


Exception: Materials tested in accordance with Section 
803.1.1 and as indicated in Sections 803.1.3 through 
803.15, 


803.1.3 Interior wall and ceiling finish materials with 
specific requirements. The materials indicated in 
Sections 803.4 through 803.15 shall be tested as indicated 
in the corresponding sections. 


803.2 Stability. Interior finish materials regulated by this 
chapter shall be applied or otherwise fastened in such a 
manner that such materials will not readily become detached 
where subjected to room temperatures of 200°F (93°C) for 
not less than 30 minutes. 


803.3 Interior finish requirements based on occupancy. 
Interior wall and ceiling finish shall have a flame spread 
index not greater than that specified in Table 803.3 for the 
group and location designated. Interior wall and ceiling finish 
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materials tested in accordance with NFPA 286, and meeting 
the acceptance criteria of Section 803.1.1.1, shall be used 
where a Class A classification in accordance with ASTM E84 
or UL 723 is required. 


803.4 Fire-retardant coatings. The required flame spread or 
smoke-developed index of surfaces in existing buildings shall 
be allowed to be achieved by application of approved fire- 
retardant coatings, paints or solutions to surfaces having a 
flame spread index exceeding that allowed. Such applications 
shall comply with NFPA 703 and the required fire-retardant 
properties shall be maintained or renewed in accordance with 
the manufacturer’s instructions. The fire-retardant paint, 
coating or solution shall have been assessed by testing over 
the same substrate to be used in the application. 


803.5 Textile wall coverings. Where used as interior wall 
finish materials, textile wall coverings, including materials 
having a woven, nonwoven, napped, tufted, looped or similar 
surface, shall be tested in the manner intended for use, using 
the product mounting system, including adhesive, and shall 
comply with the requirements of Section 803.1.1, 803.5.1 or 
803.5.2. 


[California Code of Regulations, Title 19, Division 1, 
§3.21(a) and (b)] Interior Finish of Decorative Material. 


(a) Unframed Rigid Combustible Decorative Material. 
Rigid combustible decorative material and assemblies of 
materials not more than '/, inch in thickness used for fold- 
ing doors, room dividers, decorative screens and similar 
applications, which do not create concealed spaces and 
which are installed with exposed edges, shall be flame 
resistant in accordance with the following: 


(1) Test specimen shall be 12 inches wide and 24 inches 
long. Four specimens shall be tested, two in each direc- 
tion of the material. 


(2) The specimen shall be suspended vertically with its 
lower edge 2 inches above the top of a*/, inch diameter 
Bunsen Burner. The test shall be performed in a draft- 
Sree area. 


(3) The flames from the burner shall be 4 inches long 
and shall be adjusted with sufficient air supply to elimi- 
nate any yellow flame tips but without any distinct 
inner blue cone. 


(4) The specimen shall be exposed to the flame at each 
corner and at not less than one other point along the 
lower edge. Each exposure shall be of sufficient dura- 
tion to determine if the material will ignite and 
continue to burn, but shall be not less than 20 seconds. 


(5) The criteria for acceptance shall be as follows: 


(A) There shall be not more than intermittent flaming 
appreciably beyond the area exposed to the test 
flame. 


(B) No flame shall reach the top of the specimen. 


(C) On removing the test flame there shall be not 
more than one second of after flaming except there 
may be nonprogressive flaming of short duration in 
areas of accumulated char which were directly 
exposed to the test flame. 
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TABLE 803.3 
INTERIOR WALL AND CEILING FINISH REQUIREMENTS BY OCCUPANCY“ 


SPRINKLERED' NONSPRINKLERED 
Interior exit stairways | Corridors and enclosure | Rooms and | Interior exit stairways | Corridors and enclosure | Rooms and 
and ramps and exit | for exit access stairways | enclosed and ramps and exit | for exit access stairways enclosed 
passageways*” and ramps spaces° passageways*” and ramps spaces® 
ee al ae 


A- [A-landA-20 | ws A-2 


ior sani eae sant atl Rated 
Teen OORT CE ge 
bts ia wee ied bi 2 ll ee a A 


No Restrictions No Restrictions 


For SI: 1 inch = 25.4 mm, 1 square foot = 0,0929 m’, 
NP=Not Permitted [SFM| 

a, Class C interior finish materials shall be allowed for wainscoting or paneling of not more than 1,000 square feet of applied surface area in the grade lobby 
where applied directly to a noncombustible base or over furring strips applied to a noncombustible base and fireblocked as required by Section 803.11 of the 
California Building Code. 

b. In other than Group I-2 and I-2.1 occupancies in buildings less than three stories above grade plane of other than Group I-3, Class B interior finish for 
nonsprinklered buildings and Class C interior finish for sprinklered buildings shall be permitted in interior exit stairways and ramps. 

b. In exit enclosures of buildings less than three stories in height of other than Group I-3, Class B interior finish for nonsprinklered buildings and Class C for 
sprinklered buildings shall be permitted. 

c. Requirements for rooms and enclosed spaces shall be based on spaces enclosed by partitions. Where a fire-resistance rating is required for structural elements, 
the enclosing partitions shall extend from the floor to the ceiling. Partitions that do not comply with this shall be considered as enclosing spaces and the rooms 
or spaces on both sides shall be considered as one. In determining the applicable requirements for rooms and enclosed spaces, the specific occupancy thereof 
shall be the governing factor, regardless of the group classification of the building or structure. 

d, Lobby areas in Group A-1, A-2 and A-3 occupancies shall be not less than Class B materials. 

e. Class C interior finish materials shall be allowed in Group A occupancies with an occupant load of 300 persons or less, 

f. In places of religious worship, wood used for ornamental purposes, trusses, paneling or chancel furnishing shall be allowed. 

g. Class B material is required where the building exceeds two stories. 

h. Class C interior finish materials shall be allowed in administrative spaces. 

i, Class C interior finish materials shall be allowed in rooms with a capacity of four persons or less. 

j. Class B materials shall be allowed as wainscoting extending not more than 48 inches above the finished floor in corridors. 

k. Finish materials as provided for in other sections of this code. 

1. Applies where the vertical exits, exit passageways, corridors or rooms and spaces are protected by an approved automatic sprinkler system installed in 
accordance with Section 903.3.1.1 or 903,3.1.2. 

m. Corridors in ambulatory care facilities shall have a Class B or better interior finish material. 


(b) Framed Rigid Combustible Decorative Material. Rigid The test shall be conducted in a draft free area, on a speci- 
combustible decorative material and assemblies of materi- men of the material 12 inches by 12 inches suspended at a 45 
als not more than '/, inch in thickness used for folding degree angle from the horizontal with the upper and lower 
doors, room dividers, decorative screens and similar edges in a horizontal plane. The test flame shall be 3 inches 
applications, and which are installed with all edges long from a Bunsen Burner of approximately '/, inch inside 
protected, shall conform to the following: diameter with the air supply completely shut off. The burner 


(1) All exposed edges shall be protected with frames of shall be so positioned so that its top is 1 inch vertically below 
metal or other noncombustible material, or solid wood 4 Point on the lower surface of the test specimen, I inch up 
of minimum '/, inch dimension. from its lower horizontal edge, and mid-way between the 
7 inclined edges. The exposure to the test flame and the dura- 


(2) The total square foot area of the material shall not tion of test shall be for a period of 2 minutes. 
exceed ten percent of that of the floor area of the room 


in which the material is installed. 803.5.1 Room corner test for textile wall coverings and 


expanded vinyl wall coverings. Textile wall coverings 
(3) When tested as follows, no flames shall reach the and expanded vinyl wall coverings shall meet the criteria 
top edge of the specimen. of Section 803.5.1.1 when tested in the manner intended 
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for use in accordance with the Method B protocol of 
NFPA 265 using the product mounting system, including 
adhesive. Test specimen preparation and mounting shall 
be in accordance with ASTM E2404. 


803.5.1.1 Acceptance criteria for NFPA 265 Method 
B test protocol. Where testing to NFPA 265, the inte- 
rior finish shall comply with the following: 


1. During the 40-kW exposure, flames shall not 
spread to the ceiling. 


2. The flame shall not spread to the outer extremi- 
ties of the samples on the 8-foot by 12-foot (203 
by 305 mm) walls. 


3. Flashover, as defined in NFPA 265, shall not 
occur, 


4, For newly introduced wall coverings, the total 
smoke released throughout the test shall not 
exceed 1,000 m’. 


803.5.1.2 Unframed rigid combustible decorative 
material. Rigid combustible decorative material and 
assemblies of materials not more than '/, inch in thick- 
ness used for folding doors, room dividers, decorative 
screens and similar applications, which do not create 
concealed spaces and which are installed with exposed 
edges, shall be flame resistant in accordance with SFM 
Standard 12-7-5 contained in Title 24, Part 12, Califor- 
nia Referenced Standards Code. 


803.5.1.3 Framed rigid combustible decorative mate- 
rial. Rigid combustible decorative material and 
assemblies of materials not more than ‘/, inch in thick- 
ness used for folding doors, room dividers, decorative 
screens and similar applications, and which are 
installed with all edges protected, shall conform to 
SFM Standard 12-7-5 contained in Title 24, Part 12, 
California Referenced Standards Code. 


803.5.2 Acceptance criteria for wall and ceiling cover- 
ings. Textile wall and ceiling coverings shall have a Class 
A flame spread index in accordance with ASTM E84 or 
UL 723, and be protected by an automatic sprinkler 
system installed in accordance with Section 903.3.1.1 or 
903.3.1.2. Test specimen preparation and mounting shall 
be in accordance with ASTM E2404. 


803.6 Textile ceiling coverings. Where used as interior ceil- 
ing finish materials, textile ceiling coverings, including 
materials having a woven, nonwoven, napped, tufted, looped 
or similar surface and carpet or similar textile materials, shall 
be tested in the manner intended for use, using the product 
mounting system, including adhesive, and shall comply with 
the requirements of Section 803.1.1 or 803.5.2. 


803.7 Expanded vinyl wall coverings. Where used as inte- 
rior wall finish materials, expanded vinyl wall coverings shall 
be tested in the manner intended for use, using the product 
mounting system, including adhesive, and shall comply with 
the requirements of Section 803.1.1, 803.5.1 or 803.5.2. 


803.8 Expanded vinyl ceiling coverings. Where used as 
interior ceiling finish materials, expanded vinyl ceiling cover- 
ings shall be tested in the manner intended for use, using the 
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product mounting system, including adhesive, and shall 
comply with the requirements of Section 803.1.1 pr 803.5.2. 


[BF] 803.9 High-density polyethylene (HDPE) and poly- 
propylene (PP). Where high-density polyethylene or 
polypropylene is used as an interior finish, it shall comply 
with Section 803.1.1. 


[BF] 803.10 Site-fabricated stretch systems. Where used as 
newly installed interior wall or interior ceiling finish materi- 
als, site-fabricated stretch systems containing all three 
components described in the definition in Chapter 2 shall be 
tested in the manner intended for use, and shall comply with 
the requirements of Section 803.1.1 or 803.1.2. If the materi- 
als are tested in accordance with ASTM E84 or UL 723, 
specimen preparation and mounting shall be in accordance 
with ASTM E2573. 


803.11 Foam plastic materials. Foam plastic materials shall 
not be used as interior wall and ceiling finish unless specifi- 
cally allowed by Section 803.11.1 or 803.11.2. Foam plastic 
materials shall not be used as interior trim unless specifically 
allowed by Section 804.2. 


803.11.1 Foam plastic combustibility characteristics. 
Foam plastic materials shall be allowed on the basis of fire 
tests that substantiate their combustibility characteristics 
for the use intended under actual fire conditions, as indi- 
cated in Section 2603.9 of the California Building Code. 
This section shall apply both to exposed foam plastics and 
to foam plastics used in conjunction with a textile or vinyl 
facing or cover. 


803.11.2 Thermal barrier for foam plastics. Foam plas- 
tic material shall be allowed if it is separated from the 
interior of the building by a thermal barrier in accordance 
with Section 2603.4 of the California Building Code. 


803.12 Facings or wood veneers intended to be applied on 
site over a wood substrate. Facings or veneers intended to 
be applied on site over a wood substrate shall comply with 
one of the following: 


1. The facing or veneer shall meet the criteria of Section 
803.1.1 when tested in accordance with NFPA 286 
using the product mounting system, including adhesive, 
described in Section 5.8.9 of NFPA 286. 


2. The facing or veneer shall have a Class A, B or C flame 
spread index and smoke-developed index based on the 
requirements of Table 803.3, in accordance with 
ASTM E84 or UL 723. Test specimen preparation and 
mounting shall be in accordance with ASTM E2404. 


803.13 Laminated products factory produced with an 
attached wood substrate. Laminated products factory 
produced with an attached wood substrate shall comply with 
one of the following: 

1. The laminated product shall meet the criteria of Section 
803.1.1 when tested in accordance with NFPA 286 
using the product mounting system, including adhesive, 
of actual use. 

2. The laminated product shall have a Class A, B or C 
flame spread index and smoke-developed index based 
on the requirements of Table 803.3, in accordance with 


2022 CALIFORNIA FIRE CODE 


ASTM E84 or UL 723. Test specimen preparation and 
mounting shall be in accordance with ASTM E2579. 


803.14 Thickness exemption. Materials having a thickness 
less than 0.036 inch (0.9 mm) applied directly to the surface 
of walls or ceilings shall not be required to be tested. 


803.15 Heavy timber exemption. Exposed portions of build- 
ing elements complying with the requirements of Type IV 
construction in accordance with the California Building Code 
shall not be subject to interior finish requirements. 


SECTION 804 
INTERIOR WALL AND CEILING TRIM AND 
INTERIOR FLOOR FINISH IN NEW 
AND EXISTING BUILDINGS 


804.1 Interior trim. Combustible trim in new and existing 
buildings, excluding handrails and guards, shall not exceed 
10 percent of the specific wall or ceiling areas to which it is 
attached. Other than foam plastic, material used as interior 
trim shall have minimum Class B flame spread and 450 
smoke-developed index in Group I-3 and for all other occu- 
pancies shall comply with Section 804,1.1 or 804.1.2. Foam 
plastic used as interior trim shall comply with Section 804.2. 


804.1.1 Testing in accordance with NFPA 286. Interior 
trim material shall be tested in accordance with NFPA 286 
and comply with the acceptance criteria in Section 
803.1.1.1. Where the interior trim material has been tested 
as an interior finish in accordance with NFPA 286 and 
complies with the acceptance criteria in Section 803.1.1.1, 
it shall not be required to be tested for flame spread index 
and smoke-developed index in accordance with ASTM 
E84 or UL 723. 


804.1.2 Testing in accordance with ASTM E84 or UL 
723. Material, other than foam plastic, used as interior trim 
shall have minimum Class C flame spread and smoke- 
developed indices, when tested in accordance with ASTM 
E84 or UL 723, as described in Section 803.1.2. 


804.2 Foam plastic interior trim. Foam plastic used as inte- 
rior trim shall comply with Sections 804.2.1 through 804.2.4. 


804.2.1 Density. The minimum density of the interior trim 
shall be 20 pounds per cubic foot (320 kg/m’). 


804.2.2 Thickness. The maximum thickness of the inte- 
rior trim shall be '/, inch (12.7 mm) and the maximum 
width shall be 8 inches (203 mm). 


804.2.3 Area limitation. The interior trim shall not consti- 
tute more than 10 percent of the specific wall or ceiling 
area to which it is attached. 


804.2.4 Flame spread. The flame spread index shall not 
exceed 75 where tested in accordance with ASTM E84 or 
UL 723. The smoke-developed index shall not be limited. 


Exception: Where the interior trim material has been 
tested as an interior finish in accordance with NFPA 
286 and complies with the acceptance criteria in 
Section 803.1.1.1, it is not required to be tested for 
flame spread index in accordance with ASTM E84 or 
UE23; 
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804.3 New interior floor finish. New interior floor finish 
and floor covering materials in new and existing buildings 
shall comply with Sections 804.3.1 through 804.3.3.2. 


Exception: Floor finishes and coverings of a traditional 
type, such as wood, vinyl, linoleum or terrazzo, and resil- 
ient floor covering materials that are not composed of 
fibers. 


804.3.1 Classification. Interior floor finish and floor 
covering materials required by Section 804.3.3.2 to be of 
Class I or II materials shall be classified in accordance 
with ASTM E648 or NFPA 253. The classification 
referred to herein corresponds to the classifications deter- 
mined by ASTM E648 or NFPA 253 as follows: Class I, 
0.45 watts/em? or greater; Class II, 0.22 watts/em? or 
greater. 


804.3,2 Testing and identification. Interior floor finish 
and floor covering materials shall be tested by an 
approved agency in accordance with ASTM E648 or 
NFPA 253 and identified by a hang tag or other suitable 
method so as to identify the manufacturer or supplier and 
style, and shall indicate the interior floor finish or floor 
covering classification in accordance with Section 
804.3.1. Carpet-type floor coverings shall be tested as 
proposed for use, including underlayment. Test reports 
confirming the information provided in the manufacturer’s 
product identification shall be furnished to the fire code 
official upon request. 


804,3.3 Interior floor finish requirements. New interior 
floor covering materials shall comply with Sections 
804,3.3.1 and 804.3.3.2, and interior floor finish materials 
shall comply with Section 804.3.1. 


804.3.3.1 Test requirement. In all occupancies, inte- 
rior floor finish and interior floor covering materials 
shall comply with the requirements of ASTM Standard 
E648, and having a specific optical density smoke 
rating not to exceed 450 per ASTM E662. For Group I- 
3 occupancies and Group I-2 areas where patients are 
restrained, see Section 804. 3.3.3. 


804.3.3.2 Minimum critical radiant flux. In all occu- 
pancies, new interior floor finish and floor covering 
materials in enclosures for stairways and ramps, exit 
passageways, corridors and rooms or spaces not sepa- 
rated from corridors by full-height partitions extending 
from the floor to the underside of the ceiling shall with- 
stand a minimum critical radiant flux. The minimum 
critical radiant flux shall be not less than Class I in 
Groups I-2 and 1-3 areas where restraint is not used 
and R-2.1 and not less than Class II in Groups A, B, E, 
H, /-2.1, 1-4, M, R-1, R-2, R-2.2 and S. 


Exception: Where a building is equipped throughout 
with an automatic sprinkler system in accordance 
with Section 903.3.1.1 or 903.3.1.2, Class I] materi- 
als shall be permitted in any area where Class | 
materials are required and materials complying with 
ASTM Standard E648, and having a specific optical 
density smoke rating not to exceed 450 per ASTM 
E662 are permitted in any area where Class II mate- 
rials are required. 
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For Group I-3 areas occupied by inmates or Group 
I-2 areas where patients are restrained, see Section 
804. 3.3.3. 


804.3.3.3 Group I-2 and Group I-3 floor surfaces. Inte- 
rior floor finish and floor coverings occupied by inmates 
or patients whose personal liberties are restrained shall 
be noncombustible. Carpet or other floor covering mate- 
rials may be used in areas protected by an automatic 
sprinkler system installed throughout in accordance with 
Section 903.3.1.1. Carpet or other floor coverings shall 
comply with the requirements of ASTM Standard E648; 
the minimum critical radiant flux shall be not less than 
Class I and the specific optical density smoke rating 
shall not exceed 450 per ASTM E662. Carpeting and 
carpet padding shall be tested as a unit in accordance 
with floor covering radiant panel test meeting Class 1 
and has a critical radiant flux limit of not less than 0.45 
watt per centimeter square. The carpeting and padding 
shall be identified by a hang-tag or other suitable 
method as to manufacturer and style and shall indicate 
the classification of the material based on the limits set 
forth above. 


804.4 Interior floor-wall base. Interior floor-wall base that 
is 6 inches (152 mm) or less in height shall be tested in accor- 
dance with ASTM E648 or NFPA 253 and shall be not less 
than Class II. Where a Class I floor finish is required, the 
floor-wall base shall be Class I. The classification referred to 
herein corresponds to the classifications determined by 
ASTM E648 or NFPA 253 as follows: Class I, 0.45 watt/cm7 
or greater; Class II, 0.22 watts/cm” or greater. 


Exception: Interior trim materials that comply with 
Section 804.1. 


SECTION 805 
UPHOLSTERED FURNITURE AND MATTRESSES 
IN NEW AND EXISTING BUILDINGS 


805.1 Reserved. 


805.2 Group I-2 and Group B ambulatory care facilities. 
The requirements in Sections 805.2.1 through 805.2.2 shall 
apply to Group I-2 occupancies and Group B ambulatory care 
facilities. 


805.2.1 Upholstered furniture. Newly introduced uphol- 
stered furniture shall meet the requirements of Sections 
805.2.1.1 through 805.2.1.3. 


805.2.1.1 Ignition by cigarettes. Newly introduced 
upholstered furniture shall be shown to resist ignition 
by cigarettes as determined by tests conducted in accor- 
dance with one of the following: (a) mocked-up 
composites of the upholstered furniture shall have a 
char length not exceeding 1.5 inches (38 mm) when 
tested in accordance with NFPA 261 or (b) the compo- 
nents of the upholstered furniture shall meet the 
requirements for Class I when tested in accordance 
with NFPA 260. 


Exception: Upholstered furniture belonging to the 
patients in sleeping rooms of Group I-2, Condition 1 


occupancies, provided that a smoke_detector is 
installed in such rooms. Battery-powered, single- 
station smoke alarms shall be allowed. ° 


805.2.1.2 Heat release rate. Newly introduced uphol- 
stered furniture shall have limited rates of heat release 
when tested in accordance with ASTM E1537 or Cali- 
fornia Technical Bulletin 133, as follows: 


1. The peak rate of heat release for the single uphol- 
stered furniture item shall not exceed 80 kW. 


Exception: Upholstered furniture in rooms or 
spaces protected by an approved automatic 
sprinkler system installed in accordance with 
Section 903.3.1.1. 


2. The total heat released by the single upholstered 
furniture item during the first 10 minutes of the 
test shall not exceed 25 MJ. 


Exception: Upholstered furniture in rooms or 
spaces protected by an approved automatic 
sprinkler system installed in accordance with 
Section 903.3.1.1. 


805.2.1.3 Identification. Upholstered furniture shall 
bear the label of an approved agency, confirming 
compliance with the requirements of Sections 805.2.1.1 
and 805.2.1.2. 


805.2.2 Mattresses. Newly introduced mattresses shall 
meet the requirements of Sections 805.2.2.1 through 
805.2.2.3. 


805.2.2.1 Ignition by cigarettes. Newly introduced 
mattresses shall be shown to resist ignition by ciga- 
rettes as determined by tests conducted in accordance 
with DOC 16 CFR Part 1632 and shall have a char 
length not exceeding 2 inches (51 mm). 


805.2.2.2 Heat release rate. Newly introduced 
mattresses shall have limited rates of heat release when 
tested in accordance with ASTM E1590 or California 
Technical Bulletin 129, as follows: 


1. The peak rate of heat release for the single mat- 
tress shall not exceed 100 kW. 


Exception: Mattresses in rooms or spaces 
protected by an approved automatic sprinkler 
system installed in accordance with Section 
903.3.1.1, 


2. The total heat released by the single mattress 
during the first 10 minutes of the test shall not 
exceed 25 MJ. 


Exception: Mattresses in rooms or spaces 
protected by an approved automatic sprinkler 
system installed in accordance with Section 
9UI.3.1.1, 


805.2.2.3 Identification. Mattresses shall bear the label 
of an approved agency, confirming compliance with the 
requirements of Sections 805.2.2.1 and 805.2.2.2. 


805.3 Group I-3, detention and correction facilities. The 
requirements in Sections 805.3.1 through 805.3.2 shall apply 
to detention and correction facilities classified in Group I-3. 
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805.3.1 Upholstered furniture. Newly introduced uphol- 
stered furniture shall meet the requirements of Sections 
805.3.1.1 through 805.3.1.3 


805.3.1.1 Ignition by cigarettes. Newly introduced 
upholstered furniture shall be shown to resist ignition 
by cigarettes as determined by tests. conducted in accor- 
dance with one of the following: 


1. Mocked-up composites of the upholstered furni- 
ture shall have a char length not exceeding 1.5 
inches (38 mm) when tested in accordance with 
NFPA 261. 


2. The components of the upholstered furniture 
shall meet the requirements for Class I when 
tested in accordance with NFPA 260. 


805.3.1.2 Heat release rate. Newly introduced uphol- 
stered furniture shall have limited rates of heat release 
when tested in accordance with ASTM E1537, as 
follows: 


1. The peak rate of heat release for the single uphol- 
stered furniture item shall not exceed 80 kW. 


2. The total heat released by the single upholstered 
furniture item during the first 10 minutes of the 
test shall not exceed 25 MJ. 


805.3.1.3 Identification. Upholstered furniture shall 
bear the label of an approved agency, confirming 
compliance with the requirements of Sections 805.3.1.1 


~ and 805.3.1.2. 


805.3.2 Mattresses. Newly introduced mattresses shall 
meet the requirements of Sections 805.3.2.1 through 
805.3.2.3. 


805.3.2.1 Ignition by cigarettes. Newly introduced 
mattresses shall be shown to resist ignition by ciga- 
rettes as determined by tests conducted in accordance 
with DOC 16 CFR Part 1632 and shall have a char 
length not exceeding 2 inches (51 mm). 


805.3.2.2 Fire performance tests. Newly introduced 
mattresses shall be tested in accordance with Section 
805.3.2.2.1 or 805.3.2.2.2. 


805.3.2.2.1 Heat release rate. Newly introduced 
mattresses shall have limited rates of heat release 
when tested in accordance with ASTM E1590 or 
California Technical Bulletin 129, as follows: 


1. The peak rate of heat release for the single 
mattress shall not exceed 100 kW. 


2. The total heat released by the single mattress 
during the first 10 minutes of the test shall not 
exceed 25 MJ. 


805.3.2.2.2 Mass loss test. Newly introduced 
mattresses shall have a mass loss not exceeding 15 
percent of the initial mass of the mattress where 
tested in accordance with the test in Annex A3 of 
ASTM F1085. 


805.3.2.3 Identification. Mattresses shall bear the label 
of an approved agency, confirming compliance with the 
requirements of Sections 805.3.2.1 and 805.3.2.2. 
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805.4 Group R-2 college and university dormitories. The 
requirements of Sections 805.4.1 through 805.4.2.3 shall 
apply to college and university dormitories classified in 
Group R-2, including decks, porches and balconies. 


805.4.1 Upholstered furniture. Newly introduced uphol- 
stered furniture shall meet the requirements of Sections 
805.4.1.1 through 805.4.1.3. 


805.4.1.1 Ignition by cigarettes. Newly introduced 
upholstered furniture shall be shown to resist ignition 
by cigarettes as determined by tests conducted in accor- 
dance with one of the following: 


1. Mocked-up composites of the upholstered furni- 
ture shall have a char length not exceeding 1'/, 
inches (38 mm) when tested in accordance with 
NFPA 261. 


2. The components of the upholstered furniture 
shall meet the requirements for Class I when 
tested in accordance with NFPA 260. 


805.4.1.2 Heat release rate. Newly introduced uphol- 
stered furniture shall have limited rates of heat release 
when tested in accordance with ASTM E1537 or Cali- 
fornia Technical Bulletin 133, as follows: 


1. The peak rate of heat release for the single uphol- 
stered furniture item shall not exceed 80 kW. 


Exception: Upholstered furniture in rooms or 
spaces protected by an approved automatic 
sprinkler system installed in accordance with 
Section 903.3.1.1. 


2. The total heat released by the single upholstered 
furniture item during the first 10 minutes of the 
test shall not exceed 25 MJ. 


Exception: Upholstered furniture in rooms or 
spaces protected by an approved automatic 
sprinkler system installed in accordance with 
Section 903.3.1.1. 


805.4.1.3 Identification. Upholstered furniture shall 
bear the label of an approved agency, confirming 
compliance with the requirements of Sections 805.4.1.1 
and 805.4.1.2. 


805.4.2 Mattresses. Newly introduced mattresses shall 
meet the requirements of Sections 805.4.2.1 through 
805.4.2.3. 


805.4.2.1 Ignition by cigarettes. Newly introduced 
mattresses shall be shown to resist ignition by ciga- 
rettes as determined by tests conducted in accordance 
with DOC 16 CFR Part 1632 and shall have a char 
length not exceeding 2 inches (51 mm). 


805.4.2.2 Heat release rate. Newly introduced 
mattresses shall have limited rates of heat release when 
tested in accordance with ASTM E1590 or California 
Technical Bulletin 129, as follows: 


1. The peak rate of heat release for the single mat- 
tress shall not exceed 100 kW. 


Exception: Mattresses in rooms or spaces 
protected by an approved automatic sprinkler 
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system installed in accordance with Section 
903.3.1.1. 


2. The total heat released by the single mattress 
during the first 10 minutes of the test shall not 
exceed 25 MJ. 


Exception: Mattresses in rooms or spaces 
protected by an approved automatic sprinkler 
system installed in accordance with Section 
903.3.1.1. 


805.4.2.3 Identification. Mattresses shall bear the label 
of an approved agency, confirming compliance with the 
requirements of Sections 805.4.2.1 and 805.4.2.2. 


SECTION 806 
NATURAL DECORATIVE VEGETATION 
IN NEW AND EXISTING BUILDINGS 


806.1 Natural cut trees. Natural cut trees, where allowed by 
this section, shall have the trunk bottoms cut off not less than 
0.5 inch (12.7 mm) above the original cut and shall be placed 
in a support device complying with Section 806.1.2. 


806.1.1 Restricted occupancies. Natural cut trees shall be 
prohibited within ambulatory care facilities and Group A, 
E, I-2, I-3, I-4, M, R-1, R-2 and R-4 occupancies. 


Exceptions: 


1. Trees located in areas protected by an approved 
automatic sprinkler system installed in accor- 
dance with Section 903.3.1.1 or 903.3.1.2 shall 
not be prohibited in Groups A, E, M, R-1 and R- 
2 


2. Trees shall be allowed within dwelling units in 
Group R-2 occupancies. 


806.1.2 Support devices. The support device that holds 
the tree in an upright position shall be of a type that is 
stable and that meets all of the following criteria: 


1. The device shall hold the tree securely and be of 
adequate size to avoid tipping over of the tree. 


2. The device shall be capable of containing a mini- 
mum two-day supply of water. 


3. The water level, when full, shall cover the tree stem 
not less than 2 inches (51 mm). The water level shall 
be maintained above the fresh cut and checked not 
less than once daily. 


806.1.3 Dryness. The tree shall be removed from the 
building whenever the needles or leaves fall off readily 
when a tree branch is shaken or if the needles are brittle 
and break when bent between the thumb and index finger. 
The tree shall be checked daily for dryness. 


806.1.4 Fire-retardant treatments for natural cut trees. 
Where fire-retardant treatments are applied to natural cut 
trees, the fire-retardant treatment shall be tested by an 
approved agency and shall be treated and maintained in a 
flame-retardant condition by means of a flame-retardant 
solution or process approved by the State Fire Marshal, as 


set forth in California Code of Regulations, Title 19, Divi- 
sion 1, Chapter 8. 


[California Code of Regulations, Title 19, Division a; 
§3.08]. Decorative Materials. 


In every Group A, E, I, R-1, R-2, R-2.1, R-3.1 and R-4 occu- 
pancy, all drapes, hangings, curtains, drops and all other 
decorative material, including Christmas trees, that would 
tend to increase the fire and panic hazard shall be made from 
a nonflammable material, or shall be treated and maintained 
in a flame-retardant condition by means of a flame-retardant 
solution or process approved by the State Fire Marshal, as 
set forth in California Code of Regulations, Title 19, Division 
1, Chapter 8. Exits, exit lights, fire alarm sending stations, 
wet standpipe hose cabinets and fire extinguisher locations 
shall not be concealed, in whole or in part, by any decorative 
material. 


Exceptions: 


(a) Cubical curtains and individual patient room 
window curtains and drapes in Group I, R-2.1, R-3.1 
and R-4 occupancies. 


(b) Window curtains and drapes within dwelling units 
of Group R-1 and R-2 occupancies. 


(c) Christmas trees within dwelling units of Group R-1 
and R-2 occupancies. 


806.2 Obstruction of means of egress. The required width 
of any portion of a means of egress shall not be obstructed by 
decorative vegetation. Natural cut trees shall not be located 
within an exit, corridor, or a lobby or vestibule. 


806.3 Open flame. Candles and open flames shall not be 
used on or near decorative vegetation. Natural cut trees shall 
be kept a distance from heat vents and any open flame or 
heat-producing devices not less than the height of the tree. 


806.4 Electrical fixtures and wiring. The use of unlisted 
electrical wiring and lighting on natural vegetation, including 
natural cut trees, shall be prohibited. 


SECTION 807 
DECORATIVE MATERIALS AND ARTIFICIAL 
DECORATIVE VEGETATION IN NEW AND EXISTING 
BUILDINGS 


807.1 General. The following requirements shall apply to all 
occupancies: 


1. Furnishings or decorative materials of an explosive or 
highly flammable character shall not be used. 


2. Fire-retardant coatings in existing buildings shall be 
maintained so as to retain the effectiveness of the treat- 
ment under service conditions encountered in actual 
use. 


3. Furnishings or other objects shall not be placed to 
obstruct exits, access thereto, egress therefrom or visi- 
bility thereof. 


4. The permissible amount of noncombustible decorative 
materials shall not be limited. 
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807.2 Combustible decorative materials. In Groups A, B, 
E, I, M and R-1 and in dormitories in Group R-2, curtains, 
draperies, fabric hangings and other similar combustible 
decorative materials suspended from walls or ceilings shall 
comply with Section 807.3 and shall not exceed 10 percent of 
the specific wall or ceiling area to which such materials are 
attached. ‘ 


Fixed or movable walls and partitions, paneling, wall pads 
and crash pads applied structurally or for decoration, acousti- 
cal correction, surface insulation or other purposes shall be 
considered to be interior finish, shall comply with Section 
803 and shall not be considered decorative materials or fur- 
nishings. 

Exceptions: 


1. In auditoriums in Group A, the permissible amount 
of curtains, draperies, fabric hangings and similar 
combustible decorative material suspended from 
walls or ceilings shall not exceed 75 percent of the 
aggregate wall area where the building is equipped 
throughout with an approved automatic sprinkler 
system in accordance with Section 903.3.1.1, and 
where the material is installed in accordance with 
Section 803.15 of the California Building Code. 


2. In Group R-2 dormitories, within sleeping units and 
dwelling units, the permissible amount of curtains, 
draperies, fabric hangings and similar decorative 
materials suspended from walls or ceilings shall not 
exceed 50 percent of the aggregate wall areas where 
the building is equipped throughout with an 
approved automatic sprinkler system installed in 
accordance with Section 903.3.1. 


3. In Group B and M occupancies, the amount of com- 
bustible fabric partitions suspended from the ceiling 
and not supported by the floor shall comply with 
Section 807.3 and shall not be limited. 


4. The 10-percent limit shall not apply to curtains, 
draperies, fabric hangings and similar combustible 
decorative materials used as window coverings. 


[California Code of Regulations, Title 19, Division 1, 
§3.08]. Decorative Materials. 


In every Group A, E, I, R-1, R-2, R-2.1, R-3.1 and R-4 occu- 
pancy, all drapes, hangings, curtains, drops and all other 
decorative material, including Christmas trees, that would 
tend to increase the fire and panic hazard shall be made from 
a nonflammable material, or shall be treated and maintained 
in a flame-retardant condition by means of a flame-retardant 
solution or process approved by the State Fire Marshal, as 
set forth in California Code of Regulations, Title 19, Division 
1, Chapter 8. Exits, exit lights, fire alarm sending stations, 
wet standpipe hose cabinets and fire extinguisher locations 
shall not be concealed, in whole or in part, by any decorative 
material. 


Exceptions: 


(a) Cubical curtains and individual patient room 
window curtains and drapes in Group I, R-2.1, R-3.1 
and R-4 occupancies. 
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(b) Window curtains and drapes within dwelling units 
of Group R-1 and R-2 occupancies. 


(c) Christmas trees within dwelling units of Group R-1 
and R-2 occupancies. 


[California Code of Regulations, Title 19, Division 1, 
§1273.1] Fabrics for Interior Use. 


Fabrics as described in California Code of Regulations, Title 
19, Division 1, 1272(c) intended for interior use shall be 
tested in their original condition only and shall meet the 
requirements for fire resistance outlined in California Code 
of Regulations, Title 19, Division 1, Section 1273.3. 


[California Code of Regulations, Title 19, Division 1, 
§1273.2] Fabrics for Exterior Use. 


Fabrics as described in California Code of Regulations, Title 
19, Division 1, 1272(c) intended for exterior use shall meet the 
requirements for fire resistance outlined in California Code of 
Regulations, Title 19, Division 1, 1273.3, and, in addition, they 
shall meet the requirements for fire resistance outlined in Cali- 
fornia Code of Regulations, Title 19, Division 1, 1237, both in 
their original state and after accelerated weathering. 


807.3 Acceptance criteria and reports. Where required to 
exhibit improved fire performance, curtains, draperies, fabric 
hangings and other similar combustible decorative materials 
suspended from walls or ceilings (shall be flame resistant in 
accordance with the provisions set forth in CCR, Title 19, 
Division 1, Chapter 8.) shall be tested by an approved 
agency and meet the flame propagation performance criteria 
of Test Method 1 or Test Method 2, as appropriate, of NFPA 
701 or exhibit a maximum rate of heat release of 100 kW 
when tested in accordance with NFPA 289, using the 20 kW 
ignition source. Reports of test results shall be prepared in 
accordance with the test method used and furnished to the fire 
code official upon request. 


[California Code of Regulations, Title 19, Division 1, 
§1321.1] Fabric and Material Certification. 


All concerns in whose name an approved flame-resistant 
fabric or material is registered shall issue approved certifi- 
cates of flame resistance covering all such products sold for 
use in occupancies governed by the statutes. Copies shall be 
furnished to the buyer as well as the State Fire Marshal and 
the local fire authority of the customer’s city. These certifi- 
cates shall be delivered within 10 days after the product is 
shipped and shall be completely filled out and signed by an 
authorized representative of the concern. 


In addition to the required description on the reverse side 
of the certificate as to yardage or quantity, color and kind, 
notation should be made of the manufacturer’s production or 
lot control number, the purchase order or invoice number, 
and, where possible, the ultimate location and use. 


[California Code of Regulations, Title 19, Division 1, $1324] 
Job Labeling. 


To every article that is treated and to every roll or package of 
registered approved fabric or material, a small label or tag 
shall be securely affixed, bearing the following information: 


(a) The Seal of Registration of the State Fire Marshal of 
California. 
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(b) Name and registration number of the concern respon- 
sible for the job or production. 


(c) Name of the registered chemical used or the registered 
fabric or material. 


(d) Date the chemical was applied, or the fabric or mate- 
rial was produced. 


(e) The statement, “This article must be re-treated after 
washing or dry cleaning by systems with soap and water 
added” (if treated with a “Type II” chemical). 


This information may be stamped, printed or stenciled on 
the article if so desired, 


Concerns which treat or manufacture yardage goods may 
print or stencil their name, or the name of their fabric if 
registered, on the salvage (at least once every three yards) 
instead of affixing the label or tag as above. 


[California Code of Regulations, Title 19, Division 1, 
§1325] Labeling Required. 


No drape, hanging, curtain, drop or similar decorative mate- 
rial or exterior fabric which has been treated by a registered 
flame-retardant application concern, either as yardage or 
after fabrication, or which is made from a registered 
approved fabric shall be installed after the effective date of 
these rules and regulations [California Code of Regulations, 
Title 19, Division 1, Chapter 8] in any place or under any 
condition governed by Sections 13115 and 13119 of the 
Health and Safety Code unless such drape, hanging, curtain, 
drop, or similar decorative material or exterior fabric shall 
be labeled as required by California Code of Regulations, 
Title 19, Division 1, Section 1324. 


[California Code of Regulations, Title 19, Division 1, 
§1326] Retreatment. 


In cases where instructions are issued by the State Fire 
Marshal requiring retreatment or replacement of fabrics or 
materials previously treated with a flame-retardant chemical 
or registered as an approved fabric or material, the retreat- 
ment or replacement shall be made within ten (10) days after 
date of the order so requiring, A new certificate of flame 
resistance covering each such retreatment shall be delivered 
as for an original job as is provided for by California Code of 
Regulations, Title 19, Division 1, Section 1321. A new sample 
of the retreated fabric or material shall be attached to the 
certificate of flame resistance submitted to the State Fire 
Marshal. 


[California Code of Regulations, Title 19, Division 1, 
§1327] Installation. 


The standard fire-resistance tests presume installation of 
approved registered fabrics in a normal vertical position. 
Some decorative materials installed otherwise, such as in 
narrow Strips or suspended overhead in a horizontal position, 
may exhibit different burning characteristics. Since it is not 
feasible to devise tests for all such installations differing from 
normal, they must be judged on an individual basis. Where 
indicated, the State Fire Marshal may perform such addi- 
tional tests as he deems necessary to ensure adequate fire 
resistance of materials as installed. 
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807.4 Artificial decorative vegetation. Artificial decorative ¢ 


vegetation shall comply with this section and ,the require- 
ments of Sections 807.2 and 807.3. Natural decorative 
vegetation shall comply with Section 806. 


Exception: Testing of artificial vegetation is not required 
in Group I-2; Group R-2; Group R-3; or Group R-4 occu- 
pancies equipped throughout with an approved automatic 
sprinkler system installed in accordance with Section 
903.3.1, where such artificial vegetation complies with the 
following: 


1. Wreaths and other decorative items on doors shall 
not obstruct the door operation and shall not exceed 
50 percent of the surface area of the door. 


2. Decorative artificial vegetation shall be limited to 
not more than 30 percent of the wall area to which it 
is attached. 


3. Decorative artificial vegetation not on doors or walls 
shall not exceed 3 feet (914 mm) in any dimension. 


807.4.1 Flammability. Artificial decorative vegetation 
shall meet the flame propagation performance criteria of 
Test Method 1 or Test Method 2, as appropriate, of NFPA 
701. Meeting such criteria shall be documented and certi- 
fied by the manufacturer in an approved manner. 
Alternatively, the artificial decorative vegetation shall be 
tested in accordance with NFPA 289, using the 20 kW 
ignition source, and shall have a maximum heat release 
rate of 100 kW. 


807.4.2 Electrical fixtures and wiring on artificial vege- 
tation. The use of unlisted electrical wiring and lighting 
on artificial decorative vegetation shall be prohibited. The 
use of electrical wiring and lighting on artificial trees 
constructed entirely of metal shall be prohibited. 


807.5 Occupancy-based requirements. Occupancies shall 
comply with Sections 807.5.1 through 807.5.6. 


807.5.1 Group A. In Group A occupancies, the require- 
ments in Sections 807.5.1.1 through 807.5.1.4 shall apply. 


807.5.1.1 Foam plastics. Exposed foam plastic mater- 
ials and unprotected materials containing foam plastic 
used for decorative purposes or stage scenery or exhibit 
booths shall have a maximum heat release rate of 100 
kW when tested in accordance with UL 1975, or when 
tested in accordance with NFPA 289 using the 20 kW 
ignition source. 


Exceptions: 


1. Individual foam plastic items or items contain- 
ing foam plastic where the foam plastic does 
not exceed 1 pound (0.45 kg) in weight. 


2. Cellular or foam plastic shall be allowed for 
trim in accordance with Section 804.2. 


807.5.1.2 Motion picture screens. The screens on 
which motion pictures are projected in new and exist- 
ing buildings of Group A shall either meet the flame 
propagation performance criteria of Test Method | or 
Test Method 2, as appropriate, of NFPA 701 or shall 
comply with the requirements for a Class B interior 
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finish in accordance with Section 803 of the California 
Building Code. 


807.5.1.2.1 Motion picture and television produc- 
tion studio sound stages. Approved production 
facilities and production locations with live 
audiences. 


807.5.1.2.2 Foam plastics, decorations, textile and 
film materials. Foam plastics, textile and film mate- 
rials and other decorative materials and materials 
containing foam plastics shall be in accordance with 
the following: 


1. Exhibit booth construction shall have a maxi- 
mum heat-release rate of 100 kilowatts when 
tested in accordance with UL 1975. 


2. Decorative objects, including but not limited 
to mannequins, murals and signs, shall have a 
maximum heat-release rate of 150 kilowatts 
when tested in accordance with UL 1975. 


Exception: When the aggregate area of 
murals, signs or similar decorative objects 
occupies less than 10 percent of the floor 
or wall area, this requirement may be 
waived by the fire chief. 


3. Theater, motion picture and television stage 
settings with or without horizontal projections 
and simulated caves or caverns shall have a 
maximum heat-release rate of 100 kilowatts 
when tested in accordance with UL 1975. 


897.5.1.3 Wood use in places of religious worship. In 
places of religious worship, wood used for ornamental 
purposes, trusses, paneling or chancel furnishing shall 
not be limited. 


807.5.1.4 Pyroxylin plastic. Imitation leather or other 
material consisting of or coated with a pyroxylin or 
similarly hazardous base shall not be used. 


807.5.2 Group E. Group E occupancies shall comply with 
Sections 807.5.2.1 through 807.5.2.3. 


807.5.2.1 Storage in corridors and lobbies. Clothing 
and personal effects shall not be stored in corridors and 
lobbies. 


Exceptions: 


1. Corridors protected by an approved automatic 
sprinkler system installed in accordance with 
Section 903.3.1.1. 


2. Corridors protected by an approved fire alarm 


system installed in accordance with Section — 


907. 


3. Storage in metal lockers, provided the mini- 
mum required egress width is maintained. 


807.5.2.2 Artwork in corridors. Artwork and teaching 
materials shall be limited on the walls of corridors to 
not more than 20 percent of the wall area. 


807.5.2.3 Artwork in classrooms. Artwork and teach- 


_ ing materials shall be limited on walls of classrooms to 
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not more than 50 percent of the specific wall area to 
which they are attached. 


807.5.3 Groups I-2, J-2.1 and R-2.1. In Group 1-2, /-2./ 
and R-2.1 occupancies, combustible decorative materials 
shall comply with Sections 807.5.3.1 through 807.5.3.4. 


807.5.3.1 Group R-2./ within units. In Group R-2./ 
occupancies, equipped throughout with an approved 
automatic sprinkler system installed in accordance with 
Section 903.3.1.1, within sleeping units and dwelling 
units, combustible decorative materials placed on walls 
shall be limited to not more than 50 percent of the wall 
area to which they are attached. 


807.5.3.2 In Group R-2./ for areas other than within 
units. In Group R-2./ occupancies, equipped through- 
out with an approved automatic sprinkler system 
installed in accordance with Section 903.3.1.1, 
combustible decorative materials placed on walls in 
areas other than within dwelling and sleeping units 
shall be limited to not more than 30 percent of the wall 
area to which they are attached. 


807.5.3.3 In Groups I-2, J-2.1 and R-2.1. In Groups I- 
2, I-2.1 and R-2.1 occupancies equipped throughout 
with an approved automatic sprinkler system installed 
in accordance with Section 903.3.1.1, combustible 
decorative materials placed on walls shall be limited to 
not more than 30 percent of the wall area to which they 
are attached. 


807.5.3.4 Other areas in Groups I-2, /-2.1 and R-2.1. 
In Groups I-2, /-2.1 and R-2.1 occupancies, in areas not 
equipped throughout with an approved automatic sprin- 
kler system, combustible decorative materials shall be 
of such limited quantities that a hazard of fire develop- 
ment or spread is not present. 


807.5.4 Group I-3. In Group I-3, combustible decorative 
materials are prohibited. 


807.5.5 Group I-4. Group I-4 occupancies shall comply 
with the requirements in Sections 807.5.5.1 through 
CE ete sj 


807.5.5.1 Storage in corridors and lobbies. Clothing 
and personal effects shall not be stored in corridors and 
lobbies. 

Exceptions: 


1. Corridors protected by an approved automatic 
sprinkler system installed in accordance with 
Section 903.3.1.1. 


2. Corridors protected by an approved fire alarm 
system installed in accordance with Section 
907. 
3. Storage in metal lockers, provided that the 
minimum required egress width is maintained. 
807.5.5.2 Artwork in corridors. Artwork and teaching 
materials shall be limited on walls of corridors to not 
more than 20 percent of the wall area. 
807.5.5.3 Artwork in classrooms. Artwork and teach- 
ing materials shall be limited on walls of classrooms to 
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not more than 50 percent of the specific wall area to 
which they are attached. 


807.5.6 Dormitories in Group R-2. In Group R-2 dormi- 
tories, within sleeping units and dwelling units, the 
combustible decorative materials shall be of limited quan- 
tities such that a hazard of fire development or spread is 
not present. 


807.5.7 Group F-1 motion picture and television produc- 
tion studio sound stages, approved production facilities 
and production locations without live audiences. 


807.5.7.1 Foam plastics, decorations, textile and film 
materials. Foam plastics, textile and film materials and 
other decorative materials and materials containing 
foam plastics shall be in accordance with the 
following: 


1. Exhibit booth construction shall have amaximum 
heat-release rate of 100 kilowatts when tested in 
accordance with UL 1975. 


2. Decorative objects, including but not limited to 
mannequins, murals and signs, shall have a max- 
imum heat-release rate of 150 kilowatts when 
tested in accordance with UL 1975. 


Exception: When the aggregate area of 
murals, signs or similar decorative objects 
occupies less than 10 percent of the floor or 
wall area, this requirement may be waived by 
the fire chief. 


3. Theater, motion picture and television stage set- 
tings with or without horizontal projections and 
simulated caves or caverns shall have a maxi- 
mum heat-release rate of 100 kilowatts when 
tested in accordance with UL 1975. 


SECTION 808 
FURNISHINGS OTHER THAN UPHOLSTERED 
FURNITURE AND MATTRESSES OR DECORATIVE 
MATERIALS IN NEW AND EXISTING BUILDINGS 


808.1 Wastebaskets and linen containers in Group I-2 and 
I-3 occupancies and Group B ambulatory care facilities. 
Wastebaskets, linen containers and other waste containers, 
including their lids, located in Group I-1, I-2 and I-3 occu- 
pancies and Group B ambulatory care facilities shall be 
constructed of noncombustible materials or of materials that 
meet a peak rate of heat release not exceeding 300 kW/m? 
when tested in accordance with ASTM E1354 at an incident 
heat flux of 50 kW/m? in the horizontal orientation. Metal 
wastebaskets and other metal waste containers with a capac- 
ity of 20 gallons (75.7 L) or more shall be listed in 
accordance with UL 1315 and shall be provided with a 
noncombustible lid. Portable containers exceeding 32 gallons 
(121 L) shall be stored in an area classified as a waste and 
linen collection room and constructed in accordance with 
Table 509.1 of the California Building Code. 


Exception: Recycling containers complying with Section 
808.1.2 are not required to be stored in waste and linen 
collection rooms. 
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[California Code of Regulations, 
§3.19(b) and (c) Housekeeping. 


Every building or portion of a building governed by Califor- 
nia Code of Regulations, Title 19, Division 1 regulations 
shall be maintained in a neat orderly manner, free from any 
condition that would create a fire or life hazard or a condi- 
tion which would add to or contribute to the rapid spread of 
fire. Provisions shall be made for the proper storage and 
disposal of waste materials and rubbish consistent with the 
following: 
(b) All combustible waste material and rubbish shall be 
stored in approved containers or shall be stored in a 
manner approved by the enforcing agency as being consis- 
tent with standard fire prevention practices until such 
waste material and rubbish is removed from the premises 
or otherwise disposed of in a proper manner. 


Title 19, Division 1, ¢ 


(1) Containers with a capacity exceeding 5.33 cubic 
feet (40 gallons) (0.15 m’*) shall comply with the provi- 
sions of California Code of Regulations, Title 24, Part 
9, Section 304.3. 


(2) Wastebaskets and linen containers in Group I-2 and 
I-3 occupancies shall comply with the provisions of 
California Code of Regulations, Title 24, Part 9, 
Section 808. 


(c) Approved self-closing metal containers or listed 
disposal containers by an approved testing or listing 
agency shall be provided and maintained in all rooms or 
locations where oily rags, oily waste, paint rags or similar 
materials subject to spontaneous ignition are used, or are 
stored temporarily. Such containers shall be emptied 
daily. 

808.1.1 Capacity density. The average capacity density 
of containers located in an individual room or space, other 
than waste and linen collection rooms, shall not be greater 
than 0.5 gal/ft? (20.4 L/m’). 


808.1.2 Recycling clean waste containers. Recycling 
clean waste containers, including their lids, shall not 
exceed an individual capacity of 96 gallons (363 L). 


808.2 Waste containers with a capacity of 20 gallons or 
more in Group R-2 college and university dormitories. 
Waste containers, including their lids, located in Group R-2 
college and university dormitories, and with a capacity of 20 
gallons (75.7 L) or more, shall be constructed of noncombus- 
tible materials or of materials that meet a peak rate of heat 
release not exceeding 300 kW/m? when tested in accordance 
with ASTM E1354 at an incident heat flux of 50 kW/m? in 
the horizontal orientation. Metal wastebaskets and other 
metal waste containers with a capacity of 20 gallons (75.7 L) 
or more shall be listed in accordance with UL 1315 and shall 
be provided with a noncombustible lid. Portable containers 
exceeding 32 gallons (121 L) shall be stored in an area classi- 
fied as a waste and linen collection room constructed in 
accordance with Table 509.1 of the California Building 
Code. 


808.3 Signs. Foam plastic signs that are not affixed to interior 
building surfaces shall have a maximum heat release rate of 
150 kW when tested in accordance with UL 1975, or when 
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tested in accordance with NFPA 289 using the 20-kW igni- 
tion source. 


Exception: Where the aggregate area of foam plastic signs 
is less than 10 percent of the floor area or wall area of the 
room or space in which the signs are located, whichever is 
less, subject to the approval of the fire code official. 


808.4 Combustible lockers. Where lockers constructed of 
combustible materials are used, the lockers shall be consid- 
ered to be interior finish and shall comply with Section 803. 


Exception: Lockers constructed entirely of wood and 
noncombustible materials shall be permitted to be used 
wherever interior finish materials are required to meet a 
Class C classification in accordance with Section 803.1.2. 


808.5 Play structures added to existing buildings. Where 
play structures that exceed 10 feet (3048 mm) in height or 
150 square feet (14 m’) in area are added inside an existing 
building, they shall comply with Section 424 of the Califor- 
nia Building Code. 
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CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
CHAPTER 9 — FIRE PROTECTION AND LIFE SAFETY SYSTEMS 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications.) 
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CHAPTER 9 
FIRE PROTECTION AND LIFE SAFETY SYSTEMS 


User note: 


About this chapter: Chapter 9 prescribes the minimum requirements for active fire protection equipment systems to perform the functions of 
detecting a fire, alerting the occupants or fire department of a fire emergency, mass notification, gas detection, controlling smoke and 
controlling or extinguishing the fire. Generally, the requirements are based on the occupancy, the height and the area of the building because 
these are the factors that most affect fire-fighting capabilities and the relative hazard of a specific building or portion thereof. This chapter 
parallels and is substantially duplicated in Chapter 9 of the California Building Code; however, this chapter also contains periodic testing crite- 
ria that are not contained in the California Building Code. /n addition, the special fire protection system requirements based on use and 
occupancy found in Chapter 4 of the California Building Code are duplicated in this chapter as a user convenience. 


SECTION 901 
GENERAL 


901.1 Scope. The provisions of this chapter shall specify 
where fire protection and life safety systems are required and 
shall apply to the design, installation, inspection, operation, 
testing and maintenance of all fire protection and life safety 
systems. 


901.2 Construction documents. The fire code official shall 
have the authority to require construction documents and 
calculations for all fire protection and life safety systems and 
to require permits be issued for the installation, rehabilitation 
or modification of any fire protection and life safety systems. 
Construction documents for fire protection and life safety 
systems shall be submitted for review and approval prior to 
system installation. 


901.2.1 Statement of compliance. Before requesting final 
approval of the installation, where required by the fire 
code official, the installing contractor shall furnish a writ- 
ten statement to the fire code official that the subject fire 
protection or life safety system has been installed in accor- 
dance with approved plans and has been tested in 
accordance with the manufacturer’s specifications and the 
appropriate installation standard. Any deviations from the 
design standards shall be noted and copies of the approvals 
for such deviations shall be attached to the written 
statement. 


901.3 Permits. Permits shall be required as set forth in 
Sections 105.5 and 105.6. 


901.4 Fire protection and life safety systems. Fire protec- 
tion and life safety systems shall be installed, repaired, 
operated and maintained in accordance with this code and the 
California Building Code. 


901.4.1 Required fire protection and life safety 
systems. Fire protection and life safety systems required 
by this code or the California Building Code shall be 
installed, repaired, operated, tested and maintained in 
accordance with this code. A fire protection or life safety 
system for which a design option, exception or reduction 
to the provisions of this code or the California Building 
Code has been granted shall be considered to be a required 
system. 
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901.4.2 Nonrequired fire protection and life safety 
systems. Fire protection and life safety systems or portion 
thereof not required by this code or the California Build- 
ing Code shall be allowed to be furnished for partial or 
complete protection provided that such installed systems 
meet the applicable requirements of this code and the Cali- 
fornia Building Code. 


901.4.3 Alterations in buildings and structures. For 
any alteration within a building or structure, the 
fire protection and life safety systems shall be 
extended, altered or augmented to maintain and 
continue protection within the building or struc- 
ture. Persons shall not remove or modify any fire 
protection or life safety system installed or main- 
tained under the provisions of this code or the 
California Building Code without approval from 
the fire code official. 


901.4.4 Fire areas. Where buildings, or portions thereof, 
are divided into fire areas so as not to exceed the limits 
established for requiring a fire protection system in accor- 
dance with this chapter, such fire areas shall be separated 
by fire barriers constructed in accordance with Section 707 
of the California Building Code or horizontal assemblies 
constructed in accordance with Section 711 of the Califor- 
nia Building Code, or both, having a fire-resistance rating 
of not less than that determined in accordance with Section 
707.3.10 of the California Building Code. 


901.4.5 Additional fire protection systems. In occupan- 
cies of a hazardous nature, where special hazards exist in 
addition to the normal hazards of the occupancy, or where 
the fire code official determines that access for fire appara- 
tus is unduly difficult, the fire code official shall have the 
authority to require additional safeguards and fire protec- 
tion systems. Fire protection and life safety systems 
required under this section shall be installed in accordance 
with this code and the applicable referenced standards. 


901.4.6 Appearance of equipment. Any device that has 
the physical appearance of life safety or fire protection 
equipment but that does not perform that life safety or fire 
protection function shall be prohibited. 
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901.4.7 Pump and riser room size. Where provided, fire 
pump rooms and automatic sprinkler system riser rooms 
shall be designed with adequate space for all equipment 
necessary for the installation, as defined by the manufac- 
turer, with sufficient working space around the stationary 
equipment. Clearances around equipment to elements of 
permanent construction, including other installed equip- 
ment and appliances, shall be sufficient to allow 
inspection, service, repair or replacement without remov- 
ing such elements of permanent construction or disabling 
the function of a required fire-resistance-rated assembly. 
Fire pump and automatic sprinkler system riser rooms 
shall be provided with doors and unobstructed passage- 
ways large enough to allow removal of the largest piece of 
equipment. 


901.4.7.1 Access. Automatic sprinkler system risers, 
fire pumps and controllers shall be provided with ready 
access. Where located in a fire pump room or automatic 
sprinkler system riser room, the door shall be permitted 
to be locked provided that the key is available at all 
times. 


901.4.7.2 Marking on access doors. Access doors for 
automatic sprinkler system riser rooms and fire pump 
rooms shall be labeled with an approved sign. The 
lettering shall be in contrasting color to the back- 
ground, Letters shall have a minimum height of 2 
inches (51 mm) with a minimum stroke of */, inch (10 
mm), 


901.4.7.3 Environment. Automatic sprinkler system 
riser rooms and fire pump rooms shall be maintained at 
a temperature of not less than 40°F (4°C). Heating units 
shall be permanently installed. 


901.4.7.4 Lighting. Permanently installed artificial 
illumination shall be provided in the automatic sprin- 
kler system riser rooms and fire pump rooms. 


| | 901.5 Administration of installation acceptance testing. 

| Fire protection and life safety systems and appurtenances 
thereto shall be subject to acceptance tests as contained in the 
installation standards and as approved by the fire code offi- 
cial. The fire code official shall be notified before any 
required acceptance testing. 


901.5.1 Occupancy. It shall be unlawful to occupy any 
portion of a building or structure until the required fire 
protection and life safety systems have been tested and 
approved. 


901.6 Inspection, testing and maintenance. Fire protection 
and life safety systems shall be maintained in an operative 
condition at all times, and shall be replaced or repaired where 
defective. Nonrequired fire protection and life safety systems 
and equipment shall be inspected, tested and maintained or 
removed in accordance with Section 901.8. 


All fire alarm systems, fire detection systems, automatic 
sprinkler or extinguishing systems, communication systems, 
and all other equipment, material or systems required by 
these regulations shall be maintained in an operable condi- 
tion at all times in accordance with this code and California 
Code of Regulations, Title 19, Division 1. Upon disruption or 
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diminishment of the fire protective qualities of such equip- | 


ment, material or systems, immediate action shall be 
instituted to affect a reestablishment of such equipment, 
material or systems to their original normal and operational 
condition. : 


[California Code of Regulations, Title 19, Division 1, $1.14] 
Maintenance. 


Every fire alarm system or device, sprinkler system, fire 
extinguisher, fire hose, fire-resistive assembly or any other 
fire safety assembly, device, material or equipment installed 
and retained in service in any building or structure subject to 
California Code of Regulations, Title 19, Division 1 regula- 
tions shall be maintained in an operable condition at all 
times in accordance with California Code of Regulations, 
Title 19, Division 1 regulations and with their intended use. 


[California Code of Regulations, Title 19, Division 1, §3.24] 
Maintenance of Equipment. 


All fire alarm systems, fire detection systems, automatic 
sprinkler or extinguishing systems, communication systems, 
and all other equipment, material or systems required by 
California Code of Regulations, Title 19, Division 1 shall be 
maintained in an operable condition at all times. Upon 
disruption or diminishment of the fire protective qualities of 
such equipment, material or systems, immediate action shall 
be instituted to affect a reestablishment of such equipment 
material or systems to their original normal and operational 
condition. 


[California Code of Regulations, Title 19, Division 1, 
§904(a)] Required Inspection, Testing and Maintenance 
Frequencies. 


(a) All automatic fire extinguishing systems, including 
systems installed as an alternate to other building require- 
ments, shall be inspected, tested and maintained in 
accordance with the following frequencies. Local authori- 
ties may require more frequent inspection, testing and 
maintenance and additional procedures. 


[California Code of Regulations, Title 19, Division 1, 
§904(a)(1)] Required Inspection, Testing and Maintenance 
Frequencies. 


(1) Water-based fire protection systems shall be inspected, 
tested and maintained in accordance with the frequencies 
required by NFPA 25 (2011 edition) including Annexes A, 
B, C, D, E, F and G as amended by the State of California. 
(Published as NFPA 25, 2013 California Edition.) 


[California Code of Regulations, Title 19, Division 1, 
§904(b)] Required Inspection, Testing and Maintenance 
Frequencies. 
(b) When proof of the installation date of standpipe 
systems or automatic fire sprinkler systems cannot be 
furnished, such systems shall receive initial testing and 
maintenance by July 1, 1985. 
[California Code of Regulations, Title 19, Division 1, 
§904.2(a)] Testing and Maintenance Requirements. 
(a) All testing and maintenance on automatic fire extin- 


guishing systems in accordance with Health & Safety 
Code Section 13195 shall be performed by those licensed 
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in accordance with Health and Safety Code Section 
13196.5. 


Exceptions: 


(1) The State Fire Marshal may waive, in writing, 
licensing of fire departments which conduct fire 
sprinkler and _ standpipe ~system testing and 
maintenance. 


(2) Service on fire alarm systems and industrial 
systems as specified in Health and Safety Code 
Sections 13196.5(b) and (c) may be conducted with- 
out a license. 


(3) Testing and maintenance on automatic fire extin- 
guishing systems exempted in writing by the State 
Fire Marshal, when the building owner or occupant 
has the staff and equipment to conduct testing and 
maintenance. 


[California Code of Regulations, Title 19, Division 1, 
§904.2(b)] Testing and Maintenance Requirements. 


(b) Any testing and maintenance of automatic fire extin- 
guishing systems shall be performed in accordance with 
these requirements. 


Exceptions: 


(1) The State Fire Marshal may waive, in writing, the 
requirement that testing and maintenance be 
performed in accordance with these requirements 
when a licensee can demonstrate that a system 
cannot functionally be tested and maintained in 
accordance with the California Code of Regulations, 
Title 19, Division 1, Chapter 5. 


(2) If at any time a licensee encounters a specialized 
or modified system which cannot be tested and main- 
tained in accordance with California Code of 
Regulations, Title 19, Division 1, Chapter 5, the 
licensee shall contact the State Fire Marshal and test 
and maintain the system as directed. 


(A) The intent of this section is to cover automatic 
fire extinguishing systems as originally designed, 
installed and approved by the Authority Having 
Jurisdiction. It is not, however, intended to 
require that such systems be upgraded to current 
adopted standards. 


[California Code of Regulations, Title 19, Division 1, 
§904.2(h)] Testing and Maintenance Requirements. 


(h) At the time of testing and maintenance, building 
management shall be consulted to avoid unnecessary 
disturbance of normal building operation. 


[California Code of Regulations, Title 19, Division 1, 
§$904.2(i)] Testing and Maintenance Requirements. 


(i) The licensee shall contact the local fire authority 
having jurisdiction prior to testing and maintenance of a 
system when required by the local fire authority having 
Jurisdiction to do so. 


901.6.1 Standards. Fire protection systems shall be 
inspected, tested and maintained in accordance with the 
referenced standards listed in Table 901.6.1 and Califor- 
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nia Code of Regulations, Title 19, Division 1, Chapters 3 
and 5. 


[California Code of Regulations, Title 19, Division 1, 
$904.1(a)] Inspection Requirements. 


(a) A license shall not be required to perform inspections. 
Inspections may be conducted by any person designated 
by the building owner or occupant who has developed 
competence through training and experience. 


[California Code of Regulations, Title 19, Division 1, 
§904.2(g)] Testing and Maintenance Requirements. 


(g) Prior to activating any fire alarm component of an 
automatic fire extinguishing system, the licensee shall 
ensure that the licensee is capable of restoring the fire 
alarm system. 

TABLE 901.6.1 


FIRE PROTECTION SYSTEM INSPECTION, 
TESTING AND MAINTENANCE STANDARDS 


California Code of 
Regulations, Title 19, 
Division 1, Chapter 3 


Portable fire extinguishers 


Carbon dioxide fire-extinguishing systems NFPA 12 
Halon 1301 fire-extinguishing systems NFPA 12A 


Dry-chemical extinguishing systems NFPA 17 
Wet-chemical extinguishing systems NFPA 17A 


California Code of 
Regulations, Title 19, 
Division 1, Chapter 5 


901.6.2 Integrated testing. Where two or more fire 
protection or life safety systems are interconnected, the 
intended response of subordinate fire protection and life 
safety systems shall be verified when required testing of 
the initiating system is conducted. In addition, integrated 
testing shall be performed in accordance with Sections 
901.6.2.1 and 901.6.2.2. 


901.6.2.1 High-rise buildings. For high-rise buildings, 
integrated testing shall comply with NFPA 4, with an 
integrated test performed prior to issuance of the certif- 
icate of occupancy and at intervals not exceeding 10 
years, unless otherwise specified by an integrated 
system test plan prepared in accordance with NFPA 4. 
If an equipment failure is detected during integrated 
testing, a repeat of the integrated test shall not be 
required, except as necessary to verify operation of fire 
protection or life safety functions that are initiated by 
equipment that was repaired or replaced. 


901.6.2.2 Smoke control systems. Where a fire alarm 
system is integrated with a smoke control system as 
outlined in Section 909, integrated testing shall comply 
with NFPA 4, with an integrated test performed prior to 


Water-based fire protection systems 
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issuance of the certificate of occupancy and at intervals 
not exceeding 10 years, unless otherwise specified by 
an integrated system test plan prepared in accordance 
with NFPA 4. If an equipment failure is detected during 
integrated testing, a repeat of the integrated test shall 
not be required, except as necessary to verify operation 
of fire protection or life safety functions that are initi- 
ated by equipment that was repaired or replaced. 


901.6.3 Records. Records of all system inspections, tests 
and maintenance required by the referenced standards 
shall be maintained. 


[California Code of Regulations, Title 19, Division 1, 
§904.1(b)] Inspection Requirements. 


(b) Records of all inspections shall be retained on the 
premises by the building or system owner for a period of 
five years after the next required inspection. 


[California Code of Regulations, Title 19, Division 1, 
§904.2(c)] Testing and Maintenance Requirements. 


(c) Records of all testing and maintenance shall be 
retained on the premises by the building or system owner 
for a period of five years after the next required test or 
maintenance. 


[California Code of Regulations, Title 19, Division 1, 
§$904.2(j)] Testing and Maintenance Requirements. 


(j) It is the responsibility of the contractor, company or 
licensee to provide a written report of the test and mainte- 
nance results to the building owner and the local fire 
authority having jurisdiction at the completion of the test- 
ing and maintenance. 


901.6.3.1 Records information. Initial records shall 
include the name of the installation contractor, type of 
components installed, manufacturer of the components, 
location and number of components installed per floor. 
Records shall include the manufacturers’ operation and 
maintenance instruction manuals. Such records shall be 
maintained for the life of the installation. 


901.7 Systems out of service. Where a required fire protec- 
tion system is out of service, the fire department and the fire 
code official shall be notified immediately and, where 
required by the fire code official, the building shall be either 
evacuated or an approved fire watch shall be provided for all 
occupants left unprotected by the shutdown until the fire 
protection system has been returned to service. 


Where utilized, fire watches shall be provided with not 
less than one approved means for notification of the fire 
department and their only duty shall be to perform constant 
patrols of the protected premises and keep watch for fires. 


Exception: Facilities with an approved notification and 
impairment management program. The notification and 
impairment program for water-based fire protection 
systems shall comply with California NFPA 25. 


[California Code of Regulations, Title 19, Division 1, 
§$904.1(c)] Inspection Requirements. 


(c) The owner or occupant shall promptly correct or repair 
deficiencies, damaged parts or impairments found while 
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performing the inspection, test and maintenance require- 
ments of this standard. Recalled products shall be replaced 
or remedied. Such replacement or remedial ‘product shall 
be installed in accordance with the listing requirements, the 
manufacturer’s instructions and the appropriate NFPA 
installation standards. A recalled product is a product 
subject to a statute or administrative regulation specifically 
requiring the manufacturer, importer, distributor, whole- 
saler or retailer of a product, or any combination of such 
entities, to recall the product, or a product voluntarily 
recalled by a combination of such entities. 


[California Code of Regulations, Title 19, Division 1, 
§904.2(d)] Testing and Maintenance Requirements. 


(d) The building or system owner shall ensure immediate 
correction of any deficiencies noted during the service. A 
tag or label shall be affixed to a system only after all defi- 
ciencies have been corrected. The owner or occupant shall 
promptly correct or repair deficiencies, damaged parts or 
impairments found while performing the inspection, test 
and maintenance requirements of this standard. Recalled 
products shall be replaced or remedied. Such replacement 
or remedial product shall be installed in accordance with 
the listing requirements, the manufacturer’s instructions 
and the appropriate NFPA installation standards. A 
recalled product is a product subject to a statute or 
administrative regulation specifically requiring the manu- 
facturer, importer, distributor, wholesaler or retailer of a 
product, or any combination of such entities, to recall the 
product, or a product voluntarily recalled by a combina- 
tion of such entities. 


[California Code of Regulations, Title 19, Division 1, 
§904.2(e)] Testing and Maintenance Requirements. 


(e) At the time of testing and maintenance, or at any time 
parts are replaced, an itemized invoice showing work per- 
formed and parts replaced shall be provided by the 
licensee to the system owner. If testing and maintenance is 
performed more than thirty (30) days prior to the next 
required testing and maintenance date, the invoice shall 
bear a statement indicating the system was tested and 
maintained early. 


[California Code of Regulations, Title 19, Division 1, 
§904.2(9)] Testing and Maintenance Requirements. 


(f) The licensee shall offer to return all replaced parts to 
the system owner or owner’s representative, except those 
parts that are required to be returned to the manufacturer 
under conditions of warranty. 


901.7.1 Impairment coordinator. The building owner 
shall assign an impairment coordinator to comply with the 
requirements of this section. In the absence of a specific 
designee, the owner shall be considered to be the impair- 
ment coordinator. 


901.7.2 Tag required. A tag shall be used to indicate that 
a system, or portion thereof, has been removed from 
service. 


901.7.3 Placement of tag. The tag shall be posted at each 
fire department connection, system control valve, fire 
alarm control unit, fire alarm annunciator and fire 
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command center, indicating which system, or part thereof, 
has been removed from service. The fire code official shall 
specify where the tag is to be placed. 


901.7.4 Preplanned impairment programs. Preplanned 
impairments shall be authorized by the impairment coordi- 
nator. Before authorization is given, a designated 
individual shall be responsible for verifying that all of the 
following procedures have been implemented: 


1. The extent and expected duration of the impairment 
have been determined. 


2. The areas or buildings involved have been inspected 
and the increased risks determined. 


3. Recommendations have been submitted to manage- 
ment or the building owner/manager. 


4. The fire department has been notified. 


5. The insurance carrier, the alarm company, the build- 
ing owner/manager and other authorities having 
jurisdiction have been notified. 


6. The supervisors in the areas to be affected have been 
notified. 


7. A tag impairment system has been implemented. 


8. Necessary tools and materials have been assembled 
on the impairment site. 


901.7.5 Emergency impairments. Where unplanned 
impairments occur, appropriate emergency action shall be 
taken to minimize potential injury and damage. The 
impairment coordinator shall implement the steps outlined 
in Section 901.7.4. 


901.7.6 Restoring systems to service. Where impaired 
equipment is restored to normal working order, the impair- 
ment coordinator shall verify that all of the following 
procedures have been implemented: 


1. Necessary inspections and tests have been con- 
ducted to verify that affected systems are opera- 
tional. 


2. Supervisors have been advised that protection is 
restored. 


3. The fire department has been advised that protection 
is restored. 


4. The building owner/manager, insurance carrier, 
alarm company and other involved parties have been 
advised that protection is restored. 


5. The impairment tag has been removed. 


901.8 Removal of or tampering with equipment. It shall be 
unlawful for any person to remove, tamper with or otherwise 
disturb any fire protection or life safety system required by 
this code except for the purposes of extinguishing fire, train- 
ing, recharging or making necessary repairs or where 
approved by the fire code official. 


901.8.1 Removal of or tampering with appurtenances. 
Locks, gates, doors, barricades, chains, enclosures, signs, 
tags or seals that have been installed by or at the direction 
of the fire code official shall not be removed, unlocked, 
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destroyed, tampered with or otherwise vandalized in any 
manner. 


901.8.2 Removal of existing occupant-use hose lines. 
The fire code official is authorized to permit the removal 
of existing occupant-use hose lines where both of the 
following conditions exist: 


1. The hose line would not be utilized by trained per- 
sonnel-or the fire department. 


2. The remaining outlets are compatible with local fire 
department fittings. 


901.9 Termination of monitoring service. For fire alarm 
systems required to be monitored by this code, notice shall be 
made to the fire code official whenever alarm monitoring 
services are terminated. Notice shall be made in writing by 
the provider of the monitoring service being terminated. 


901.10 Recall of fire protection components. Any fire 
protection system component regulated by this code that is the 
subject of a voluntary or mandatory recall under federal law 
shall be replaced with approved, listed components in compli- 
ance with the referenced standards of this code. The fire code 
official shall be notified in writing by the building owner when 
the recalled component parts have been replaced. 


SECTION 902 
DEFINITIONS 


902.1 Definitions. The following terms are defined in Chap- 
ter 2: 


ALARM NOTIFICATION APPLIANCE. 

ALARM SIGNAL. 

ALARM VERIFICATION FEATURE. 
ANNUNCIATOR. 

AUDIBLE ALARM NOTIFICATION APPLIANCE. 
AUTOMATIC, 

AUTOMATIC FIRE-EXTINGUISHING SYSTEM. 
AUTOMATIC SMOKE DETECTION SYSTEM. 
AUTOMATIC SPRINKLER SYSTEM. 
AUTOMATIC WATER MIST SYSTEM. 
AVERAGE AMBIENT SOUND LEVEL. 
CARBON DIOXIDE EXTINGUISHING SYSTEM. 
CLEAN AGENT. 

COMMERCIAL MOTOR VEHICLE. 
CONSTANTLY ATTENDED LOCATION, 
DELUGE SYSTEM. 

DETECTOR, HEAT. 

DRY-CHEMICAL EXTINGUISHING AGENT. 
ELEVATOR GROUP. 

EMERGENCY ALARM SYSTEM. 


EMERGENCY VOICE/ALARM 
COMMUNICATIONS. 
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[California Code of Regulations, Title 19, Division 1, 
§902.4(b)] “E” Definitions 


(b) Engineered Fixed Extinguishing System. A system 
which is custom designed for a particular hazard, using 
components which are approved or listed only for their 
broad performance characteristics. Components may be 
arranged into a variety of configurations. These systems 
shall include but not be limited to: 


(1) Dry chemical systems 
(2) Carbon dioxide systems 
(3) Halogenated agent systems 
(4) Steam systems 
(5) High expansion foam systems 
(6) Foam extinguishing systems 
(7) Liquid agent systems 
(8) Clean agent systems 
FIRE ALARM BOX, MANUAL. 
FIRE ALARM CONTROL UNIT. 
FIRE ALARM SIGNAL. 
FIRE ALARM SYSTEM. 


FIRE APPLIANCE [SFM] is apparatus or equipment pro- 
vided or installed for use in the event of an emergency. 


FIRE AREA. 

FIRE DETECTOR, AUTOMATIC. 

FIRE PROTECTION SYSTEM. 

FIRE SAFETY FUNCTIONS. 

FIXED BASE OPERATOR (FBO). 
FOAM-EXTINGUISHING SYSTEM. 

GAS DETECTION SYSTEM. 
HALOGENATED EXTINGUISHING SYSTEM. 
IMPAIRMENT COORDINATOR. 
INITIATING DEVICE. 


[California Code of Regulations, Title 19, Division 1, 
§902.9(a)] “T” Definitions. 


(a) Inspection. A visual examination of a system or portion 
thereof to verify that it appears to be in operating condi- 
tion and is free of physical damage. 


LIFE SAFETY SYSTEMS. 

MANUAL FIRE ALARM BOX. 
MULTIPLE-STATION ALARM DEVICE. 
MULTIPLE-STATION SMOKE ALARM. 


[California Code of Regulations, Title 19, Division 1, 
§902.12(a)] “M” Definitions. 


(a) Maintenance. Work performed to keep equipment 
operable or to make repairs. 


NOTIFICATION ZONE. 
NUISANCE ALARM. 


[California Code of Regulations, Title 19, Division 1, 
$902.15(a)] “P” Definitions. 


(a) Pre-engineered Fixed Extinguishing System: A system 
where the number of components and their configurations 
are included in the description of the systems approval 
and listing. These systems shall include but not be limited 
fo: 


(1) Dry chemical systems 

(2) Carbon dioxide systems 

(3) Halogenated agent systems 
(4) Liquid agent systems 

(5) Clean agent systems 


_ PRIVATE GARAGE. 


RECORD DRAWINGS. 
SINGLE-STATION SMOKE ALARM. 
SLEEPING UNIT. 
SMOKE ALARM. 
SMOKE DETECTOR. 
STANDPIPE, TYPES OF. 

Automatic dry. 

Automatic wet. 

Manual dry. 

Manual wet. 

Semiautomatic dry. 
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[California Code of Regulations, Title 19, Division 1, 
§902.18(a)] “S” Definitions. 


(a) Service. The performance of testing and maintenance 
on an automatic fire extinguishing system. 


TIRES, BULK STORAGE OF. 
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SECTION 903 
AUTOMATIC SPRINKLER SYSTEMS 


903.1 General. Automatic sprinkler systems shall comply 
with this section. 


903.1.1 Alternative protection. Alternative automatic 
fire-extinguishing systems complying with Section 904 
shall be permitted instead of automatic sprinkler system 
protection where recognized by the applicable standard 
and approved by the fire code official. 


903.2 Where required. Approved automatic sprinkler 
systems in new buildings and structures shall be provided in 
the locations described in Sections 903.2.1 through 903.2.12 


| and Sections 903.2.14 through 903.2.21. 


903.2.1 Group A. An automatic sprinkler system shall be 
provided throughout buildings and portions thereof used 
as Group A occupancies as provided in this section. 


903.2.1.1 Group A-1. An automatic sprinkler system 
shall be provided throughout stories containing Group 
A-1 occupancies and throughout all stories from the 
Group A-1 occupancy to and including the levels of 
exit discharge serving that occupancy where one of the 
following conditions exists: 


1. The fire area exceeds 12,000 square feet (1115 
m’). 

2. The fire area has an occupant load of 300 or 
more. 


3. The fire area is located on a floor other than a 
level of exit discharge serving such occupancies. 


4, The fire area contains a multiple-theater com- 
plex. 


903.2.1.2 Group A-2. An automatic sprinkler system 
shall be provided throughout stories containing Group 
A-2 occupancies and throughout all stories from the 
Group A-2 occupancy to and including the levels of 
exit discharge serving that occupancy where one of the 
following conditions exists: 


1. The fire area exceeds 5,000 square feet (464 m7). 


2. The fire area has an occupant load of 100 or 
more. 


3. The fire area is located on a floor other than a 
level of exit discharge serving such occupancies. 


4. The structure exceeds 5,000 square feet (465 m’), 
contains more than one fire area containing a 
Group A-2 occupancy, and is separated into two 
or more buildings by fire walls of less than 4- 
hour fire-resistance rating without openings. 


903.2.1.3 Group A-3. An automatic sprinkler system 
shall be provided throughout stories containing Group 
A-3 occupancies and throughout all stories from the 
Group A-3 occupancy to and including the levels of 
exit discharge serving that occupancy where one of the 
following conditions exists: 


1. The fire area exceeds 12,000 square feet (1115 
m’), 
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2: The fire area has an occupant load of 300 or 
more. 


3. The fire area is located on a floor other than a 
level of exit discharge serving such occupancies. 


4. The structure exceeds 12,000 square feet (1155 
m’), contains more than one fire area containing 
exhibition and display rooms, and is separated 
into two or more buildings by fire walls of less 
than 4-hour fire-resistance rating without open- 
ings. 

903.2.1.4 Group A-4. An automatic sprinkler system 
shall be provided throughout stories containing Group 
A-4 occupancies and throughout all stories from the 
Group A-4 occupancy to and including the levels of 
exit discharge serving that occupancy where one of the 
following conditions exists: 


1. The fire area exceeds 12,000 square feet (1115 
m’). 

2. The fire area has an occupant load of 300 or 
more. 


3. The fire area is located on a floor other than a 
level of exit discharge serving such occupancies. 


903.2.1.5 Group A-5. An automatic sprinkler system 
shall be provided for all enclosed Group A-5 accessory 
use areas in excess of 1,000 square feet (93 m’). 


903.2.1.5.1 Spaces under grandstands or bleach- 
ers. Enclosed spaces under grandstands or bleachers 
shall be equipped with an automatic sprinkler system 
in accordance with Section 903.3.1.1 where either of 
the following exist: 


1. The enclosed area is 1,000 square feet (93 m*) 
or less and is not constructed in accordance 
with Section 1030.1.1.1. 


2. The enclosed area exceeds 1,000 square feet 
(93 m’). 


903.2.1.6 Assembly occupancies on roofs. Where an 
occupied roof has an assembly occupancy with an 
occupant load exceeding 100 for Group A-2 and 300 
for other Group A occupancies, all floors between the 
occupied roof and the level of exit discharge shall be 
equipped with an automatic sprinkler system in accor- 
dance with Section 903.3.1.1 or 903.3.1.2. 


Exception: Open parking garages of Type I or Type 
II construction. 


903.2.1.7 Multiple fire areas. An automatic sprinkler 
system shall be provided where multiple fire areas of 
Group A-1, A-2, A-3 or A-4 occupancies share exit or 
exit access components and the combined occupant 
load of these fire areas is 300 or more. 


903.2.2 Ambulatory care facilities. An automatic sprin- 
kler system shall be installed throughout the entire floor 
containing an ambulatory care facility where either of the 
following conditions exist at any time: 


1. Four or more care recipients are incapable of self- 
preservation. 
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2. One or more care recipients that are incapable of 
self-preservation are located at other than the level 
of exit discharge serving such a facility. 


In buildings where ambulatory care is provided on lev- 
els other than the level of exit discharge, an automatic 
sprinkler system shall be installed throughout the entire 
floor as well as all floors below where such care is pro- 
vided, and all floors between the level of ambulatory care 
and the nearest level of exit discharge, the level of exit dis- 
charge, and all floors below the level of exit discharge. 


Exception: Floors classified as an open parking garage 
are not required to be sprinklered. 


903.2.3 Group E. An automatic sprinkler system shall be 
provided for Group E occupancies as follows: 


1. Throughout all Group E fire areas greater than 
12,000 square feet (1115 m’) in area. 


2. The Group E fire area is located on a floor other than 
a level of exit discharge serving such occupancies. 


Exception: In buildings where every classroom 
has not fewer than one exterior exit door at 
ground level, an automatic sprinkler system is not 
required in any area below the lowest level of exit 
discharge serving that area. 


3. The Group E fire area has an occupant load of 300 
or more. 


4. In rooms or areas with special hazards such as lab- 
oratories, vocational shops and other such areas 
where hazardous materials in quantities not exceed- 
ing the maximum allowable quantity are used or 
stored, 


5. Throughout any Group E structure greater than 
12,000 square feet (1115 m’) in area, which con- 
tains more than one fire area, and which is sepa- 


m’) in area that generate finely divided combustible 
waste or use finely divided combustible materials. 
[SFM] A fire wall of less than 4-hour firésresistance 
rating without openings, or any fire wall with open- 
ings, shall not be used to establish separate fire areas. 


903.2.4.2 Group F-1 distilled spirits. An automatic 
sprinkler system shall be provided throughout a 
Group F-1 fire area used for the manufacture of 
distilled spirits. 


903.2.4.3 Group F-1 upholstered furniture or 
mattresses. An automatic sprinkler system shall be 
provided throughout a Group F-1 fire area that exceeds 
2,500 square feet (232 m’) used for the manufacture of 
upholstered furniture or mattresses. 


903.2.5 Group H. Automatic sprinkler systems shall be 
provided in high-hazard occupancies as required in 
Sections 903.2.5.1 through 903.2.5.3. 


903.2.5.1 General. An automatic sprinkler system shall 
be installed in Group H occupancies. 


903.2.5.2 Group H-5 occupancies. An automatic sprin- 
kler system shall be installed throughout buildings 
containing Group H-5 occupancies. The design of the 
sprinkler system shall be not less than that required under 
the California Building Code for the occupancy hazard 
classifications in accordance with Table 903.2.5.2. 


Where the design area of the sprinkler system con- 
sists of a corridor protected by one row of sprinklers, 
the maximum number of sprinklers required to be cal- 
culated is 13. 


TABLE 903.2.5.2 
GROUP H-5 SPRINKLER DESIGN CRITERIA 


OCCUPANCY HAZARD 
LOCATION CLASSIFICATION 


Ordinary Hazard Group 


rated into two or more buildings by fire walls of less 
than 4-hour fire-resistance rating without openings. 


Storage rooms without dispensing Ordinary Hazard Group 2 
Storage rooms with dispensing Extra Hazard Group 2 
Ordinary Hazard Group? 


6. For public school state-funded construction projects 
see Section 903.2.19. 


7. For public school campuses, Kindergarten through 


12" grade, see Section 903.2.20. 


903.2.4 Group F-1. An automatic sprinkler system shall 
be provided throughout all buildings containing a Group 
F-1 occupancy where one of the following conditions 
exists: 


1. A Group F-1 fire area exceeds 12,000 square feet 
(1115 m’). 


2. A Group F-1 fire area is located more than three sto- 
ries above grade plane. 


3. The combined area of all Group F-1 fire areas on all 
floors, including any mezzanines, exceeds 24,000 
square feet (2230 m’). 


903.2.4.1 Woodworking operations. An automatic 
sprinkler system shall be provided throughout all 
Group F-1 occupancy fire areas that contain wood- 
working operations in excess of 2,500 square feet (232 
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903.2.5.3 Pyroxylin plastics. An automatic sprinkler 
system shall be provided in buildings, or portions 
thereof, where cellulose nitrate film or pyroxylin plas- 
tics are manufactured, stored or handled in quantities 
exceeding 100 pounds (45 kg). 


903.2.5.4 Group H occupancies located on the 11" 
story and above. The fire sprinkler system shall be 
designed and zoned to provide separate indication 
upon water-flow for each side of the 2-hour fire-smoke 
barrier on the 11" story and above. 


903.2.6 Group I. An automatic sprinkler system shall be 
provided throughout buildings with a Group I fire area. 


Exceptions: 


1. Those areas exempted by Section 407.6 of the 
California Building Code. 
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2. Pursuant to Health and Safety Code Section 
13113 (d), Group I-2 occupancies, or any alter- 
ations thereto, located in Type IA construction in 
existence on March 4, 1972. 


903.2.6.1 Group I-2, An existing, unsprinklered Group 
I-2, nurses’ station open to fire-resistive exit access 
corridors shall be protected by an automatic sprinkler 
system located directly above the nurses’ station. It 
shall be permitted to connect the automatic sprinkler 
system to the domestic water service. 


903.2.6.2 Group I-3. Every building, or portion 
thereof, where inmates or persons are in custody or 
restrained shall be protected by an automatic sprinkler 
system conforming to NFPA 13. The main sprinkler 
control valve or valves and all other control valves in 
the system shall be locked in the open position and 
electrically supervised so that at least an audible and 
visual alarm will sound at a constantly attended loca- 
tion when valves are closed. The sprinkler branch 
piping serving cells may be embedded in the concrete 
construction. 


903.2.7 Group M. An automatic sprinkler system shall be 
provided throughout buildings containing a Group M 
occupancy where one of the following conditions exists: 


1. A Group M fire area exceeds 12,000 square feet 
(1115 m’). 


2. A Group M fire area is located more than three sto- 
ries above grade plane. 


3. The combined area of all Group M fire areas on all 
floors, including any mezzanines, exceeds 24,000 
square feet (2230 m’). 


5. [SFM] The structure exceeds 24,000 square feet 
(465 m?), contains more than one fire area contain- 
ing a Group M occupancy, and is separated into two 
or more buildings by fire walls of less than 4-hour 
fire-resistance rating without openings. 


903.2.7.1 High-piled storage. An automatic sprinkler 
system shall be provided as required in Chapter 32 in 
all buildings of Group M where storage of merchandise 
is in high-piled or rack storage arrays. 


FIRE PROTECTION AND LIFE SAFETY SYSTEMS 


2. Existing Group R-3 occupancies converted to 
Group R-3.1 occupancies housing only one bed- 
ridden client and complying with Section 
435.8.3.3 of the California Building Code. 


3. Pursuant to Health and Safety Code, Section 
13113, occupancies housing ambulatory children 
only, none of whom are mentally ill children or 
children with intellectual disabilities, and the 
buildings or portions thereof in which such chil- 
dren are housed are not more than two stories in 
height, and buildings or portions thereof housing 
such children have an automatic fire alarm sys- 
tem activated by approved smoke detectors. 


4. Pursuant to Health and Safety Code, Section 
13143.6, occupancies licensed for protective 
social care which house ambulatory clients only, 
none of whom is a child (under the age of 18 
years), or who is elderly (65 years of age or 
over). 


When not used in accordance with area or height 
increases for automatic fire sprinklers allowed in 
the California Building Code, an automatic 
sprinkler system installed in accordance with 
Section 903.3.1.2 shall be allowed in Group R- 
2.1 occupancies, 


An automatic sprinkler system designed in accor- 
dance with Section 903.3.1.3 shall not be utilized 
in Group R-2.1 or R-4 occupancies. 


903.2.8.1 Group R-3. An automatic sprinkler system 
installed in accordance with Section 903.3.1.3 shall be 
permitted in Group R-3 occupancies. 


903.2.8.2 Reserved. 


903.2.8.3 Group R-4, Condition 2. An automatic 
sprinkler system installed in accordance with Section 
903.3.1.2 shall be permitted in Group R-4, Condition 2 
occupancies. 


903.2.8.4 Group R-3.1. An automatic sprinkler system 
installed in accordance with Section 903.3.1.3 shall be 
permitted in Group R-3.1 occupancies with six or fewer 
individuals in a single-family dwelling. 


903.2.7.2 Group M_ upholstered furniture or 
mattresses. An automatic sprinkler system shall be 
provided throughout a Group M fire area where the 
area used for the display and sale of upholstered furni- 


903.2.9 Group S-1. An automatic sprinkler system shall 
be provided throughout all buildings containing a Group 
S-1 occupancy where one of the following conditions 
exists: 


ture or mattresses exceeds 5,000 square feet (464 m’), 


903.2.8 Group R. An automatic sprinkler system installed 
in accordance with Section 903.3 shall be provided 
throughout all buildings with a Group R fire area. 


Exceptions: 


1, Existing Group R-3 occupancies converted to 
Group R-3.1 occupancies not housing bedridden 
clients, not housing nonambulatory clients above 
the first floor, and not housing clients above the 
second floor. 
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1. A Group S-1 fire area exceeds 12,000 square feet 
(1115 m’). 


2. A Group S-1 fire area is located more than three sto- 
ries above grade plane. 


3. The combined area of all Group S-1 fire areas on all 
floors, including any mezzanines, exceeds 24,000 
square feet (2230 m’). 


4, A Group S-1 fire area used for the storage of com- 
mercial motor vehicles where the fire area exceeds 
5,000 square feet (464 m’). 
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903.2.9.1 Repair garages. An automatic sprinkler 
system shall be provided throughout all buildings used 
as repair garages in accordance with Section 406.8 of 
the California Building Code, as shown: 


1. Buildings having two or more stories above grade 
plane, including basements, with a fire area con- 
taining a repair garage exceeding 10,000 square 
feet (929 m’). 


2. Buildings not more than one story above grade 
plane, with a fire area containing a repair garage 
exceeding 12,000 square feet (1115 m’). 


3. Buildings with repair garages servicing vehicles 
parked in basements. 


4. A Group S-1 fire area used for the repair of com- 
mercial motor vehicles where the fire area 
exceeds 5,000 square feet (464 m’). 


903.2.9.2 Bulk storage of tires. Buildings and struc- 
tures where the area for the storage of tires exceeds 
20,000 cubic feet (566 m’) shall be equipped through- 
out with an automatic sprinkler system in accordance 
with Section 903.3.1.1, 


903.2.9.3 Group S-1 distilled spirits or wine. An 
automatic sprinkler system shall be provided through- 
out a Group S-1 fire area used for the bulk storage of 
distilled spirits or wine. 


903.2.9.4 Group S-1 upholstered furniture and 
mattresses. An automatic sprinkler system shall be 
provided throughout a Group S-1 fire area where the 
area used for the storage of upholstered furniture or 
mattresses exceeds 2,500 square feet (232 m’). 


Exception: Self-service storage facilities not greater 
than one story above grade plane where all storage 
spaces can be accessed directly from the exterior. 


903.2.10 Group S-2 parking garages. An automatic 
sprinkler system shall be provided throughout buildings 

| classified as parking garages where any of the following 
conditions exist: 


1. Where the fire area of the enclosed parking garage, in 
accordance with Section 406.6 of the California 
Building Code, exceeds 12,000 square feet (1115 m7). 


2. Where the enclosed parking garage, in accordance 
with Section 406.6 of the California Building Code, 
is located beneath other groups. 


Exception: Enclosed parking garages located 
beneath Group R-3 occupancies. 


3. Where the fire area of the open parking garage, in 
accordance with Section 406.5 of the California 
Building Code, exceeds 48,000 square feet (4460 m’). 


903.2.10.1 Commercial parking garages. An auto- 
matic sprinkler system shall be provided throughout 
buildings used for storage of commercial motor vehicles 
where the fire area exceeds 5,000 square feet (464 m’). 


903.2.10.2 Mechanical-access enclosed parking 
garages. An approved automatic sprinkler system shall 


be provided throughout buildings used for the storage 
of motor vehicles in a mechanical-access enclosed 
parking garage. The portion of the building that 
contains the mechanical-access enclosed parking 
garage shall be protected with a specially engineered 
automatic sprinkler system. 


903.2.11 Specific buildings areas and hazards. In all 
occupancies other than Group U, an automatic sprinkler 
system shall be installed for building design or hazards in 
the locations set forth in Sections 903.2.11.1 through 
903.2.11.6. 


903.2.11.1 Stories without openings. An automatic 
sprinkler system shall be installed throughout all 
stories, including basements, of all buildings where the 
floor area exceeds 1,500 square feet (139 m7’) and 
where the story does not comply with the following 
criteria for exterior wall openings: 


1. Openings below grade that lead directly to ground 
level by an exterior stairway complying with Sec- 
tion 1011 or an outside ramp complying with Sec- 
tion 1012, Openings shall be located in each 50 
linear feet (15 240 mm), or fraction thereof, of 
exterior wall in the story on not fewer than one 
side. The required openings shall be distributed 
such that the lineal distance between adjacent 
openings does not exceed 50 feet (15 240 mm). 


2. Openings entirely above the adjoining ground 
level totaling not less than 20 square feet (1.86 
m7’) in each 50 linear feet (15 240 mm), or frac- 
tion thereof, of exterior wall in the story on not 
fewer than one side. The required openings shall 
be distributed such that the lineal distance 
between adjacent openings does not exceed 50 
feet (15 240 mm). The height of the bottom of the 
clear opening shall not exceed 44 inches (1118 
mm) measured from the floor. 


903.2.11.1.1 Opening dimensions and access. 
Openings shall have a minimum dimension of not 
less than 30 inches (762 mm). Access to such open- 
ings shall be provided for the fire department from 
the exterior and shall not be obstructed in a manner 
such that fire fighting or rescue cannot be accom- 
plished from the exterior. 


903.2.11.1.2 Openings on one side only. Where 
Openings in a story are provided on only one side and 
the opposite wall of such story is more than 75 feet 
(22 860 mm) from such openings, the story shall be 
equipped throughout with an approved automatic 
sprinkler system, or openings shall be provided on 
not fewer than two sides of the story. 


903.2.11.1.3 Basements. Where any portion of a base- 
ment is located more than 75 feet (22 860 mm) from 
openings required by Section 903.2.11.1, or where 
walls, partitions or other obstructions are installed that 
restrict the application of water from hose streams, the 
basement shall be equipped throughout with an 
approved automatic sprinkler system. 
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903.2.11.2 Rubbish and linen chutes. An automatic TABLE 903.2.11.6 
sprinkler system shall be installed at the top of rubbish ADDITIONAL REQUIRED FIRE PROTECTION SYSTEMS 


and linen chutes and in their terminal rooms. Chutes 
shall have additional sprinkler heads installed at alter- epee. Lithium-ion and lithium metal battery storage 
pause aslelbe jonyested nla, aiere pie ee 903.2.10.2 Mechanical-access enclosed parking garages 
more than one floo 
& 8 i 914.2.1 Covered and open mall buildings 


below the lowest intake, the extension shall have sprin- 

klers installed that are recessed from the drop area of High-rise buildings and Group I-2 occupancies 

the chute and protected from freezing in accordance having occupied floors located more than 75 

with Section 903.3.1.1. Such sprinklers shall be eet above the lowest level of fire department 
vehicle access 


installed at alternate floors, beginning with the second 

level below the last intake and ending with the floor 

above the discharge. Access to sprinklers in chutes Underground structures 

ele he Sure Hi 

903.2.11.3 Buildings 55 feet or more in height. An 914.7.1 
Airport traffic control towers 


automatic sprinkler system shall be installed through- 
ihetas . 3 914.8.2 
out buildings that have one or more stories with an 
occupant load of 30 or more located 55 feet (16 764 914.8.3, 914.8.6 | Aircraft hangars 
914.9 Flammable finishes 
914.10 Drying rooms 


mm) or more above the lowest level of fire department 
914.11.1 Ambulatory care facilities 


vehicle access, measured to the finished floor. 
Exception: Occupancies in Group F-2. 

903.2.11.4 Ducts conveying hazardous exhausts. 1030.6.2.3 Smoke-protected assembly seating 

Where required by the California Mechanical Code, 1103.51 Existing Group A occupancies 

automatic sprinklers shall be provided in ducts convey- 110359 Pyioayiin plastic storage in existug bulldi 

ing hazardous exhaust or flammable or combustible ULE Tac ade les Sek i damon deni 
1103.5.3 Existing Group I-2 occupancies 
1103.5.5 Existing Group I-2, Condition 2 occupancies 
1103.5.5 Pyroxylin plastics 


materials. 
Table 1207.7, 


Exception: Ducts where the largest cross-sectional 
diameter of the duct is less than 10 inches (254 mm). 


903.2.11.5 Commercial cooking operations. An auto- 
matic sprinkler system shall be installed in commercial 
kitchen exhaust hood and duct systems where an auto- 
matic sprinkler system is used to comply with Section 
904. 


903.2.11.6 Other required fire protection systems. In 
addition to the requirements of Section 903.2, the 
provisions indicated in Table 903.2.11.6 require the 
installation of a fire protection system for certain build- 
ings and areas. 


903.2.12 During construction. Automatic sprinkler 
systems required during construction, alteration and 
demolition operations shall be provided in accordance 
with Section 3314. 


903.2.13 Reserved. 


903.2.14 Motion picture and television production studio 
sound stages, approved production facilities and produc- 
tion locations. 


903.2.14.1 Existing Sound Stages and Approved 
Production Facilities. All existing sound stages and 
approved production facilities equipped with an auto- 
matic fire sprinkler system shall be maintained in 
accordance with the provisions in this chapter. 


2108.2 Dry cleaning plants 
2108.3 Dry cleaning machines 


Spray finishing in Group A, E, 1 or R 
2404.4 Spray booths and spray rooms 
2405.2 Dip-tank rooms in Group A, I or R 


accordance with the provisions of the California Fire 
Code, Chapter 9, and shall meet the minimum design 


requirements of an Extra Hazard, Group 2 system. (continued) 


903.2.14.2 New sound stages. All new sound stages 
shall be equipped with an approved automatic fire 
sprinkler system. The system shall be installed in 
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TABLE 9$03.2.11.6—continued 
ADDITIONAL REQUIRED FIRE PROTECTION SYSTEMS 


3210.1.1 Record storage over 12 feet 


3704.5 Storage of more than 1,000 cubic feet of loose 
combustible fibers 


5003.8.5.3 Exhausted enclosures 
5004.5 Indoor storage of hazardous materials 


. . 


5005.1.8 Indoor dispensing of hazardous materials 


5104.4.1 Aerosol product warehouses 
5106.3.2 Aerosol display and merchandising areas 
5306.2. 1 Exterior medical gas storage room 


5306.2.2 Interior medical gas storage room 


5306.2.3 Medical gas storage cabinet 


5606.5.2.1 Storage of smokeless propellant 
5606.5.2.3 Storage of small arms primers 


5704.3.7.5.1 Flammable and combustible liquid storage 
rooms 

5704.3.8.4 Flammable and combustible liquid storage 
warehouses 

5705.3.7.3 Flammable and combustible liquid Group H-2 
or H-3 areas 


6004.1.2 Gas cabinets for highly toxic and toxic gas 


6004.1.3 ee enclosures for highly toxic and toxic 


California 
Building Code 
Section 440 


California 
Building Code 
Section 441 


California 
Building Code 
Section 449 


Horse racing stables 


Public libraries 


For SI: 1 cubic foot = 0.023 m?*. 


903.2.15 Automatic sprinkler system — existing high-rise 
buildings. Regardless of any other provisions of these 
regulations, every existing high-rise building of Type II-B, 
Type Ill-B or Type V-B construction shall be provided 
with an approved automatic sprinkler system conforming 
to NFPA 13. 


903.2.15.1 Existing R-1 and R-2 high-rise buildings 
fire-extinguishing systems. Automatic fire-extinguish- 
ing systems installed in any existing high-rise structure 
in which a Group R-1 or a Group R-2 occupancy is 


located shall have an approved flow indicator electri- 
cally interconnected to the required fire alarm system. 


903.2.16 Group L occupancies. An automatic sprinkler 
system shall be installed throughout buildings housing 
Group L occupancies. Sprinkler systems for Group L 
occupancy shall be designed for the square footage area 
of the Group L occupancy based on an area of sprinkler 
operation of 2,500 square feet (232 m’) and design density 
of 0.20 gpm/sf. 

In mixed occupancies, portions of floors with Group L 
occupancies, but not classified as Group L, shall be pro- 
vided with a sprinkler protection system per NFPA 13. 


903.2.16.1 Group L occupancies located on the 11" 
story and above. The automatic sprinkler system shall 
be designed and zoned to provide separate indication 
upon water-flow for each side of the 2-hour fire-smoke 
barrier on the 11" story and above. 


903.2.17 Fixed guideway and passenger rail transit 
systems. 


903.2.17.1 Automatic sprinkler system. An automatic 
sprinkler system shall be installed in all stations of 
fixed guideway transit systems. 


Exceptions: 


1. Guideways when the closest sprinkler heads to 
the guideway are within 3 feet (914 mm) of the 
edge, over the platform and spaced 6 feet 
(1829 mm) on center, parallel to the guide- 
way. 

2. Station agent booths not exceeding 150 square 
feet (13.9 m’) in area, when provided with an 
approved smoke detector connected to the 
building fire alarm system. 


3. Power substations. 


4. Machinery rooms, electrical rooms and train 
control rooms protected by an approved auto- 
matic fixed fire-extinguishing system. 

5. Open stations. 


6. Station platform areas open to three or more 
sides. 


903.2.17.2 Station guideway deluge system. Under- 
ground stations and stations in open cuts with walls 5 
feet (1524 mm) above the top of the running rail and 
with a raised platform shall be provided with an under- 
vehicle guideway manually activated deluge sprinkler 
system. In open cut stations, such system shall be 
provided in guideways which are situated between a 
raised platform edge and a retaining wall. 


903.2.17.2.1 Systems shall be provided along the 
entire length of track at each station platform. 


903.2.17.2.2 Deluge nozzles with caps shall be 
located in the approximate center of track with spac- 
ing designed to completely wet the undersides of the 
vehicle at the applied density. 


903.2.17.2.3 System density shall be a minimum of 
0.19 gallon per minute (gpm) per square foot (0.72 
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L/m per m’) for the design area. When more than one 
zone is provided, two adjacent zones are required to 
be considered operating for calculating purposes. 


903.2.17.2.4 Deluge systems shall be directly 
connected to a water supply capable of supplying the 
required flow rate for a minimum 30-minute 
duration. . 


903.2.17.2.5 Controls or manually operable valves 
shall be in a location acceptable to the Fire Code 
Official. All deluge systems shall be monitored by the 
station fire alarm system. 


903.2.17.2.6 Each valve shall be monitored by a 
separate circuit. The alarm panel shall be located in 
an area normally occupied by station personnel or 
signals shall be transmitted to the operations control 
center (OCC). 


903.2.18 Group U private garages and carports accessory 
to Group R-3 occupancies. Carports with habitable space 
above and attached garages, accessory to Group R-3 
occupancies, shall be protected by residential fire sprin- 
klers in accordance with this section. Residential fire 
sprinklers shall be connected to, and installed in accor- 
dance with, an automatic residential fire sprinkler system 
that complies with Section R313 of the California Residen- 
tial Code or with NFPA 13D. Fire sprinklers shall be 
residential sprinklers or quick-response sprinklers, 
designed to provide a minimum density of 0.05 gpm/ft’ 
(2.04 mm/min) over the area of the garage and/or carport, 
but not to exceed two sprinklers for hydraulic calculation 
purposes. Garage doors shall not be considered obstruc- 
tions with respect to sprinkler placement. 


Exception: An automatic residential fire sprinkler 
system shall not be required when additions or alter- 
ations are made to existing carports and/or garages 
that do not have an automatic residential fire sprinkler 
system installed in accordance with this section. 


903.2.19 Public school state-funded construction proj- 
ects for kindergarten through 12th grade — automatic 
sprinkler system requirements. 


903.2.19.1 New public school campus. An automatic 
sprinkler system shall be provided in all occupancies. 
The provisions of this section shall apply to any public 
school project consisting of one or more buildings on a 
new school campus and receiving state funds pursuant 
to Leroy F. Greene School Facilities Act of 1998, Cali- 
fornia Education Code, Sections 17070.10 through 
17079. For purposes of this section, new campus refers 
to a school site, where an application for construction 
of original buildings was made to DSA on or after July 
1, 2002. 


An automatic fire sprinkler system is not required in 
locations identified in Section 903.2.20. 


903.2.19.1.1 Sprinklers shall be installed in spaces 
where the ceiling creates a “ceiling-plenum” or the 
space above the ceiling is utilized for environmental 
air. 
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903.3 Installation requirements. Automatic 
systems shall be designed and installed in accordance with 
Sections 903.3.1 through 903.3.8. 
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903.2.19.1.2 Fire-resistive substitution for new 
campus. A new public school campus shall be enti- 
tled to include in the design and construction 
documents all of the applicable fire-resistive 
construction substitutions as permitted by this code. 


903.2.20 Public school campuses. An automatic fire 
sprinkler system is not required to be provided in the 
following locations on Kindergarten through 12" grade. 


1. A relocatable building that is sited with the intent 
that it be at the site for less than three years and is 
sited upon a temporary foundation in a manner that 
is designed to permit easy removal. Also see CCR, 
Title 24, Part 1, California Administrative Code, 
Section 4-314 for definition of relocatable building. 


2. Detached buildings designed and used for non- 
instructional purposes that meet the applicable 
requirements for that occupancy. Buildings would 
include, but not be limited to: 


Concession Stand 
Press Box 
Restroom Facilities 
Shade Structure 
Snack Bar 

Storage Building 
Ticket Booth 


903.2.21 Required exterior entrance covers. An auto- 
matic sprinkler system shall be provided throughout 
covered exterior entrances required by California Build- 
ing Code Section 11B-206.4.10 or Section 1224.33.21. 


sprinkler 


903.3.1 Standards. Sprinkler systems shall be designed 
and installed in accordance with Section 903.3.1.1, unless 
otherwise permitted by Sections 903.3.1.2 and 903.3.1.3 
and other chapters of this code, as applicable. 


903.3.1.1 NFPA 13 sprinkler systems. Where the 
provisions of this code require that a building or portion 
thereof be equipped throughout with an automatic 
sprinkler system in accordance with this section, sprin- 
klers shall be installed throughout in accordance with 
NFPA 13 as amended in Chapter 80 except as provided 
in Sections 903.3.1.1.1 through 903.3.1.1.3. 


903.3.1.1.1 Exempt locations. Automatic sprinklers 
shall not be required in the following rooms or areas 
where such rooms or areas are protected with an 
approved automatic fire detection system in accor- 
dance with Section 907.2 that will respond to visible 
or invisible particles of combustion. Sprinklers shall 
not be omitted from a room merely because it is 
damp, of fire-resistance-rated construction or 
contains electrical equipment. 


1. A room where the application of water, or 
flame and water, constitutes a serious life or 
fire hazard as determined by the authority 
having jurisdiction. 


FIRE PROTECTION AND LIFE SAFETY SYSTEMS 


9-20 


2. A room or space where sprinklers are consid- 
ered undesirable because of the nature of the 
contents, where approved by the fire code offi- 
cial as determined by the authority having 
jurisdiction.. 


we 


. Machine rooms, machinery spaces, control 
rooms, control spaces and hoistways associ- 
ated with fire service access elevators in 
accordance with Section 3007. 


a 


Machine rooms, machinery spaces, control 
rooms and control spaces and hoistways asso- 
ciated with occupant evacuation elevators 
designed in accordance with Section 3008 of 
the California Building Code. 


5. Spaces or areas in telecommunications build- 
ings used exclusively for telecommunications 
equipment, and associated electrical power 
distribution equipment, provided those spaces 
or areas are equipped throughout with an 
automatic smoke detection system in accor- 
dance with Section 907.2 and are separated 
from the remainder of the building by not less 
than 1-hour fire barriers constructed in accor- 
dance with Section 707 of the California 
Building Code or not less than 2-hour hori- 
zontal assemblies constructed in accordance 
with Section 712 of the California Building 
Code, or both. 


6. Elevator hoistways, machine rooms, machin- 
ery spaces, control spaces and control rooms 
in accordance with Section 3005.4.1 of the 
California Building Code. 


903.3.1.1.2 Bathrooms. In Group R occupancies, 
sprinklers shall not be required in bathrooms that do 
not exceed 55 square feet (5 m’) in area and are 
located within individual dwelling units or sleeping 
units, provided that walls and ceilings, including the 
walls and ceilings behind a shower enclosure or tub, 
are of noncombustible or limited-combustible mate- 
rials with a 15-minute thermal barrier rating. 


903.3.1.1.3 Solar photovoltaic power systems. Auto- 
matic sprinklers shall not be required in the 
following areas: 


1. Solar photovoltaic panel structures with no 
use underneath. Signs may be provided, as 
determined by the enforcing agency prohibit- 
ing any use underneath, including storage. 


2. Solar photovoltaic (PV) panels supported by 
framing that have sufficient uniformly distrib- 
uted and unobstructed openings throughout 
the top of the array (horizontal plane) to allow 
heat and gases to escape, as determined by the 
enforcing agency. 

903.3.1.2 NFPA 13R sprinkler systems. Automatic 
sprinkler systems in Group R occupancies shall be 
permitted to be installed throughout in accordance with 
NFPA 13R as amended in Chapter 80. 


1. Four stories or less above grade plane. 


2. The floor level of the highest story is 30 feet 
(9144 mm) or less above the lowest [evel of fire 
department vehicle access. 


3. The floor level of the lowest story is 30 feet 
(9144 mm) or less below the lowest level of fire 
department vehicle access. 


The number of stories of Group R occupancies con- 


structed in accordance with Sections 510.2 and 510.4 of 
the California Building Code shall be measured from 
grade plane. 


903.3.1.2.1 Balconies and decks. Sprinkler protec- 
tion shall be provided for exterior balconies, decks 
and ground floor patios of dwelling units and sleep- 
ing units where either of the following conditions 
exists: 


1. The building is of Type V construction, pro- 
vided that there is a roof or deck above. 


2. Exterior balconies, decks and ground floor 
patios of dwelling units and sleeping units are 
constructed in accordance with Section 
705.2.3.1, Exception 3 of the California 
Building Code. 


Sidewall sprinklers that are used to protect such 
areas shall be permitted to be located such that their 
deflectors are within 1 inch (25 mm) to 6 inches 
(152 mm) below the structural members and a maxi- 
mum distance of 14 inches (356 mm) below the 
deck of the exterior balconies and decks that are 
constructed of open wood joist construction. 


903.3.1.2.2 Corridors and balconies in the means 
of egress. Sprinkler protection shall be provided in 
corridors and for balconies in the means of egress 
where any of the following conditions apply: 


1. Corridors with combustible floor or walls. 


2. Corridors with an interior change of direction 
exceeding 45 degrees (0.79 rad). 


3. Corridors that are less than 50 percent open to 
the outside atmosphere at the ends. 


4. Open-ended corridors and associated exterior 
stairways and ramps as specified in Section 
1027.6, Exception 3. 


5. Egress balconies not complying with Sections 
1021.2 and 1021.3. 


903.3.1.2.3 Attics. Attic protection shall be provided 
as follows: 


1. Attics that are used or intended for living pur- 
poses or storage shall be protected by an auto- 
matic sprinkler system. 


2. Where fuel-fired equipment is installed in an 
unsprinklered attic, not fewer than one quick- 
response intermediate temperature sprinkler 
shall be installed above the equipment. 
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3. Where located in a building of Type III, Type 
IV or Type V construction designed in accor- 
dance with Section 510.2 or 510.4 of the Cali- 
fornia Building Code, attics not required by 
Item 1 to have sprinklers shall comply with 
one of the following if the roof assembly is 
located more than 55 feet.(16 764 mm) above 
the lowest level of fire department vehicle 
access needed to meet the provisions in Sec- 
tion 503: 


3.1. Provide automatic sprinkler system 
protection. 


3.2. Construct the attic using noncombusti- 
ble materials. 


3.3. Construct the attic using fire-retar- 
dant-treated wood complying with 
Section 2303.2 of the California 
Building Code. 


3.4. Fill the attic with noncombustible 
insulation. 


The height of the roof assembly shall be 
determined by measuring the distance from 
the lowest required fire vehicle access road 
surface adjacent to the building to the eave 
of the highest pitched roof, the intersection 
of the highest roof to the exterior wall, or 
the top of the highest parapet, whichever 
yields the greatest distance. For the purpose 
of this measurement, required fire vehicle 
access roads shall include only those roads 
that are necessary for compliance with 
Section 503. 


903.3.1.3 NFPA 13D sprinkler systems. Automatic 
sprinkler systems installed in one- and two-family 
dwellings; Group R-3; Group R-4, Condition 1; and 
townhouses shall be permitted to be installed through- 
out in accordance with NFPA 13D as amended in 
Chapter 80. 


903.3.2 Quick-response and residential sprinklers. 
Where automatic sprinkler systems are required by this 
code, quick-response or residential automatic sprinklers 
shall be installed in all of the following areas in accor- 
dance with Section 903.3.1 and their listings: 


1. Throughout all spaces within a smoke compartment 
containing care recipient sleeping units in Group I-2 
in accordance with the California Building Code. 


2. Throughout all spaces within a smoke compartment 
containing gas fireplace appliances and decorative 
gas appliances in Group I-2 in accordance with the 
California Building Code. 


3. Throughout all spaces within a smoke compartment 
containing treatment rooms in ambulatory care facil- 
ities. 

4, Dwelling units and sleeping units in Group R occu- 
pancies. 


5. Light-hazard occupancies as defined in NFPA 13. 
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903.3.3 Obstructed locations. Automatic sprinklers shall 
be installed with regard to obstructions that will delay acti- 
vation or obstruct the water distribution pattern and shall 
be in accordance with the applicable automatic sprinkler 
system standard that is being used. Automatic sprinklers 
shall be installed in or under covered kiosks, displays, 
booths, concession stands or equipment that exceeds 4 feet 
(1219 mm) in width. Not less than a 3-foot (914 mm) 
clearance shall be maintained between automatic sprin- 
klers and the top of piles of combustible fibers. 


Exception: Kitchen equipment under exhaust hoods 
protected with a fire-extinguishing system in accor- 
dance with Section 904. 


903.3.4 Actuation. Automatic sprinkler systems shall be 
automatically actuated unless specifically provided for in 
this code. 


903.3.5 Water supplies. Water supplies for automatic 
sprinkler systems shall comply with this section and the 
standards referenced in Section 903.3.1. The potable water 
supply shall be protected against backflow in accordance 
with Health and Safety Code 13114.7. For connections to 
public waterworks systems, the water supply test used for 
design of fire protection systems shall be adjusted to 
account for seasonal and daily pressure fluctuations based 
on information from the water supply authority and as 
approved by the fire code official. 


903.3.5.1 Domestic services. Where the domestic 
service provides the water supply for the automatic 
sprinkler system, the supply shall be in accordance with 
this section. 


903.3.5.2 Residential combination services. A single 
combination water supply shall be allowed provided 
that the domestic demand is added to the sprinkler 
demand as required by NFPA 13R. 


903.3.6 Hose threads. Fire hose threads and fittings used 
in connection with automatic sprinkler systems shall be as 
prescribed by the fire code official. 


903.3.7 Fire department connections. Fire department 
connections for automatic sprinkler systems shall be 
installed in accordance with Section 912. 


903.3.8 Limited area sprinkler systems. Limited area 
sprinkler systems shall be in accordance with the standards 
listed in Section 903.3.1 except as provided in Sections 
903.3.8.1 through 903.3.8.5. 


903.3.8.1 Number of sprinklers. Limited area sprin- 
kler systems shall not exceed six sprinklers in any 
single fire area. 


903.3.8.2 Occupancy hazard classification. Only 
areas Classified by NFPA 13 as Light Hazard or Ordi- 
nary Hazard Group | shall be permitted to be protected 
by limited area sprinkler systems. 


903.3.8.3 Piping arrangement. Where a limited area 
sprinkler system is installed in a building with an auto- 
matic wet standpipe system, sprinklers shall be 
supplied by the standpipe system. Where a limited area 
sprinkler system is installed in a building without an 
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automatic wet standpipe system, water shall be permit- 
ted to be supplied by the plumbing system provided 
that the plumbing system is capable of simultaneously 
supplying domestic and sprinkler demands. 


903.3.8.4 Supervision. Control valves shall not be 
installed between the water supply and _ sprinklers 
unless the valves are of an approved indicating type 
that are supervised or secured in the open position. 


903.3.8.5 Calculations. Hydraulic calculations in 
accordance with NFPA 13 shall be provided to demon- 
strate that the available water flow and pressure are 
adequate to supply all sprinklers installed in any single 
fire area with discharge densities corresponding to the 
hazard classification. 


903.3.9 Floor control valves. Floor control valves and 
waterflow detection assemblies shall be installed at each 
floor where any of the following occur: 


1. Buildings where the floor level of the highest story is 
located more than 30 feet above the lowest level of 
fire department vehicle access. 


2. Buildings that are four or more stories in height. 


3. Buildings that are two or more stories below the 
highest level of fire department vehicle access. 


Exception: Group R-3 and R-3.1 occupancies floor 
control valves and waterflow detection assemblies 
shall not be required. 


903.4 Sprinkler system supervision and alarms. Valves 
controlling the water supply for automatic sprinkler systems, 
pumps, tanks, water levels and temperatures, critical air pres- 
sures and waterflow switches on all sprinkler systems shall be 
electrically supervised by a listed fire alarm control unit. 


Exceptions: 


1. Automatic sprinkler systems protecting one- and 
two-family dwellings. 


2. Limited area sprinkler systems in accordance with 
Section 903.3.8. 


3. Automatic sprinkler systems installed in accordance 
with NFPA 13R where a common supply main is 
used to supply both domestic water and the auto- 
matic sprinkler system, and a separate shutoff valve 
for the automatic sprinkler system is not provided. 


4. Jockey pump control valves that are sealed or locked 
in the open position. 


5. Control valves to commercial kitchen hoods, paint 
spray booths or dip tanks that are sealed or locked in 
the open position. 


6. Valves controlling the fuel supply to fire pump 
engines that are sealed or locked in the open position. 


7. Trim valves to pressure switches in dry, preaction 
and deluge sprinkler systems that are sealed or 
locked in the open position. 


8. Underground key or hub gate valves in roadway 
boxes. . 


903.4.1 Monitoring. Alarm, supervisory and trouble 
signals shall be distinctly different and shall be automati- 
cally transmitted to an approved supervising; station or, 
where approved by the fire code official, shall sound an 
audible signal at a constantly attended location. | 


Exception: Backflow prevention device test valves 
located in limited area sprinkler system supply piping 
shall be locked in the open position. In occupancies 
required to be equipped with a fire alarm system, the 
backflow preventer valves shall be electrically super- 
vised by a tamper switch installed in accordance with 
NFPA 72 and separately annunciated. 


903.4.2 Alarms. One exterior approved audible device, 
located on the exterior of the building in an approved loca- 
tion, shall be connected to each automatic sprinkler system. 
Such sprinkler waterflow alarm devices shall be activated 
by water flow equivalent to the flow of a single sprinkler of 
the smallest orifice size installed in the system. Where a fire 
alarm system is installed, actuation of the automatic sprin- 
kler system shall actuate the building fire alarm system. 
Visible alarm notification appliances shall not be required 
except when required by Section 907. 


903.4.3 Floor control valves. Approved supervised indi- 
cating control valves shall be provided at the point of 
connection to the riser on each floor in high-rise buildings 
and Group I-2 occupancies having occupied floors located 
more than 75 feet above the lowest level of fire department 
vehicle access.. 


903.5 Testing and maintenance. Automatic sprinkler 
systems shall be tested and maintained in accordance with 
Section 901. 


903.6 Where required in existing buildings and structures. 
An automatic sprinkler system shall be provided in existing 
buildings and structures where required in Chapter 11. 


SECTION 904 
ALTERNATIVE AUTOMATIC 
FIRE-EXTINGUISHING SYSTEMS 


904.1 General. Automatic fire-extinguishing systems, other 
than automatic sprinkler systems, shall be designed, installed, 
inspected, tested and maintained in accordance with the 
provisions of this section and the applicable referenced 
standards. 


[California Code of Regulations, Title 19, Division 1, 
§904(a)(2)] Required Inspection, Testing and Maintenance 
Frequencies. 


(2) Engineered and pre-engineered fixed extinguishing 
systems shall be inspected, tested and maintained at least 
semi-annually, and immediately after a system activation. 


[California Code of Regulations, Title 19, Division 1, 
§904(c)] Required Inspection, Testing and Maintenance 
Frequencies. 
(c) Engineered and pre-engineered fixed extinguishing 
systems, regardless of installation date, shall be inspected, 
tested and maintained within the time periods specified in 
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California Code of Regulations, Title 19, Division 1, 
Section 904(a)(2) above. 


[California Code of Regulations, Title 19, Division 1, 
§904.7(a) through (c)] Inspection, Testing and Mainte- 
nance Requirements for Engineered and Pre-engineered 
Fixed Extinguishing Systems. 


Inspection, Testing and Maintenance shall be performed in 
accordance with: 


(a) California Code of Regulations, Title 19, Division 1, 
Section 904(a)(2), 


(b) the manufacturer’s written instructions, which are 
approved and on file with the Office of the State Fire 
Marshal; and 


(c) the applicable standards adopted in California Code of 
Regulations, Title 24, Part 9, (California Fire Code). 


904.1.1 Certification of service personnel for fire-extin- 
guishing equipment. Service personnel providing or 
conducting maintenance on automatic fire-extinguishing 
systems, other than automatic sprinkler systems, shall 
possess a valid certificate issued by an approved govern- 
mental agency, or other approved organization for the type 
of system and work performed. 


904.2 Where permitted. Automatic fire-extinguishing 
systems installed as an alternative to the required automatic 
sprinkler systems of Section 903 shall be approved by the fire 
code official. 


904.2.1 Restriction on using automatic sprinkler 
system exceptions or reductions. Automatic fire-extin- 
guishing systems shall not be considered alternatives for 
the purposes of exceptions or reductions allowed for auto- 
matic sprinkler systems or by other requirements of this 
code. 


904.2.2 Commercial hood and duct systems. Each 
required commercial kitchen exhaust hood and duct 
system required by Section 606 to have a Type I hood 
shall be protected with an approved automatic fire-extin- 
guishing system installed in accordance with this code. 


904.3 Installation. Automatic fire-extinguishing systems 
shall be installed in accordance with this section. 


904.3.1 Electrical wiring. Electrical wiring shall be in 
accordance with the California Electrical Code. 


904.3.2 Actuation. Automatic fire-extinguishing systems 
shall be automatically actuated and provided with a 
manual means of actuation in accordance with Section 
904.13.1. Where more than one hazard could be simulta- 
neously involved in fire due to their proximity, all hazards 
shall be protected by a single system designed to protect 
all hazards that could become involved. 


Exception: Multiple systems shall be permitted to be 
installed if they are designed to operate simultaneously. 


904.3.3 System interlocking. Automatic equipment inter- 
locks with fuel shutoffs, ventilation controls, door closers, 
window shutters, conveyor openings, smoke and heat 
vents and other features necessary for proper operation of 
the fire-extinguishing system shall be provided as required 
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by the design and installation standard utilized for the 
hazard. 


904.3.4 Alarms and warning signs. Where alarms are 
required to indicate the operation of automatic fire-extin- 
guishing systems, distinctive audible, visible alarms and 
warning signs shall be provided to warn of pending agent 
discharge. Where exposure to automatic-extinguishing 
agents poses a hazard to persons and a delay is required to 
ensure the evacuation of occupants before agent discharge, 
a separate warning signal shall be provided to alert occu- 
pants once agent discharge has begun. Audible signals 
shall be in accordance with Section 907.5.2. 


904.3.5 Monitoring. Where a building fire alarm system 
is installed, automatic fire-extinguishing systems shall be 
monitored by the building fire alarm system in accordance 
with NFPA 72. 


904.4 Inspection and testing. Automatic fire-extinguishing 
systems shall be inspected and tested in accordance with the 
provisions of this section prior to acceptance. 


904.4.1 Inspection. Prior to conducting final acceptance 
tests, all of the following items shall be inspected: 


1. Hazard specification for consistency with design 
hazard. 


2. Type, location and spacing of automatic- and man- 
ual-initiating devices. 


3. Size, placement and position of nozzles or discharge 
orifices. 


4. Location and identification of audible and visible 
alarm devices. 


5. Identification of devices with proper designations. 
6. Operating instructions. 


904.4.2 Alarm testing. Notification appliances, connec- 
tions to fire alarm systems and connections to approved 
supervising stations shall be tested in accordance with this 
section and Section 907 to verify proper operation. 


904.4.2.1 Audible and visible signals. The audibility 
and visibility of notification appliances signaling agent 
discharge or system operation, where required, shall be 
verified. 


904.4.3 Monitor testing. Connections to protected prem- 
ises and supervising station fire alarm systems shall be 
tested to verify proper identification and retransmission of 
alarms from automatic fire-extinguishing systems. 


904.5 Wet-chemical systems. Wet-chemical extinguishing 
systems shall be installed, maintained, periodically inspected 
and tested in accordance with California Code of Regula- 
tions, Title 19, Division 1, Chapter 5 and NFPA 17A and 
their listing. Records of inspections and testing shall be 
maintained. 


904.5.1 System test. Systems shall be inspected and tested 
for proper operation at six-month intervals. Tests shall 
include a check of the detection system, alarms and releas- 
ing devices, including manual stations and other 
associated equipment. Extinguishing system units shall be 
weighed and the required amount of agent verified. Stored 
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pressure-type units shall be checked for the required pres- 
sure. The cartridge of cartridge-operated units shall be 
weighed and replaced at intervals indicated by the 
manufacturer. 


904.5.2 Fusible link maintenance. Fixed temperature- 
sensing elements shall be maintained to ensure proper 
operation of the system. 


904.6 Dry-chemical systems. Dry-chemical extinguishing 
systems shall be installed, maintained, periodically inspected 
and tested in accordance with California Code of Regula- 
tions, Title 19, Division 1, Chapter 5 and NFPA 17 and their 
listing. Records of inspections and testing shall be 
maintained. 


904.6.1 System test. Systems shall be inspected and tested 
for proper operation at six-month intervals. Tests shall 
include a check of the detection system, alarms and releas- 
ing devices, including manual stations and other associated 
equipment. Extinguishing system units shall be weighed, 
and the required amount of agent verified. Stored pressure- 
type units shall be checked for the required pressure. The 
cartridge of cartridge-operated units shall be weighed and 
replaced at intervals indicated by the manufacturer. 


904.6.2 Fusible link maintenance. Fixed temperature- 
sensing elements shall be maintained to ensure proper 
operation of the system. 


904.7 Foam systems. Foam-extinguishing systems shall be 
installed, maintained, periodically inspected and tested in 
accordance with California Code of Regulations, Title 19, 
Division 1, Chapter 5 and NFPA 11 and NFPA 16 and their 
listing. Records of inspections and testing shall be 
maintained. 


904.7.1 System test. Foam-extinguishing systems shall be 
inspected and tested at intervals in accordance with Califor- 
nia Code of Regulations, Title 19, Division 1, Chapter 5. 


904.8 Carbon dioxide systems. Carbon dioxide extinguish- 
ing systems shall be installed, maintained, periodically 
inspected and tested in accordance with California Code of 
Regulations, Title 19, Division I, Chapter 5 and NFPA 12 
and their listing. Records of inspections and testing shall be 
maintained. 


904.8.1 System test. Systems shall be inspected and tested 
for proper operation in accordance with California Code 
of Regulations, Title 19, Division 1, Chapter 5. 


904.8.2 High-pressure cylinders. High-pressure cylin- 
ders shall be weighed and the date of the last hydrostatic 
test shall be verified at six-month intervals. Where a 
container shows a loss in original content of more than 10 
percent, the cylinder shall be refilled or replaced. 


904.8.3 Low-pressure containers. The liquid-level 
gauges of low-pressure containers shall be observed at 
one-week intervals. Where a container shows a content 
loss of more than 10 percent, the container shall be refilled 
to maintain the minimum gas requirements. 


904.8.4 System hoses. System hoses shall be examined at 
12-month intervals for damage. Damaged hoses shall be 
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replaced or tested. At five-year intervals, all hoses shall be 
tested. y 


904.8.4.1 Test procedure. Hoses shall be tested at not 
less than 2,500 pounds per square inch (psi) (17 238 
kPa) for high-pressure systems and at not less than 900 
psi (6206 kPa) for low-pressure systems. 


904.8.5 Auxiliary equipment. Auxiliary and supplemen- 
tary components, such as switches, door and window 
releases, interconnected valves, damper releases and 
supplementary alarms, shall be manually operated at 12- 
month intervals to ensure that such components are in 
proper operating condition. 


904.9 Halon systems. Halogenated extinguishing systems 
shall be installed, maintained, periodically inspected and 
tested in accordance with California Code of Regulations, 
Title 19, Division 1, Chapter 5 and NFPA 12A and their list- 
ing. Records of inspections and testing shall be maintained. 


904.9.1 System test. Systems shall be inspected and tested 
for proper operation in accordance with California Code 
of Regulations, Title 19, Division 1, Chapter 5. 


904.9.2 Containers. The extinguishing agent quantity and 
pressure of containers shall be checked at six-month inter- 
vals. Where a container shows a loss in original weight of 
more than 5 percent or a loss in original pressure (adjusted 
for temperature) of more than 10 percent, the container 
shall be refilled or replaced. The weight and pressure of 
the container shall be recorded on a tag attached to the 
container. 


904.9.3 System hoses. System hoses shall be examined at 
12-month intervals for damage. Damaged hoses shall be 
replaced or tested. At five-year intervals, all hoses shall be 
tested. 


904.9.3.1 Test procedure. For Halon 1301 systems, 
hoses shall be tested at not less than 1,500 psi (10 343 
kPa) for 600 psi (4137 kPa) charging pressure systems 
and not less than 900 psi (6206 kPa) for 360 psi (2482 
kPa) charging pressure systems. For Halon 1211 hand- 
hose line systems, hoses shall be tested at 2,500 psi (17 
238 kPa) for high-pressure systems and 900 psi (6206 
kPa) for low-pressure systems, 


904.9.4 Auxiliary equipment. Auxiliary and supplemen- 
tary components, such as switches, door and window 
releases, interconnected valves, damper releases and 
supplementary alarms, shall be manually operated at 12- 
month intervals to ensure such components are in proper 
operating condition. 


904.10 Clean-agent systems. Clean-agent fire-extinguishing 
systems shall be installed, maintained, periodically inspected 
and tested in accordance with California Code of Regula- 
tions, Title 19, Division 1, Chapter 5 and NFPA 2001 and 
their listing. Records of inspections and testing shall be 
maintained. 


904.10.1 System test. Systems shall be inspected and 
tested for proper operation in accordance with California 
Code of Regulations, Title 19, Division 1, Chapter 5. 
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904.10.2 Containers. The extinguishing agent quantity 
and pressure of the containers shall be checked at six- 
month intervals. Where a container shows a loss in origi- 
nal weight of more than 5 percent or a loss in original 
pressure, adjusted for temperature, of more than 1 
percent, the container shall be refilled or replaced. The 
weight and pressure of the container shall be recorded on a 
tag attached to the container. 


904.10.3 System hoses. System hoses shall be examined at 
12-month intervals for damage. Damaged hoses shall be 
replaced or tested. All hoses shall be tested at five-year 
intervals. 


904.11 Automatic water mist systems. Automatic water 
mist systems shall be permitted in applications that are 
consistent with the applicable listing or approvals and shall 
comply with Sections 904.11.1 through 904.11.3. 


904.11.1 Design and installation requirements. Auto- 
matic water mist systems shall be designed and installed 
in accordance with Sections 904.11.1.1 through 
904.11.1.4. 


904.11.1.1 General. Automatic water mist systems 
shall be designed and installed in accordance with Cali- 
fornia Code of Regulations, Title 19, Division 1, 
Chapter 5 and NFPA 750 and the manufacturer’s 
instructions. 


904.11.1.2 Actuation. Automatic water mist systems 
shall be automatically actuated. 


-904.11.1.3 Water supply protection. Connections to a 
potable water supply shall be protected against back- 
flow in accordance with the California Plumbing Code. 


904.11.1.4 Secondary water supply. Where a second- 
ary water supply is required for an automatic sprinkler 
system, an automatic water mist system shall be 
provided with an approved secondary water supply. 


904.11.2 Water mist system supervision and alarms. 
Supervision and alarms shall be provided as required for 
automatic sprinkler systems in accordance with Section 
903.4. 


904.11.2.1 Monitoring. Monitoring shall be provided 
as required for automatic sprinkler systems in accor- 
dance with Section 903.4.1. 


904.11.2.2 Alarms. Alarms shall be provided as 
required for automatic sprinkler systems in accordance 
with Section 903.4.2. 


904.11.2.3 Floor control valves. Floor control valves 
shall be provided as required for automatic sprinkler 
systems in accordance with Section 903.4.3. 


904.11.3 Testing and maintenance. Automatic water 
mist systems shall be tested and maintained in accordance 
with California Code of Regulations, Title 19, Division 1, 
Chapter 5. 


904.12 Aerosol fire-extinguishing systems, Aerosol fire- 
| extinguishing systems shall be installed, maintained, periodi- 
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cally inspected and tested in accordance with NFPA 2010 and 
their listing. 


Such devices and appurtenances shall be listed and 
installed in compliance with manufacturer’s instructions. 


904.12.1 Maintenance. Not less than semiannually, an 
inspection shall be conducted by a trained person to assess 
whether the system is in working order. Not less than 
annually, a certified fire suppression contractor having 
knowledge of and training in the installation, operation 
and maintenance of the specific fire-extinguishing system 
shall inspect, test, service and maintain such system in 
accordance with this section and the manufacturer’s speci- 
fications and servicing manuals. Records of inspections 
and testing shall be maintained. 


904.13 Commercial cooking systems. Commercial cooking 
equipment that produce grease laden vapors shall be 
provided with a Type I Hood, in accordance with the Califor- 
nia Mechanical Code, and an automatic fire extinguishing 
system that is listed and labeled for its intended use as 
follows: 


1, Wet chemical extinguishing system, complying with UL 
300. 


2. Carbon dioxide extinguishing systems. 
3. Automatic fire sprinkler systems. 


All existing dry chemical and wet chemical extinguishing 
systems shall comply with UL 300. 


Exception: Public school kitchens, without deep-fat 
Sryers, shall be upgraded to a UL 300 compliant system 
during state-funded modernization projects that are under 
the jurisdiction of the Division of the State Architect. 


All systems shall be installed in accordance with the Cali- 
fornia Mechanical Code, appropriate adopted standards, 
their listing and the manufacturers’ installation 
instructions. 


Exception: Factory-built commercial cooking recirculat- 
ing systems that are tested in accordance with UL 710B 
and listed, labeled and installed in accordance with 
Section 304.1 of the California Mechanical Code. 


904.13.1 Manual system operation. A manual actuation 
device shall be located at or near a means of egress from 
the cooking area not less than 10 feet (3048 mm) and not 
more than 20 feet (6096 mm) from the kitchen exhaust 
system. The manual actuation device shall be installed not 
more than 48 inches (1200 mm) nor less than 42 inches 
(1067 mm) above the floor and shall clearly identify the 
hazard protected. The manual actuation shall require a 
maximum force of 40 pounds (178 N) and a maximum 
movement of 14 inches (356 mm) to actuate the fire 
suppression system. 


Exception: Automatic sprinkler systems shall not be 
required to be equipped with manual actuation means. 


904.13.2 System interconnection. The actuation of the 
fire extinguishing system shall automatically shut down 
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the fuel or electrical power supply to the cooking equip- 
ment. The fuel and electrical supply reset shall be manual. 


904.13.3 Carbon dioxide systems. Where carbon dioxide 
systems are used, there shall be a nozzle at the top of the 
ventilating duct. Additional nozzles that are symmetrically 
arranged to give uniform distribution shall be installed 
within vertical ducts exceeding 20 feet (6096 mm) and 
horizontal ducts exceeding 50 feet (15 240 mm). Dampers 
shall be installed at either the top or the bottom of the duct 
and shall be arranged to operate automatically upon acti- 
vation of the fire-extinguishing system. Where the damper 
is installed at the top of the duct, the top nozzle shall be 
immediately below the damper. Automatic carbon dioxide 
fire-extinguishing systems shall be sufficiently sized to 
protect all hazards venting through a common duct 
simultaneously. 


904.13.3.1 Ventilation system. Commercial-type 
cooking equipment protected by an automatic carbon 
dioxide extinguishing system shall be arranged to shut 
off the ventilation system upon activation. 


904.13.4 Special provisions for automatic sprinkler 
systems. Automatic sprinkler systems protecting commer- 
cial-type cooking equipment shall be supplied from a 
separate, indicating-type control valve that is identified. 
Access to the control valve shall be provided. 


904.13.4.1 Listed sprinklers. Sprinklers used for the 
protection of fryers shall be tested in accordance with 
UL 199E, listed for that application and installed in 
accordance with their listing. 


904.13.5 Operations and maintenance. Automatic fire- 
extinguishing systems protecting commercial cooking 
systems shall be maintained in accordance with California 
Code of Regulations, Title 19, Division 1, Chapter 5 and 
Sections 904.13.5.1 through 904.13.5.3. 


904.13.5.1 Existing automatic fire-extinguishing 
systems. Where changes in the cooking media, posi- 
tioning of cooking equipment or replacement of 
cooking equipment occur in existing commercial cook- 
ing systems, the automatic fire-extinguishing system 
shall be required to comply with the applicable provi- 
sions of Sections 904.13 through 904.13.4. 


904.13.5.2 Extinguishing system service. Automatic 
fire-extinguishing systems shall be serviced not less 
frequently than every six months and after activation of 
the system. Inspection shall be by qualified individuals, 
and a certificate of inspection shall be forwarded to the 
fire code official upon completion. 


904.13.5.3 Fusible link and sprinkler head replace- 
ment. Fusible links and automatic sprinkler heads shall 
be replaced annually, and other protection devices shall 
be serviced or replaced in accordance with the manu- 
facturer’s instructions. 


Exception: Frangible bulbs are not required to be 
replaced annually. 
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904.14 Domestic cooking facilities. Cooktops and ranges 
installed in the following occupancies shall be protected in 
accordance with Section 904.14.1: ¥ 


1. In Group R-2.] occupancies where domestic cooking 
facilities are installed in accordance with Section 420.9 
of the California Building Code. 


2. In Group I-2 occupancies where domestic cooking 
facilities are installed in accordance with Section 
407.2.7 of the California Building Code. 


3. In Group R-2 college dormitories where domestic 
cooking facilities are installed in accordance with Sec- 
tion 420.11 of the California Building Code. 


904.14.1 Protection from fire. Cooktops and ranges shall 
be protected in accordance with Section 904.14.1.1 or 
904.14.1.2. 


904.14.1.1 Automatic fire-extinguishing system. The 
domestic recirculating or exterior vented cooking hood 
provided over the cooktop or range shall be equipped 
with an approved automatic fire-extinguishing system 
complying with the following: 


1. The automatic fire-extinguishing system shall be 
of a type recognized for protection of domestic 
cooking equipment. Preengineered automatic 
fire-extinguishing systems shall be listed and 
labeled in accordance with UL 300A and 
installed in accordance with the manufacturer’s 
instructions. 


2. Manual actuation of the fire-extinguishing sys- 
tem shall be provided in accordance with Section 
904.13.1. 


3. Interconnection of the fuel and electric power 
supply shall be in accordance with Section 
904.13.2, 


904.14.1.2 Ignition prevention. Cooktops and ranges 
shall include burners that have been tested and listed to 
prevent ignition of cooking oil with burners turned on 
to their maximum heat settings and allowed to operate 
for 30 minutes. 


SECTION 905 
STANDPIPE SYSTEMS 


905.1 General. Standpipe systems shall be provided in new 
buildings and structures in accordance with Sections 905.2 
through 905.11. In buildings used for high-piled combustible 
storage, fire protection shall be in accordance with Chapter 
32. 


905.2 Installation standard. Standpipe systems shall be 
installed in accordance with this section and NFPA 14 as 
amended in Chapter 80. Fire department connections for 
standpipe systems shall be in accordance with Section 912. 


905.3 Required installations. Standpipe systems shall be 
installed where required by Sections 905,3.1 through 
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905.3.11.1. Standpipe systems are allowed to be combined 
with automatic sprinkler systems. 


Exception: Standpipe systems are not required in Group 
R-3 occupancies. 


905.3.1 Height. /n other than Group R-3 and R-3.1 
occupancies, Class III standpipe systems shall be 
installed throughout at each floor where any of the 
following occur: 


1. Buildings where the floor level of the highest story 
is located more than 30 feet (9144 mm) above the 
lowest level of fire department vehicle access. 


2. Buildings that are four or more stories in height. 


3. Buildings where the floor level of the lowest story is 
located more than 30 feet (9144 mm) below the 
highest level of fire department vehicle access. 


4. Buildings that are two or more stories below the 
highest level of fire department vehicle access. 


Exceptions: 


1. Class I standpipes are allowed in buildings 
equipped throughout with an automatic sprin- 
kler system in accordance with Section 
903,3.1.1 or 903.3.1.2. 


2. Class I standpipes are allowed in Group B and 
E occupancies. 


3. Class I standpipes are allowed in parking 
garages. 


4, Class I standpipes are allowed in basements 
equipped throughout with an automatic sprin- 
kler system. 


5. Class I standpipes are allowed in buildings 
where occupant-use hose lines will not be uti- 
lized by trained personnel or the fire depart- 
ment. 


6. In determining the lowest level of fire depart- 
ment vehicle access, it shall not be required to 
consider either of the following: 


6.1. Recessed loading docks for four vehi- 
cles or less. 


6.2. Conditions where topography makes 
access from the fire department vehi- 
cle to the building impractical or 
impossible. 


905.3.2 Group A. Class I automatic wet standpipes shall 
be provided in nonsprinklered Group A buildings having 
an occupant load exceeding 1,000 persons. 


Exceptions: 
1. Open-air-seating spaces without enclosed spaces. 


2. Class I automatic dry and semiautomatic dry 
standpipes or manual wet standpipes are allowed 
in buildings that are not high-rise buildings. 


905.3.3 Covered and open mall buildings. Covered mall 
and open mall buildings shall be equipped throughout with 
a standpipe system where required by Section 905.3.1. 
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Mall buildings not required to be equipped with a stand- 
pipe system by Section 905.3.1 shall be equipped with 
Class I hose connections connected to the automatic sprin- 
kler system sized to deliver water at 250 gallons per 
minute (946.4 L/min) at the hydraulically most remote 
hose connection while concurrently supplying the auto- 
matic sprinkler system demand. The standpipe system 
shall be designed not to exceed a 50 pounds per square 
inch (psi) (345 kPa) residual pressure loss with a flow of 
250 gallons per minute (946.4 L/min) from the fire depart- 
ment connection to the hydraulically most remote hose 
connection. Hose connections shall be provided at each of 
the following locations: 


1, Within the mall at the entrance to each exit passage- 
way or corridor. 


2. At each floor-level landing within interior exit stair- 
ways opening directly on the mall. 


3, At exterior public entrances to the mall of a covered 
mall building. 


4. At public entrances at the perimeter line of an open 
mall building. 


5. At other locations as necessary so that the distance 
to reach all portions of a tenant space does not 
exceed 200 feet (60 960 mm) from a hose connec- 
tion. 


905.3.4 Stages. Stages greater than 1,000 square feet (93 
m’) in area shall be equipped with a Class III wet stand- 
pipe system with 1'/,-inch and 2'/,-inch (8 mm and 64 
mm) hose connections on each side of the stage. 


Exception: Where the building or area is equipped 
throughout with an automatic sprinkler system, a 1'/,- 
inch (38 mm) hose connection shall be installed in 
accordance with NFPA 13 or in accordance with NFPA 
14 for Class II or III standpipes. 


905.3.4.1 Hose and cabinet. The 1'/,-inch (38 mm) 
hose connections shall be equipped with sufficient 
lengths of 1'/,-inch (38 mm) hose to provide fire 
protection for the stage area. Hose connections shall be 
equipped with an approved adjustable fog nozzle and 
be mounted in a cabinet or on a rack. 


905.3.5 Underground buildings. Underground buildings 
shall be equipped throughout with a Class I automatic wet 
or manual wet standpipe system. 


905.3.6 Helistops and heliports. Buildings with a rooftop 
helistop or heliport shall be equipped with a Class I or III 
standpipe system extended to the roof level on which the 
helistop or heliport is located in accordance with Section 
2007.5. 


905.3.7 Marinas and boatyards. Standpipes in marinas 
and boatyards shall comply with Chapter 36. 


905.3.8 Landscaped roofs. Buildings or structures that 
have landscaped roofs and that are equipped with a stand- 
pipe system shall have the standpipe system extended to 
the roof level on which the landscaped roof is located. 
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905.3.9 Smokeproof enclosures. For smokeproof enclo- 
sures, see California Building Code, Section 909.20. 


905.3.10 Group I-3. A housing pod within housing units 
where 50 or more inmates are restrained shall be 
provided with Class I wet standpipes. In addition, Class I 
wet standpipes shall be located so that it will not be neces- 
sary to extend hose lines through interlocking security 
doors and any doors in smoke-barrier walls, horizontal 
fire walls or fire barrier walls. Standpipes located in hous- 
ing units may be placed in secured pipe chases. 


905.3.11 Fixed guideway and passenger rail transit 
systems. Fixed-guideway and passenger rail transit 
systems shall be provided with a Class I standpipe system 
in accordance with this section. 


905.3.11.1 Underground stations. Underground 
stations shall be provided with an automatic Class I 
standpipe system. 


905.3.11.2 All other stations. All other stations shall be 
provided with a Class I standpipe system. 


Exception: Open at-grade stations with unrestricted 
fire department access need not be provided with a 
standpipe system. 


4. In covered mall buildings, adjacent to each exterior 
public entrance to the mall and adjacent to each 
entrance from an exit passageway or exit corridor to the 
mall. In open mall buildings, adjacent to each public 
entrance to the mall at the perimeter line and adjacent 
to each entrance from an exit passageway or exit corri- 
dor to the mall. 


5. Where the roof has a slope less than 4 units vertical in 
12 units horizontal (33.3-percent slope), a hose connec- 
tion shall be located to serve the roof or at the highest 
landing of an interior exit stairway with access to the 
roof provided in accordance with Section 1011.12. 


6. Where the most remote portion of a nonsprinklered 
floor or story is more than 150 feet (45 720 mm) from a 
hose connection or the most remote portion of a sprin- 
klered floor or story is more than 200 feet (60 960 mm) 
from a hose connection, the fire code official is autho- 
rized to require that additional hose connections be pro- 
vided in approved locations. The distances from a hose 
connection shall be measured along the path of travel. 


905.4.1 Protection. Risers and laterals of Class I stand- 
pipe systems not located within an interior exit stairway 
shall be protected by a degree of fire resistance equal to 


that required for vertical enclosures in the building in 
which they are located. 


905.4 Location of Class I standpipe hose connections, 
Class I standpipe hose connections shall be provided in all of 


the following locations: Exception: In buildings equipped throughout with an 


1. In every required interior exit stairway, a hose connec- 
tion shall be provided for each story above and below 
grade plane. Hose connections shall be located at the 
main floor landing unless otherwise approved by the 
fire code official. See Section 909.20.2.3 of the Califor- 
nia Building Code for additional provisions in smoke- 
proof enclosures. 


Exception: A single hose connection shall be 
permitted to be installed in the open corridor or open 
breezeway between open stairs that are not greater 
than 75 feet (22 860 mm) apart. 


2. On each side of the wall adjacent to the exit opening of 
a horizontal exit. 


Exception: Where floor areas adjacent to a horizontal 
exit are reachable from an interior exit stairway hose 
connection by a 30-foot (9144 mm) hose stream from 
a nozzle attached to 100 feet (30 480 mm) of hose as 
measured along the path of travel, a hose connection 
shall not be required at the horizontal exit. 


3. In every exit passageway, at the entrance from the exit 
passageway to other areas of a building. 


Exception: Where floor areas adjacent to an exit 
passageway are reachable from an interior exit stair- 
way hose connection by a 30-foot (9144 mm) hose 
stream from a nozzle attached to 100 feet (30 480 
mm) of hose, a hose connection shall not be required 
at the entrance from the exit passageway to other 
areas of the building. 


approved automatic sprinkler system, laterals that are 
not located within an interior exit stairway are not 
required to be enclosed within fire-resistance-rated 
construction. 


905.4.2 Interconnection. In buildings where more than 
one standpipe is provided, the standpipes shall be inter- 
connected in accordance with NFPA 14. 


905.5 Location of Class II standpipe hose connections. 
Class II standpipe hose connections shall be located so that 
all portions of the building are within 30 feet (9144 mm) of a 
listed variable stream fog nozzle attached to 100 feet (30 480 
mm) of hose. Class II standpipe hose connections shall be 
located where they will have ready access. 


905.5.1 Groups A-1 and A-2. In Group A-1 and A-2 
occupancies with occupant loads of more than 1,000, hose 
connections shall be located on each side of any stage, on 
each side of the rear of the auditorium, on each side of the 
balcony and on each tier of dressing rooms. 


905.5.2 Protection. Fire-resistance-rated protection of risers 
and laterals of Class IT standpipe systems is not required. 


905.5.3 Class II system 1-inch hose. A minimum 1-inch 
(25 mm) hose shall be allowed to be used for hose stations 
in light-hazard occupancies where investigated and listed 
for this service and where approved by the fire code 
official. 


905.6 Location of Class III standpipe hose connections. 
Class HI standpipe systems shall have hose connections 
located as required for Class I standpipes in Section 905.4 
and shall have Class II hose connections as required in 
Section 905.5. 
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905.6.1 Protection. Risers and laterals of Class LI stand- 
pipe systems shall be protected as required for Class | 
systems in accordance with Section 905.4.1. 


905.6.2 Interconnection. In buildings where more than 
one Class III standpipe is provided, the standpipes shall be 
interconnected in accordance with NFPA 14. 


905.7 Cabinets. Cabinets containing fire-fighting equipment, 
such as standpipes, fire hose, fire extinguishers or fire depart- 
ment valves, shall not be blocked from use or obscured from 
view. 


905.7.1 Cabinet equipment identification. Cabinets shall 
be identified in an approved manner by a permanently 
attached sign with letters not less than 2 inches (51 mm) 
high in a color that contrasts with the background color, 
indicating the equipment contained therein. 


Exceptions: 


1. Doors not large enough to accommodate a writ- 
ten sign shall be marked with a permanently 
attached pictogram of the equipment contained 
therein. 


2. Doors that have either an approved visual identi- 
fication clear glass panel or a complete glass door 
panel are not required to be marked. 


905.7.2 Locking cabinet doors. Cabinets shall be 
unlocked. 


Exceptions: 


1. Visual identification panels of glass or other 
approved transparent frangible material that is 
easily broken and allows access. 


2. Approved locking arrangements. 


3. Group I-3 occupancies and in mental health 
areas of Group I-2 occupancies. 


905.8 Dry standpipes. Dry standpipes shall not be installed. 


Exception: Where subject to freezing and in accordance 
with NFPA 14. 


905.9 Valve supervision. Valves controlling water supplies 
shall be supervised in the open position so that a change in 
the normal position of the valve will generate a supervisory 
signal at the supervising station required by Section 903.4. 
Where a fire alarm system is provided, a signal shall be trans- 
mitted to the control unit. 


Exceptions: 


1. Valves to underground key or hub valves in road- 
way boxes do not require supervision. 


2. Valves locked in the normal position and inspected 
as provided in this code in buildings not equipped 
with a fire alarm system. 


905.10 During construction. Standpipe systems required 
during construction and demolition operations shall be 
provided in accordance with Section 3313. 


905.11 Locking standpipe outlet caps. The fire code official 
is authorized to require locking caps on the outlets on stand- 
pipes where the responding fire department carries key 
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wrenches for the removal that are compatible with locking 
FDC connection caps. 


905.12 Existing buildings. Where required in Chapter 11, 
existing structures shall be equipped with standpipes installed 
in accordance with Section 905. 


SECTION 906 
PORTABLE FIRE EXTINGUISHERS 


906.1 Where required. Portable fire extinguishers shall be 
installed in all of the following locations: 


1. In new and existing Group A, B, E, F, H, I, L, M, R-1, 
R-2, R-2.1, R-2.2, R-3.1, R-4 and S occupancies. 


Exception: In Group R-2 occupancies, portable fire 
extinguishers shall be required only in locations 
specified in Items 2 through 6 where each dwelling 
unit is provided with a portable fire extinguisher 
having a minimum rating of 1-A:10-B:C. 

2. Within 30 feet (9144 mm) distance of travel from com- 
mercial cooking equipment and from domestic cooking 
equipment in Group R-2 college dormitory occupan- 
cies. 

3. In areas where flammable or combustible liquids are 
stored, used or dispensed. 


4, On each floor of structures under construction, except 
Group R-3 occupancies, in accordance with Section 
3316/1: 

5. Where required by the sections indicated in Table 
906.1. 

6. Special-hazard areas, including but not limited to labo- 
ratories, computer rooms and generator rooms, where 
required by the fire code official. 

7. Large and small family day-care homes shall be 
equipped with a portable fire extinguisher having a 
minimum 2-A:10-B:C rating. 

8. Where required by California Code of Regulations, 
Title 19, Division 1. 

9. Within 30 feet (9144 mm) of domestic cooking equip- 
ment located in a Group I-2. 

[California Code of Regulations, Title 19, Division 1, §3.29(a) 
through (d)] Portable Fire Extinguishing Equipment. 

(a) General. Portable fire extinguishers conforming to the 

requirements of California Code of Regulations, Title 19, 

Division 1, Chapter 3, shall be installed and maintained in 

accordance with guides established therein. 

(b) Special Coverage. Additional Class A, B and C units of 

adequate extinguishing potential shall be provided for any 

other hazard, as determined by the enforcing agency. 

(c) Group A Occupancies. 


(1) One additional Class 2-A unit shall be provided in 
Group A Occupancies as follows: 


(A) On each side of the stage or platform. 


Exception: Platforms 1000 square feet or less in 
area need have only one such extinguishing unit. 
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; pe TABLE 906.1 ¢ 
(B),On each side ofevery Aygallery ADDITIONAL REQUIRED PORTABLE FIRE EXTINGUISHERS 


005.4 Aircraft fuel-servicing tank vehicles 
2005.5 
2005.6 
2007.7 
2108.4 
2305.5 
2310.6.4 
2311.6 
2404.4.1 
2405.4.2 
2406.4.2 
2804.3 
2808.8 
2809.5 
2903.5 

006.3 
3107.9 
3206.10 
3316.1 
3318.3 
3408.2 Tire rebuilding/storage 
3504.2.6 Welding and other hot work 


5704,3.7.5.2 ren storage rooms for flammable and combustible 


5705.4.9 Solvent distillation units 

Farms and construction sites—flammable and com- 
bustible liquids storage 
Bulk plants and terminals for flammable and com- 
bustible liquids 
Commercial, industrial, governmental or manufactur- 
ing establishments—fuel dispensing 
Tank vehicles for flammable and combustible liquids 
Flammable solids 


(C) In basements beneath the stage or platform. 


(D) In every hallway or passageway leading to a 
dressing room. 


(E) In every property room, carpenter shop or simi- 
lar workroom. 


(2) Not less than one 10-B:C unit (not less than 4-B:C 
for existing extinguishers in existing occupancies) shall 
be provided: 


(A) For each motor and fan room. 


(B) Adjacent to each switchboard on the stage or 


platform. Aircraft hydrant fuel-servicing vehicles 


(C) For each motion picture machine in projection Aircraft fuel-dispensing stations 


rooms. 


Exception: One 20-B:C unit (not less than 8-B:C 
for existing extinguishers in existing occupan- 
cies) in each projection room may be accepted as 
providing substantially equal protection. 


Heliports and helistops 

Dry cleaning plants 

Motor fuel-dispensing facilities 
Marine motor fuel-dispensing facilities 


(3) The enforcing agency may allow modifications or Repair garages 


deviations relative to the number and location of porta- 
ble fire extinguishers as required by this section 
provided such authority finds that the basic intent of 
this section and the ease of accessibility to extinguish- 
ers is otherwise achieved. 


(d) Group R-2.1, R-3.1 and R-4 Occupancies. In Group R- 
2.1, R-3.1 and R-4 occupancies, a continuously attached 
garden hose, equipped with a water flow control nozzle, 
may be provided in lieu of one or more required fire extin- 
guishers when acceptable to the enforcing agency. The 
location and length of such hose shall be as designated or 
approved by the enforcing agency. 


Spray-finishing operations 

Dip-tank operations 

Powder-coating areas 
Lumberyards/woodworking facilities 
Recycling facilities 

Exterior lumber storage 
Organic-coating areas 

Industrial ovens 

Tents and membrane structures 
High-piled storage 

NOTE: It is recommended that, wherever possible, porta- Buildings under construction or demolition 


ble fire extinguishers be located adjacent to manual fire 
alarm sending stations. 


[California Code of Regulations, Title 19, Division 1, 
§565(a)] Selection of Fire Extinguishers. 


(a) The selection of extinguishers for a given situation 
shall be determined by the authority having jurisdiction 
in accordance with adopted codes or ordinances. The 
character of the fires anticipated, the construction and 
occupancy of the individual property, the vehicle or 
hazard to be protected, ambient-temperature condi- 
tions and other factors shall be considered. The num- 
ber, size, placement and limitations of use of 
extinguishers required shall be determined by using 
California Code of Regulations, Title 19, Division 1, 
Sections 567 through 573. 


Exception: Portable fire extinguishers are not required at 
normally unmanned Group U occupancy buildings or 
structures where a portable fire extinguisher suitable to the 
hazard of the location is provided on the vehicle of visiting 
personnel. 


Roofing operations 
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906.2 General requirements. Portable fire extinguishers 
shall be selected, installed and maintained in accordance with 
this section and California Code of Regulations, Title 19, 
Division 1, Chapter 3. 


Exceptions: 


1. The distance of travel to reach an extinguisher shall 
not apply to the spectator seating portions of Group 
A-5 occupancies. 


2. Thirty-day inspections shall not be required for por- 
table fire extinguishers that are supervised by a 
listed and approved electronic monitoring device, 
provided that all of the following conditions are met: 


2.1. Electronic monitoring shall confirm that 
extinguishers are properly positioned, prop- 
erly charged and unobstructed. 


2.2. Loss of power or circuit continuity to the 
electronic monitoring device shall initiate a 
trouble signal. 


2.3. The extinguishers shall be installed inside of 
a building or cabinet in a noncorrosive envi- 
ronment. 


2.4. Electronic monitoring devices and supervi- 
sory circuits shall be tested when extin- 
guisher maintenance is performed. 


2.5. A written log of required hydrostatic test 
dates for extinguishers shall be maintained 
by the owner to verify that hydrostatic tests 
are conducted at the frequency required by 
California Code of Regulations, Title 19, 
Division 1, Chapter 3. 


3. In Group I-3, and in mental health areas of Group I-2, 
portable fire extinguishers shall be permitted to be 
located at staff locations. 


[California Code of Regulations, Title 19, Division 1, 
§565.1(a) through (c)] Classification of Hazards. 


(a) Light (Low) Hazard. Locations where the total 
amounts of Class A combustible materials, including 
furnishings, decorations and contents, is of minor quan- 
tity. These shall include buildings or rooms occupied as 
offices, classrooms, churches, assembly halls, etc. This 
classification anticipates that the majority of the contents 
are either noncombustible or so arranged that a fire is not 
likely to spread rapidly. Small amounts of Class B flam- 
mables used for duplicating machines, art departments, 
etc., are included provided that they are kept in closed 
containers and safely stored. 


(b) Ordinary (Moderate) Hazard. Locations where the 
total amounts of Class A combustibles and Class B flam- 
mables are present in greater amounts than expected 
under Light (Low) Hazard occupancies. These occupan- 
cies could consist of offices, classrooms, mercantile shops 
and allied storage, light manufacturing, research opera- 
tions, auto showrooms, parking garages, workshop or 
support service areas of Light (Low) Hazard occupancies, 
and warehouses containing Class I or Class Il 
commodities. 
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(c) Extra (High) Hazard. Locations where the total 
amount of Class A combustibles and Class B flammables 
are present, in storage, production use, and/or finished 
product over and above those expected and classed as 
Ordinary (Moderate) Hazards. These occupancies could 
consist of woodworking, vehicle repair, aircraft and boat 
servicing, individual product display showrooms, product 
convention center displays, storage and manufacturing 
processes such as painting, dipping, coating, including 
flammable liquid handling. Also, included in warehousing 
of, or in-process storage of other Class I and Class II 
commodities. 


[California Code of Regulations, Title 19, Division 1, 
$565.2(a) through (e)] Selection by Hazard. 


(a) Extinguishers shall be selected for the specific class or 
classes of hazards to be protected in accordance with the 
following subdivisions (b), (c), (d) and (e). 


(b) Extinguishers for protecting Class A hazards shall be 
selected from the following: Water-type, halogenated 
agent types, multipurpose dry chemical and wet chemical 


type. 


(c) Extinguishers for protection of Class B hazards shall 
be selected from the following: carbon dioxide, dry chemi- 
cal types, halogenated agent types and water-type and 
water chemical extinguishers rated for Class B hazards. 


(d) Extinguishers for protection of Class C hazards shall 
be selected from the following: carbon dioxide, dry chemi- 
cal types, halogenated agent types and water mist types 
rated for Class C. Carbon dioxide extinguishers equipped 
with metal horns are not considered safe for use on fires in 
energized electrical equipment and, therefore, are not 
classified for use on Class C hazards. 


(e) Extinguishers and extinguishing agents for the protec- 
tion of Class D hazards shall be of types approved for use 
on the specific combustible metal hazard. 


[California Code of Regulations, Title 19, Division 1, 
§566(a) through (f)] Application for Specific Hazards. 


(a) Class B Fire Extinguishers for Pressurized Flammable 
Liquids and Pressurized Gas Fires. Fires of this nature 
are considered to be a special hazard. Class B fire extin- 
guishers containing agents other than dry chemical are 
relatively ineffective on this type of hazard due to stream 
and agent characteristics. Selection of extinguishers for 
this type of hazard shall be made on the basis of recom- 
mendations by manufacturers of this specialized 
equipment. The system used to rate extinguishers on Class 
B fires (flammable liquids in depth) is not applicable to 
these types of hazards. It has been determined that special 
nozzle design and rates of agent application are required 
to cope with such hazards. Caution: It is undesirable to 
attempt to extinguish this type of fire unless there is 
reasonable assurance that the source of fuel can be 
promptly shut off: 


(b) Fire extinguishers provided for the protection of cook- 
ing appliances that use combustible cooking media 
(vegetable or animal oils and fats) shall be listed and 
labeled Class K fires. 
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(c) Three-dimensional Class B Fires. A three-dimensional 
Class B fire involves Class B materials in motion such as 
pouring, running or dripping flammable liquids and 
generally includes vertical as well as one or more hori- 
zontal surfaces. Fires of this nature are considered to be 
a special hazard. Selection of extinguishers for this type of 
hazard shall be made on the basis of recommendations by 
manufacturers of this specialized equipment. The system 
used to rate extinguishers on Class B fires (flammable 
liquids in depth) is not directly applicable to this type of 
hazard. 


(d) Water Soluble Flammable Liquid Fires (Polar 
Solvents). Extinguishers used for the protection of water 
soluble flammable liquids, such as alcohols, acetones, 
esters, ketones, etc., shall be selected in accordance with 
Section 565.2. AFFF-type and FFF P-type fire extinguish- 
ers shall not be used for the protection of water soluble 
flammable liquids, such as alcohols, acetone, esters, 
ketones, etc., unless specifically referenced on the extin- 
guisher nameplate. 


(e) Electronic Equipment Fires. Extinguishers for the 
protection of delicate electronic equipment shall be 
selected from the following: carbon dioxide type or a 
halogenated agent type, or a distilled water mist type with 
a minimum Class A:C Rating. 


(f) In patient care areas and sleeping rooms of health care 

facilities, fire extinguishers, including the agents and 
expelling means, should be selected and utilized that 
would not be detrimental to patients and are appropriate 
for the type of fire expected, such as distilled water mist 
type fire extinguishers with a minimum 2-A:C rating. 


[California Code of Regulations, Title 19, Division 1, 
§567.8] Installation Temperatures. 


Water-type (water, AFFF, FFFP) extinguishers shall not be 
installed in areas where temperatures are outside the range 
of 40°F to 120°F (4°C to 49°C). Other types shall not be 
installed in areas where temperatures are outside the range 
of -40°F to 120°F (-40°C to 49°C). Fire extinguishers shall 
not be exposed to temperatures outside of the range shown on 
the fire extinguisher label. 


Exceptions: 


1. Where fire extinguishers are installed in locations 
subject to temperatures outside these ranges, they 
shall be of a type approved and listed for the tem- 
perature to which they are exposed, or they shall be 
placed in an enclosure capable of maintaining the 
stipulated temperature range. 


2. Fire extinguishers containing plain water only can 
be protected to temperatures as low as -40°F (- 
40°C) by the addition of an antifreeze stipulated on 
the extinguisher nameplate. Calcium chloride solu- 
tions shall not be used in stainless steel fire extin- 
guishers. 


3. Some fire extinguishers are approved or listed for 
use at temperatures as low as -65°F (-54°C). 


[California Code of Regulations, Title 19, Division 1, 
§574.1] Frequency of Inspection. i 

Fire extinguishers shall be manually inspected when initially 
placed in service. Thereafter, extinguishers shall be manually 
inspected at least monthly by the building owner, occupant or 
his/her authorized agent, or electronically monitored. Fire 
extinguishers shall be inspected at more frequent intervals 
when circumstances require, as determined by the Authority 
Having Jurisdiction. 


[California Code of Regulations, Title 19, Division 1, 
$574.2] Inspection Procedures. 


(a) In addition to California Code of Regulations, Title 19, 
Division 1, Section 574.1, fire extinguishers shall be 
manually inspected in accordance with this section if they 
are located where any of the following conditions exist: 


(1) High frequency of fires in the past. 
(2) Extra (high) hazard areas. 


(3) Location that makes fire extinguishers susceptible 
to mechanical or physical damage. 


(4) Exposure to abnormal temperatures or corrosive 
atmospheres. 


(b) Manual inspection of extinguishers shall include a 
check of at least the following items: 


(1) Located in designated place. 
(2) No obstruction to access or visibility. 


(3) Operating instructions on nameplate legible and 
facing outward. 


(4) Safety seals and tamper indicators not broken or 
missing. 


(5) Examine for obvious physical damage, corrosion, 
leakage or clogged nozzle. 


(6) Pressure gauge reading or indicator in the operable 
range or position. 


(7) Fullness determined by weighing or hefting. 


(8) For wheeled units, the condition of tires, wheels, 
carriage, hose and nozzle shall also be checked. 


(9) For nonrechargeable extinguishers using push-to- 
test pressure indicators, test the indicator. | 


(c) Electronic monitoring shall include monitoring of the 
following items: 


(1) Located in the designated place. 
(2) No obstruction to access or visibility. 


(3) Pressure gauge reading or indicator in the operable 
range or position. 
[California Code of Regulations, Title 19, Division 1, 
$567.1] Operating Conditions. 
Portable extinguishers shall be maintained in a fully charged 
and operable condition, and kept in their designated places at 
all times when they are not being used. 
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[California Code of Regulations, Title 19, Division 1, 
§574.3] Corrective Action. 


When an inspection of any extinguisher reveals a deficiency 
in any of the conditions listed in Title 19, Division 1, Sections 
574.2(b)(c), immediate corrective action shall be taken. 


[California Code of Regulations, Title 19, Division 1, 
$574.4] Nonrechargeable Extinguishers. 


When an inspection of any nonrechargeable fire extinguisher 
reveals a deficiency in any of the conditions listed in (3), (4), 
(5), (6), (7) or (9) of Title 19, Division 1, Section 574.2(b), it 
shall be discharged and removed from service. 


Exception: Nonrechargeable extinguishers containing a 
halon agent shall be removed from service, not 
discharged, and returned to the manufacturer or local fire 
extinguisher distributor having the capability of recover- 
ing the halon agent. 


[California Code of Regulations, Title 19, Division 1, 
$575.10] Out of Service. 


Fire extinguishers removed from service for maintenance or 
recharge shall be replaced by fire extinguishers suitable for 
the type of hazard protected and shall be of at least equal 
rating. 

[California Code of Regulations, Title 19, Division 1, 
$591.5] Replacement Extinguishers. 


Portable fire extinguishers shall not be removed from the 
premises for hydrostatic testing or any other purpose, without 
first replacing the extinguisher with a unit rated for the 
hazard being protected. The customer’s original unit shall be 
returned within 60 calendar days. 


[California Code of Regulations, Title 19, Division 1, 
$596.7(a) and (b)] Removal of Tag. 


(a) No person shall remove any tag, collar or label 
required by Title 19, Division 1, Chapter 3, Article 9 from 
a portable fire extinguisher except when service is 
performed. 


(b) No person shall deface, modify or alter any tag collar 
or label required by California Code of Regulations, Title 
19, Division 1, Chapter 3, Article 9 to be attached to any 
portable fire extinguisher. 


[California Code of Regulations, Title 19, Division 1, 
$574.5(a) through (c)] Inspection Record Keeping. 


(a) The fire extinguisher owner shall maintain records of all 

fire extinguishers inspected, including those extinguishers 
that were found to require corrective actions. Records shall 
be maintained until next required maintenance. 


(b) At least monthly, the date the manual inspection was 
performed and the initials of the person performing the 
inspection shall be recorded on a tag or label attached to 
the fire extinguisher, or an inspection checklist maintained 
on file, or an electronic system (e.g., bar coding) that 
provides a permanent record. 


(c) Fire extinguishers being inspected via electronic moni- 
toring, whereby the extinguisher causes a signal at a 
control unit when a deficiency in any of the conditions 
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listed in California Code of Regulations, Title 19, Division 
1, Section 574.2(c) occurs, shall provide record keeping in 
the form of an electronic event log at the control panel. 


906.2.1 Certification of service personnel for portable 
fire extinguishers. Service personnel providing or 
conducting maintenance on portable fire extinguishers 
shall possess a valid certificate in accordance with Cali- 
fornia Code of Regulations, Title 19, Division 1, Chapter 
mA 


906.3 Size and distribution. The size and distribution of 
portable fire extinguishers shall be in accordance with 
Sections 906.3.1 through 906.3.4. 


[California Code of Regulations, Title 19, Division 1, 
§567(a) through (k)] Distribution of Fire Extinguishers. 


(a) The minimum number of fire extinguishers needed to 
protect a property shall be determined as outlined in this 
section. Additional extinguishers may be installed to 
provide more suitable protection. 


(b) Fire extinguishers shall be provided for the protection 
of both the building structure and the occupancy hazards 
contained therein. 


(c) Required building protection shall be provided by fire 
extinguishers suitable for Class A fires. 


(d) Occupancy hazard protection shall be provided by fire 
extinguishers suitable for such Class A, B, C, D or K fire 
potentials as may be present. 


(e) Extinguishers provided for building protection may be 
considered also for the protection of occupancies having a 
Class A fire potential. 


(f) Buildings having an occupancy hazard subject to Class 
B and/or Class C fires shall have a standard complement 
of Class A fire extinguishers for building protection, plus 
additional Class B and/or Class C extinguishers. Where 
fire extinguishers have more than one letter classification 
(such as 2-A:20-B:C), they may be considered to satisfy 
the requirements of each letter class. When using multi- 
purpose extinguishers for the protection of Class B 
hazards, the maximum travel distances described in Cali- 
fornia Code of Regulations, Title 19, Division 1, Section 
568, Table 2 must be observed. 


(g) Rooms or areas shall be classified generally as light 
(low) hazard, ordinary (moderate) hazard or extra (high) 
hazard. Limited areas of greater or lesser hazard shall be 
protected as required. 


(h) On each floor level, the area protected and the travel 
distances shall be based on fire extinguishers installed in 
accordance with California Code of Regulations, Title 19, 
Division 1, Section 568, Tables 2 and 3. 


(i) Fire extinguishers shall not be obstructed or obscured 
from view. 


Exception: In large rooms, and in certain locations 
where visual obstruction cannot be completely avoided, 
means Shall be proved to indicate the fire extin- 
guisher’s location. 
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(j) Fire extinguishers shall be conspicuously located along 
normal paths of travel where they will be readily accessi- 
ble and immediately available in the event of a fire. 


(k) Where wheeled extinguishers are installed, aisles and 
doorways through which such extinguishers are to be 
moved Shall have a clear and unobstructed width not less 
than one foot wider than the overall width of the 
extinguisher. 


[California Code of Regulations, Title 19, Division 1, 
§568(a) through (e)] Fire Extinguisher Size and Placement 
for Class A Hazards. 


(a) Minimum sizes of fire extinguishers for the listed 
grades of hazards shall be provided on the basis of Cali- 
fornia Code of Regulations, Title 19, Division 1, Section 
568, Table 2, except as modified by California Code of 
Regulations, Title 19, Division 1, Section 568(d). Extin- 
guishers shall be located so that the maximum travel 
distances shall not exceed those specified in California 
Code of Regulations, Title 19, Division 1, Section 568, 
Table 2, except as modified by California Code of Regula- 
tions, Title 19, Division 1, Section 568(d). 


(b) Certain smaller fire extinguishers which are charged 
with a multipurpose dry chemical or halogenated agent 
are rated on Class B and Class C fires, but having insuffi- 
cient effectiveness to earn the minimum 1-A rating even 
though they have value in extinguishing smaller Class A 
fires. They shall not be used to meet the requirements of 
California Code of Regulations, Title 19, Division 1, 
Section 568, Table 2. 


Extra (High) 
Hazard 
Occupancy 


TITLE 19, DIVISION 1, SECTION 568, TABLE 2 

Light (Low) | amodorat) 
Hazard Hazard 

Occupancy Occupancy 

Minimum rated single 

extinguisher 

Maximum floor area per 3,000 1,500 

unit of A square feet | square feet 


1,000 
square feet 


Maximum floor area for | 11,250 11,250 11,250 
extinguisher square feet | square feet | square feet 


Maximum travel dis- 
* Two 2'/,-gallon (9.46 L) water-type extinguishers can be used to fulfill the 


requirement of one 4-A rated extinguisher. 
Note: 1 foot = 0.305 m, 1 square foot = 0.0929 m?. 


(c) Extinguishers as specified in California Code of Regu- 
lations, Title 19, Division 1, Section 568, Table 2 may be 
replaced by uniformly spaced 1'/, inch (3.810 cm) hose 
stations for use by the occupants of the building. When 
hose stations are so provided, they shall conform to Part 
9, Title 24, California Code of Regulations, Chapter 9. 
The location of hose stations and the placement of fire 
extinguishers shall be in such a manner that the hose 


stations do not replace more than every other 
extinguisher. 
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(d) Where the floor area of a building is less than that 
specified in California Code of Regulations, Title 19, Divi- 
sion 1, Section 568, Table 2, at least one extinguisher of 
the minimum size recommended shall be provided. 


(e) The protection requirements may be fulfilled with 
extinguishers of a higher rating provided the travel 
distance from anywhere in the building to such larger 
extinguishers shall not exceed 75 feet (22.7 m), as shown 
in California Code of Regulations, Title 19, Division 1, 
Section 568, Table 2 above. 


[California Code of Regulations, Title 19, Division 1, 
§569(a) through (c)] Fire Extinguisher Size and Placement 
for Class B Fires Other than for Fires in Flammable 
Liquids of Appreciable Depth. 


(a) Minimum sizes of fire extinguishers for the listed 
grades of hazard shall be provided on the basis of Califor- 
nia Code of Regulations, Title 19, Division 1, Section 569, 
Table 3. Extinguishers shall be located so that the maxi- 
mum travel distances from anywhere in the building shall 
not exceed those specified in the table used. 


Exception: Extinguishers of lesser rating, desired for 
small specific hazards within the general hazard area, 
may be used, but shall not be considered as fulfilling 
any part of the requirements of California Code of 
Regulations, Title 19, Division 1, Section 569, Table 3. 


TITLE 19, DIVISION 1, SECTION 569, TABLE 3 


Maximum Travel 
A - vat Distance to (in meters) 
seal (in feet) 


Basic Minimum 
Extinguisher 
Rating 


9.15 


Note 1. The specified rating does not imply that fires of the magnitudes 
indicated by these ratings will occur, but rather to give the operators more 
time and agent to handle difficult spill fires that may occur. 

Note 2. For fires involving water-soluble flammable liquids, see California 
Code of Regulations, Title 19, Division I, Section 566(d). 

Note 3. For specific hazard applications, see California Code of 
Regulations, Title 19, Division 1, Section 566. 


(b) Two or more extinguishers of lower rating shall not be 
used to fulfill the protection requirements of California 
Code of Regulations, Title 19, Division 1, Section 569, 
Table 3. 


(c) The protection requirements may be fulfilled with 
extinguishers of high ratings, provided the travel distance 
to such larger extinguishers shall not exceed 50 feet 
(15.25 m), as shown in California Code of Regulations, 
Title 19, Division 1, Section 569, Table 3. 


[California Code of Regulations, Title 19, Division 1, 
§$570(a) through (e)] Fire Extinguisher Size and Placement 
for Class B Fires in Flammable Liquids of Appreciable 
Depth. 
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(a) Portable fire extinguishers shall not be installed as the 
sole protection for flammable liquid hazards of apprecia- 
ble depth [greater than '/, inch (0.64 cm)] where the 
surface area exceeds 10 square feet (0.93 m?). 


Exception: Where personnel who are trained in extin- 
guishing fires in the protected hazards are available on 
the premises, the maximum surfdce area shall not 
exceed 20 square feet. (1.86 m?). 


(b) For flammable liquid hazards of appreciable depth, a 
Class B fire extinguisher shall be provided on the basis of 
at least two numerical units of Class B extinguishing 
potential per square feet (0.0929 m7) of flammable liquid 
surface of the largest hazard area. For fires involving 
cooking grease or water-soluble flammable liquids, see 
California Code of Regulations, Title 19, Division 1, 
Section 566(b) and 566(d). 


Exception: AFFF- or FFFP-type extinguishers may be 
provided on the basis of a 1B rating of protection per 
square foot of hazard. 


(c) Two or more extinguishers of lower ratings shall not 
be used in lieu of the extinguisher required for the largest 
hazard area. 


Exception: Up to three AFFF or FFFP extinguishers 
may be used to fulfill the requirements provided the 
sum of the Class B ratings meets or exceeds the value 
required for the largest hazard area. 


(d) Travel distances for portable extinguishers shall not 
exceed 50 feet (15.25 m) as shown in California Code of 
Regulations, Title 19, Division 1, Section 569, Table 3. 


(e) Scattered or widely separated hazards shall be indi- 
vidually protected. An extinguisher in the proximity of a 
hazard shall be carefully located to be accessible in the 
presence of a fire without undue danger to the operator. 


[California Code of Regulations, Title 19, Division 1, 
§571(a)] Fire Extinguisher Size and Placement for Class C 
Hazards. 


(a) Fire extinguishers with Class C ratings shall be 
required where energized electrical equipment can be 
encountered which would require a nonconducting 
extinguishing medium. This requirement includes situa- 
tions where fire either directly involves or surrounds 
electrical equipment. Since the fire itself is a Class A or 
Class B hazard, the fire extinguishers shall be sized and 
located on the basis of the anticipated Class A or Class 
B hazard. 


Note: Electrical equipment should be de-energized as 
soon as possible to prevent reigniting. 


906.3.1 Class A fire hazards. The minimum sizes and 
distribution of portable fire extinguishers for occupancies 
that involve primarily Class A fire hazards shall comply 
with Table 906.3(1). 


906.3.2 Class B fire hazards. Portable fire extinguishers 
for occupancies involving flammable or combustible 
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liquids with depths less than or equal to 0.25 inch (6.4 
mim) shall be selected and placed in accordance with Table 
906.3(2). 


Portable fire extinguishers for occupancies involving 
flammable or combustible liquids with a depth of greater 
than 0.25 inch (6.4 mm) shall be selected and placed in 
accordance with California Code of Regulations, Title 19, 
Division 1, Chapter 3. 


906.3.3 Class C fire hazards. Portable fire extinguishers 
for Class C fire hazards shall be selected and placed on the 
basis of the anticipated Class A or B hazard. 


906.3.4 Class D fire hazards. Portable fire extinguishers 
for occupancies involving combustible metals shall be 
selected and placed in accordance with California Code of 
Regulations, Title 19, Division 1, Chapter 3. 


TABLE 906.3(1) 
FIRE EXTINGUISHERS FOR CLASS A FIRE HAZARDS 


ORDINARY 
(Moderate) 
HAZARD 
OCCUPANCY | OCCUPANCY | OCCUPANCY 


Minimum-rated single 9. AS 2 4-A? 
extinguisher 


-A 
Maximum floor area per 3,000 1,500 1,000 square 
unit of A square feet | square feet feet 
Maximum floor area for 11,250 11,250 11,250 
extinguisher? square feet | square feet | square feet 


Maximum distance of 
75 feet 75 feet 75 feet 


travel to 
extinguisher 
For SI: 1 foot = 304.8 mm, | square foot = 0.0929 m’, 1 gallon = 3.785 L. 
a. Two 2'/,-gallon water-type extinguishers shall be deemed the equivalent 
of one 4-A rated extinguisher. 
b. California Code of Regulations, Title 19, Division 1, Chapter 3 
concerning application of the maximum floor area criteria. 
c. Two water-type extinguishers, each with a 1-A rating, shall be deemed the 
equivalent of one 2-A rated extinguisher for Light (Low) Hazard 
Occupancies. 


TABLE 906.3(2) 
FIRE EXTINGUISHERS FOR FLAMMABLE OR 
COMBUSTIBLE LIQUIDS WITH DEPTHS OF 
LESS THAN OR EQUAL TO 0.25 INCH? 


j peor zane BASIC MINIMUM | MAXIMUM DISTANCE 
TYPE OF HAZARD EXTINGUISHER OF TRAVEL TO 

RATING EXTINGUISHERS (feet) 

3 

| 


| 
nee eg 


For SI: 1 inch = 25.4 mm, | foot = 304.8 mm. 

a. For requirements on water-soluble flammable liquids and alternative 
sizing criteria, see California Code of Regulations, Title 19, Division 1, 
Chapter 3. 


9-35 


FIRE PROTECTION AND LIFE SAFETY SYSTEMS 


906.4 Cooking equipment fires. Fire extinguishers provided 
for the protection of cooking equipment shall be of an 
approved type compatible with the automatic fire-extinguish- 
ing system agent. Cooking equipment involving solid fuels or 
vegetable or animal oils and fats shall be protected by a Class 
K-rated portable extinguisher in accordance with Sections 
906.1, Item 2, 906.4.1 and 906.4.2 as applicable. 


[California Code of Regulations, Title 19, Division 1, 
§573(a) through (c)] Fire Extinguisher Size and Placement 
for Commercial Cooking Operations. 


(a) Fire extinguishers with a Class K rating shall be 
provided for hazards where there is a potential for fires 
involving combustible cooking media (vegetable or animal 
oils and fats). 


(b) Maximum travel distance shall not exceed 30 feet (9.15 
m) from the hazard to the extinguishers. 


(c) Additional fire extinguishers, required for the control 
of other classes of fires, shall be provided for commercial 
cooking areas as required by California Code of Regula- 
tions, Title 19, Division 1, Section 567. 


906.4.1 Portable fire extinguishers for solid fuel cook- 
ing appliances. Solid fuel cooking appliances, whether or 
not under a hood, with fireboxes 5 cubic feet (0.14 m’) or 
less in volume shall have a minimum 2,5-gallon (9 L) or 
two 1.5-gallon (6 L) Class K wet-chemical portable fire 
extinguishers located in accordance with Section 906.1. 


906.4.2 Class K portable fire extinguishers for deep fat 
fryers. Where hazard areas include deep fat fryers, listed 
Class K portable fire extinguishers shall be provided as 
follows: 


1. For up to four fryers having a maximum cooking 
medium capacity of 80 pounds (36.3 kg) each: one 
Class K portable fire extinguisher of a minimum 
1.5-gallon (6 L) capacity. 


2. For every additional group of four fryers having a 
maximum cooking medium capacity of 80 pounds 
(36.3 kg) each: one additional Class K portable fire 
extinguisher of a minimum 1.5-gallon (6 L) capacity 
shall be provided. 


3. For individual fryers exceeding 6 square feet (0.55 
m’) in surface area: Class K portable fire extinguish- 
ers shall be installed in accordance with the extin- 
guisher manufacturer’s recommendations. 


906.5 Conspicuous location. Portable fire extinguishers 
shall be located in conspicuous locations where they will 
have ready access and be immediately available for use. 
These locations shall be along normal paths of travel, unless 
the fire code official determines that the hazard posed indi- 
cates the need for placement away from normal paths of 
travel. 


[California Code of Regulations, Title 19, Division 1, 
§567.5] Physical Damage Protection. 

Extinguishers installed under conditions where they are 
subject to physical damage, (e.g., from impact, vibration, the 
environment) shall be adequately protected. 


906.6 Unobstructed and unobscured. Portable fire extin- 
guishers shall not be obstructed or obscured from view. In 
rooms or areas in which visual obstruction ‘cannot be 
completely avoided, means shall be provided to indicate the 
locations of extinguishers. 


906.7 Hangers and brackets. Hand-held corte fire extin- 
guishers, not housed in cabinets, shall be installed on the 
hangers or brackets supplied. Hangers or brackets shall be 
securely anchored to the mounting surface in accordance with 
the manufacturer’s installation instructions. 


[California Code of Regulations, Title 19, Division 1, 
$567.3] Installation. 


Portable fire extinguishers other than wheeled types shall be 
securely installed on the hanger or in the bracket supplied or 
placed in cabinets or wall recesses. The hanger or bracket 
shall be securely and properly anchored to the mounting 
surface in accordance with the manufacturer’s instruc- 
tions. Wheeled-type fire extinguishers shall be located in a 
designated location. 


[California Code of Regulations, Title 19, Division 1, 
$567.4] Brackets. 


Extinguishers installed under conditions where they are 
subject to dislodgement shall be installed in brackets specifi- 
cally designed to cope with this problem. 


[California Code of Regulations, Title 19, Division 1, 
§567.6] Mounting. 


Fire extinguishers having a gross weight not exceeding 40 
pounds (18.14 kg) shall be installed so that the top of the fire 
extinguisher is not more than 5 feet (1.53 m) above the floor. 
Fire extinguishers having a gross weight greater than 40 
pounds (18.14 kg) (except wheeled types) shall be so installed 
that the top of the fire extinguisher is not more than 3 '/, feet 
(1.07 m) above the floor. In no case shall the clearance 
between the bottom of the extinguisher and the floor be less 
than 4 inches (10.2 cm). 


906.8 Cabinets. Cabinets used to house portable fire extin- 
guishers shall not be locked. 


Exceptions: 


1, Where portable fire extinguishers subject to mali- 
cious use or damage are provided with 2 a means of 
ready access. 


2. In Group I-3 occupancies and in mental health areas 
in Group I-2 occupancies, access to portable fire 
extinguishers shall be permitted to be locked or to be 
located in staff locations provided that the staff has 
keys. 


[California Code of Regulations, Title 19, Division 1, 
$567.2] Cabinets. 
Cabinets housing extinguishers shall not be locked. 


Exception: Where extinguishers are subject to malicious 
use, locked cabinets may be used provided they include a 
means of emergency access and are approved by the 
authority having jurisdiction. 
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[California Code of Regulations, Title 19, Division 1, 
$567.7] Sealed Cabinets. 


Where extinguishers are installed in closed cabinets that are 
exposed to elevated temperatures, the cabinets shall be 
provided with screened openings and drains. 


906.9 Extinguisher installation. The installation of portable 
fire extinguishers shall be in accordance with Sections 
906.9.1 through 906.9,3. 


906.9.1 Extinguishers weighing 40 pounds or less. 
Portable fire extinguishers having a gross weight not 
exceeding 40 pounds (18 kg) shall be installed so that their 
tops are not more than 5 feet (1524 mm) above the floor. 


906.9.2 Extinguishers weighing more than 40 pounds. 
Hand-held portable fire extinguishers having a gross 
weight exceeding 40 pounds (18 kg) shall be installed so 
that their tops are not more than 3.5 feet (1067 mm) above 
the floor. 


906.9.3 Floor clearance. The clearance between the floor 
and the bottom of installed hand-held portable fire extin- 
guishers shall be not less than 4 inches (102 mm). 


906.10 Wheeled units. Wheeled fire extinguishers shall be 
conspicuously located in a designated location. 


SECTION 907 
FIRE ALARM AND DETECTION SYSTEMS 


907.1 General. This section covers the application, installa- 
tion, performance and maintenance of fire alarm systems and 
their components in new and existing buildings and struc- 
tures. The requirements of Section 907.2 are applicable to 
new buildings and structures. The requirements of Section 
907.9 are applicable to existing buildings and structures. 


907.1.1 Construction documents. Construction docu- 
ments for fire alarm systems shall be of sufficient clarity 
to indicate the location, nature and extent of the work 
proposed and show in detail that it will conform to the 
provisions of this code; the California Building Code; and 
relevant laws, ordinances, rules and regulations, as deter- 
mined by the fire code official. 


907.1.2 Fire alarm shop drawings. Shop drawings for 
fire alarm systems shall be prepared in accordance with 
NFPA 72 and submitted for review and approval prior to 
system installation. A// plans and shop drawings shall use 
the symbols identified in NFPA 170, Standard for Fire 
Safety and Emergency Symbols. 


Exception: Other symbols are allowed where approved 
by the enforcing agency. 
907.1.3 Equipment. Systems and components shall be 
California State Fire Marshal listed and approved in 
accordance with California Code of Regulations, Title 19, 
Division 1 for the purpose for which they are installed. 


907.1.4 Fire-walls and fire barrier walls. For the purpose 
of Section 907, fire walls and fire barrier walls shall not 
define separate buildings. 
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907,.1.5 Fire alarm use. A fire alarm system shall not be 
used for any purpose other than fire warning or mass noti- 
fication and where permitted by NFPA 72. 


907.2 Where required—new buildings and structures. An 
approved fire alarm system installed in accordance with the 
provisions of this code and NFPA 72 shall be provided in 
new buildings and structures in accordance with Sections 
907.2.1 through 907.2.29 and provide occupant notification 
in accordance with Section 907.5, unless other requirements 
are provided by another section of this code. 


Not fewer than one manual fire alarm box shall be pro- 
vided in an approved location to initiate a fire alarm signal for 
fire alarm systems employing automatic fire detectors or 
waterflow detection devices. Where other sections of this 
code allow elimination of fire alarm boxes due to sprinklers 
or automatic fire alarm systems, a single fire alarm box shall 
be installed at a location approved by the enforcing agency. 


Exceptions: 


1. The manual fire alarm box is not required for fire 
alarm control units systems dedicated to elevator 
recall control, supervisory service and fire sprinkler 
monitoring. 


2. The manual fire alarm box is not required for Group R- 
2 occupancies unless required by the fire code official 
to provide a means for fire watch personnel to initiate 
an alarm during a sprinkler system impairment event. 
Where provided, the manual fire alarm box shall not 
be located in an area that is open to the public. 


3. The manual fire alarm box is not required to be 
installed when approved by the fire code official. 


907.2.1 Group A. A manual fire alarm system that acti- 
vates the occupant notification system in accordance with 
Section 907.5 shall be installed in Group A occupancies 
where the occupant load due to the assembly occupancy is 
300 or more, or where the Group A occupant load is more 
than 100 persons above or below the lowest level of exit 
discharge. Group A occupancies not separated from one 
another in accordance with Section 707.3.10 of the Cali- 
fornia Building Code shall be considered as a single 
occupancy for the purposes of applying this section. 
Portions of Group E occupancies occupied for assembly 
purposes with an occupant load of less than 1000 shall be 
provided with a fire alarm system as required for the 
Group E occupancy. 


Exception: Manual fire alarm boxes are not required 
where the building is equipped throughout with an 
automatic sprinkler system installed in accordance with 
Section 903.3.1.1 and the occupant notification appli- 
ances will activate throughout the notification zones 
upon sprinkler water flow. 


Every Group A building used for educational purposes 
shall be provided with a manual or automatic fire alarm 
system. This provision shall apply to, but shall not necessar- 
ily be limited to, every community college and university. 


Exception: Privately owned trade or vocational 
schools or any firm or company which provides educa- 
tional facilities and instructions for its employees. 
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907.2.1.1 System initiation in Group A occupancies 
with an occupant load of 1,000 or more. Activation 
of the fire alarm in Group A occupancies with an occu- 
pant load of 1,000 or more shall initiate a signal using 
an emergency voice/alarm communications system in 
accordance with Section 907.5,2.2. For Group A occu- 
pancies with an occupant load of 10,000 or more, see 
Section 907.2. 1.3. 


Exception; Where approved, the prerecorded 
announcement is allowed to be manually deactivated 
for a period of time, not to exceed 3 minutes, for the 
sole purpose of allowing a live voice announcement 
from an approved, constantly attended location. 


907.2.1.2 Emergency voice/alarm communication 
system captions. Stadiums, arenas and grandstands 
required to caption audible public announcements shall 
be in accordance with Section 907.5.2.2.4. 


907,2.1.3 Public address system. Pursuant to Health 
and Safety Code Section 13108.9, for all buildings or 
structures constructed on or after July 1, 1991, which 
are intended for public assemblies of 10,000 or more 
persons, a public address system with an emergency 
backup power system shall be required. 


907.2.2 Group B. A manual fire alarm system, which acti- 
vates the occupant notification system in accordance with 
Section 907.5, shall be installed in Group B occupancies 
where one of the following conditions exists: 


1. The combined Group B occupant load of all floors is 
500 or more. 


2. The Group B occupant load is more than 100 per- 
sons above or below the lowest level of exit dis- 
charge. 


3. The fire area contains an ambulatory care facility. 


4. For Group B occupancies containing educational 
facilities, see Section 907.2.2. 2. 


Exception: Manual fire alarm boxes are not required 
where the building is equipped throughout with an 
automatic sprinkler system installed in accordance with 
Section 903.3.1.1 and the occupant notification appli- 
ances will activate throughout the notification zones 
upon sprinkler water flow. 


907.2.2.1 Ambulatory care facilities. Fire areas 
containing ambulatory care facilities shall be provided 
with an electronically supervised automatic smoke 
detection system installed within the ambulatory care 
facility and in public use areas outside of tenant spaces, 
including public corridors and elevator lobbies. 


Exception: Buildings equipped throughout with an 
automatic sprinkler system in accordance with 
Section 903.3.1.1 provided that the occupant notifi- 
cation appliances will activate throughout the 
notification zones upon sprinkler water flow. 


907.2.2.2 Group B Educational facilities. Every 
Group B building used for educational purposes shall 
be provided with a manual or automatic fire alarm 
system. This provision shall apply to, but shall not 
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necessarily be limited to, every community college 
and university. 


Exception: Privately owned trade or’ vocational 
schools or any firm or company which provides 
educational facilities and instructions: for its 
employees. 


907.2.3 Group E. A manual and automatic fire alarm 
system that initiates the occupant notification signal utiliz- 
ing an emergency voice/alarm communication system 
meeting the requirements of Section 907.5.2.2 and 
installed in accordance with Section 907.6 shall be 
installed in Group E occupancies. with an occupant load 
of 50 or more persons or containing more than one class- 
room or one or more rooms used for Group E or I-4 child- 
care purposes in accordance with this section. Where 
automatic sprinkler systems or smoke detectors are 
installed, such systems or detectors shall be connected to 
the building fire alarm system. One additional manual fire 
alarm box shall be located at the administration office or 
location approved by the AHJ. 


Exceptions; 


1. For public hod state funded construction proj- 
ects see Section 907. 2.29. 


2, For public schools see Section 907.2. 3.7. 
3. For private schools see Section 907.2.3.8. 


907.2.3.1 System connection. Where more than one 
fire alarm control unit is used at the school campus, 
they shall be interconnected and shall operate all noti- 
fication appliances. 


Exception: Interconnection of fire alarm control 
units is not required when all of the following are 
provided: 


1, Buildings that are separated a minimum of 20 
feet (6096 mm) and in accordance with the 
California Building Code; and 


2. There is a method of two-way communication 
between each classroom and the school 
administrative office approved by the fire 
enforcing agency; and 


3. A method of manual activation of each fire 
alarm system is provided. 


907.2.3.2 Assemblies located within a Group E occu- 
pancy. Assembly occupancies with an occupant load 
of less than 1,000 and located within a Group E occu- 
pancy campus or building shall be provided with a 
fire alarm system as required for the Group E 
occupancy. 


907.2.3.3 Notification. The fire alarm system notifica- 
tion shall comply with the requirements of Section 
907.5, 

907,2.3.4 Annunciation. Annunciation of the fire 
alarm system shall comply with the requirements of 
Section 907.6.4.1. 

907.2.3.5 Monitoring. School fire alarm systems shall 
be monitored in accordance with Section 907.6.6.3. 
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907.2.3.6 Automatic fire alarm system, Automatic 
detection shall be provided in accordance with this 
section. 


907.2.3.6.1 Smoke detectors. Smoke detectors shall 
be installed at the ceiling of every room and in “‘ceil- 
ing-plenums” utilized for environmental air. Where 
the ceiling is attached directly to the underside of the 
roof structure, smoke detectors shall be installed on 
the ceiling only. 


Exception: Where the environment or ambient 
conditions exceed smoke detector installation 
guidelines, heat detectors or fire sprinklers shall 
be used. 


907.2,3.6.2 Heat detectors. Heat detectors shall be 
installed in combustible spaces where sprinklers or 
smoke detectors are not installed. 


907.2.3.7 Public school campuses, An automatic fire 
alarm system in compliance with Section 907.2.3 shall 
be provided in new buildings for all occupancies on 
Kindergarten through 12" grade public school 
campuses. 


Exceptions: 


I, A manual fire alarm system may be provided 
for a relocatable building that is sited with the 
intent that it be at the site for less than three 
years and is sited upon a temporary founda- 
tion in a manner that is designed to permit 
easy removal. Also see CCR, Title 24, Part 1, 
California Administrative Code, Section 4-314 
for definition of relocatable building. 


2. A fire alarm system is not required for 
detached buildings designed and used for non- 
instructional purposes that meet the applica- 
ble requirements for that occupancy. Build- 
ings would include, but not be limited to: 


Concession Stand 
Press Box 
Restroom Facilities 
Shade Structure 
Snack Bar 

Storage Building 
Ticket Booth 


907.2.3.8 Private schools. An automatic fire alarm 
system shall be provided in new buildings of private 
schools. 


Exception: Automatic detection devices are not 
required where an approved automatic sprinkler 
system is installed in accordance with Section 
903.3.1.1 and the occupant notification appliances 
will activate on sprinkler water flow and manual 
activation is provided from a normally occupied 
location. 


907,.2.3.9 Day care, Group E. 


907.2.3.9.1 An automatic fire alarm system shall be 
provided in all buildings used as or containing a 
Group E day care. 
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Exception: Automatic detection devices are not 
required where an approved automatic sprinkler 
system is installed in accordance with Section 
903.3.1.1 and the occupant notification appli- 
ances will activate on sprinkler water flow and 
manual activation is provided from a normally 
occupied location. 


907.2.3.9.2 Smoke detectors shall be installed in 
every room used for sleeping or napping. 


907.2.3.10 Day care, Group E or Group I-4 located on 
a public school campus. An automatic fire alarm 
system shall be provided in all buildings used as or 
containing a Group E or Group I-4 day care. 


907.2.4 Group F. A manual fire alarm system that acti- 
vates the occupant notification system in accordance with 
Section 907.5 shall be installed in Group F occupancies 
where both of the following conditions exist: 


1. The Group F occupancy is two or more stories in 
height. 


2. The Group F occupancy has a combined occupant 
load of 500 or more above or below the lowest level 
of exit discharge. 


Exception: Manual fire alarm boxes are not required 
where the building is equipped throughout with an 
automatic sprinkler system installed in accordance with 
Section 903.3.1.1 and the occupant notification appli- 
ances will activate throughout the notification zones 
upon sprinkler water flow. 


907.2.5 Group H. A manual fire alarm system that acti- 
vates the occupant notification system in accordance with 
Section 907.5 shall be installed in Group H-5 occupancies 
and in occupancies used for the manufacture of organic 
coatings. An automatic smoke detection system shall be 
installed for highly toxic gases, organic peroxides and 
oxidizers in accordance with Chapters 60, 62 and 63, 
respectively. 


907.2.5.1 Group H occupancies located on the 11" 
story and above. Manual fire alarm boxes shall be 
required on each side of the 2-hour fire-smoke barrier 
and at each exit on the 11" story and above. 


907.2.6 Group I. A manual fire alarm system that acti- 
vates the occupant notification system in accordance with 
Section 907.5 shall be installed in Group I occupancies. 
An automatic smoke detection system that activates the 
occupant notification system in accordance with Section 
907.5 shall be provided in accordance with Sections 
907.2.6.1, 907.2.6.2 and 907.2.6.3.3. 


Exceptions: 
1. Large family day care. 


2. Occupant notification systems are not required to 
be activated where private mode signaling 
installed in accordance with NFPA 72 is 
approved by the fire code official and staff evacu- 
ation responsibilities are included in the fire 
safety and evacuation plan required by Section 
404. 
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907.2.6.1 Reserved. 


907.2.6.2 Group I-2 and Group I-2.1. A manual and 
automatic fire alarm system shall be installed in Group 
I-2 and I-2.1 occupancies. Where automatic fire 
suppression systems or smoke detectors are installed, 
such systems or detectors shall be connected to the 


building fire alarm system. 
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Exception: Where an entire facility is used for the 
housing of persons, none of whom are physically or 
mentally handicapped or nonambulatory, and are 
between the ages of 18 and 64, the buildings or struc- 
tures comprising such facility shall be exempt from 
the provisions of this subsection relating to the 
installation of an automatic fire alarm system. 


907.2.6.2.1 Notification. The fire alarm notification 
system Shall be in accordance with Section 907. 5.2.5. 


907.2.6.2.2 Automatic fire detection. Smoke detectors 
shall be provided in accordance with this section. 


1. In patient and client sleeping rooms. Actua- 
tion of such detectors shall cause a visual dis- 
play on the corridor side of the room in which 
the detector is located and shall cause an 
audible and visual alarm at the respective 
nurses’ station, A nurse call system listed for 
this function is an acceptable means of provid- 
ing the audible and visual alarm at the respec- 
tive nurses’ station and corridor room display. 
Operation of the smoke detector shall not 
include any alarm verification feature. 


Exception: In patient and client rooms 
equipped with existing automatic door 
closers having integral smoke detector, the 
integral detector is allowed to substitute for 
the room smoke detector, provided it meets 
all the required alerting functions. 


2. Group I-2 nurses’ stations. A minimum of one 
(1) smoke detector shall be installed at the 
nurses’ station and centrally located. 


3. In waiting areas and corridors onto which 
they open, in the same smoke compartment, in 
accordance with Section 407.2.1 of the Cali- 
fornia Building Code. 


4. In areas where patients are restrained, smoke 
detectors shall be installed at ceilings 
throughout all occupied areas and mechani- 
cal/electrical spaces of smoke compartments 
and in adjacent smoke compartments where 
occupants of those compartments utilize the 
same means of egress. 


907.2.6.3 Group I-3 occupancies. Group I-3 occupan- 
cies shall be equipped with a manual fire alarm system 
and automatic smoke detection system installed for 
alerting staff. 


Exception: An automatic smoke detection system is 
not required within temporary holding cells. 


907.2.6.3.1 System initiation. Actuation of an auto- 
matic fire-extinguishing system, automatic sprinkler 


system, a manual fire alarm box or a fire detector 
shall initiate an approved fire alarm signal that auto- 
matically notifies staff. 4 


907.2.6.3.2 Manual fire alarm boxes. Manual fire 
alarm boxes are not required to be located in accor- 
dance with Section 907.4.2 where the fire alarm 
boxes are provided at staff-attended locations having 
direct supervision over areas where manual fire 
alarm boxes have been omitted. 


907.2.6.3.2.1 Manual fire alarms boxes in 
detainee areas. Manual fire alarm boxes are 
allowed to be locked in areas occupied by detain- 
ees, provided that staff members are present 
within the subject area and have keys readily 
available to operate the manual fire alarm boxes. 


907.2.6.3.3 Automatic smoke detection system. An 
automatic smoke detection system shall be installed 
throughout resident housing areas, including sleep- 
ing units and contiguous day rooms, group activity 
spaces and other common spaces normally open to 
inmates. 


Exceptions: 


1, Other approved smoke detection arrange- 
ments may be used to prevent damage or 
tampering or for other purposes provided 
the function of detecting any fire is fulfilled 
and the location of the detectors is such that 
the speed of detection will be equivalent to 
that provided by the spacing and location 
required in accordance with NFPA 72 as 
referenced in Chapter 80, This may include 
the location of detectors in return air ducts 
from cells, behind grilles or in other loca- 
tions. Spot type, combination duct and open 
area smoke detectors may be used when 
located not more than 14 inches (356 mm) 
from the return air grill. For initiation and 
annunciation purposes, these detectors may 
be combined in groups of four. The fire code 
Official having jurisdiction, however, must 
approve the proposed equivalent perfor- 
mance of the design. 


2. For detention housing and/or mental health 
housing area(s), including correctional 
medical and mental health uses, automatic 
smoke detection system in sleeping units 
shall not be required when all of the fol- 
lowing conditions are met: 


2.1. All rooms, including the inmate 
cells, are provided with an 
automatic sprinkler system in 
accordance with Section 903. 3.1.1. 


2.2. Building is continuously staffed by 

a correctional officer at all times. 
3. Smoke detectors are not required to be 
installed in inmate cells with two or fewer 
occupants in detention facilities which do 
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not have a correctional medical and mental 
health use. 
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Smoke detectors are not required to be 
installed in inmate day rooms of detention 
facilities where 24-hour direct visual 
supervision is provided by a correctional 
officer(s) and a manual fire alarm box is 
located in the control room. 


907.2.6.3.4 System annunciation. A staff alerting 
fire alarm shall sound at all staff control stations on 
the floor of activation and an audible and visual 
signal shall be indicated on an annunciator at the 
facility control center upon activation of any auto- 
matic extinguishing system, automatic detection 
system or any smoke detector or manual actuating 
or initiating device. In addition, where there are 
staff-control stations on the floor, an audible, visual 
and manual alarm shall be located in each staff 
control station. 


Fire and trouble signals of fire alarm systems 
and sprinkler water-flow and supervisory signals of 
extinguishing systems shall be annunciated in an 
area designated as the facility control center which 
shall be constantly attended by staff personnel. All 
such signals shall produce both an audible signal 
and visual display at the facility control center indi- 
cating the building, floor zone or other designated 
area from which the signal originated, in accor- 
dance with Section 907.6.4. 


All local detention facilities within the scope of 
Section 6031.4 of the Penal Code shall have an 
automatic smoke detection system. A manual fire 
alarm-initiating device shall be installed in all 
guard control stations and shall be capable of alert- 
ing personnel in a central control point to the pres- 
ence of fire or smoke within the facility. 


907.2.6.4 Group I-4 occupancies. An automatic smoke 
detection system shall be installed throughout the 
Group I-4 occupancies, including contiguous day 
rooms, group activity spaces and other common spaces 
normally occupied by the clients. Group I-4 facilities 
located above the first story shall comply with the 
provisions of Section 436.1. 


907.2.6.5 Large family day care. Every large family 
day-care home shall be provided with at least one 
manual fire alarm box at a location approved by the 
enforcing agency. Such device shall actuate a fire 
alarm signal, which shall be audible throughout the 
facility at a minimum level of 15 db above ambient 
noise level. These devices need not be interconnected to 
any other fire alarm device, have a control panel or be 
electrically supervised or provided with emergency 
power. Such device or devices shall be attached to the 
structure and must be a device that is listed and 
approved by the Office of the State Fire Marshal. 


907.2.7 Group M. A manual fire alarm system that acti- 
vates the occupant notification system in accordance with 
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Section’907.5 shall be installed in Group M occupancies 
where one of the following conditions exists: 


1. The combined Group M occupant load of all floors 
is 500 or more persons. 


2. The Group M occupant load is more than 100 per- 
sons above or below the lowest level of exit dis- 
charge. 


Exceptions: 


1. A manual fire alarm system is not required in 
covered or open mall buildings complying with 
Section 402 of the California Building Code. 


2. Manual fire alarm boxes are not required where the 
building is equipped throughout with an automatic 
sprinkler system installed in accordance with Sec- 
tion 903.3.1.1 and the occupant notification appli- 
ances will automatically activate throughout the 
notification zones upon sprinkler water flow. 


907.2.7.1 Occupant notification. During times that the 
building is occupied, the initiation of a signal from a 
manual fire alarm box or from a waterflow switch shall 
not be required to activate the alarm notification appli- 
ances when an alarm signal is activated at a constantly 
attended location from which evacuation instructions 
shall be initiated over an emergency voice/alarm 
communication system installed in accordance with 
Section 907.5.2.2. 


907.2.8 Group R-1. Fire alarm systems and smoke alarms 
shall be installed in Group R-1 occupancies as required in 
Sections 907.2.8.1 through 907.2.8.3. 


907.2.8.1 Manual fire alarm system. A manual fire 
alarm system that activates the occupant notification 
system in accordance with Section 907.5 shall be 
installed in Group R-1 occupancies. 


Exceptions: 


1. A manual fire alarm system is not required in 
buildings not more than two stories in height 
where all individual sleeping units and contigu- 
ous attic and crawl spaces to those units are 
separated from each other and public or com- 
mon areas by not less than 1-hour fire partitions 
and each individual sleeping unit has an exit 
directly to a public way, egress court or yard. 


2. Manual fire alarm boxes are not required 
throughout the building where all of the fol- 
lowing conditions are met: 

2.1. The building is equipped throughout 
with an automatic sprinkler system 
installed in accordance with Section 
903.3.1.1 or 903.3.1.2. 

2.2. The notification appliances will acti- 
vate upon sprinkler water flow. 

2.3. Not fewer than one manual fire alarm 
box is installed at an approved location. 


907.2.8.2 Automatic smoke detection system. An 
automatic smoke detection system that activates the 
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occupant notification system in accordance with 
Section 907.5 shall be installed throughout all interior 
corridors serving sleeping units. 


Exception: An automatic smoke detection system is 
not required in buildings that do not have interior 
corridors serving sleeping units and where each 
sleeping unit has a means of egress door opening 
directly to an exit or to an exterior exit access that 
leads directly to an exit. 


907.2.8.3 Smoke alarms. Single- and multiple-station 
smoke alarms shall be installed in accordance with 
Section 907.2.11. 


907.2.9 Group R-2, R-2.1 and R-2.2. Fire alarm systems 
and smoke alarms shall be installed in Group R-2 and R- 
2.1 occupancies as required in Sections 907.2.9.1 and 
907.2.9.3 through 907.2.10.2.1.1. Group R-2.2 shall be 
equipped throughout with an automatic fire alarm 
system and shall have a manual fire alarm pull station 
at the 24-hour staff watch office.. 


907.2.9.1 Manual fire alarm system. A manual fire 
alarm system that activates the occupant notification 
system in accordance with Section 907.5 shall be 
installed in Group R-2 occupancies where any of the 
following conditions apply: 


1. Any dwelling unit or sleeping unit is located 
three or more stories above the lowest level of 
exit discharge. 


2. Any dwelling unit or sleeping unit is located 
more than one story below the highest level of 
exit discharge of exits serving the dwelling unit 
or sleeping unit. 


3. The building contains more than 16 dwelling 
units or sleeping units. 


4, Congregate residences with more than 16 occu- 
pants. 


Exceptions: 


1. A fire alarm system is not required in build- 
ings not more than two stories in height where 
all dwelling units or sleeping units and contig- 
uous attic and crawl spaces are separated from 
each other and public or common areas by not 
less than 1-hour fire partitions and each dwell- 
ing unit or sleeping unit has an exit directly to 
a public way, egress court or yard. 


2. Manual fire alarm boxes are not required 
where the building is equipped throughout 
with an automatic sprinkler system installed in 
accordance with Section 903.3.1.1 or 
903.3.1.2 and the occupant notification appli- 
ances will automatically activate throughout 
the notification zones upon a sprinkler water 
flow. 


3. A fire alarm system is not required in build- 
ings that do not have interior corridors serving 
dwelling units and are protected by an 
approved automatic sprinkler system installed 
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in accordance with Section 903.3.1.1 or 
903.3.1.2, provided that dwelling units either 
have a means of egress door opening directly 
to an exterior exit access that leads directly to 
the exits or are served by open-ended corri- 
dors designed in accordance with Section 
1027.6, Exception 3. 


907.2.9.2 Smoke alarms. Single- and multiple-station 
smoke alarms shall be installed in accordance with 
Section 907.2.11. 


907.2.9.3 Group R-2 college and university build- 
ings. An automatic smoke detection system that 
activates the occupant notification system in accor- 
dance with Section 907.5 shall be installed in Group R- 
2 occupancies operated by a college or university for 
student or staff housing in all of the following 
locations: 


1. Common spaces outside of dwelling units and 
sleeping units. 


2. Laundry rooms, mechanical equipment rooms 
and storage rooms. 


3. All interior corridors serving sleeping units or 
dwelling units. 


Exception: An automatic smoke detection system is 
not required in buildings that do not have interior 
corridors serving sleeping units or dwelling units and 
where each sleeping unit or dwelling unit either has a 
means of egress door opening directly to an exterior 
exit access that leads directly to an exit or a means of 
egress door opening directly to an exit. 


Required smoke alarms in dwelling units and sleep- 
ing units in Group R-2 occupancies operated by a col- 
lege or university for student or staff housing shall be 
interconnected with the fire alarm system in accordance 
with NFPA 72. 


907.2.10 Group S. A manual fire alarm system that acti- 
vates the occupant notification system in accordance with 
Section 907.5 shall be installed in Group S public- and 
self-storage occupancies three stories or greater in height 
for interior corridors and interior common areas. Visible 
notification appliances are not required within storage 
units. 


Exception: Manual fire alarm boxes are not required 
where the building is equipped throughout with an 
automatic sprinkler system installed in accordance with 
Section 903.3.1.1, and the occupant notification appli- 
ances will activate throughout the notification zones 
upon sprinkler water flow. 


907.2.11 Single- and multiple-station smoke alarms. 
Listed single- and multiple-station smoke alarms comply- 
ing with UL 217 shall be installed in accordance with 
Sections 907.2.11.1 through 907.2.11.7 and NFPA 72. 


Exception: For Group R occupancies. A fire alarm 
system with smoke detectors located in accordance 
with this section may be installed in lieu of smoke 
alarms. Upon actuation of the detector, only those noti- 
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fication appliances in the dwelling unit or guest room 
where the detector is actuated shall activate. 


907.2.11.1 Group R-1. Single- or multiple-station 
smoke alarms shall be installed in all of the following 
locations in Group R-1: 


1. In sleeping areas. 


2. In every room in the path of the means of egress 
from the sleeping area to the door leading from 
the sleeping unit. 


3. In each story within the sleeping unit, including 
basements. For sleeping units with split levels 
and without an intervening door between the 
adjacent levels, a smoke alarm installed on the 
upper level shall suffice for the adjacent lower 
level provided that the lower level is less than one 
full story below the upper level. 


See Section 907.2.10.8 for specific location require- 
ments. 


907.2.11.2 Groups R-2, R-2.1, R-2.2, R-3, R-3.1 and 
R-4. Single- or multiple-station smoke alarms shall be 
installed and maintained in Groups R-2, R-2.1, R-2.2, 
R-3, R-3.1 and R-4 regardless of occupant load at all of 
the following locations: 


1. On the ceiling or wall outside of each separate 
sleeping area in the immediate vicinity of bed- 
rooms. 


2. In each room used for sleeping purposes. 


3. In each story within a dwelling unit, including 
basements but not including crawl spaces and 
uninhabitable attics. In dwellings or dwelling 
units with split levels and without an intervening 
door between the adjacent levels, a snoke alarm 
installed on the upper level shall suffice for the 
adjacent lower level provided that the lower level 
is less than one full story below the upper level. 


4. Ina Group R-3.1 occupancies, in addition to the 
above, smoke alarms shall be provided through- 
out the habitable areas of the dwelling unit 
except kitchens. 


See Section 907.2.10.8 for specific location 
requirements. 


907.2.11.2.1 Licensed Group R-2.1 occupancies. 
Licensed Group R-2.1 occupancies housing more 
than six nonambulatory, elderly clients shall be 
provided with an approved manual and automatic 
fire alarm system. 


Exceptions: Buildings housing nonambulatory 
clients on the first story only and which are 
protected throughout by the following: 


I, An approved and supervised automatic 
sprinkler system, as specified in Sections 
903.3.1.1 or 903.3.1.2, which upon activa- 
tion will initiate the fire alarm system to 
notify all occupants. 
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2. A manual fire alarm system. 


3. Smoke alarms required by Section 
907.2.11. 


907.2.11.2.1.1 Smoke alarms. Single- and multi- 
ple-station smoke alarms shall be installed in 
accordance with Section 907.2.11. 


907.2.11.2.2 Group I-4 occupancies. Large family 
day-care homes shall be equipped with State Fire 
Marshal approved and listed single station residen- 
tial type smoke alarms. 


907,.2.11.2.3 Group R-3.1. In all facilities housing a 
bedridden client, smoke alarms shall receive their 
primary power from the building wiring when such 
wiring is served from a commercial source and shall 
be equipped with a battery backup. Smoke alarms 
shall be electrically interconnected so as to cause all 
smoke alarms to sound a distinctive alarm signal 
upon actuation of any single smoke alarm. Such 
alarm signal shall be audible throughout the facility 
at a minimal level of 15 db above ambient noise level. 
These devices need not be interconnected to any 
other fire alarm device, have a control panel, or be 
electronically supervised or provided with emer- 
gency power. 


907.2.11.2.4 Smoke alarms. Smoke alarms shall be 
tested and maintained in accordance with the manu- 
facturer’s instructions. Smoke alarms that no longer 
function shall be replaced. 


907.2.11,.2.5 Existing Group R occupancies. See the 
California Residential Code for existing Group R-3 
occupancies or Chapter 11 of the California Fire 
Code for all other existing Group R occupancies. 


907.2.11.2.6 Group R-4. A manual fire alarm system 
that activates the occupant notification system in 
accordance with Section 907.5 shall be installed in 
Group R-4 occupancies housing non-ambulatory 
clients. 


907.2.11.3 Installation near cooking appliances. See 
Section 907.2.11.8. 


907.2.11.4 Installation near bathrooms. See Section 
907.2.11.8. 


907.2.11.5 Interconnection. Where more than one 
smoke alarm is required to be installed within an indi- 
vidual dwelling unit or sleeping unit in Group R 
occupancies, the smoke alarms shall be interconnected 
in such a manner that the activation of one alarm will 
activate all of the alarms in the individual unit. Physical 
interconnection of smoke alarms shall not be required 
where listed wireless alarms are installed and all alarms 
sound upon activation of one alarm. The alarm shall be 
clearly audible in all bedrooms over background noise 
levels with all intervening doors closed. 


907.2.11.6 Power source. In new construction, and in 
newly classified Group R-3.1 occupancies, required 
smoke alarms shall receive their primary power from 
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the building wiring where such wiring is served from a 
commercial source and shall be equipped with a battery 
backup. Smoke alarms with integral strobes that are not 
equipped with battery back-up shall be connected to an 
emergency electrical system in accordance with 
Section 1203. Smoke alarms shall emit a signal when 
the batteries are low. Wiring shall be permanent and 
without a disconnecting switch other than as required 
for overcurrent protection. 


Exception: Smoke alarms are not required to be 
equipped with battery backup where they are 
connected to an emergency electrical system that 
complies with Section 603. 


907.2.11.7 Smoke detection system. Smoke detectors 
listed in accordance with UL 268 and provided as part 
of the building fire alarm system shall be an acceptable 
alternative to single- and multiple-station smoke alarms 
and shall comply with the following: 


1. The fire alarm system shall comply with all appli- 
cable requirements in Section 907. 


2. Activation of a smoke detector in a dwelling unit 
or sleeping unit shall initiate alarm notification in 
the dwelling unit or sleeping unit in accordance 
with Section 907.5.2. 


3. Activation of a smoke detector in a dwelling unit 
or sleeping unit shall not activate alarm notifica- 
tion appliances outside of the dwelling unit or 
sleeping unit, provided that a supervisory signal 
is generated and monitored in accordance with 
Section 907.6.6. 


907.2.11.8 Specific location requirements. 


Extract from NFPA 72 Section 29.11.3.4 Specific Loca- 
tion Requirements*. 


This extract has been provided by NFPA for the 
Office of the State Fire Marshal adoption by refer- 
ence as follows: 


29,.11.3.4 Specific location requirements. The 
installation of smoke alarms and smoke detectors 
shall comply with the following requirements: 


(1) Smoke alarms and smoke detectors shall not 
be located where ambient conditions, including 
humidity and temperature, are outside the limits 
specified by the manufacturer's published 
instructions. 


(2) Smoke alarms and smoke detectors shall not 
be located within unfinished attics or garages or 
in other spaces where temperatures can fall 
below 40°F (4°C) or exceed 100°F (38°C). 


(3) Where the mounting surface could become 
considerably warmer or cooler than the room, 
such as a poorly insulated ceiling below an unfin- 
ished attic or an exterior wall, smoke alarms and 
smoke detectors shall be mounted on an inside 
wall. 


(4) Smoke alarms and smoke detectors shall not 
be installed within an area of exclusion deter- 
mined by a 10-foot (3.0 m) radial distance along 
a horizontal flow path from a stationary or fixed 
cooking appliance, unless listed for installation 
in close proximity to cooking appliances. Smoke 
alarms and smoke detectors installed between 10 
feet (3.0 m) and 20 feet (6.1 m) along a horizontal 
flow path from a stationary or fixed appliance 
shall be equipped with an alarm-silencing means 
or use photoelectric detection. 


(5) Smoke alarms or smoke detectors that use 
photoelectric detection shall be permitted for 
installation at a radial distance greater than 6 
feet (1.8 m) from any stationary or fixed cooking 
appliance when both of the following conditions 
are met: 


(a). The kitchen or cooking area and adja- 
cent spaces have no clear partitions or 
headers. 


(b). The 10-foot (3.0 m) area of exclusion 
would prohibit the placement of a smoke 
alarm or smoke detector required by 
other sections of this code. 


(6) Effective January 1, 2022, smoke alarms and 
smoke detectors installed between 6 feet (1.8 m) 
and 20 feet (6.1 m) along a horizontal flow path 
from a stationary or fixed cooking appliance 
shall be listed for resistance to common nuisance 
sources from cooking. 


(7) Smoke alarms and smoke detectors shall not 
be installed within a 36-inch (910 mm) horizontal 
path from a door to a bathroom containing a 
shower or tub unless listed for installation in 
close proximity to such locations. 


(8) Smoke alarms and smoke detectors shall not 
be installed within a 36-inch (910 mm) horizontal 
path from the supply registers of a forced air 
heating or cooling system and shall be installed 
outside of the direct airflow from those registers. 


(9) Smoke alarms and smoke detectors shall not 
be installed within a 36-inch (910 mm) horizontal 
path from the tip of the blade of a ceiling- 
suspended (paddle) fan unless the room configu- 
ration restricts meeting this requirement. 


(10) Where stairs lead to other occupied levels, a 
smoke alarm or smoke detector shall be located 
so that smoke rising in the stairway cannot be 
prevented from reaching the smoke alarm or 
smoke detector by an intervening door or 
obstruction. 


(11) For stairways leading up from a basement, 
smoke alarms or smoke detectors shall be located 
on the basement ceiling near the entry to the 
stairs. 
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(12) For tray-shaped ceilings (coffered ceilings), 
smoke alarms and smoke detectors shall be 
installed on the highest portion of the ceiling or 
on the sloped portion of the ceiling within 12 
inches (300 mm) vertically down from the highest 
point. 


(13) Smoke alarms and detectors installed in 
rooms with joists or beams shall comply with the 
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rise buildings and Group I-2 occupancies having occupied 
floors located more than 75 feet above the lowest level of 
fire department vehicle access shall be provided with an 
automatic smoke detection system in accordance with 
Section 907.2.13.1, a fire department communication 
system in accordance with Section 907.2.13.2 and an 
emergency voice/alarm communication system in accor- 
dance with Section 907.5.2.2. 


requirements of Section 17.7.3.2.4 of NFPA 72. 


(14) Heat alarms and detectors installed in 
rooms with joists or beams shall comply with the 
requirements of Section 17.6.3 of NFPA 72. 


*For additional requirements or clarification, 
see NFPA 72. 


907.2.12 Special amusement areas. An automatic smoke 
detection system shall be provided in special amusement 
areas and throughout the exit access to the point of exit 
discharge in accordance with Sections 907.2.12.1 through 
907.2.12.3. 


907.2.12.1 Alarm. Activation of any single smoke 
detector, the automatic sprinkler system or any other 
automatic fire detection device shall immediately acti- 
vate an audible and visible alarm at the building at a 
constantly attended location from which emergency 
action can be initiated, including the capability of 
manual initiation of requirements in Section 907.2.12.2. 


_ 907.2.12.2 System response. The activation of two or 
more smoke detectors, a single smoke detector 
equipped with an alarm verification feature, the auto- 
matic sprinkler system or other approved fire detection 
device shall automatically do all of the following: 


1. Cause illumination of the means of egress with 
light of not less than 1 footcandle (11 lux) at the 
walking surface level. 


2. Stop any conflicting or confusing sounds and 
visual distractions. 


3. Activate an approved directional exit marking 
that will become apparent in an emergency. 


4. Activate a prerecorded message, audible through- 
out the special amusement area and throughout 
the exit access to the point of exit discharge, build- 
ing, instructing patrons to proceed to the nearest 
exit. Alarm signals used in conjunction with the 
prerecorded message shall produce a sound that 
is distinctive from other sounds used during nor- 
mal operation. 


907.2.12.3 Emergency voice/alarm communication 
system. An emergency voice/alarm communication 
system, which is allowed to serve as a public address 
system, shall be installed in accordance with Section 
907.5.2.2 and be audible throughout the entire special 
amusement area and throughout the exit access to the 
point of exit discharge. 


907.2.13 High-rise buildings and Group I-2 occupancies 
having occupied floors located more than 75 feet above 
the lowest level of fire department vehicle access. High- 
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Exceptions: 


1. Airport traffic control towers in accordance with 
Section 907.2.22 of this code and Section 412 of 
the California Building Code. 


2. Open parking garages in accordance with Section 
406.5 of the California Building Code. 


3. Buildings with an occupancy in Group A-S5 in 
accordance with Section 303.1 of the California 
Building Code. 


4. Low-hazard special occupancies in accordance 
with Section 503.1.1 of the California Building 
Code. 


5. Buildings with an occupancy in Group H-1, H-2 
or H-3 in accordance with Section 415 of the Cal- 
ifornia Building Code. 


6. In Group I-2, /-2.1 and R-2.1 occupancies, the 
alarm shall sound at a constantly attended loca- 
tion and occupant notification shall be broadcast 
by the emergency voice/alarm communication 
system. 


907.2.13.1 Automatic smoke detection. Automatic 
smoke detection in high-rise buildings and Group I-2 
occupancies having occupied floors located more than 
75 feet above the lowest level of fire department vehicle 
access shall be in accordance with Sections 
907.2.13.1.1 and 907.2.13.1.2. 


907.2.13.1.1 Area smoke detection. Area smoke 
detectors shall be provided in accordance with this 
section. Smoke detectors shall be connected to an 
automatic fire alarm system. The activation of any 
detector required by this section shall activate the 
emergency voice/alarm communication system in 
accordance with Section 907.5.2.2. In addition to 
smoke detectors required by Sections 907.2.1 
through 907.2.9, smoke detectors shall be located as 
follows: 


1. In each mechanical equipment, electrical, 
transformer, telephone equipment or similar 
room that is not provided with sprinkler pro- 
tection. 


2. In each elevator machine room, machinery 
space, control room and control space and in 
elevator lobbies. 


907.2.13.1.2 Duct smoke detection. Smoke detec- 
tors listed for use in air duct systems shall be 
provided in accordance with this section and the 
California Mechanical Code. The activation of any 
detector required by this section shall initiate a visi- 
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ble and audible supervisory signal at a constantly 
attended location. Duct smoke detectors complying 
with Section 907.3.1 shall be located as follows: 


1. In the main return air and exhaust air plenum 
of each air-conditioning system having a 
capacity greater than 2,000 cubic feet per min- 
ute (cfm) (0.94 m?/s). Such detectors shall be 
located in a serviceable area downstream of 
the last duct inlet. 


2. At each connection to a vertical duct or riser 
serving two or more stories from a return air 
duct or plenum of an air-conditioning system. 
In Group R-1 and R-2 occupancies, a smoke 
detector is allowed to be used in each return 
air riser carrying not more than 5,000 cfm (2.4 
m’/s) and serving not more than 10 air-inlet 
openings. 


907.2.13.2 Fire department communication system. 
Where a wired communication system is approved in 
lieu of an in-building, two-way emergency responder 
communication coverage system in accordance with 
Section 510, the wired fire department communication 
system shall be designed and installed in accordance 
with NFPA 72 and shall operate between a fire 
command center complying with Section 508, eleva- 
tors, elevator lobbies, emergency and standby power 
rooms, fire pump rooms, areas of refuge and inside 
interior exit stairways. The fire department communi- 
cation device shall be provided at each floor level 
within the interior exit stairway. 


907.2.13.3 Multiple-channel voice evacuation. In 
buildings with an occupied floor more than 120 feet (36 
576 mm) above the lowest level of fire department 
vehicle access, voice evacuation systems for high-rise 
buildings shall be multiple-channel systems. 


907.2.14 Atriums connecting more than two stories. A 
fire alarm system shall be installed in occupancies with an 
atrium that connects more than two stories, with smoke 
detection in locations required by a rational analysis in 
Section 909.4 and in accordance with the system operation 
requirements in Section 909.17. The system shall be acti- 
vated in accordance with Section 907.5. Such occupancies 
in Group A, E or M shall be provided with an emergency 
voice/alarm communication system complying with the 
requirements of Section 907.5.2.2. 


907.2.15 High-piled combustible storage areas. An 
automatic smoke detection system shall be installed 
throughout high-piled combustible storage areas where 
required by Section 3206.5. 


907.2.16 Aerosol storage uses. Aerosol product rooms 
and general-purpose warehouses containing aerosol prod- 
ucts shall be provided with an approved manual fire alarm 
system where required by this code. 


907.2.17 Lumber, wood structural panel and veneer 
mills. Lumber, wood structural panel and veneer mills 
shall be provided with a manual fire alarm system. 
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907.2.18 Underground buildings with smoke control 
systems. Where a smoke control system is installed in an 
underground building in accordance with the California 
Building Code, automatic smoke detectors shall be 
provided in accordance with Section 907.2.18.1. 


907.2.18.1 Smoke detectors. Not fewer than one 
smoke detector listed for the intended purpose shall be 
installed in all of the following areas: 


1. Mechanical equipment, electrical, transformer, 
telephone equipment, elevator machine or similar 
rooms. 


2. Elevator lobbies. 


3. The main return and exhaust air plenum of each 
air-conditioning system serving more than one 
story and located in a serviceable area down- 
stream of the last duct inlet. 


4, Each connection to a vertical duct or riser serving 
two or more floors from return air ducts or ple- 
nums of heating, ventilating and air-conditioning 
systems, except that in Group R occupancies, a 
listed smoke detector is allowed to be used in 
each return air riser carrying not more than 5,000 
cfm (2.4 m’/s) and serving not more than 10 air 
inlet openings. 


907.2.18.2 Alarm required. Activation of the smoke 
control system shall activate an audible alarm at a 
constantly attended location. 


907.2.19 Deep underground buildings. Where the lowest 
level of a structure is more than 60 feet (18 288 mm) 
below the finished floor of the lowest level of exit 
discharge, the structure shall be equipped throughout with 
a manual fire alarm system, including an emergency 
voice/alarm communication system installed in accor- 
dance with Section 907.5.2.2. 


907.2.20 Covered and open mall buildings. Where the 
total floor area exceeds 50,000 square feet (4645 m7) 
within either a covered mall building or within the perime- 
ter line of an open mall building, an emergency 
voice/alarm communication system shall be provided. 
Access to emergency voice/alarm communication systems 
serving a mall, required or otherwise, shall be provided for 
the fire department. The system shall be provided in accor- 
dance with Section 907.5.2.2. ' 


907.2.21 Residential aircraft hangars. Not fewer than 
one single-station smoke alarm shall be installed within a 
residential aircraft hangar as defined in Chapter 2 of the 
California Building Code and shall be interconnected into 
the residential smoke alarm or other sounding device to 
provide an alarm that will be audible in all sleeping areas 
of the dwelling. 


907.2.22 Airport traffic control towers. An automatic 
smoke detection system that activates the occupant notifi- 
cation system in accordance with Section 907.5 shall be 
provided in airport control towers in accordance with 
Sections 907.2.22.1 and 907.2.22.2. 


Exception: Audible appliances shall not be installed 
within the control tower cab. 
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907.2.22.1 Airport traffic control towers with multi- 
ple exits and automatic sprinklers. Airport traffic 
control towers with multiple exits and equipped 
throughout with an automatic sprinkler system in 
accordance with Section 903.3.1.1 shall be provided 
with smoke detectors in all of the following locations: 


1. Airport traffic control cab. 

2. Electrical and mechanical equipment rooms, 

3. Airport terminal radar and electronics rooms. 

4. Outside each opening into interior exit stairways. 
5 


. Along the single means of egress permitted from 
observation levels. 


6. Outside each opening into the single means of 
egress permitted from observation levels. 


907.2.22.2 Other airport traffic control towers. 
Airport traffic control towers with a single exit or 
where sprinklers are not installed throughout shall be 
provided with smoke detectors in all of the following 
locations: 


1, Airport traffic control cab. 

2. Electrical and mechanical equipment rooms. 

3. Airport terminal radar and electronics rooms. 
4. Office spaces incidental to the tower operation. 
5 


. Lounges for employees, including sanitary facili- 
ties. 


CON 


. Means of egress. 


7. Utility shafts where access to smoke detectors 
can be provided. 
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protected by an approved heat detector system. Heat 
detectors shall be spaced 30 feet (9144 mm) on center or 
as required by the manufacturer’s installation instruc- 
tions. The fire alarm system shall be connected to an 
approved supervising station in accordance with Section 
907.6.6 or a local alarm which will give an audible 
signal at a constantly attended location. 


907.2.24.3 Fire alarm control units. Fire alarm 

control units shall be California State Fire Marshal 

listed and shall be utilized in accordance with their list- 

ing. Control units are permitted to be temporarily 

supported by sets, platforms or pedestals. 

907.2.24.4 Heat detectors. 
907.2.24.4.1 Heat detection required by this section 
shall be defined as a portable system as it is intended 
to be reinstalled when platforms or sets are changed. 
907.2.24.4,2 Heat detectors shall be secured to stan- 
dard outlet boxes and are allowed to be temporarily 
supported by sets, platforms or pedestals. 
907.2.24.4.3 Heat detectors shall be provided for 
solid-ceiling sets and platforms where required by 
Section 4805.3 and 4811.14. 

907,2.25 Group C occupancies (Organized Camps). 
907.2.25.1 General. Every building and structure used 
or intended for sleeping purposes shall be provided 
with an automatic smoke-detection system. 

Exception: 


1, Buildings and structures in existence and in 
operation prior to January 1, 1985. 


2. Tents, tent structures and buildings and struc- 


907.2.23 Energy storage systems. An automatic smoke 
detection system or radiant-energy detection system shall 
be installed in rooms, areas and walk-in units containing 
energy storage systems as required in Section 1207.5.4. 


907.2.24 Motion Picture and Television Production 
Studio Sound Stages and Approved Production Facilities 


tures that do not exceed 25 feet (7620 mm) in 
any lateral dimensions and where such build- 
ing or structure is not more than one Story. 


907.2.25.2 Camp fire alarm. Every organized camp 
shall provide and maintain audible appliances or 
devices suitable for sounding a fire alarm. Such audi- 


907.2.24.1 Sound Stages—Solid-ceiling Sets and Plat- 

forms. Where required by Chapter 48, all interior 
solid-ceiling sets over 600 square feet (55.7 m°*) in 
area, and platforms (when provided) over 600 square 
feet (55.7 m’) in area and which exceed 3 feet (914 mm) 
in height shall be protected by an approved heat detec- 
tor system. Heat detectors shall be spaced 30 feet (9144 
mm) on center or as required by the manufacturer’s 
installation instructions. The fire alarm system shall be 
connected to an approved supervising station in accor- 
dance with Section 907.6.5 or a local alarm which will 
give an audible signal at a constantly attended 
location. 


907.2.24.2 Production locations—solid-ceiling sets and 
platforms. Where required by Chapter 48 of the Califor- 
nia Fire Code, buildings with existing fire protection 
systems and where production intends to construct solid- 
ceiling sets over 600 square feet (55.7 m°*) in area, and 
platforms over 600 square feet (55.7 m’) in area and 
which exceed 3 feet (914 mm) in height shall be 
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ble appliances or devices may be of any type 
acceptable to the enforcing agency, provided they are 
distinctive in tone from all other signaling devices or 
systems and shall be audible throughout the camp 
premises. When an automatic fire alarm system is 
provided, as required by Section 450.6.6 of the Califor- 
nia Building Code, all audible appliances required by 
this section shall be of the same type as that used in the 
automatic system. 


[California Code of Regulations, Title 19, Division 1, §3.12] 
Fire Alarm. 


Every organized camp shall provide and maintain an 
audible appliance or audible appliances suitable for 
sounding a fire alarm. Such audible appliance or audible 
appliances may be of any type acceptable to the enforcing 
agency provided they are distinctive in tone from all other 
signaling devices or systems and shall be audible through- 
out the camp premises. 
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When an automatic fire alarm system is provided, all audi- 
ble appliances and fire alarm signals as required by this 
section shall be of the same type as that used in the auto- 


matic system. 


907.2.26 Fixed guideway and passenger rail transits 


systems fire alarm and communication systems. 


907.2.26.1 General. Every fixed guideway transit 
station shall be provided with an approved emergency 
voice/alarm communication system in accordance with 
NFPA 72. The emergency voice/alarm communication 
system shall be designed and installed so that damage 
to any one speaker will not render any paging zone of 


the system inoperative. 
Exception: Open stations. 


907.2.26.2 System components. Each station fire 


alarm system shall consist of: 


1. Fire alarm control unit at a location as permitted 


by the enforcing agency. 


2. An alarm annunciator(s). The annunciator(s) 
shall be located at a point acceptable to the 
enforcing agency. The annunciator(s) shall indi- 
cate the type of device and general location of 
alarm. All alarm, supervisory and trouble signals 
shall be transmitted to the local annunciator(s) 


and the operations control center. 


3. Manual fire alarm boxes shall be provided 


throughout passenger platforms and stations. 


Exception: Two-way emergency communica- 
tion reporting devices (emergency telephones) 
are allowed to be used in lieu of manual fire 
alarm boxes, as permitted by the enforcing 
agency. Such devices shall provide two-way 
communication between the operations control 
center and each device. Such devices shall be 
located as required for manual fire alarm 
boxes, and shall be distinctly identified by 
signs, coloring or other means acceptable to 


the enforcing agency. 


4, Automatic smoke detectors in all ancillary spaces. 


Exceptions: 


1. Ancillary spaces protected by an approved 
fixed automatic extinguishing system; or 


2. Ancillary spaces protected by quick- 


response sprinklers. 


5. Automatic control of exiting components. 


907.2.26.3 Emergency voice/alarm communication 
system. Each station shall be provided with a an emer- 
gency voice/alarm communication system capable of 
transmitting voice, recorded or electronically gener- 
ated textual messages to all areas of the station. The 
system(s) shall be configured such that the messages 
can be initiated from either the Emergency Manage- 


ment Panel (EMP) or the operations control center. 
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907.2.26.4 Emergency telephones. A dedicated two- 
way emergency communication phone system designed 
and installed in accordance with NFPA 72 shall be 
provided in all underground stations to facilitate direct 
communications for emergency response -between 
remote locations and the EMP. 


907.2.26.4.1. Remote emergency phones shall be 
located at ends of station platforms, each hose outlet 
connection and station valve rooms. 


907.2.26.4.2. Provisions shall be made in the design 
of this two-way emergency communication phone 
system for extensions of the system to the next 
passenger station or guideway portal. 


907.2.27 Winery caves. An approved manual fire alarm 
system conforming to the provisions of Section 907.2. 1 
shall be provided in all Type 3 winery caves. 


907,.2.28 Group L. A manual fire alarm system shall be 
installed throughout buildings having Group L 
occupancy. 


When Group L occupancies are located in mixed 
use buildings, at least one manual fire alarm box shall 
be located within the Group L occupancy. 


907.2.28.1 Group L occupancies located on the 11" 
story and above. Manual fire alarm boxes shall be 
required on each side of the 2-hour fire-smoke barrier 
and at each exit on the 11" story and above. 


907.2.29 Public school state-funded construction proj- 
ects for kindergarten through 12th grade — automatic 
fire alarm system requirements. 


907.2.29.1 Alterations to existing buildings on an 
existing public school campus. An automatic fire 
alarm system shall be provided for all portions within 
the scope of an alteration project. The provisions of 
this section shall apply to any public school project on 
an existing campus and receiving state funds pursuant 
to Leroy F. Green, School Facilities Act of 1998, Cali- 
fornia Education Code, Sections 17070.10 through 
17079. For purposes of this section, an existing campus 
refers to a school site, where an application for 
construction of original buildings was made to DSA 
prior to July 1, 2002. 


Exceptions: 


1, A manual fire alarm system may be provided . 
for a construction project that has an esti- 
mated total cost of less than $200,000. 


2. A manual fire alarm system may be provided for 
a relocatable building that is sited with the intent 
that it be at the site for less than three years and 
is sited upon a temporary foundation in a man- 
ner that is designed to permit easy removal. See 
California Administrative Code, Section 4-314 
for definition of relocatable building. 


3. A fire alarm system is not required for 
detached buildings designed and used for non- 
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instructional purposes that meet the applica- 
ble requirements for that occupancy. 
Buildings would include, but not be limited to: 


Concession stand. 
Press box. 
Restroom facilities. 
Shade structure. 
Snack bar. 

Storage building. 
Ticket booth. 


907.3 Fire safety functions. Automatic fire detectors utilized 
for the purpose of performing fire safety functions shall be 
connected to the building’s fire alarm control unit where a 
fire alarm system is required by Section 907.2. Detectors 
shall, upon actuation, perform the intended function and acti- 
vate the alarm notification appliances or activate a visible and 
audible supervisory signal at a constantly attended location. 
In buildings not equipped with a fire alarm system, the auto- 
matic fire detector shall be powered by normal electrical 
service and, upon actuation, perform the intended function. 
The detectors shall be located in accordance with NFPA 72. 


907.3.1 Duct smoke detectors. Smoke detectors installed 
in ducts shall be listed for the air velocity, temperature and 
humidity present in the duct. Duct smoke detectors shall 
be connected to the building’s fire alarm control unit 
where a fire alarm system is required by Section 907.2. 
Activation of a duct smoke detector shall initiate a visible 
and audible supervisory signal at a constantly attended 
location and shall perform the intended fire safety function 
in accordance with this code and the California Mechani- 
cal Code. In facilities that are required to be monitored by 
a supervising station, duct smoke detectors shall report 
only as a supervisory signal and not as a fire alarm. They 
shall not be used as a substitute for required open area 
detection. 


Exceptions: 


1. The supervisory signal at a constantly attended 
location is not required where duct smoke detec- 
tors activate the building’s alarm notification 
appliances, 


2. In occupancies not required to be equipped with a 
fire alarm system, actuation of a smoke detector 
shall activate a visible and an audible signal in an 
approved location. Smoke detector trouble condi- 
tions shall activate a visible or audible signal in 
an approved location and shall be identified as air 
duct detector trouble. 


907.3.2 Special locking systems. Where special locking 
systems are installed on means of egress doors in accor- 
dance with Section 1010.2.14 or 1010.2.13, an automatic 
smoke detection system shall be installed as required by 
those sections and Sections 907.3.2.1 through 907. 3.2.5. 


907.3.2.1 Delayed egress. In other than Group I, Group 
R-2.1 and Group R-4, occupancies for single-story 
building smoke detectors shall be installed at ceilings 
throughout all occupied areas and mechanical/electrical 
spaces, For multiple-story buildings, smoke detectors 
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shall’ be installed throughout all occupied areas and 
mechanical/electrical spaces for the story where delayed 
egress devices are installed. Additional detectors are 
required on adjacent stories where occupants of those 
stories utilize the same means of egress. 


Exception: Refer to Section 907.3.2.4 for Group A 
courthouse occupancies. 


907,3.2.2 Delayed egress for Group I and R-2.1 occu- 
pancies. Smoke detectors shall be installed at ceilings 
throughout all occupied areas and mechanical/electrical 
spaces of smoke-compartments where delayed egress 
devices are installed. Additional detectors are required 
in adjacent smoke-compartments where occupants of 
those compartments utilize the same means of egress. 


907,.3.2.3 Delayed egress for Group R-4 occupancies. 
In occupancies licensed as residential care facilities for 
the elderly and housing clients with Alzheimer’s 
disease or dementia, smoke detectors shall be installed 
at ceilings throughout all occupiable rooms and areas 
and mechanical/electrical rooms and spaces. 


907.3.2.4 Delayed egress for Group A Courthouse 
occupancies. Approved automatic smoke detection 
systems shall be installed at ceilings in all occupied 
corridors and mechanical/electrical spaces of occu- 
pancies where delayed egress devices are installed. 


907.3.2.5 Controlled egress doors for Group I-2 occu- 
pancies. Smoke detectors shall be installed at ceilings 
throughout all occupied areas and mechanical/electri- 
cal spaces of smoke-compartments where controlled 
egress doors are installed. 


907.3.3 Elevator emergency operation. Automatic fire 
detectors installed for elevator emergency operation shall 
be installed in accordance with the provisions of Califor- 
nia Code of Regulations, Title 8, Division I, Chapter 4, 
Subchapter 6, Elevator Safety Orders and NFPA 72. 


907.3.4 Wiring. The wiring to the auxiliary devices and 
equipment used to accomplish the fire safety functions shall 
be monitored for integrity in accordance with NFPA 72. 


907.4 Initiating devices. Where a fire alarm system is 
required by another section of this code, occupant notification 
in accordance with Section 907.5 shall be initiated by one or 
more of the following. Initiating devices shall be installed in 
accordance with Sections 907.4.1 through 907.4.3.1. 


1. Manual fire alarm boxes, 

2. Automatic fire detectors. 

3. Automatic sprinkler system waterflow devices. 
4, Automatic fire-extinguishing systems. 


907.4.1 Protection of fire alarm control unit. In areas 
that are not continuously occupied, a single smoke detec- 
tor shall be provided at the location of each fire alarm 
control unit, notification appliance circuit power extenders 
and supervising station transmitting equipment. 


Exception: Where ambient conditions prohibit installa- 
tion of a smoke detector, a heat detector shall be 
permitted. 
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907.4.2 Manual fire alarm boxes. Where a manual fire 
alarm system is required by another section of this code, it 
shall be activated by fire alarm boxes installed in accor- 
dance with Sections 907.4.2.1 through 907.4.2.6. 


907.4.2.1 Location. Manual fire alarm boxes shall be 
located not more than 5 feet (1524 mm) from the 
entrance to each exit. In buildings not protected by an 
automatic sprinkler system in accordance with Section 
903.3.1.1 or 903.3.1.2, additional manual fire alarm 
boxes shall be located so that the distance of travel to 
the nearest box does not exceed 200 feet (60 960 mm). 


Exception: When individual dwelling units are 
served by a single exit stairway, additional boxes at 
other than the ground floor may be omitted. 


907.4.2.2 Height. The height of the manual fire alarm 
boxes shall be not less than 42 inches (1067 mm) and 
not more than 48 inches (1372 mm) measured verti- 
cally, from the floor level to the highest point of the 
activating handle or lever of the box. Manual fire alarm 
boxes shall also comply with Section 11B309.4 of the 
California Building Code. 


Exception: [DSA-AC] In existing buildings there is 
no requirement to retroactively relocate existing 
manual fire alarm boxes to a minimum of 42 inches 
(1067 mm) and a maximum of 48 inches (1219 mm) 
from the floor level to the activating handle or lever 
of the box. 


907.4.2.3 Color. Manual fire alarm boxes shall be red 
in color. 


907.4.2.4 Signs. Where fire alarm systems are not 
monitored by an approved supervising station in accor- 
dance with Section 907.6.6, an approved permanent 
sign shall be installed adjacent to each manual fire 
alarm box that reads: “WHEN ALARM SOUNDS— 
CALL FIRE DEPARTMENT.” 


Exception: Where the manufacturer has perma- 
nently provided this information on the manual fire 
alarm box. 


907.4.2.5 Protective covers. The fire code official is 
authorized to require the installation of listed manual 
fire alarm box protective covers to prevent malicious 
false alarms or to provide the manual fire alarm box 
with protection from physical damage. The protective 
cover shall be transparent or red in color with a trans- 
parent face to permit visibility of the manual fire alarm 
box. Each cover shall include proper operating instruc- 
tions. A protective cover that emits a local alarm signal 
shall not be installed unless approved. Protective covers 
shall not project more than that permitted by Section 
1003.3.3. 


907.4.2.6 Unobstructed and unobscured. Manual fire 
alarm boxes shall be provided with ready access, unob- 
structed, unobscured and visible at all times. 

907.4.2.7 Operation. Manual fire alarm boxes shall be 


operable with one hand including boxes with protective 
covers. 
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907.4.3 Automatic smoke detection. Where an automatic 
smoke detection system is required, it shall utilize smoke 
detectors unless ambient conditions prohibit such an 
installation. In spaces where smoke detectors cannot be 
utilized due to ambient conditions, approved automatic 
heat detectors shall be permitted. 


907.4.3.1 Automatic sprinkler system. For conditions 
other than specific fire safety functions noted in Section 
907.3, in areas where ambient conditions prohibit the 
installation of smoke detectors, an automatic sprinkler 
system installed in such areas in accordance with 
Section 903,3.1.1 or 903.3.1.2 and that is connected to 
the fire alarm system shall be approved as automatic 
heat detection. 


907.5 Occupant notification. Occupant notification by fire 
alarms shall be in accordance with Sections 907.5.1 through 
907.5.2.5. Occupant notification by smoke alarms in Group 
R-1 and R-2 occupancies shall comply with Section 
9007S: 2i.332s 


907.5.1 Alarm activation and annunciation. Upon acti- 
vation, fire alarm systems shall initiate occupant 
notification and shall annunciate at the fire alarm control 
unit, or where allowed elsewhere by Section 907, at a 
constantly attended location. 


907.5.1.1 Presignal feature. A presignal feature shall 
only be provided where approved. The presignal shall 
be annunciated at an approved, constantly attended 
location, having the capability to activate the occupant 
notification system in the event of fire or other 
emergency. 


Exception: A presignal feature shall not be permit- 
ted to be installed in a Group I-2, I-2.1 or R-2.1 
occupancy. 


907.5.2 Alarm notification appliances. Alarm notifica- 
tion appliances shall be provided and shall be listed for 
their purpose. 


907.5.2.1 Audible alarms, Audible alarm notification 
appliances shall be provided and emit a distinctive 
sound that is not to be used for any purpose other than 
that of a fire alarm. Jn Group I-2 occupancies, audible 
appliances located in patient areas shall be only 
chimes or similar sounding appliances for alerting 
staff, See Section 907. 5.2.5. 


Exceptions: 


1. Audible alarm notification appliances are not 
required in patient areas of Group I-2 occu- 
pancies that are in compliance with Section 
907. 5.2.5, 


2. A visible alarm notification appliance 
installed in a nurses’ control station or other 
continuously attended staff location in a 
Group I-2 care suite shall be an acceptable 
alternative to the installation of audible alarm 
notification appliances throughout a care suite 
in Group I-2 occupancies that are in compli- 
ance with Section 907. 5.2.5. 
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3. Where provided, audible notification appli- 
ances located in each enclosed occupant evac- 
uation elevator lobby in accordance with 
Section 3008.9.1 of the California Building 
Code shall be connected to a separate notifica- 
tion zone for manual paging only. 


907.5.2.1.1 Average sound pressure. The audible 
alarm notification appliances shall provide a sound 
pressure level of 15 decibels (dBA) above the aver- 
age ambient sound level or 5 dBA above the 
maximum sound level having a duration of not less 
than 60 seconds, whichever is greater, in every occu- 
piable space within the building. 


907.5.2.1.2 Maximum sound pressure. The total 
sound pressure level produced by combining the 
ambient sound pressure level with all audible notifi- 
cation appliances operating shall not exceed 110 
dBA at the minimum hearing distance from the audi- 
ble appliance. Where the average ambient noise is 
greater than 105 dBA, visible alarm notification 
appliances shall be provided in accordance with 
NFPA 72 and audible alarm notification appliances 
shall not be required. 


907.5.2.1.3 Audible signal frequency in Group R- 
1 and R-2 sleeping rooms. Audible signal frequency 
in Group R-1 and R-2 occupancies shall be in accor- 
dance with Sections 907.5.2.1.3.1 and 907.5.2.1.3.2. 


907.5.2.1.3.1 Fire alarm system signal. In sleep- 
ing rooms of Group R-1 and R-2 occupancies, the 
audible alarm activated by a fire alarm system 
shall be a 520-Hz low-frequency signal comply- 
ing with NFPA 72. 


907.5.2.1.3.2 Smoke alarm signal in sleeping 
rooms. In sleeping rooms of Group R-! and R-2 
occupancies that are required by Section 907.2.8 or 
907.2.9 to have a fire alarm system, the audible 
alarm signal activated by single- or multiple-station 
smoke alarms in the dwelling unit or sleeping unit 
shall be a 520-Hz signal complying NFPA 72. 


Where a sleeping room smoke alarm is 
unable to produce a 520-Hz signal, the 520-Hz 
alarm signal shall be provided by a listed notifi- 
cation appliance or a smoke detector with an inte- 
gral 520-Hz sounder. 


907.5.2.1.4 Audible alarm signal. The audible signal 
shall be the standard fire alarm evacuation signal, 
ANSI 83.41 Audible Emergency Evacuation Signal, 
“three pulse temporal pattern,” as described in 
NFPA 72. 


Exception: The use of the existing evacuation 
signaling scheme shall be permitted where 
approved by the enforcing agency. 


907.5.2.2 Emergency voice/alarm communication 
systems. Emergency voice/alarm communication 
systems required by this code shall be designed and 
installed in accordance with NFPA 72, The operation of 
any automatic fire detector, sprinkler waterflow device 
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or manual fire alarm box shall automatically sound an 
alert tone followed by voice instructions giving 
approved information and directions for a general or 
staged evacuation in accordance with the building’s fire 
safety and evacuation plans required by Section 404. In 
high-rise buildings and Group I-2 occupancies having 
occupied floors located more than 75 feet above the 
lowest level of fire department vehicle access, the 
system shall operate on at least the alarming floor, the 
floor above and the floor below. Speakers shall be 
provided throughout the building by paging zones. At a 
minimum, paging zones shall be provided as follows: 


1. Elevator groups. 

2. Interior exit stairways. 

3. Each floor. 

4, Areas of refuge as defined in Chapter 2. 


Exception: In Group I-2 and J-2.] occupancies, 
where in accordance with Section 907.5,2.5, audible 
fire alarm notification devices are not provided, 
upon receipt of an alarm at a constantly attended 
location, a general occupant notification shall be 
broadcast over the public-address system. 


907,.5.2.2.1 Manual override. A manual override for 
emergency voice communication shall be provided 
on a selective and all-call basis for all paging zones. 


907.5.2.2.2 Live voice messages. The emergency 
voice/alarm communication system shall have the 
capability to broadcast live voice messages by 
paging zones on a selective and all-call basis. 


907.5.2.2.3 Alternative uses. The emergency 
voice/alarm communication system shall be allowed 
to be used for other announcements, provided that 
the manual fire alarm use takes precedence over any 
other use. 


907.5.2.2.4 Emergency voice/alarm communica- 
tion captions. Where stadiums, arenas and 
grandstands have 15,000 fixed seats or more and 
provide audible public announcements, the emer- 
gency/voice alarm communication system shall 
provide prerecorded or real-time captions. Prere- 
corded or live emergency captions shall be from an 
approved location constantly attended by personnel 
trained to respond to an emergency. 


907.5.2.2.5 Standby power. Emergency voice/alarm 
communications systems shall be provided with 
standby power in accordance with Section 1203. 


907.5.2.3 Visible alarms. Visible alarm notification 
appliances shall be provided in accordance with 
Sections 907.5.2.3.1 through 907.5, 2.3.4. 


Exceptions: 


1. In other than Group I-2 and I-2.1, visible 
alarm notification appliances are not required 
in alterations, except where an existing fire 
alarm system is upgraded or replaced, or a 
new fire alarm system is installed. 
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2. Visible alarm notification appliances shall not 
be required in enclosed exit stairways, 
enclosed exit ramps, exterior exit stairs and 
exterior exit ramps. 


3. Visible alarm notification appliances shall not 
be required in elevator cars. 


4. Visual alarm notification appliances are not 
required in critical care areas of Group I-2 
occupancies that are in compliance with Sec- 
tion 907.5.2.5. 


5. A. visible alarm notification appliance 
installed in a nurses’ control station or other 
continuously attended staff location in a 
Group I-2 care suite shall be an acceptable 
alternative to the installation of visible alarm 
notification appliances throughout the care 
suite in Group I-2 occupancies that are in 
compliance with Section 907. 5.2.5. 


907.5.2.3.1 Public use areas and common use 
areas. Visible alarm notification appliances shall be 
provided in public use areas and common use areas 
including but not limited to: 


1, Band rooms. 

. Classrooms. 

. Corridors. 

. Gymnasiums. 

. Lobbies. 

. Meeting rooms. 

. Multipurpose rooms. 


. Music practice rooms. 
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. Occupational shops. 
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. Occupied rooms where ambient noise impairs 
hearing of the fire alarm. 


11. Sanitary facilities including restrooms, bath- 
rooms and shower rooms. 


Exception: Where employee work areas have 
audible alarm coverage, the notification appli- 
ance circuits serving the employee work areas 
shall be initially designed with not less than 20- 
percent spare capacity to account for the potential 
of adding visible notification appliances in the 
future to accommodate hearing-impaired 
employee(s). 


907.5.2.3.2 Groups R-1 and R-2.1. Habitable spaces 
in dwelling units and sleeping units in Group R-1 and 
R-2.1 occupancies in accordance with Table 
907.5.2.3.2 shall be provided with visible alarm noti- 
fication. Visible alarms shall be activated by the in- 
room smoke alarm and the building fire alarm 
system. 


907.5.2.3.3 Group R-2. In Group R-2 occupancies 
required by Section 907 to have a fire alarm system, 
each story that contains dwelling units and sleeping 
units shall be provided with the capability to support 


future visible alarm notification appliances in accor- 
dance with NFPA 72. Such capability shall 
accommodate wired or wireless equipment. 


TABLE 907.5.2.3.2 
VISIBLE ALARMS 


SLEEPING ACCOMMODATIONS WITH 
NUMBER OF SLEEPING UNITS VISIBLE ALARMS 


[SFM] Also see Chapter 11B of the California Building Code. 


907.5.2.3.3.1 Wired equipment. Where wired 
equipment is used to comply with the future 
capability required by Section 907.5.2.3.3, the 
system shall include one of the following 
capabilities: 


1. The replacement of audible appliances with 
combination audible/visible appliances or 
additional visible notification appliances. 


2. The future extension of the existing wiring 
from the unit smoke alarm locations to 
required locations for visible appliances. 


3. For wired equipment, the fire alarm power 
supply and circuits shall have not less than 
5-percent excess capacity to accommodate 
the future addition of visible alarm notifica- 
tion appliances, and a single access point to 
such circuits shall be available on every 
story. Such circuits shall not be required to 
be extended beyond a single access point 
on a story. The fire alarm system shop 
drawings required by Section 907.1.2 shall 
include the power supply and circuit docu- 
mentation to accommodate the future addi- 
tion of visible notification appliances. 


907.5.2,3.4 Group R-2.1, R-3.1 and R-4. Protective 
social care facilities which house persons who are 
hearing impaired, shall be provided with notification 
appliances for the hearing impaired installed in accor- 
dance with NFPA 72 and which shall activate upon 
initiation of the fire alarm system or the smoke alarms. 


907.5.2.4 Group E schools. One audible alarm notifi- 
cation appliance shall be mounted on the exterior of a 
building to alert occupants at each playground area. 


907.5.2.5 Groups I-2 and I-2.1. Audible appliances shall 
be used in nonpatient areas. Visible appliances are 
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allowed to be used in lieu of audible appliances in patient 
occupied areas. Audible appliances located in patient 
areas shall be only chimes or similar sounding appli- 
ances for alerting staff; Where audible fire alarm 
notification devices are not provided, upon receipt of an 
alarm at a constantly attended location, a general occu- 
pant notification shall be broadcast over the public- 
address system. 


In occupancies housing nonambulatory persons where 
restraint is practiced, staff and attendants shall be 
provided and housed or located in such a manner that 
such supervisory personnel will also be alerted upon 
activation of the fire alarm system or any detector 
required by this section. 


907.6 Installation and monitoring. A fire alarm system 
shall be installed and monitored in accordance with Sections 
907.6.1 through 907.6.6.3 and NFPA 72. 


907.6.1 Wiring. Wiring shall comply with the requirements 
of the California Electrical Code and NFPA 72. Wireless 
protection systems utilizing radio-frequency transmitting 
devices shall comply with the special requirements for 
supervision of low-power wireless systems in NFPA 72. 


907.6.1.1 High-rise buildings. Wiring for fire alarm 
network communication circuits between multiple 
control units shall be in accordance with the following: 


1. Class A or Class X installed in accordance with 
NFPA 72. 


2. Installed in enclosed continuous metallic race- 
ways in accordance with the California Electri- 
cal Code. 


907.6.2 Power supply. The primary and secondary power 
supply for the fire alarm system shall be provided in 
accordance with NFPA 72. 


Exception: Backup power for single-station and multi- 
ple-station smoke alarms as required in Section 
907.2.11.6. 


907.6.3 Initiating device identification. The fire alarm 
system shall identify the specific initiating device address, 
location, device type, floor level where applicable and 
status including indication of normal, alarm, trouble and 
supervisory status, as appropriate. 


Exceptions: 


1. Fire alarm systems in single-story buildings less 
than 22,500 square feet (2090 m7’) in area. 


2. Fire alarm systems that only include manual fire 
alarm boxes, waterflow initiating devices and not 
more than 10 additional alarm-initiating devices. 


3. Special initiating devices that do not support indi- 
vidual device identification. 


4. Fire alarm systems or devices that are replacing 
existing equipment. 


907.6.3.1 Annunciation. The initiating device status 
shall be annunciated at an approved on-site location. 
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907.6.4 Zones. Fire alarm systems shall be divided into 
zones where required by this section. For the purposes of 
annunciation and notification, zoning shall be in accor- 
dance with the following: 


1. Where the fire-protective signaling system serves 
more than one building, each building shall be con- 
sidered as a separate zone. 


2. Each floor of a building shall be considered as a 
separate zone. 


3. Each section of floor of a building that is separated 
by fire walls or by horizontal exits shall be consid- 
ered as a separate zone. 


4, Each zone shall not exceed 22,500 square feet (2090 
m’). The length of any zone shall not exceed 300 
feet (91 440 mm) in any direction. 


Exception: Automatic sprinkler system zones 
shall not exceed the area permitted by NFPA 13. 


5. For Group I-3 occupancies each cell complex shall 
be considered a separate zone. 


6. For Group H and L occupancies on the 11" story 
and above, each side of the 2-hour fire-smoke bar- 
rier shall be considered a separate zone. 


7. Annunciation shall be further divided into zones 
where deemed necessary by the enforcing agency. 


907.6.4.1 Annunciation. Alarm, supervisory and trou- 
ble signals shall be annunciated in the main control 
unit by means of an audible signal and a visual display 
in accordance with NFPA 72. Identification of the type 
of alarm and supervisory initiating devices, such as 
manual, automatic, sprinkler waterflow, sprinkler valve 
supervisory, fire-pump supervisory, etc., shall be sepa- 
rately indicated. 


Exception: Group R-3 occupancies. 


907.6.4.1.1 Annunciator panel. An annunciator 
panel complying with 907.6.4.1 and the associated 
controls shall be provided in an approved remote 
location where deemed necessary by the Enforcing 
Agency. The visual zone indication shall lock in until 
the system is reset and shall not be canceled by the 
operation of an audible alarm-silencing switch. 


907.6.4.2 High-rise buildings. In high-rise buildings 
and Group I-2 occupancies having occupied floors 
located more than 75 feet above the lowest level of fire 
department vehicle access, a separate zone by floor 
shall be provided for each of the following types of 
alarm-initiating devices where provided: 

1. Smoke detectors. 

2. Sprinkler waterflow devices. 
3. Manual fire alarm boxes. 
4 


. Other approved types of automatic fire protection 
systems. 


907.6.4.3 High-rise buildings zoning annunciator 
panel. In high-rise buildings, a zoning annunciator 
panel shall be provided in the Fire Command Center. 
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This panel shall not be combined with the Firefighter 
Smoke Control Panel unless approved. Panel shall be 
in matrix format or an approved equivalent configura- 
tion. All indicators shall be based upon positive 
confirmation. The panel shall include the following 
features at a minimum: 


1. Fire alarm initiating devices with individual 
annunciation per floor for manual fire alarm 
boxes, area smoke detectors, elevator lobby 
smoke detectors, duct smoke detectors, heat 
detectors, auxiliary alarms and sprinkler water- 
flow. (Red LED) 


2. Sprinkler and standpipe system control valves 
per floor—supervisory. (Yellow LED) 


3. Common fire alarm system trouble. (Yellow LED) 
4, Annunciation Panel Power On. (Green LED) 
5. Lamp test. (Push Button) 


907.6.4.4 Notification zoning. Upon activation of initi- 
ating devices where occupant notification is required 
for evacuation, all notification zones shall operate 
simultaneously throughout the building. 


Exceptions: 


1. High-rise buildings as permitted in Section 
907.2. 


2. Hospitals and convalescent facilities with staff 
alerting notification appliances or emergency 
voice/alarm communication, zoning shall be 
in accordance with the approved fire plan. 


3. Detention facilities. 


4. Upon approval by the fire code official in 
buildings which are sprinklered throughout, 
specific notification zoning shall be permitted 
where the notification zones are separated by 
a minimum of a 2-hour fire barrier and 2-hour 
fire-resistive floor assembly. The system shall 
have the capability to activate all other notifi- 
cation zones by automatic and manual means. 


5. Upon approval by the fire code official in 
buildings which are sprinklered throughout, 
specific notification zoning shall be permitted 
where the activated initiating device or fire 
extinguishing system is separated from any 
nonactive notification zones by a minimum of 
300-foot horizontal distance. The system shall 
have the capability to activate all other notifi- 
cation zones by automatic and manual means. 


6. Where a Group H or L occupancy is located 
above the 10th story, each side of the 2-hour 
fire-smoke barrier shall be considered a sepa- 
rate zone. 


907.6.5 Access. Access shall be provided to each fire 
alarm device and notification appliance for periodic 
inspection, maintenance and testing. 


907.6.6 Monitoring. Fire alarm systems required by this 
chapter or by the California Building Code shall be moni- 
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tored by an approved supervising station in accordance 
with NFPA 72 and this section. 3 


Exception: Monitoring by a supervising station is not 
required for: 


1, Single- and multiple-station smoke alarms 
required by Section 907.2.11. 


2. Smoke detectors in Group I-3 occupancies shall 
be monitored in accordance with Section 
907.2.6.3. 


3. Automatic sprinkler systems in one- and two- 
family dwellings. 


907.6.6.1 Transmission of alarm signals. Transmis- 
sion of alarm signals to a supervising station shall be in 
accordance with NFPA 72. 


907.6.6.2 MIY monitoring. Direct transmission of 
alarms associated with monitor it yourself (MIY) trans- 
mitters to a public safety answering point (PSAP) shall 
not be permitted unless approved by the fire code 
official. 


907.6.6.3 Termination of monitoring service. Termi- 
nation of fire alarm monitoring services shall be in 
accordance with Section 901.9. 


907.6.6.4 Group E schools. Automatic fire alarm 
systems shall be monitored and shall transmit the 
alarm, supervisory and trouble signals to an approved 
supervising station in accordance with NFPA 72. The 
supervising station shall be listed as either UUFX 
(Central Station) or UUJS (remote & proprietary) by 
the Underwriters Laboratory Inc. (UL) or other 
approved listing and testing laboratory or shall comply 
with the requirements of FM 3011. Termination of 
monitoring services shall be in accordance with 
Section 907.6.6.2, 


907.7 Acceptance tests and completion. Upon completion 
of the installation, the fire alarm system and all fire alarm 
components shall be tested in accordance with NFPA 72. 


907.7.1 Single- and multiple-station alarm devices. 
When the installation of the alarm devices is complete, 
each device and interconnecting wiring for multiple- 
station alarm devices shall be tested in accordance with the 
smoke alarm provisions of NFPA 72. 


907.7.2 Record of completion. A record of completion in 
accordance with NFPA 72 verifying that the system has 
been installed and tested in accordance with the approved 
plans and specifications shall be provided. 


907.7.3 Instructions. Operating, testing and maintenance 
instructions and record drawings (“as builts”) and equip- 
ment specifications shall be provided at an approved 
location. 


907.8 Inspection, testing and maintenance. The mainte- 
nance and testing schedules and procedures for fire alarm and 
fire detection systems shall be in accordance with Sections 
907.8.1 through 907.8.4 and NFPA 72. Records of inspec- 
tion, testing and maintenance shall be maintained. 
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907.8.1 Maintenance required. Where required for 
compliance with the provisions of this code, devices, 
equipment, systems, conditions, arrangements, levels of 
protection or other features shall thereafter be continu- 
ously maintained in accordance with applicable NFPA 
requirements or as directed by the fire code official. 


907.8.2 Testing. Testing shall be performed in accordance 
with the schedules in NFPA 72 or more frequently where 
required by the fire code official. Records of testing shall 
be maintained. 


Exception: Devices or equipment that are inaccessible 
because of safety considerations shall be tested during 
scheduled shutdowns where approved by the fire code 
official, but not less than every 18 months. 


907.8.3 Smoke detector sensitivity. Smoke detector 
sensitivity shall be checked within one year after instal- 
lation and every alternate year thereafter. After the 
second calibration test, where sensitivity tests indicate 
that the detector has remained within its listed and 
marked sensitivity range (or 4-percent obscuration light 
gray smoke, if not marked), the length of time between 
calibration tests shall be permitted to be extended to not 
more than 5 years. Where the frequency is extended, 
records of detector-caused nuisance alarms and subse- 
quent trends of these alarms shall be maintained. In 
zones or areas where nuisance alarms show any 
increase over the previous year, calibration tests shall 
be performed. 


907.8.4 Inspection, testing and maintenance. The build- 
ing owner shall be responsible to maintain the fire and life 
safety systems in an operable condition at all times. 
Service personnel shall meet the qualification require- 
ments of NFPA 72 for inspection, testing and maintenance 
of such systems. Records of inspection, testing and main- 
tenance shall be maintained. 


907.9 Where required in existing buildings and struc- 
tures. An approved fire alarm system shall be provided in 
existing buildings and structures where required in Chapter 
ity 


907.10 Smoke alarm maintenance. Smoke alarms shall be 
tested and maintained in accordance with the manufacturer’s 
instructions. Smoke alarms shall be replaced when they fail to 
respond to operability tests, or when they exceed 10 years 
from the date of manufacture, unless an earlier replacement is 
specified in the manufacturer’s published instructions. 


SECTION 908 
EMERGENCY ALARM SYSTEMS 


908.1 Group H occupancies. Emergency alarms for the 
detection and notification of an emergency condition in 
Group H occupancies shall be provided as required in Chap- 
ter 50. 


908.2 Group H-5 occupancy. Emergency alarms for notifi- 
cation of an emergency condition in an HPM facility shall be 
provided as required in Section 2703.12. 
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908.3 Fire alarm system interface. Where an emergency 
alarm system is interfaced with a building’s fire alarm 
system, the signal produced at the fire alarm control unit shall 
be a supervisory signal. 


908.4 Carbon dioxide enrichment systems. A gas detection 
system shall be provided in rooms and indoor areas in which 
carbon dioxide enrichment processes are located in accor- 
dance with Section 5307. 3.2. 


SECTION 909 
SMOKE CONTROL SYSTEMS 


909.1 Scope and purpose. This section applies to mechani- 
cal or passive smoke control systems where they are required 
for new buildings or portions thereof by provisions of the 
California Building Code or this code. The purpose of this 
section is to establish minimum requirements for the design, 
installation and acceptance testing of smoke control systems 
that are intended to provide a tenable environment for the 
evacuation or relocation of occupants. These provisions are 
not intended for the preservation of contents, the timely resto- 
ration of operations or for assistance in fire suppression or 
overhaul activities. Smoke control systems regulated by this 
section serve a different purpose than the smoke- and heat- 
removal provisions found in Section 910. Mechanical smoke 
control systems shall not be considered exhaust systems 
under Chapter 5 of the California Mechanical Code. 


909.2 General design requirements. Buildings, structures, 
or parts thereof required by the California Building Code or 
this code to have a smoke control system or systems shall 
have such systems designed in accordance with the applica- 
ble requirements of Section 909 and the generally accepted 
and well-established principles of engineering relevant to the 
design. The construction documents shall include sufficient 
information and detail to describe adequately the elements of 
the design necessary for the proper implementation of the 
smoke control systems. These documents shall be accompa- 
nied with sufficient information and analysis to demonstrate 
compliance with these provisions. 


909.3 Special inspection and test requirements. In addition 
to the ordinary inspection and test requirements that build- 
ings, structures and parts thereof are required to undergo, 
smoke control systems subject to the provisions of Section 
909 shall undergo special inspections and tests sufficient to 
verify the proper commissioning of the smoke control design 
in its final installed condition. The design submission accom- 
panying the construction documents shall clearly detail 
procedures and methods to be used and the items subject to 
such inspections and tests. Such commissioning shall be in 
accordance with generally accepted engineering practice and, 
where possible, based on published standards for the particu- 
lar testing involved. The special inspections and tests 
required by this section shall be conducted under the same 
terms as in Section 1704 of the California Building Code. 


909.4 Analysis. A rational analysis supporting the types of 
smoke control systems to be employed, the methods of their 
operations, the systems supporting them and the methods of 
construction to be utilized shall accompany the construction 
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documents submission and include, but not be limited to, the 
items indicated in Sections 909.4.1 through 909.4.7. 


909.4.1 Stack effect. The system shall be designed such 
that the maximum probable normal or reverse stack effect 
will not adversely interfere with the system’s capabilities. 
In determining the maximum probable stack effect, alti- 
tude, elevation, weather history and interior temperatures 
shall be used. 


909.4.2 Temperature effect of fire. Buoyancy and expan- 
sion caused by the design fire in accordance with Section 
909.9 shall be analyzed. The system shall be designed 
such that these effects do not adversely interfere with the 
system’s capabilities. 

909.4.3 Wind effect. The design shall consider the 
adverse effects of wind. Such consideration shall be 
consistent with the wind-loading provisions of the Cali- 
fornia Building Code. 


909.4.4 Systems. The design shall consider the effects of 
the heating, ventilating and air-conditioning (HVAC) 
systems on both smoke and fire transport. The analysis 
shall include all permutations of systems status. The 
design shall consider the effects of the fire on the heating, 
ventilating and air-conditioning systems. 


909.4.5 Climate. The design shall consider the effects of 
low temperatures on systems, property and occupants. Air 
inlets and exhausts shall be located so as to prevent snow 
or ice blockage. 


909.4.6 Duration of operation. All portions of active or 
engineered smoke control systems shall be capable of 
continued operation after detection of the fire event for a 
period of not less than either 20 minutes or 1.5 times the 
calculated egress time, whichever is greater. 


909.4.7 Smoke control system interaction. The design 
shall consider the interaction effects of the operation of 
multiple smoke control systems for all design scenarios. 


909.5 Smoke barrier construction. Smoke barriers required 
for passive smoke control and a smoke control system using 
the pressurization method shall comply with Section 709 of 
the California Building Code. The maximum allowable leak- 
age area shall be the aggregate area calculated using the 
following leakage area ratios: 


1. Walls: 4/4, = 0.00100 


2. Interior exit stairways and ramps and exit passageways: 
A/A,, = 0.00035 


3. Enclosed exit access stairways and ramps and all other 
shafts: A/A,, = 0.00150 


4. Floors and roofs: A/4,, = 0.00050 

where: 

A =Total leakage area, square feet (m’). 

A,, = Unit floor or roof area of barrier, square feet (m7). 
A, = Unit wall area of barrier, square feet (m7). 


The leakage area ratios shown do not include openings due 
to gaps around doors and operable windows. The total leak- 
age area of the smoke barrier shall be determined in accor- 
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dance with Section 909.5.1 and tested in accordance with 
Section 909.5.2. 5 


909.5.1 Total leakage area. Total leakage area of the 
barrier is the product of the smoke barrier gross area multi- 
plied by the allowable leakage area ratio, plus the area of 
other openings such as gaps around doors and operable 
windows. 


909.5.2 Testing of leakage area. Compliance with the 
maximum total leakage area shall be determined by 
achieving the minimum air pressure difference across the 
barrier with the system in the smoke control mode for 
mechanical smoke control systems utilizing the pressur- 
ization method. Compliance with the maximum total 
leakage area of passive smoke control systems shall be 
verified through methods such as door fan testing or other 
methods, as approved by the fire code official. 


909.5.3 Opening protection. Openings in smoke barriers 
shall be protected by automatic-closing devices actuated 
by the required controls for the mechanical smoke control 
system. Door openings shall be protected by fire door 
assemblies complying with Section 716 of the California 
Building Code. 


Exceptions: 


1. Passive smoke control systems with automatic- 
closing devices actuated by spot-type smoke 
detectors listed for releasing service installed in 
accordance with Section 907.3. When used in a 
Group 1-2 or aI-2.1, such detectors shall activate 
the fire alarm system and shall close all the 
smoke barrier doors within the effected zone. 


2. Fixed openings between smoke zones that are 
protected utilizing the airflow method in other 
than Group I-2 or I-2.1. 


3. In Group I-2, /-2.1, R-2.] and ambulatory care 
facilities, where a pair of opposite-swinging 
doors are installed across a corridor in accor- 
dance with Section 909.5.3.1, the doors shall be 
protected in accordance with Section 716 of the 
California Building Code. The doors shall not 
have a center mullion. Positive-latching devices 
are required, Doors installed across corridors 
shall comply with Section 1010.1.1.: 


4. In Group I-2, /-2./, R-2.1 and ambulatory care 
facilities, where such doors are special-purpose 
horizontal sliding, accordion or folding door 
assemblies installed in accordance with Section 
1010.3.3 and are automatic closing by smoke 
detection in accordance with Section 716.2.6.6 of 
the California Building Code they shall be pro- 
tected in accordance with Section 716 of the Cal- 
ifornia Building Code. Doors installed across 
corridors shall comply with Section 1010.1.1. 


5. Group I-3. 


6. Openings between smoke zones with clear ceil- 
ing heights of 14 feet (4267 mm) or greater and 
bank-down capacity of greater than 20 minutes as 
determined by the design fire size. 
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7. In Group I-2 or I-2.1, smoke damper activation 
may be accomplished by a fire alarm control unit 
provided that an open area smoke detection sys- 
tem is provided within all areas served by an 
HVAC system. 


909.5.3.1 Group I-2, J-2./, R-2.1 and ambulatory 
care facilities. In Group I-2, /-2./, R-2.] and ambula- 
tory care facilities, where doors are installed across a 
corridor, the doors shall be automatic closing by smoke 
detection in accordance with Section 716.2.6.6 of the 
California Building Code and shall have a vision panel 
with fire-protection-rated glazing materials in fire- 
protection-rated frames, the area of which shall not 
exceed that tested. Jn Group I-2, where swinging doors 
are installed across a corridor, such doors shall be 
opposite swinging pairs. 

909.5.3.2 Ducts and air transfer openings. Ducts and 
air transfer openings are required to be protected with a 
minimum Class II, 250°F (121°C) smoke damper 
complying with Section 717 of the California Building 
Code. 


909.6 Pressurization method. The primary mechanical 
means of controlling smoke shall be by pressure differences 
across smoke barriers. Maintenance of a tenable environment 
is not required in the smoke-control zone of fire origin. 


909.6.1 Minimum pressure difference. The pressure 
difference across a smoke barrier used to separate smoke 
‘zones shall be not less than 0.05-inch water gage (0.0124 
kPa) in fully sprinklered buildings. 


In buildings permitted to be other than fully sprin- 
klered, the smoke control system shall be designed to 
achieve pressure differences not less than two times the 
maximum calculated pressure difference produced by the 
design fire. 


909.6.2 Maximum pressure difference. The maximum 
air pressure difference across a smoke barrier shall be 
determined by required door-opening or closing forces. 
The actual force required to open exit doors when the 
system is in the smoke control mode shall be in accor- 
dance with Section 1010.1.3. Opening and closing forces 
for other doors shall be determined by standard engineer- 
ing methods for the resolution of forces and reactions. The 
calculated force to set a side-hinged, swinging door in 
motion shall be determined by: 


F = F,,+ K(WAAP)/2(W - d) 

where: 

A = Door area, square feet (m7). 

d = Distance from door handle to latch edge of door, feet 
(m). 

F =Total door opening force, pounds (N). 

Fy 


ic 


(Equation 9-1) 


= Force required to overcome closing device, pounds 
(N). 

K =Coefficient 5.2 (1.0). 

W = Door width, feet (m). 

AP = Design pressure difference, inches of water (Pa). 
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909.6.3 Pressurized stairways and elevator hoistways. 
Where stairways or elevator hoistways are pressurized, 
such pressurization systems shall comply with Section 909 
as smoke control systems, in addition to the requirements 
of Sections 909.20 and 909.21. 


909.7 Airflow design method. Where approved by the fire 
code official, smoke migration through openings fixed in a 
permanently open position, which are located between smoke 
control zones by the use of the airflow method, shall be 
permitted. The design airflow shall be in accordance with this 
section. Airflow shall be directed to limit smoke migration 
from the fire zone. The geometry of openings shall be consid- 
ered to prevent flow reversal from turbulent effects. Smoke 
control systems using the airflow method shall be designed in 
accordance with NFPA 92. 


909.7.1 Prohibited conditions. This method shall not be 
employed where either the quantity of air or the velocity 
of the airflow will adversely affect other portions of the 
smoke control system, unduly intensify the fire, disrupt 
plume dynamics or interfere with exiting. Airflow toward 
the fire shall not exceed 200 feet per minute (1.02 m/s). 
Where the calculated airflow exceeds this limit, the 
airflow method shall not be used. 


909.8 Exhaust method. Where approved by the fire code 
official, mechanical smoke control for large enclosed 
volumes, such as in atriums or malls, shall be permitted to 
utilize the exhaust method. Smoke control systems using the 
exhaust method shall be designed in accordance with NFPA 
92. 


909.8.1 Smoke layer. The height of the lowest horizontal 
surface of the smoke layer interface shall be maintained 
not less than 6 feet (1829 mm) above a walking surface 
that forms a portion of a required egress system within the 
smoke zone. 


909.9 Design fire. The design fire shall be based on a rational 
analysis performed by the registered design professional and 
approved by the fire code official. The design fire shall be 
based on the analysis in accordance with Section 909.4 and 
this section. 


909.9.1 Factors considered. The engineering analysis 
shall include the characteristics of the fuel, fuel load, 
effects included by the fire and whether the fire is likely to 
be steady or unsteady. 


909.9.2 Design fire fuel. Determination of the design fire 
shall include consideration of the type of fuel, fuel spacing 
and configuration. 


909.9.3 Heat-release assumptions. The analysis shall 
make use of best available data from approved sources and 
shall not be based on excessively stringent limitations of 
combustible material. 


909.9.4 Sprinkler effectiveness assumptions. A docu- 
mented engineering analysis shall be provided for 
conditions that assume fire growth is halted at the time of 
sprinkler activation. 


909.10 Equipment. Equipment including, but not limited to, 
fans, ducts, automatic dampers and balance dampers shall be 
suitable for their intended use, suitable for the probable expo- 
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Motors driving fans shall not be operated beyond their ( ¢ 
nameplate horsepower (kilowatts) as determined from 
measurement of actual current draw and shall*have a mini- 
mum service factor of 1.15. 


sure temperatures that the rational analysis indicates, and as 
approved by the fire code official. 


909.10.1 Exhaust fans. Components of exhaust fans shall 

be rated and certified by the manufacturer for the probable 

temperature rise to which the components will be exposed. 

This temperature rise shall be computed by: 

LeU MCP aril) (Equation 9-2) 

where: 

c =Specific heat of smoke at smoke layer temperature, 
Btu/Ib°F (kJ/kg = K). 

m = Exhaust rate, pounds per second (kg/s). 

Q. = Convective heat output of fire, Btu/s (kW). 

T, = Ambient temperature, °F (K). 


T, = Smoke temperature, °F (K). 


909.11 Standby power. Smoke control systems shall be 
provided with standby power in accordance with Section 
1203. 


909.11.1 Equipment room. The standby power source 
and its transfer switches shall be in a room separate from 
the normal power transformers and switch gears and venti- 
lated directly to and from the exterior. The room shall be 
enclosed with not less than 1-hour fire barriers constructed 
in accordance with Section 707 of the California Building 
Code or horizontal assemblies constructed in accordance 
with Section 711 of the California Building Code, or both. 


909.11.2 Power sources and power surges. Elements of 


Exception: Reduced 7, as calculated based on the 
assurance of adequate dilution air. 


909.10.2 Ducts. Duct materials and joints shall be capable 
of withstanding the probable temperatures and pressures to 
which they are exposed as determined in accordance with 


the smoke control system relying on volatile memories or 
the like shall be supplied with uninterruptable power 
sources of sufficient duration to span 15-minute primary 
power interruption. Elements of the smoke control system 
susceptible to power surges shall be suitably protected by 


Section 909.10.1. Ducts shall be constructed and 
supported in accordance with the California Mechanical 
Code. Ducts shall be leak tested to 1.5 times the maximum 
design pressure in accordance with nationally accepted 
practices. Measured leakage shall not exceed 5 percent of 
design flow. Results of such testing shall be a part of the 
documentation procedure. Ducts shall be supported 


conditioners, suppressors or other approved means. 


909.12 Detection and control systems. Fire detection 
systems providing control input or output signals to mechani- 

cal smoke control systems or elements thereof shall comply 

with the requirements of Section 907. Such systems shall be 
equipped with a control unit complying with UL 864 and g 
listed as smoke control equipment. \ 


directly from fire-resistance-rated structural elements of 
the building by substantial, noncombustible supports. 


Exception: Flexible connections, for the purpose of 
vibration isolation, complying with the California 
Mechanical Code and that are constructed of approved 
fire-resistance-rated materials. 


909.10.3 Equipment, inlets and outlets. Equipment shall 
be located so as to not expose uninvolved portions of the 
building to an additional fire hazard. Outside air inlets 
shall be located so as to minimize the potential for intro- 
ducing smoke or flame into the building. Exhaust outlets 
shall be so located as to minimize reintroduction of smoke 
into the building and to limit exposure of the building or 
adjacent buildings to an additional fire hazard. 


909.10.4 Automatic dampers. Automatic dampers, regard- 
less of the purpose for which they are installed within the 
smoke control system, shall be listed and conform to the 
requirements of approved recognized standards. 


909.10.5 Fans. In addition to other requirements, belt- 
driven fans shall have 1.5 times the number of belts 
required for the design duty with the minimum number of 
belts being two. Fans shall be selected for stable perfor- 
mance based on normal temperature and, where 
applicable, elevated temperature. Calculations and manu- 
facturer’s fan curves shall be part of the documentation 
procedures. Fans shall be supported and restrained by 
noncombustible devices in accordance with the structural 
design requirements of Chapter 16 of the California 
Building Code. 


909.12.1 Verification. Control systems for mechanical 
smoke control systems shall include provisions for verifi- 
cation. Verification shall include positive confirmation of 
actuation, testing, manual override and the presence of 
power downstream of all disconnects. A preprogrammed 
weekly test sequence shall report abnormal conditions 
audibly, visually and by printed report. The prepro- 
grammed weekly test shall operate all devices, equipment 
and components used for smoke control. 


Exception: Where verification of individual compo- 
nents tested through the preprogrammed weekly testing 
sequence will interfere with, and produce unwanted 
effects to, normal building operation, such individual 
components are permitted to be bypassed from the 
preprogrammed weekly testing, where approved by the 
fire code official and in accordance with both of the 
following: 


1. Where the operation of components is bypassed 
from the preprogrammed weekly test, presence of 
power downstream of all disconnects shall be 
verified weekly by a listed control unit. 


2. Testing of all components bypassed from the pre- 
programmed weekly test shall be in accordance 
with Section 909.20.6. 


The status of dampers shall be determined using limit 
or proximity switches installed at the damper or incorpo- 
rated into the damper actuator. Where multiple dampers 
are grouped together in an assembly requiring one or 
more actuators, each damper shall be independently con- 
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trolled by a separate actuator and provided with an indi- 
vidual limit or proximity switch, or the dampers shall be 
linked together by a reliable and durable mechanical 
means or otherwise by permanent means into one or more 
groups, with each group provided with a common limit or 
proximity switch. 


The status of fans shall be determined by sensing the 

airflow downstream of the fans using pressure differential 
switches or transmitters, or by other means of positive 
proof of airflow where approved by the enforcing author- 
ity. 
909.12.2 Wiring. In addition to meeting requirements of 
the California Electrical Code, all wiring, regardless of 
voltage, shall be fully enclosed within continuous 
raceways. 


909.12.3 Activation. Smoke control systems shall be acti- 
vated in accordance with this section. 


909.12.3.1 Pressurization, airflow or exhaust 
method. Mechanical smoke control systems using the 
pressurization, airflow or exhaust method shall have 
completely automatic control. 


909.12.3.2 Passive method. Passive smoke control 
systems actuated by approved spot-type detectors listed 
for releasing service shall be permitted. 


909.12.4 Automatic control. Where completely auto- 
matic control is required or used, the automatic-control 
sequences shall be initiated from an appropriately zoned 
automatic sprinkler system complying with Section 
903.3.1.1, manual controls provided with ready access for 
the fire department and any smoke detectors required by 
the engineering analysis. 


909.13 Control air tubing. Control air tubing shall be of 
sufficient size to meet the required response times. Tubing 
shall be flushed clean and dry prior to final connections and 
shall be adequately supported and protected from damage. 
Tubing passing through concrete or masonry shall be sleeved 
and protected from abrasion and electrolytic action. 


909.13.1 Materials. Control air tubing shall be hard 
drawn copper, Type L, ACR in accordance with ASTM 
B42, ASTM B43, ASTM B68/B68M, ASTM B88, ASTM 
B251 and ASTM B280. Fittings shall be wrought copper 
or brass, solder type, in accordance with ASME B16.18 or 
ASME B16.22, Changes in direction shall be made with 
appropriate tool bends. Brass compression-type fittings 
shall be used at final connection to devices; other joints 
shall be brazed using a BCuPS brazing alloy with solidus 
above 1,100°F (593°C) and liquidus below 1,500°F 
(816°C). Brazing flux shall be used on copper-to-brass 
joints only. 


Exception: Nonmetallic tubing used within control 
panels and at the final connection to devices, provided 
that all of the following conditions are met: 


1. Tubing shall comply with the requirements of 
Section 602.2.1.3 of the California Mechanical 
Code. 
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2. Tubing and the connected device shall be com- 
pletely enclosed within a galvanized or paint- 
grade steel enclosure having a minimum thick- 
ness of 0.0296 inch (0.7534 mm) (No. 22 gage). 
Entry to the enclosure shall be by copper tubing 
with a protective grommet of neoprene or Teflon 
or by suitable brass compression to male-barbed 
adapter. 


3. Tubing shall be identified by appropriately docu- 
mented coding. 


4, Tubing shall be neatly tied and supported within 
the enclosure. Tubing bridging cabinets and 
doors or moveable devices shall be of sufficient 
length to avoid tension and excessive stress. Tub- 
ing shall be protected against abrasion. Tubing 
connected to devices on doors shall be fastened 
along hinges. 


909.13.2 Isolation from other functions. Control tubing 
serving other than smoke control functions shall be 
isolated by automatic isolation valves or shall be an inde- 
pendent system. 


909.13.3 Testing. Control air tubing shall be tested at 
three times the operating pressure for not less than 30 
minutes without any noticeable loss in gauge pressure 
prior to final connection to devices. 


909.14 Marking and identification. The detection and 
control systems shall be clearly marked at all junctions, 
accesses and terminations. 


909.15 Control diagrams. Identical control diagrams show- 
ing all devices in the system and identifying their location 
and function shall be maintained current and kept on file with 
the fire code official, the fire department and in the fire 
command center in a format and manner approved by the fire 
code official. 


909.16 Fire fighter’s smoke control panel. A fire fighter’s 
smoke control panel for fire department emergency response 
purposes only shall be provided and shall include manual 
control or override of automatic control for mechanical 
smoke control systems. The panel shall be located in a fire 
command center complying with Section 508 in high-rise 
buildings Group I-2 occupancies having occupied floors 
located more than 75 feet above the lowest level of fire 
department vehicle access or buildings with smoke-protected 
assembly seating. In all other buildings, the fire fighter’s 
smoke control panel shall be installed in an approved location 
adjacent to the fire alarm control panel. The fire fighter’s 
smoke control panel shall comply with Sections 909.16.1 
through 909,16.3. 


909.16.1 Smoke control systems. Fans within the build- 
ing shall be shown on the fire fighter’s control panel. A 
clear indication of the direction of airflow and the relation- 
ship of components shall be displayed. Status indicators 
shall be provided for all smoke control equipment, annun- 
ciated by fan and zone and by pilot-lamp-type indicators 
as follows: 


1. Fans, dampers and other operating equipment in 
their normal status—WHITE. 
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2. Fans, dampers and other operating equipment in 
their off or closed status—RED. 


3. Fans, dampers and other operating equipment in 
their on or open status—GREEN. 


4. Fans, dampers and other operating equipment in a 
fault status—YELLOW/AMBER. 


909.16.2 Smoke control panel. The fire fighter’s control 
panel shall provide control capability over the complete 
smoke control system equipment within the building as 
follows: 


1. ON-AUTO-OFF control over each individual piece 
of operating smoke control equipment that can be 
controlled from other sources within the building. 
This includes stairway pressurization fans; smoke 
exhaust fans; supply, return and exhaust fans; eleva- 
tor shaft fans; and other operating equipment used or 
intended for smoke control purposes. 


2. OPEN-AUTO-CLOSE control over individual 
dampers relating to smoke control and that are con- 
trolled from other sources within the building. 


3. ON-OFF or OPEN-CLOSE control over smoke con- 
trol and other critical equipment associated with a 
fire or smoke emergency and that can only be con- 
trolled from the fire fighter’s control panel. 


Exceptions: 


1. Complex systems, where approved, where the 
controls and indicators are combined to control 
and indicate all elements of a single smoke zone 
as a unit. 


2. Complex systems, where approved, where the 
control is accomplished by computer interface 
using approved, plain English commands. 


909.16.3 Control action and priorities. The fire fighter’s 
control panel actions shall be as follows: 


1. ON-OFF and OPEN-CLOSE control actions shall 
have the highest priority of any control point within 
the building. Once issued from the fire fighter’s con- 
trol panel, automatic or manual control from any 
other control point within the building shall not con- 
tradict the control action. Where automatic means 
are provided to interrupt normal, nonemergency 
equipment operation or produce a specific result to 
safeguard the building or equipment including, but 
not limited to, duct freezestats, duct smoke detec- 
tors, high-temperature cutouts, temperature-actuated 
linkage and similar devices, such means shall be 
capable of being overridden by the fire fighter’s 
control panel. The last control action as indicated by 
each fire fighter’s control panel switch position shall 
prevail. Control actions shall not require the smoke 
control system to assume more than one configura- 
tion at any one time. 


Exception: Power disconnects required by the 
California Electrical Code. 


2. Only the AUTO position of each three-position fire- 
fighter’s control panel switch shall allow automatic 
or manual control action from other control points 
within the building. The AUTO position shall be the 
NORMAL, nonemergency, building control posi- 
tion. Where a fire fighter’s control panel is in the 
AUTO position, the actual status of the device (on, 
off, open, closed) shall continue to be indicated by 
the status indicator described in Section 909.16.1. 
Where directed by an automatic signal to assume an 
emergency condition, the NORMAL position shall 
become the emergency condition for that device or 
group of devices within the zone. Control actions 
shall not require the smoke control system to assume 
more than one configuration at any one time. 


909.17 System response time. Smoke-control system activa- 
tion shall be initiated immediately after receipt of an 
appropriate automatic or manual activation command. Smoke 
control systems shall activate individual components (such as 
dampers and fans) in the sequence necessary to prevent phys- 
ical damage to the fans, dampers, ducts and other equipment. 
For purposes of smoke control, the fire fighter’s control panel 
response time shall be the same for automatic or manual 
smoke control action initiated from any other building control 
point. The total response time, including that necessary for 
detection, shutdown of operating equipment and smoke 
control system startup, shall allow for full operational mode 
to be achieved before the conditions in the space exceed the 
design smoke condition. Upon receipt of an alarm condition 
at the fire alarm control panel, fans, dampers and automatic 
doors shall have achieved their proper operating state and the 
final status shall be indicated at the smoke control panel 
within 90 seconds. The system response time for each 
component and their sequential relationships shall be detailed 
in the required rational analysis and verification of their 
installed condition reported in the required final report. 


909.18 Acceptance testing. Devices, equipment, compo- 
nents and sequences shall be individually tested. These tests, 
in addition to those required by other provisions of this code, 
shall consist of determination of function, sequence and, 
where applicable, capacity of their installed condition. 


909.18.1 Detection devices. Smoke or fire detectors that 
are a part of a smoke control system shall be tested in 
accordance with Chapter 9 in their installed condition. 
Where applicable, this testing shall include verification of 
airflow in both minimum and maximum conditions. 


909.18.2 Ducts. Ducts that are part of a smoke control 
system shall be traversed using generally accepted prac- 
tices to determine actual air quantities. 

909.18.3 Dampers. Dampers shall be tested for function 
in their installed condition. 

909.18.4 Inlets and outlets. Inlets and outlets shall be 
read using generally accepted practices to determine air 
quantities. 

909.18.5 Fans. Fans shall be examined for correct rota- 


tion. Measurements of voltage, amperage, revolutions per 
minute and belt tension shall be made. 
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909.18.6 Smoke barriers. Measurements using inclined 
manometers or other approved calibrated measuring 
devices shall be made of the pressure differences across 
smoke barriers. Such measurements shall be conducted for 
each possible smoke control condition. 


909.18.7 Controls. Each smoke zone equipped with an 
automatic-initiation device shall be put into operation by 
the actuation of one such device. Each additional device 
within the zone shall be verified to cause the same 
sequence without requiring the operation of fan motors in 
order to prevent damage. Control sequences shall be veri- 
fied throughout the system, including verification of 
override from the fire fighter’s control panel and simula- 
tion of standby power conditions. 


909.18.8 Testing for smoke control. Smoke control 
systems shall be tested by a special inspector in accordance 
with Section 1705.19 of the California Building Code. 


909.18.8.1 Scope of testing. Testing shall be conducted 
in accordance with the following: 


1. During erection of ductwork and prior to conceal- 
ment for the purposes of leakage testing and 
recording of device location. 


2. Prior to occupancy and after sufficient comple- 
tion for the purposes of pressure-difference test- 
ing, flow measurements, and detection and 
control verification. 


909.18.8.2 Qualifications. Approved agencies for 
smoke control testing shall have expertise in fire 
protection engineering, mechanical engineering and 
certification as air balancers. 


909.18.8.3 Reports. A complete report of testing shall 
be prepared by the approved agency. The report shall 
include identification of all devices by manufacturer, 
nameplate data, design values, measured values and 
identification tag or mark. The report shall be reviewed 
by the responsible registered design professional and, 
when satisfied that the design intent has been achieved, 
the responsible registered design professional shall 
sign, seal and date the report. 


909.18.8.3.1 Report filing. A copy of the final report 
shall be filed with the fire code official and an iden- 
tical copy shall be maintained in an approved 
location at the building. 


909.18.9 Identification and documentation. Charts, 
drawings and other documents identifying and locating 
each component of the smoke control system, and describ- 
ing their proper function and maintenance requirements, 
shall be maintained on file at the building as an attachment 
to the report required by Section 909.18.8.3. Devices shall 
have an approved identifying tag or mark on them consis- 
tent with the other required documentation and shall be 
dated indicating the last time they were successfully tested 
and by whom. 


An approved operations manual describing the com- 
plete operations of the smoke control system and function- 
ing of the fire-fighter’s smoke control panel shall be 
maintained at the fire command center. 
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909.19 System acceptance. Buildings, or portions thereof, 
required by this code to comply with this section shall not be 
issued a certificate of occupancy until such time that the fire 
code official determines that the provisions of this section 
have been fully complied with and that the fire department 
has received satisfactory instruction on the operation, both 
automatic and manual, of the system and a written mainte- 
nance program complying with the requirements of Section 
909.22.1 has been submitted and approved by the fire code 
official. 


Exception: In buildings of phased construction, a tempo- 
rary certificate of occupancy, as approved by the fire code 
official, shall be allowed, provided that those portions of 
the building to be occupied meet the requirements of this 
section and that the remainder does not pose a significant 
hazard to the safety of the proposed occupants or adjacent 
buildings. 


[BF] 909.20 Smokeproof enclosures. Where required by 
Section 1023.12, a smokeproof enclosure shall be constructed 
in accordance with this section. A smokeproof enclosure shall 
consist of an interior exit stairway or ramp that is enclosed in 
accordance with the applicable provisions of Section 1023 
and an open exterior balcony or ventilated vestibule meeting 
the requirements of this section. Where access to the roof is 
required, such access shall be from the smokeproof enclosure 
where a smokeproof enclosure is required. 


[BF] 909.20.1 Access. Access to the stairway or ramp 
shall be by way of a vestibule or an open exterior balcony. 
The minimum dimension of the vestibule shall be not less 
than the required width of the corridor leading to the vesti- 
bule but shall not have a width of less than 44 inches 
(1118 mm) and shall not have a length of less than 72 
inches (1829 mm) in the direction of egress travel. 


[BF] 909.20.2 Construction. The smokeproof enclosure 
shall be separated from the remainder of the building by 
not less than 2-hour fire barriers constructed in accordance 
with Section 707 of the California Building Code or hori- 
zontal assemblies constructed in accordance with Section 
711 of the California Building Code, or both. Openings 
are not permitted other than the required means of egress 
doors. The vestibule shall be separated from the stairway 
or ramp by not less than 2-hour fire barriers constructed in 
accordance with Section 707 of the California Building 
Code or horizontal assemblies constructed in accordance 
with Section 711 of the California Building Code, or both. 
The open exterior balcony shall be constructed in accor- 
dance with the fire-resistance-rating requirements for floor 
assemblies. 


[BF] 909.20.2.1 Door closers. Doors in a smokeproof 
enclosure shall be self-closing or automatic closing by 
actuation of a smoke detector in accordance with 
Section 716,2.6.6 of the California Building Code and 
shall be installed at the floor-side entrance to the 
smokeproof enclosure. The actuation of the smoke 
detector on any door shall activate the closing devices 
on all doors in the smokeproof enclosure at all levels. 
Smoke detectors shall be installed in accordance with 
Section 907.3. 
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[BF] 909.20.3 Natural ventilation alternative. The 
provisions of Sections 909.20,3.1 through 909.20,3.3 shall 
apply to ventilation of smokeproof enclosures by natural 
means. 


[BF] 909.20.3.1 Balcony doors. Where access to the 
stairway or ramp is by way of an open exterior balcony, 
the door assembly into the enclosure shall be a fire door 
assembly in accordance with Section 716 of the Cali- 
fornia Building Code. 


[BF] 909.20.3.2 Vestibule doors. Where access to the 
stairway or ramp is by way of a vestibule, the door 
assembly into the vestibule shall be a fire door assem- 
bly complying with Section 716 of the California 
Building Code. The door assembly from the vestibule 
to the stairway shall have not less than a 20-minute fire 
protection rating complying with Section 716 of the 
California Building Code. 


[BF] 909.20.3.3 Vestibule ventilation. Each vestibule 
shall have a minimum net area of 16 square feet (1.5 
m’) of opening in a wall facing an outer court, yard or 
public way that is not less than 20 feet (6096 mm) in 
width. 


[BF] 909.20.4 Mechanical ventilation alternative. The 
provisions of Sections 909.20.4.1 through 909.20.4.4 shall 
apply to ventilation of smokeproof enclosures by mechan- 
ical means. 


[BF] 909.20.4.1 Vestibule doors. The door assembly 
from the building into the vestibule shall be a fire door 
assembly complying with Section 716,2.2.1 of the 
California Building Code. The door assembly from the 
vestibule to the stairway or ramp shall have not less 
than a 20-minute fire protection rating and shall meet 
the requirements for a smoke door assembly in accor- 
dance with Section 716.2.2.1 of the California Building 
Code. The door shall be installed in accordance with 
NFPA 105. 


[BF] 909.20.4.2 Vestibule ventilation. The vestibule 
shall be supplied with not less than one air change per 
minute and the exhaust shall be not less than 150 
percent of supply. Supply air shall enter and exhaust air 
shall discharge from the vestibule through separate, 
tightly constructed ducts used only for that purpose. 
Supply air shall enter the vestibule within 6 inches (152 
mm) of the floor level. The top of the exhaust register 
shall be located at the top of the smoke trap but not 
more than 6 inches (152 mm) down from the top of the 
trap, and shall be entirely within the smoke trap area. 
Doors in the open position shall not obstruct duct open- 
ings. Duct openings with controlling dampers are 
permitted where necessary to meet the design require- 
ments, but dampers are not otherwise required. 


[BF] 909.20.4.2.1 Engineered ventilation system. 
Where a specially engineered system is used, the 
system shall exhaust a quantity of air equal to not less 
than 90 air changes per hour from any vestibule when 
in emergency operation mode and shall be sized to 
handle three vestibules simultaneously. Smoke 
detectors shall be located at the floor-side entrance to 


each vestibule and shall activate the system for the 
affected vestibule. Smoke detectors shall be installed 
in accordance with Section 907.3. ¥ 


[BF] 909.20.4.3 Smoke trap. The vestibule ceiling 
shall be not less than 20 inches (508 mm) higher than 
the door opening into the vestibule to serve as a smoke 
and heat trap and to provide an upward-moving air 
column. The height shall not be decreased unless 
approved and justified by design and test. 


[BF] 909.20.4.4 Stairway or ramp shaft air move- 
ment system. The stairway or ramp shaft shall be 
provided with a dampered relief opening and supplied 
with sufficient air to maintain a minimum positive pres- 
sure of 0.10 inch of water (25 Pa) in the shaft relative to 
the vestibule with all doors closed. 


[BF] 909.20.5 Stairway and ramp pressurization alter- 
native. Where the building is equipped throughout with an 
automatic sprinkler system in accordance with Section 
903.3.1.1, the vestibule is not required, provided that each 
interior exit stairway or ramp is pressurized to not less 
than 0.10 inch of water (25 Pa) and not more than 0.35 
inch of water (87 Pa) in the shaft relative to the building 
measured with all interior exit stairway and ramp doors 
closed under maximum anticipated conditions of stack 
effect and wind effect. 


[BF] 909.20.6 Ventilating equipment. The activation of 
ventilating equipment required by the alternatives in 
Sections 909.20.4 and 909.20.5 shall be by smoke detec- 
tors installed at each floor level at an approved location at 
the entrance to the smokeproof enclosure. When the clos- 
ing device for the stairway and ramp shaft and vestibule 
doors is activated by smoke detection or power failure, the 
mechanical equipment shall activate and operate at the 
required performance levels. Smoke detectors shall be 
installed in accordance with Section 907.3. 


[BF] 909.20.6.1 Ventilation systems. Smokeproof 
enclosure ventilation systems shall be independent of 
other building ventilation systems. The equipment, 
control wiring, power wiring and ductwork shall 
comply with one of the following: 


1. Equipment, control wiring, power wiring and 
ductwork shall be located exterior to the building 
and directly connected to the smokeproof enclo- 
sure or connected to the smokeproof enclosure by 
ductwork enclosed by not less than 2-hour fire 
barriers constructed in accordance with Section 
707 of the California Building Code or horizontal 
assemblies constructed in accordance with Sec- 
tion 711 of the California Building Code, or both. 


2. Equipment, control wiring, power wiring and 
ductwork shall be located within the smokeproof 
enclosure with intake or exhaust directly from 
and to the outside or through ductwork enclosed 
by not less than 2-hour fire barriers constructed in 
accordance with Section 707 of the California 
Building Code or horizontal assemblies con- 
structed in accordance with Section 711 of the 
California Building Code, or both. 
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3. Equipment, control wiring, power wiring and 
ductwork shall be located within the building if 
separated from the remainder of the building, 
including other mechanical equipment, by not 
less than 2-hour fire barriers constructed in accor- 
dance with Section 707 of the California Build- 
ing Code or horizontal assemblies constructed in 
accordance with Section 711 of the California 
Building Code, or both. 


Exception: Control wiring and power wiring located 
outside of a 2-hour fire barrier construction shall be 
protected using any one of the following methods: 


1. Cables used for survivability of required criti- 
cal circuits shall be listed in accordance with 
UL 2196 and shall have a fire-resistance rating 
of not less than 2 hours. 


2. Where encased with not less than 2 inches (51 
mm) of concrete. 


3. Electrical circuit protective systems shall have 
a fire-resistance rating of not less than 2 hours. 
Electrical circuit protective systems shall be 
installed in accordance with their listing 
requirements. 


[BF] 909.20.6.2 Standby power. Mechanical vestibule 
and stairway and ramp shaft ventilation systems and 
automatic fire detection systems shall be provided with 
standby power in accordance with Section 603. 


[BF] 909.20.6.3 Acceptance and testing. Before the 
mechanical equipment is approved, the system shall be 
tested in the presence of the building official to confirm 
that the system is operating in compliance with these 
requirements. 


[BF] 909.21 Elevator hoistway pressurization alternative. 
Where elevator hoistway pressurization is provided in lieu of 
required enclosed elevator lobbies, the pressurization system 
shall comply with Sections 909.21.1 through 909.21.11. 


[BF] 909.21.1 Pressurization requirements. Elevator 
hoistways shall be pressurized to maintain a minimum 
positive pressure of 0.10 inch of water (25 Pa) and a maxi- 
mum positive pressure of 0.25 inch of water (67 Pa) with 
respect to adjacent occupied space on all floors. This pres- 
sure shall be measured at the midpoint of each hoistway 
door, with all elevator cars at the floor of recall and all 
hoistway doors on the floor of recall open and all other 
hoistway doors closed. The pressure differentials shall be 
measured between the hoistway and the adjacent elevator 
landing. The opening and closing of hoistway doors at 
each level must be demonstrated during this test. The 
supply air intake shall be from an outside, uncontaminated 
source located a minimum distance of 20 feet (6096 mm) 
from any air exhaust system or outlet. 


Exceptions: 


1. On floors containing only Group R occupancies, 
the pressure differential is permitted to be mea- 
sured between the hoistway and a dwelling unit 
or sleeping unit. 
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2. Where an elevator opens into a lobby enclosed in 
accordance with Section 3007.6 or 3008.6 of the 
California Building Code, the pressure differen- 
tial is permitted to be measured between the 
hoistway and the space immediately outside the 
door(s) from the floor to the enclosed lobby. 


3. The pressure differential is permitted to be mea- 
sured relative to the outdoor atmosphere on floors 
other than the following: 


3.1. The fire floor. 


3.2. The two floors immediately below the 
fire floor. 


3.3. The floor immediately above the fire 
floor. 


4. The minimum positive pressure of 0.10 inch of 
water (25 Pa) and a maximum positive pressure 
of 0.25 inch of water (67 Pa) with respect to 
occupied floors is not required at the floor of 
recall with the doors open. 


[BF] 909.21.1.1 Use of ventilation systems. Ventila- 
tion systems, other than hoistway supply air systems, 
are permitted to be used to exhaust air from adjacent 
spaces on the fire floor, two floors immediately below 
and one floor immediately above the fire floor to the 
building’s exterior where necessary to maintain posi- 
tive pressure relationships as required in Section 
909.21.1 during operation of the elevator shaft pressur- 
ization system. 


[BF] 909.21.2 Rational analysis. A rational analysis 
complying with Section 909.4 shall be submitted with the 
construction documents. 


[BF] 909.21.3 Ducts for system. Any duct system that is 
part of the pressurization system shall be protected with 
the same fire-resistance rating as required for the elevator 
shaft enclosure. 


[BF] 909.21.4 Fan system. The fan system provided for 
the pressurization system shall be as required by Sections 
909,21.4.1 through 909.21.4.4. 


[BF] 909.21.4.1 Fire resistance. Where located within 
the building, the fan system that provides the pressur- 
ization shall be protected with the same fire-resistance 
rating required for the elevator shaft enclosure. 


[BF] 909.21.4.2 Smoke detection. The fan system 
shall be equipped with a smoke detector that will auto- 
matically shut down the fan system when smoke is 
detected within the system. 


[BF] 909.21.4.3 Separate systems. A separate fan 
system shall be used for each elevator hoistway. 


| BF] 909.21.4.4 Fan capacity. The supply fan shall be 
either adjustable with a capacity of not less than 1,000 
cfm (0.4719 m*/s) per door, or that specified by a regis- 
tered design professional to meet the requirements of a 
designed pressurization system. 
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[BF] 909.21.5 Standby power. The pressurization system 
shall be provided with standby power in accordance with 
Section 1203. 


[BF] 909.21.6 Activation of pressurization system. The 
elevator pressurization system shall be activated upon acti- 
vation of either the building fire alarm system or the 
elevator lobby smoke detectors. Where both a building fire 
alarm system and elevator lobby smoke detectors are pres- 
ent, each shall be independently capable of activating the 
pressurization system. 


[BF] 909.21.7 Testing. Testing for performance shall be 
required in accordance with Section 909.18.8. System 
acceptance shall be in accordance with Section 909.19. 


[BF] 909.21.8 Marking and identification. Detection 
and control systems shall be marked in accordance with 
Section 909.14. 

[BF] 909.21.9 Control diagrams. Control diagrams shall 
be provided in accordance with Section 909.15. 

[BF] 909.21.10 Control panel. A control panel comply- 
ing with Section 909.16 shall be provided. 

[BF] 909.21.11 System response time. Hoistway pressur- 


ization systems shall comply with the requirements for 
smoke control system response time in Section 909.17. 


SECTION 910 
SMOKE AND HEAT REMOVAL 


910.1 General. Where required by this code, smoke and heat 
vents or mechanical smoke removal systems shall conform to 
the requirements of this section. 


910.2 Where required. Smoke and heat vents or a mechani- 
cal smoke removal system shall be installed as required by 
Sections 910.2.1 and 910.2.2., 


Exceptions: 


1. Frozen food warehouses used solely for storage of 
Class I and II commodities where protected by an 
approved automatic sprinkler system. 


2. Smoke and heat removal shall not be required in 
areas of buildings equipped with early suppression 
fast-response (ESFR) sprinklers. 


3. Smoke and heat removal shall not be required in 
areas of buildings equipped with control mode spe- 
cial application sprinklers with a response time 
index of 50(m ~* s)!” or less that are listed to control 
a fire in stored commodities with 12 or fewer sprin- 
klers. 


910.2.1 Group F-1 or S-1. Smoke and heat vents installed 
in accordance with Section 910.3 or a mechanical smoke 


909,22 Maintenance. Smoke control systems shall be main- 
tained to ensure to a reasonable degree that the system is 
capable of controlling smoke for the duration required, The 
system shall be maintained in accordance with the manufac- 
turer’s instructions and Sections 909.22.1 through 909.22.6. 


removal system installed in accordance with Section 910.4 
shall be installed in buildings and portions thereof used as 
a Group F-1 or S-1 occupancy having more than 50,000 
square feet (4645 m*) of undivided area. In occupied 
portions of a building equipped throughout with an auto- 


909.22.1 Schedule. A routine maintenance and opera- 
tional testing program shall be initiated immediately after 
the smoke control system has passed the acceptance tests. 
A written schedule for routine maintenance and opera- 
tional testing shall be established. 


909.22.2 Records. Records of smoke control system test- 
ing and maintenance shall be maintained. The record shall 
include the date of the maintenance, identification of the 
servicing personnel and notification of any unsatisfactory 
condition and the corrective action taken, including parts 
replaced. 


909.22.3 Testing. Operational testing of the smoke control 
system shall include all equipment such as initiating 
devices, fans, dampers, controls, doors and windows. 


909.22.4 Dedicated smoke control systems. Dedicated 
smoke control systems shall be operated for each control 
sequence semiannually. The system shall be tested under 
standby power conditions. 


909.22.5 Nondedicated smoke control systems. Nonded- 
icated smoke control systems shall be operated for each 
control sequence annually. The system shall be tested 
under standby power conditions. 


909.22.6 Components bypassing weekly test. Where 
components of the smoke control system are bypassed by 
the preprogrammed weekly test required by Section 
909.12.1, such components shall be tested semiannually. 
The system shall be tested under standby power conditions. 
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matic sprinkler system in accordance with Section 
903.3.1.1, where the upper surface of the story is not a 
roof assembly, a mechanical smoke removal system in 
accordance with Section 910.4 shall be installed. 


Exception: Group F-1 aircraft manufacturing build- 
ings and Group S-1 aircraft repair hangars. 


910.2.2 High-piled combustible storage. Smoke and heat 
removal required by Table 3206.2 for buildings and 
portions thereof containing high-piled combustible storage 
shall be installed in accordance with Section 910.3 in 
unsprinklered buildings. In buildings and portions thereof 
containing high-piled combustible storage equipped 
throughout with an automatic sprinkler system in accor- 
dance with Section 903.3.1.1, a smoke and heat removal 
system shall be installed in accordance with Section 910.3 
or 910.4. In occupied portions of a building equipped 
throughout with an automatic sprinkler system in accor- 
dance with Section 903.3.1.1 where the upper surface of 
the story is not a roof assembly, a mechanical smoke 
removal system in accordance with Section 910.4 shall be 
installed. 


910.3 Smoke and heat vents. The design and installation of 
smoke and heat vents shall be in accordance with Sections 
910.3.1 through 910,3.3. 


910.3.1 Listing and labeling. Smoke and heat vents shall 
be listed and labeled to indicate compliance with UL 793 
or FM 4430 or ICC ES AC 331. 
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910.3.2 Smoke and heat vent locations. Smoke and heat 
vents shall be located 20 feet (6096 mm) or more from 
adjacent lot lines and fire walls and 10 feet (3048 mm) or 
more from fire barriers. Vents shall be uniformly located 
within the roof in the areas of the building where the vents 
are required to be installed by Section 910.2, with consid- 
eration given to roof pitch, sprinkler location and 
structural members. 


910.3.3 Smoke and heat vents area. The required aggre- 
gate area of smoke and heat vents shall be calculated as 
follows: 


For buildings equipped throughout with an automatic 
sprinkler system in accordance with Section 903.3.1.1: 


A,» = V/9000 (Equation 9-3) 
where: 
Ay» = The required aggregate vent area (ft’). 


V =Volume (ft*) of the area that requires smoke 
removal. 


For unsprinklered buildings: 

Ayp = Ag! 50 (Equation 9-4) 
where: 

Ayz = The required aggregate vent area (ft’). 


A,,, = The area of the floor in the area that requires 
smoke removal. 


910.3.4 Vent operation. Smoke and heat vents shall be 
capable of being operated by approved automatic and 
manual means. 


910.3.5 Fusible link temperature rating. Where vents 
are installed in areas provided with automatic fire sprin- 
klers and the vents operate by fusible link, the fusible link 
shall have a temperature rating of 360°F (182°C). 


910.4 Mechanical smoke removal systems. Mechanical 
smoke removal systems shall be designed and installed in 
accordance with Sections 910.4.1 through 910.4.7. 


910.4.1 Automatic sprinklers required. The building 
shall be equipped throughout with an approved automatic 
sprinkler system in accordance with Section 903.3.1.1. 


910.4.2 Exhaust fan construction. Exhaust fans that are 
part of a mechanical smoke removal system shall be rated 
for operation at 221°F (105°C). Exhaust fan motors shall 
be located outside of the exhaust fan airstream. 


910.4.3 System design criteria. The mechanical smoke 
removal system shall be sized to exhaust the building at a 
minimum rate of two air changes per hour based on the 
volume of the building or portion thereof without contents. 
The capacity of each exhaust fan shall not exceed 30,000 
cubic feet per minute (14.2 m*/s). 


910.4.3.1 Makeup air. Makeup air openings shall be 
provided within 6 feet (1829 mm) of the floor level. 
Operation of makeup air openings shall be manual or 
automatic. The minimum gross area of makeup air 
inlets shall be 8 square feet per 1,000 cubic feet per 
minute (0.74 m? per 0.4719 m?/s) of smoke exhaust. 
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910.4.4 Activation. The mechanical smoke removal 
system shall be activated by manual controls only. 


910.4.5 Manual control location. Manual controls shall 
be located where they are able to be accessed by the fire 
service from an exterior door of the building and separated 
from the remainder of the building by not less than 1-hour 
fire barriers constructed in accordance with Section 707 of 
the California Building Code or horizontal assemblies 
constructed in accordance with Section 711 of the Califor- 
nia Building Code, or both. 


910.4.6 Control wiring. Wiring for operation and control 
of mechanical smoke removal systems shall be connected 
ahead of the main disconnect in accordance with Section 
701.12E of the California Electrical Code and be 
protected against interior fire exposure to temperatures in 
excess of 1,000°F (538°C) for a period of not less than 15 
minutes. 


910.4.7 Controls. Where building air-handling and 
mechanical smoke removal systems are combined or 
where independent building air-handling systems are 
provided, fans shall automatically shut down in accor- 
dance with the California Mechanical Code. The manual 
controls provided for the smoke removal system shall have 
the capability to override the automatic shutdown of fans 
that are part of the smoke removal system. 


910.5 Maintenance and testing. Maintenance and testing of 
smoke and heat vents and mechanical smoke removal 
systems shall be in accordance with Sections 910.5.1 and 
910.5.2. A written record of inspection, testing and mainte- 
nance that includes the date, identification of personnel 
involved, any unsatisfactory result, corrective action taken 
and replaced parts shall be maintained on the premises. 


910.5.1 Smoke and heat vents. Smoke and heat vents 
shall be maintained in an operative condition. Inspection, 
testing and maintenance shall be in accordance with NFPA 
204 except as follows: 


1. Mechanically operated smoke and heat vents shall 
be inspected annually and operationally tested not 
less than every 5 years. 


2. Gravity dropout smoke and heat vents shall be 
inspected annually. 


3. Fused, damaged or painted fusible links shall be 
replaced. 


910.5.2 Mechanical smoke removal systems. Mechani- 
cal smoke removal systems shall be maintained in 
accordance with NFPA 204 and the equipment manufac- 
turer’s instructions except as follows: 


1. Systems shall be inspected and operationally tested 
annually. 


2. Testing shall include the operation of all system 
components, controls and ancillary equipment, such 
as makeup air openings. 


3. A written schedule for routine maintenance and 
operational testing shall be established and testing 
shall be conducted in accordance with the schedule. 
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SECTION 911 
EXPLOSION CONTROL 


911.1 General. Explosion control shall be provided in the 
following locations: 


1. Where a structure, room or space is occupied for pur- 
poses involving explosion hazards as identified in 
Table 911.1. 


2. Where quantities of hazardous materials specified in 
Table 911.1 exceed the maximum allowable quantities 
in Table 5003.1.1(1). 


Such areas shall be provided with explosion (deflagration) 
venting, explosion (deflagration) prevention systems or barri- 
cades in accordance with this section and NFPA 68, NFPA 69 
or NFPA 495 as applicable. Deflagration venting shall not be 


utilized as a means to protect buildings from detonation hazards. . 


911.2 Required deflagration venting. Areas that are 
required to be provided with deflagration venting shall 
comply with the following: 


1. Walls, ceilings and roofs exposing surrounding areas 
shall be designed to resist a minimum internal pressure 
of 100 pounds per square foot (psf) (4788 Pa). The 
minimum internal design pressure shall be not less than 
five times the maximum internal relief pressure speci- 
fied in Item 5 of this section. 


2. Deflagration venting shall be provided only in exterior 
walls and roofs. 


Exception: Where sufficient exterior wall and roof 
venting cannot be provided because of inadequate 
exterior wall or roof area, deflagration venting shall 
be allowed by specially designed shafts vented to the 
exterior of the building. 


3. Deflagration venting shall be designed to prevent unac- 
ceptable structural damage. Where relieving a deflagra- 
tion, vent closures shall not produce projectiles of 
sufficient velocity and mass to cause life threatening 
injuries to the occupants or other persons on the prop- 
erty or adjacent public ways. 


4. The aggregate clear area of vents and venting devices 
shall be governed by the pressure resistance of the con- 
struction assemblies specified in Item 1 of this section 
and the maximum internal pressure allowed by Item 5 
of this section. 


5. Vents shall be designed to withstand loads in accor- 
dance with the California Building Code. Vents shall 
consist of any one or any combination of the following 
to relieve at a maximum internal pressure of 20 pounds 
per square foot (958 Pa), but not less than the loads 
required by the California Building Code: 

5.1. Exterior walls designed to release outward. 
5.2. Hatch covers. 

5.3. Outward swinging doors. 

5.4. Roofs designed to uplift. 


5.5. Venting devices listed for the purpose. 


6. Vents designed to release from the exterior walls or 
roofs of the building when venting a deflagration shall 
discharge directly to the exterior of the building where 
an unoccupied space not less than 50 feet (15 240 mm) 
in width is provided between the exterior walls of the 
building and the lot line. 


Exception: Vents complying with Item 7 of this 
section. 


7. Vents designed to remain attached to the building when 
venting a deflagration shall be so located that the dis- 
charge opening shall be not less than 10 feet (3048 mm) 
vertically from window openings and exits in the build- 
ing and 20 feet (6096 mm) horizontally from exits in 
the building, from window openings and exits in adja- 
cent buildings on the same lot and from the lot line. 


8. Discharge from vents shall not be into the interior of 
the building. 


911.3 Explosion prevention systems. Explosion prevention 
systems shall be of an approved type and installed in accor- 
dance with the provisions of this code and NFPA 69. 


911.4 Deflagration venting. Deflagration venting shall be of 
an approved type and installed in accordance with the provi- 
sions of this code and NFPA 68. 


911.5 Barricades. Barricades shall be designed and installed 
in accordance with NFPA 495. 


SECTION 912 
FIRE DEPARTMENT CONNECTIONS 


912.1 Installation. Fire department connections shall be 
installed in accordance with the NFPA standard applicable to 
the system design and shall comply with Sections 912.2 
through 912.7. 


912.2 Location. With respect to hydrants, driveways, build- 
ings and landscaping, fire department connections shall be so 
located that fire apparatus and hose connected to supply the 
system will not obstruct access to the buildings for other fire 
apparatus. The location of fire department connections shall 
be approved by the fire code official. 


912.2.1 Visible location. Fire department connections 
shall be located on the street side of buildings or facing 
approved fire apparatus access roads, fully visible and 
recognizable from the street, fire apparatus access road or 
nearest point of fire department vehicle access or as other- 
wise approved by the fire code official. 


912.2.2 Existing buildings. On existing buildings, wher- 
ever the fire department connection is not visible to 
approaching fire apparatus, the fire department connection 
shall be indicated by an approved sign mounted on the 
street front or on the side of the building. Such sign shall 
have the letters “FDC” not less than 6 inches (152 mm) 
high and words in letters not less than 2 inches (51 mm) 
high or an arrow to indicate the location. Such signs shall 
be subject to the approval of the fire code official. 
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912.3 Fire hose threads. Fire hose threads used in connec- 
tion with standpipe systems shall be approved and shall be 
compatible with fire department hose threads. 


912.4 Access. Immediate access to fire department connec- 
tions shall be maintained at all times and without obstruction 
by fences, bushes, trees, walls or any other fixed or moveable 
object. Access to fire department connections shall be 
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Exceptions: 


J. Fences, where provided with an access gate 
equipped with a sign complying with the legend 
requirements of Section 912.5 and a means of emer- 
gency operation. The gate and the means of emer- 
gency operation shall be approved by the fire code 
official and maintained operational at all times. 


approved by the fire code official. 


TABLE 911.1 
EXPLOSION CONTROL REQUIREMENTS‘ 


EXPLOSION CONTROL METHODS 
Explosion (deflagration) venting or explosion 
Barricade construction (deflagration) prevention systems 
Hazard Category 
ee 


MATERIAL CLASS 


Division 1.1 Not required 


Water-reactive liquids and solids - - 

gpa Walaa Noieaet po Remed 
avi RAN Notre | Remi 
gta FO i 
Ce a : 


Explosives 


Flammable gas 


Flammable liquids 


Organic peroxides 


Unstable (reactive) 


a. Combustible dusts where manufactured, generated or used in such a manner that the concentration and conditions create a fire or explosion hazard based on 
information prepared in accordance with Section 104.8.2. See definition of “Combustible dust” in Chapter 2. 

b. Storage or use. 

. In open use or dispensing. 

. Rooms containing dispensing and use of hazardous materials where an explosive environment can occur because of the characteristics or nature of the 
hazardous materials or as a result of the dispensing or use process. 

e. A method of explosion control shall be provided where Class 2 water-reactive materials can form potentially explosive mixtures. 

f. Explosion venting is not required for Group H-5 Fabrication Areas complying with Chapter 27 and the California Building Code. 

g. Where explosion control is required in Section 1207.6.3. 
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2. When acceptable to the fire enforcing agency, fire 
department connections for Group I-3 detention 
facilities may be located inside all security walls or 
fences on the property. 


912.4.1 Locking fire department connection caps. The 
fire code official is authorized to require locking caps on 
fire department connections for water-based fire protec- 
tion systems where the responding fire department carries 
appropriate key wrenches for removal. 


912.4.2 Clear space around connections. A working 
space of not less than 36 inches (914 mm) in width, 36 
inches (914 mm) in depth and 78 inches (1981 mm) in 
height shall be provided and maintained in front of and to 
the sides of wall-mounted fire department connections and 
around the circumference of free-standing fire department 
connections, except as otherwise required or approved by 
the fire code official. 


912.4.3 Physical protection. Where fire department 
connections are subject to impact by a motor vehicle, vehi- 
cle impact protection shall be provided in accordance with 
Section 312. ‘ 


912.5 Signs. A metal sign with raised letters not less than 1 
inch (25 mm) in size shall be mounted on all fire department 
connections serving automatic sprinklers, standpipes or fire 
pump connections. Such signs shall read: “AUTOMATIC 
SPRINKLERS” or “STANDPIPES” or “TEST CONNEC- 
TION” or a combination thereof as applicable. Where the fire 
department connection does not serve the entire building, a 
sign shall be provided indicating the portions of the building 
served. 


912.6 Backflow protection. The potable water supply to 
automatic sprinkler and standpipe systems shall be protected 
against backflow as required by the Health and Safety Code 
Section 13114.7. 


912.7 Inspection, testing and maintenance. Fire department 
connections shall be periodically inspected, tested and main- 
tained in accordance with California Code of Regulations, 
Title 19, Division 1, Chapter 5. Records of inspection, testing 
and maintenance shall be maintained. 


SECTION 913 
FIRE PUMPS 


913.1 General. Where provided, fire pumps for fire protec- 
tion systems shall be installed in accordance with this section 
and NFPA 20. 


Exception: Pumps for automatic sprinkler systems 
installed in accordance with Section 903.3.1.3 or Section 
R313 of the California Residential Code. 


913.2 Protection against interruption of service. The fire 
pump, driver and controller shall be protected in accordance 
with NFPA 20 against possible interruption of service 
through damage caused by explosion, fire, flood, earthquake, 
rodents, insects, windstorm, freezing, vandalism and other 
adverse conditions. 


913.2.1 Protection of fire pump rooms. Rooms where 
fire pumps are located shall be separated from all other 
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areas of the building in accordance with Section 913.2.1 of 
the California Building Code. 


913.2.2 Circuits supplying fire pumps. Cables used for 
survivability of circuits supplying fire pumps. shall be 
protected using one of the following methods: 


1. Cables used for survivability of required critical cir- 
cuits shall be listed in accordance with UL 2196 and 
shall have a fire-resistance rating of not less than 1 
hour. 


2. Electrical circuit protective systems shall have a 
fire-resistance rating of not less than 1 hour. Electri- 
cal circuit protective systems shall be installed in 
accordance with their listing requirements. 


3. Construction having a fire-resistance rating of not 
less than | hour. 


4. The cable or raceway is encased in a minimum of 2 
inches (51 mm) of concrete. 


Exception: This section shall not apply to cables, or 
portions of cables, located within a fire pump room or 
generator room that is separated from the remainder of 
the occupancy with fire-resistance-rated construction. 


913.3 Temperature of pump room. Suitable means shall be 
provided for maintaining the temperature of a pump room or 
pump house, where required, above 40°F (5°C). 


913.3.1 Engine manufacturer’s recommendation. 
Temperature of the pump room, pump house or area where 
engines are installed shall never be less than the minimum 
recommended by the engine manufacturer. The engine 
manufacturer’s recommendations for oil heaters shall be 
followed. 


913.4 Valve supervision. Where provided, the fire pump 
suction, discharge and bypass valves, and isolation valves on 
the backflow prevention device or assembly shall be super- 
vised open by one of the following methods: 


1. Central-station, proprietary or remote-station signaling 
service. 


2. Local signaling service that will cause the sounding of 
an audible signal at a constantly attended location. 


3. Locking valves open. 


4. Sealing of valves and approved weekly recorded 
inspection where valves are located within fenced 
enclosures under the control of the owner. 


913.4.1 Test outlet valve supervision. Fire pump test 
outlet valves shall be supervised in the closed position. 


913.5 Testing and maintenance. Fire pumps shall be 
inspected, tested and maintained in accordance with the 
requirements of this section and California Code of Regula- 
tions, Title 19, Division 1, Chapter 5. Records of inspection, 
testing and maintenance shall be maintained. 


913.5.1 Acceptance test. Acceptance testing shall be done 
in accordance with the requirements of NFPA 20. 


913.5.2 Generator sets. Engine generator sets supplying 
emergency or standby power to fire pump assemblies shall 
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be periodically tested in accordance with NFPA 110. 
Records of testing shall be maintained. 


913.5.3 Transfer switches. Automatic transfer switches 
shall be periodically tested in accordance with NFPA 110. 
Records of testing shall be maintained. 


913.5.4 Pump room environmental conditions. Tests of 
pump room environmental conditions, including heating, 
ventilation and illumination, shall be made to ensure 
proper manual or automatic operation of the associated 
equipment. 


913.6 Fire pumps in high-rise buildings. Engine-driven 
fire pumps and electric drive fire pumps supplied by genera- 
tors shall both be provided with an on-premises fuel supply, 
sufficient for not less than 8-hour full-demand operation at 
100 percent of the rated pump capacity in addition to all 
other required supply demands in accordance with NFPA 20 
and this section. 


SECTION 914 
FIRE PROTECTION BASED ON SPECIAL DETAILED 
REQUIREMENTS OF USE AND OCCUPANCY 


914.1 General. This section shall specify where fire protec- 
tion systems are required based on the detailed requirements 
of use and occupancy of the California Building Code. 


914.2 Covered and open mall buildings. Covered and open 
mall buildings shall comply with Sections 914.2.1 through 
914.2.4. 


914.2.1 Automatic sprinkler system. Covered and open 
mall buildings and buildings connected shall be equipped 
throughout with an automatic sprinkler system in accor- 
dance with Section 903.3.1.1, which shall comply with the 
all of the following: 


1. The automatic sprinkler system shall be complete 
and operative throughout occupied space in the mall 
building prior to occupancy of any of the tenant 
spaces. Unoccupied tenant spaces shall be similarly 
protected unless provided with approved alternative 
protection. 


2. Sprinkler protection for the mall of a covered mall 
building shall be independent from that provided for 
tenant spaces or anchor buildings. 


3. Sprinkler protection for the tenant spaces of an open 
mall building shall be independent from that pro- 
vided for anchor buildings. 


4, Sprinkler protection shall be provided beneath exte- 
rior circulation balconies located adjacent to an open 
mall. 


5. Where tenant spaces are supplied by the same sys- 
tem, they shall be independently controlled. 


Exception: An automatic sprinkler system shall not be 
required in spaces or areas of open parking garages 
separated from the covered or open mall in accordance 
with Section 402.4.2.3 of the California Building Code 
and constructed in accordance with Section 406.5 of the 
California Building Code. 
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914.2.2 Standpipe system. The covered and open mall 
building shall be equipped throughout with a standpipe 
system as required by Section 905.3.3. 


914.2.3 Emergency voice/alarm communication 
system. Where the total floor area exceeds 50,000 square 
feet (4645 m’) within either a covered mall building or 
within the perimeter line of an open mall building, an 
emergency voice/alarm communication system shall be 
provided. Access to emergency voice/alarm communica- 
tion systems serving a mall, required or otherwise, shall be 
provided for the fire department. The system shall be 
provided in accordance with Section 907.5.2.2. 


914.2.4 Fire department access to equipment. Rooms or 
areas containing controls for air-conditioning systems or 
fire protection systems shall be identified for use by the 
fire department. 


914.3 High-rise buildings. High-rise buildings and Group I- 
2 occupancies having occupied floors located more than 75 
feet above the lowest level of fire department vehicle access 
shall comply with Sections 914.3.1 through 914.3.7. 


914.3.1 Automatic sprinkler system. Buildings and 
structures shall be equipped throughout with an automatic 
sprinkler system in accordance with Section 903.3.1.1 and 
a secondary water supply where required by Section 
914,3,.2. A sprinkler water-flow alarm-initiating device and a 
control valve with a supervisory signal-initiating device shall 
be provided at the lateral connection to the riser on each 


floor. 


Exception: An automatic sprinkler system shall not be 
required in spaces or areas of telecommunications 
equipment buildings used exclusively for telecommuni- 
cations equipment, associated electrical power 
distribution equipment, batteries and standby engines, 
provided that those spaces or areas are equipped 
throughout with an automatic fire detection system in 
accordance with Section 907.2 and are separated from 
the remainder of the building by not less than 1-hour 
fire barriers constructed in accordance with Section 707 
of the California Building Code or not less than 2-hour 
horizontal assemblies constructed in accordance with 
Section 711 of the California Building Code, or both. 


914.3.1.1 Number of sprinkler system risers and 
system design. Each sprinkler system serving a floor 
in buildings that are more than 420 feet (128 m) in 
height shall be connected to a minimum of two sprin- 
kler risers or combination standpipe system risers 
located in separate shafts. Each sprinkler system shall 
be hydraulically designed so that when one connection 
is shut-down, the other connection shall be capable of 
supplying the sprinkler system design demand. Each 
riser shall supply sprinklers on alternate floors. If more 
than two risers are provided for a zone, sprinklers on 
adjacent floors shall not be supplied from the same 
riser. 


914,3.1.1.1 Riser location. Sprinkler risers shall be 
placed in interior exit stairways and ramps that are 
remotely located in accordance with Section 1007. 
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914.3.1.2 Water supply to required fire pumps. In all 
buildings having an occupied floor that is more than 
120 feet (36 576 mm) above the lowest level of fire 
department vehicle access, required fire pumps shall be 
supplied by connections to not fewer than two water 
mains located in different streets. Separate supply 
piping shall be provided between each connection to 
the water main and the pumps. Each connection and the 
supply piping between the connection and the pumps 
shall be sized to supply the flow and pressure required 
for the pumps to operate. 


Exception: Two connections to the same main shall 
be permitted provided that the main is valved such 
that an interruption can be isolated so that the water 
supply will continue without interruption through not 
fewer than one of the connections. 


914.3.1.2.1 Fire pumps. Redundant fire pump 
systems shall be required for high-rise buildings 
having an occupied floor more than 200 feet above 
the lowest level of fire department vehicle access. 
Each fire pump system shall be capable of automati- 
cally supplying the required demand for the 
automatic sprinkler and standpipe systems. 


914.3.2 Secondary water supply. An automatic second- 
ary on-site water supply having a usable capacity not less 
than the hydraulically calculated sprinkler demand, 
including the hose stream requirement, shall be provided 
for high-rise buildings and Group I-2 occupancies having 
occupied floors located more than 75 ft above the lowest 
level of fire department vehicle access assigned to Seismic 
Design Category C, D, E or F as determined by the Cali- 
fornia Building Code. An additional fire pump shall not be 
required for the secondary water supply unless needed to 
provide the minimum design intake pressure at the suction 
side of the fire pump supplying the automatic sprinkler 
system. The secondary water supply shall have a useable 
capacity of not less than the hydraulically calculated 
sprinkler demand plus 100 GPM for the inside hose 
stream, allowance for a duration of not less than 30 
minutes as determined by the occupancy hazard classifica- 
tion in accordance with NFPA 13, whichever is greater. 
The Class I standpipe system demand shall not be 
required to be included in the secondary on-site water 
supply calculations. In no case shall the secondary on-site 
water supply be less than 15,000 gallons. 


914.3.3 Fire alarm system. A fire alarm system shall be 
provided in accordance with Section 907.2.13. 


914.3.4 Automatic smoke detection. Smoke detection 
shall be provided in accordance with Section 907.2.13.1. 


914.355 Emergency voice/alarm communication 
system. An emergency voice/alarm communication 
system shall be provided in accordance with Section 
907.5.2.2. 


914.3.6 Emergency responder communication cover- 
age. In-building, two-way emergency _ responder 
communication coverage shall be provided in accordance 
with Section 510. 
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914,.3.7 Fire command. A fire command center comply- 
ing with Section 508 shall be provided in a location 
approved by the fire department. 


914,3.8 Smoke control. 


914.3.8.1 Smoke control system. All portions of high- 
rise buildings shall be provided with a smoke control 
system in accordance with California Building Code, 
Section 909. 


914.3.8.2 Smokeproof exit enclosures. Every exit 
enclosure in high-rise buildings shall comply with Cali- 
fornia Building Code, Sections 909.20 and 1023.11. 
Every required stairway in Group I-2 occupancies 
serving floors more than 75 feet (22 860 mm) above the 
lowest level of fire department vehicle access shall 
comply with Sections 909.20 and 1023.11 of the Cali- 
fornia Building Code. 


Exception: In high-rise buildings, exit enclosures 
serving three or less adjacent floors where one of the 
adjacent floors is the level of exit discharge. 


914.4 Atriums. Atriums shall comply with Sections 914.4.1 
and 914.4.2. 


914.4.1 Automatic sprinkler system. An approved auto- 
matic sprinkler system shall be installed throughout the 
entire building. 


Exceptions: 


1. That area of a building adjacent to or above the 
atrium need not be sprinklered, provided that por- 
tion of the building is separated from the atrium 
portion by not less than a 2-hour fire barrier con- 
structed in accordance with Section 707 of the 
California Building Code or horizontal assem- 
blies constructed in accordance with Section 711 
of the California Building Code, or both. 


2. Where the ceiling of the atrium is more than 55 
feet (16 764 mm) above the floor, sprinkler pro- 
tection at the ceiling of the atrium is not required. 


914.4.2 Fire alarm system. A fire alarm system shall be 
provided where required by Section 907.2.14. 


914.5 Underground buildings. Underground buildings shall 
comply with Sections 914.5.1 through 914.5.5. 


914.5.1 Automatic sprinkler system. The highest level of 
exit discharge serving the underground portions of the 
building and all levels below shall be equipped with an 
automatic sprinkler system installed in accordance with 
Section 903.3.1.1. Waterflow switches and control valves 
shall be supervised in accordance with Section 903.4. 


914.5.2 Smoke control system. A smoke control system 
is required to control the migration of products of combus- 
tion in accordance with Section 909 and provisions of this 
section. Smoke control shall restrict movement of smoke 
to the general area of fire origin and maintain means of 
egress in a usable condition. 


914.5.3 Compartment smoke control system. Where 
compartmentation is required by Section 405.4 of the 
California Building Code, each compartment shall have an 
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independent smoke control system. The system shall be 
automatically activated and capable of manual operation 
in accordance with Section 907.2.18. 


914.5.4 Fire alarm system. A fire alarm system shall be 
provided where required by Sections 907.2.18 and 
907.2.19. 


914.5.5 Standpipe system. The underground building 
shall be provided throughout with a standpipe system in 
accordance with Section 905. 


914.6 Stages. Stages shall comply with Sections 914.6.1 and 
914.6.2. 


914.6.1 Automatic sprinkler system. Stages shall be 
equipped with an automatic sprinkler system in accor- 
dance with Section 903.3.1.1. Sprinklers shall be installed 
under the roof and gridiron and under all catwalks and 
galleries over the stage. Sprinklers shall be installed in 
dressing rooms, performer lounges, shops and storerooms 
accessory to such stages. 


Exceptions: 


1. Sprinklers are not required under stage areas less 
than 4 feet (1219 mm) in clear height utilized 
exclusively for storage of tables and chairs, pro- 
vided that the concealed space is separated from 
the adjacent spaces by Type X gypsum board not 
less than */, inch (15.9 mm) in thickness. 


2. Sprinklers are not required for stages 1,000 
square feet (93 m’) or less in area and 50 feet (15 
240 mm) or less in height where curtains, scenery 
or other combustible hangings are not retractable 
vertically. Combustible hangings shall be limited 
to a single main curtain, borders, legs and a single 
backdrop. 


3. Sprinklers are not required within portable 
orchestra enclosures on stages. 


914.6.2 Standpipe system. Standpipe systems shall be 
provided in accordance with Section 905. 


| 914.7 Special amusement areas. Special amusement areas 


shall comply with Sections 914.7.1 through 914.7.3 and 
Section 411 of the California Building Code. 


914.7.1 Automatic sprinkler system. Buildings contain- 
ing special amusement areas shall be equipped throughout 
with an automatic sprinkler system in accordance with 
Section 903.3.1.1. Where the special amusement area is 
temporary, /ess than 180 days; the sprinkler water supply 
shall be of an approved temporary; /ess than 180 days; 
means determined by the authority having jurisdiction.. 


Exception: Automatic sprinklers are not required 
where the total floor area of a temporary; /ess than 180 
days; special amusement area is less than 1,000 square 
feet (93 m7) and the exit access travel distance from any 
point in the special amusement area to an exit is less 
than 50 feet (15 240 mm). 


914.7.2 Fire alarm system. Special amusement areas shall 
be equipped with an automatic smoke detection system in 
accordance with Section 907.2.12. 
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914.7.3 Emergency voice/alarm communications system. 
An emergency voice/alarm communications system shall 
be provided in accordance with Sections 907.2.11 and 
907.5.2.2, is permitted to serve as a public-address system 
and shall be audible throughout the entire special amuse- 
ment area. 


914.8 Aircraft-related occupancies. Aircraft-related occu- 
pancies shall comply with Sections 914.8.1 through 914.8.6. 


914.8.1 Automatic smoke detection systems. Airport 
traffic control towers shall be provided with an automatic 
smoke detection system installed in accordance with 
Section 907,2.22. 


914.8.2 Automatic sprinkler system for new airport 
traffic control towers. Where an occupied floor is located 
more than 35 feet (10 668 mm) above the lowest level of 
fire department vehicle access, new airport traffic control 
towers shall be equipped with an automatic sprinkler 
system in accordance with Section 903.3.1.1. 


914.8.3 Fire suppression for aircraft hangars. Aircraft 
hangars shall be provided with a fire suppression system 
designed in accordance with NFPA 409, based on the clas- 
sification for the hangar given in Table 914.8.3. 


Exception: Where a fixed base operator has separate 
repair facilities on-site, Group II hangars operated by a 
fixed base operator used for storage of transient aircraft 
only shall have a fire suppression system, but the 
system shall be exempt from foam requirements. 


914.8.3.1 Hazardous operations. Any Group III 
aircraft hangar in accordance with Table 914.8.3 that 
contains hazardous operations including, but not 
limited to, the following shall be provided with a Group 
I or II fire suppression system in accordance with 
NFPA 409 as applicable: 


1. Doping. 


2. Hot work including, but not limited to, welding, 
torch cutting and torch soldering. 


3. Fuel transfer. 


4, Fuel tank repair or maintenance not including 
defueled tanks in accordance with NFPA 409, 
inerted tanks or tanks that have never been fueled. 


5. Spray finishing operations. 


6. Total fuel capacity of all aircraft within the 
unsprinklered single fire area in excess of 1,600 
gallons (6057 L). 


7. Total fuel capacity of all aircraft within the maxi- 
mum single fire area in excess of 7,500 gallons 
(28 390 L) for a hangar equipped throughout with 
an automatic sprinkler system installed in accor- 
dance with Section 903.3.1.1. 


914.8.3.2 Separation of maximum single fire areas. 
Maximum single fire areas established in accordance 
with hangar classification and construction type in 
Table 914.8.3 shall be separated by 2-hour fire walls 
constructed in accordance with Section 706 of the Cali- 
fornia Building Code. In determining the maximum 
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TABLE 914.8.3 
HANGAR FIRE SUPPRESSION REQUIREMENTS? "° 


MAXIMUM 


CALIFORNIA BUILDING CODE TYPE OF CONSTRUCTION 
SINGLE FIRE 
AREA (square 


IV VA _VB 
feet) 


For SI: 1 square foot = 0.0929 m?, 1 foot = 304.8 mm. 


a. Aircraft hangars with a door height greater than 28 feet shall be provided with fire suppression for a Group I hangar regardless of maximum fire area. 


b. Groups shall be as classified in accordance with NFPA 409. 


c. Membrane structures complying with Section 3102 of the California Building Code shall be classified as a Group IV hangar. 


single fire area as set forth in Table 914.8.3, ancillary 
uses that are separated from aircraft servicing areas by 
not less than a |-hour fire barrier constructed in accor- 
dance with Section 707 of the California Building Code 
shall not be included in the area. 


914.8.4 Finishing. The process of “doping,” involving the 
use of a volatile flammable solvent, or of painting shall be 
carried on in a separate detached building equipped with 
automatic fire-extinguishing equipment in accordance 
with Section 903. 


914.8.5 Residential aircraft hangar smoke alarms. 
Smoke alarms shall be provided within residential aircraft 
hangars in accordance with Section 907.2.21. 


914.8.6 Aircraft paint hangar fire suppression. Aircraft 
paint hangars shall be provided with fire suppression as 
required by NFPA 409. 


914.9 Application of flammable finishes. An automatic 
sprinkler system or fire-extinguishing system shall be 
provided in all spray rooms and spray booths, and shall be 
installed in accordance with Chapter 9. 


914.10 Drying rooms, Drying rooms designed for high- 
hazard materials and processes, including special occupan- 
cies as provided for in Chapter 4 of the California Building 
Code, shall be protected by an approved automatic fire-extin- 
guishing system complying with the provisions of Chapter 9. 


914.11 Ambulatory care facilities. Occupancies classified 
as ambulatory care facilities shall comply with Sections 
914.11.1 through 914.11.3. 


914.11.1 Automatic sprinkler systems. An automatic 
sprinkler system shall be provided for ambulatory care 
facilities in accordance with Section 903.2.2, 


914.11.2 Manual fire alarm systems. A manual fire 
alarm system shall be provided for ambulatory care facili- 
ties in accordance with Section 907.2.2. 


914.11.3 Fire alarm systems. An automatic smoke detec- 
tion system shall be provided for ambulatory care facilities 
in accordance with Section 907.2.2.1. 
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SECTION 915 
CARBON MONOXIDE DETECTION 


915.1 General. Carbon monoxide detection shall be installed 
in new buildings in accordance with Sections 915.1.1 through 
915.7. Carbon monoxide detection shall be installed in exist- 
ing buildings in accordance with this section and Chapter 11 
of the California Fire Code. 


Pursuant to Health and Safety Code Section 17926, carbon 
monoxide detection shall be installed in all existing Group R 
buildings as required in this section. 


915.1.1 Where required. Carbon monoxide detection 
shall be provided in Group I-2, I-4 and R occupancies and 
in classrooms in Group E occupancies in the locations 
specified in Section 915.2 where any of the conditions in 
Sections 915.1.2 through 915.1.6 exist. 


915.1.2 Fuel-burning appliances and fuel-burning fire- 
places. Carbon monoxide detection shall be provided in 
dwelling units, sleeping units and classrooms that contain 
a fuel-burning appliance or a fuel-burning fireplace. 


915.1.3 Fuel-burning forced-air furnaces. Carbon 
monoxide detection shall be provided in dwelling units, 
sleeping units and classrooms served by a fuel-burning, 
forced-air furnace. 


Exception: Carbon monoxide detection shall not be 
required in dwelling units, sleeping units and class- 
rooms where a carbon monoxide detector is provided in 
the first room or area served by each main duct leaving 
the furnace, and the carbon monoxide alarm signals are 
automatically transmitted to an approved location. 


915.1.4 Fuel-burning appliances outside of dwelling 
units, sleeping units and classrooms. Carbon monoxide 
detection shall be provided in dwelling units, sleeping 
units and classrooms located in buildings that contain fuel- 
burning appliances or fuel-burning fireplaces. 


Exceptions: 


1. Carbon monoxide detection shall not be required 
in dwelling units, sleeping units and classrooms 
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without communicating openings between the 
fuel-burning appliance or fuel-burning fireplace 
and the dwelling unit, sleeping unit or classroom. 


2. Carbon monoxide detection shall not be required 
in dwelling units, sleeping units and classrooms 
where a carbon monoxide detector is provided in 
one of the following locations: 


2.1. In an approved location between the 
fuel-burning appliance or fuel-burning 
fireplace and the dwelling unit, sleep- 
ing unit or classroom. 


2.2. On the ceiling of the room containing 
the fuel-burning appliance or fuel-burn- 
ing fireplace. 


915.1.5 Private garages. Carbon monoxide detection 
shall be provided in dwelling units, sleeping units and 
classrooms in buildings with attached private garages. 


Exceptions: 


1. Carbon monoxide detection shall not be required 
in dwelling units, sleeping units and classrooms 
without communicating openings between the 
private garage and the dwelling unit, sleeping 
unit or classroom. 


2. Carbon monoxide detection shall not be required 
in dwelling units, sleeping units and classrooms 
located more than one story above or below a pri- 
vate garage, 


3. Carbon monoxide detection shall not be required 
where the private garage connects to the building 
through an open-ended corridor. 


4, Where a carbon monoxide detector is provided in 
an approved location between openings to a pri- 
vate garage and dwelling units, sleeping units or 
classrooms. 


915.1.6 Exempt garages. For determining compliance 
with Section 915.1.5, an open parking garage complying 
with Section 406.5 of the California Building Code or an 
enclosed parking garage complying with Section 406.6 of 
the California Building Code shall not be considered a 
private garage. 


915.2 Locations. Where required by Section 915.1.1, carbon 
monoxide detection shall be installed in accordance with the 
manufacturer's published instructions in the locations speci- 
fied in Sections 915.2,1 through 915.2.3. 


915.2.1 Dwelling units. Carbon monoxide detection shall 
be installed in dwelling units in the following locations: 


1. Outside of each separate sleeping area in the imme- 
diate vicinity of the bedrooms. 


2. On every occupiable level of a dwelling unit, includ- 
ing basements. 


3. Where a fuel-burning appliance is located within a 
bedroom or its attached bathroom, carbon monoxide 
detection shall be installed within the bedroom. 
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915.2.2 Sleeping units. Carbon monoxide detection shall 
be installed in sleeping units. 


Exception: Carbon monoxide detection shall be 
allowed to be installed outside of each separate sleep- 
ing area in the immediate vicinity of the sleeping unit 
where the sleeping unit or its attached bathroom does 
not contain a fuel-burning appliance and is not served 
by a forced-air furnace. 


915.2.3 Group E occupancies. Carbon monoxide detec- 
tors shall be installed in classrooms in Group E 
occupancies where classrooms include any of the condi- 
tions identified in Sections 915,.1.2 through 915.1.6. 
Carbon monoxide alarm signals shall be automatically 
transmitted to an on-site location that is staffed by school 
personnel, 


Exception: Carbon monoxide alarm signals shall not 
be required to be automatically transmitted to an on-site 
location that is staffed by school personnel in Group E 
occupancies with an occupant load of 30 or less. 


915.3 Carbon monoxide detection. Carbon monoxide detec- 
tion required by Sections 915.1 through 915.2.3 shall be 
provided by carbon monoxide alarms complying with Section 
915.4 or carbon monoxide detection systems complying with 
Section 915.5. 


915.4 Carbon monoxide alarms. Carbon monoxide alarms 
shall comply with Sections 915.4.1 through 915.4.4. 


915.4.1 Power source. Carbon monoxide alarms shall 
receive their primary power from the building wiring 
where such wiring is served from a commercial source, 
and when primary power is interrupted, shall receive 
power from a battery. Wiring shall be permanent and with- 
out a disconnecting switch other than that required for 
overcurrent protection. 


Exceptions: 


1, Where installed in buildings without commercial 
power, battery-powered carbon monoxide alarms 
shall be an acceptable alternative. 


2. Carbon monoxide alarms in Group R occupan- 
cies shall be permitted to receive their primary 
power from other power sources recognized for 
use by NFPA 720. 


3. Carbon monoxide alarms in Group R occupan- 
cies shall be permitted to be battery-powered or 
plug-in with a battery backup in existing build- 
ings built prior to January 1, 2011, under any of 
the following conditions: 


3.1. No construction is taking place. 


3,2, Repairs or alterations do not result in the 
removal of interior wall and ceiling fin- 
ishes exposing the _ structure in 
areas/spaces where carbon monoxide 
alarms are required. 

3.3. Repairs or alterations are limited to the 
exterior surfaces of dwellings, such as the 
replacement of roofing or siding, or the 
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addition or replacement of windows or 
doors, or the addition of a porch or deck. 


3.4. Work is limited to the installation, alter- 
ation or repair of plumbing, mechanical 
or electrical systems, which do not result 
in the removal of interior wall or ceiling 
finishes exposing the structure in 
areas/spaces where carbon monoxide 
alarms are required. 


915.4.2 Listings. Residential carbon monoxide alarms 
shall be listed in accordance with UL 2034. 


No person shall install, market, distribute, offer for sale 
or sell any carbon monoxide device in the State of Califor- 
nia unless the device and instructions have been approved 
and listed by the Office of the State Fire Marshal. 


915.4.3 Locations. Carbon monoxide alarms shall only be 
installed in dwelling units and in sleeping units. They shall 
not be installed in locations where the code requires 
carbon monoxide detectors to be used. 


915.4.4 Interconnection. Where more than one carbon 
monoxide alarm is required to be installed within a dwell- 
ing unit or within a sleeping unit in Group R occupancies, 
the alarms shall be interconnected in a manner that acti- 
vation of one alarm shall activate all of the alarms in the 
individual unit. 


Exception: Interconnection is not required in existing 
buildings, built prior to January 1, 2011, under any of 
the following conditions: 


1, Physical interconnection is not required where 
listed wireless alarms are installed and all 
alarms sound upon activation of one alarm. 


2. No construction is taking place. 


3. Repairs or alterations do not result in the 
removal of interior wall and ceiling finishes 
exposing the structure in areas/spaces where car- 
bon monoxide alarms are required. 


4. Repairs or alterations are limited to the exterior 
surfaces of dwellings, such as the replacement of 
roofing or siding or the addition or replacement 
of windows or doors, or the addition of a porch 
or deck, 


5. Work is limited to the installation, alteration or 
repair of plumbing, mechanical or electrical sys- 
tems, which do not result in the removal of inte- 
rior wall or ceiling finishes exposing the 
structure in areas/spaces where carbon monox- 
ide alarms are required. 


915.4.5 Combination alarms. Combination carbon 
monoxide/smoke alarms shall be an acceptable alternative 
to carbon monoxide alarms. Combination carbon monox- 
ide/smoke alarms shall be listed in accordance with UL 
217 and UL 2034. 


Combination carbon monoxide/smoke .alarms_ shall 
comply with Section 915, and all requirements for listing 
and approval by the Office of the State Fire Marshal for 
smoke alarms. . 
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915.5 Carbon monoxide detection systems. Carbon monox- 
ide detection systems shall be an acceptable alternative to 
carbon monoxide alarms and shall comply with Sections 
915.5.1 through 915.5.3. 


915.5.1 General. Carbon monoxide detection systems 
shall comply with NFPA 720. Carbon monoxide detectors 
shall be listed in accordance with UL 2075. 


915.5.2 Locations. Carbon monoxide detectors shall be 
installed in the locations specified in Section 915.2. These 
locations supersede the locations specified in NFPA 720. 


915.5.3 Combination detectors. Combination carbon 
monoxide/smoke detectors installed in carbon monoxide 
detection systems shall be an acceptable alternative to 
carbon monoxide detectors, provided that they are listed in 
accordance with UL 268 and UL 2075. 


Combination carbon monoxide/smoke alarms shall 
comply with Section 915, and all requirements for listing 
and approval by the Office of the State Fire Marshal for 
smoke alarms. 


915.6 Maintenance. Carbon monoxide alarms and carbon 
monoxide detection systems shall be maintained in accor- 
dance with NFPA 720. Carbon monoxide alarms and carbon 
monoxide detectors that become inoperable or begin produc- 
ing end-of-life signals shall be replaced. 


915.6.1 Enclosed parking garages. Carbon monoxide 
and nitrogen dioxide detectors installed in enclosed park- 
ing garages in accordance with Section 404.1 of the 
California Mechanical Code shall be maintained in accor- 
dance with the manufacturer’s instructions and their 
listing. Detectors that become inoperable or begin produc- 
ing end-of-life signals shall be replaced. 


915.7 Visible alarms. In buildings containing covered multi- 
family dwellings as defined in Chapter 2, all required carbon 
monoxide alarms shall be equipped with the capability to 
support visible alarm notification in accordance with NFPA 
720. 


SECTION 916 
GAS DETECTION SYSTEMS 


916.1 Gas detection systems. Gas detection systems 
required by this code shall comply with Sections 916.2 
through 916.11. 


916.2 Permits. Permits shall be required as set forth in 
Section 105,6.10. 


916.2.1 Construction documents. Documentation of the 
gas detection system design and equipment to be used that 
demonstrates compliance with the requirements of this 
code shall be provided with the application for permit. 


916.3 Equipment. Gas detection system equipment shall be 
designed for use with the gases being detected and shall be 
installed in accordance with manufacturer’s instructions. 


916.4 Power connections. Gas detection systems shall be 
permanently connected to the building electrical power 
supply or shall be permitted to be cord connected to an 
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unswitched receptacle using an approved restraining means 
that secures the plug to the receptacle. 


916.5 Emergency and standby power. Standby or emer- 
gency power shall be provided or the gas detection system 
shall initiate a trouble signal at an approved location if the 
power supply is interrupted. 


916.6 Sensor locations. Sensors shall be installed in 
approved locations where leaking gases are expected to 
accumulate. 


916.7 Gas sampling. Gas sampling shall be performed 
continuously. Sample analysis shall be processed immedi- 
ately after sampling, except as follows: 


1. For HPM gases, sample analysis shall be performed at 
intervals not exceeding 30 minutes. 


2. For toxic gases that are not HPM, sample analysis shall 
be performed at intervals not exceeding 5 minutes, in 
accordance with Section 6004.2.2.7, 


3. Where a less frequent or delayed sampling interval is 
approved. 


916.8 System activation. A gas detection alarm shall be initi- 
ated where any sensor detects a concentration of gas 
exceeding the following thresholds: 


1. For flammable gases, a gas concentration exceeding 25 
percent of the lower flammability limit (LFL). 


2. For nonflammable gases, a gas concentration exceeding 

- one-half of the IDLH, unless a different threshold is 

specified by the section of this code requiring a gas 
detection system. 


Upon activation of a gas detection alarm, alarm signals or 
other required responses shall be as specified by the section 
of this code requiring a gas detection system. Audible and 
visible alarm signals associated with a gas detection alarm 
shall be distinct from fire alarm and carbon monoxide alarm 
signals. 


916.9 Signage. Signs shall be provided adjacent to gas detec- 
tion system alarm signaling devices that advise occupants of 
the nature of the signals and actions to take in response to the 
signal. 


916.10 Fire alarm system connections. Gas sensors and gas 
detection systems shall not be connected to fire alarm 
systems unless approved and connected in accordance with 
the fire alarm equipment manufacturer’s instructions. 


916.11 Inspection, testing and sensor calibration. Inspec- 
tion and testing of gas detection systems shall be conducted 
not less than annually. Sensor calibration shall be confirmed 
at the time of sensor installation and calibration shall be 
performed at the frequency specified by the sensor 
manufacturer. 
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SECTION 917 
MASS NOTIFICATION SYSTEMS 


917.1 College and university campuses. Prior to construc- 
tion of a new building requiring a fire alarm system on a 
multiple-building college or university campus having a 
cumulative building occupant load of 1,000 or more, a mass 
notification risk analysis shall be conducted in accordance 
with NFPA 72. Where the risk analysis determines a need for 
mass notification, an approved mass notification system shall 
be provided in accordance with the findings of the risk 
analysis. 
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>) CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
CHAPTER 10 — MEANS OF EGRESS 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications. ) 


[California Code of 
Regulations, Title 19, 
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CHAPTER 10 — MEANS OF EGRESS—continued 
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CHAPTER 10 — MEANS OF EGRESS—continued 
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* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division 1 text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same. 
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CHAPTER 10 
MEANS OF EGRESS 


User note: 


About this chapter: Chapter 10 provides the general criteria for designing the means of egress established as the primary method for protec- 
tion of people in buildings by allowing timely relocation or evacuation of building occupants. Both prescriptive and performance language is 
utilized in this chapter to provide for a basic approach in the determination of a safe exiting system for all occupancies. This chapter 
addresses all portions of the egress system (exit access, exits and exit discharge) and includes design requirements as well as provisions 
regulating individual components. The requirements detail the size, arrangement, number and protection of means of egress components. 
Functional and operational characteristics that will permit the safe use of components without special knowledge or effort are specified. 


The means of egress protection requirements work in coordination with other sections of the code, such as protection of vertical openings 
(see Chapter 7), interior finish (see Chapter 8), fire suppression and detection systems (see Chapter 9) and numerous others, all having an 
impact on life safety. Sections 1003 through 1031 are duplicated text from Chapter 10 of the California Building Code; however, the California 
Fire Code contains an additional Section 1032 on maintenance of the means of egress system in existing buildings. Retroactive minimum 
means of egress requirements for existing buildings are found in Chapter 11. Section 1010 was extensively reorganized for the 2021 edition. 


For complete information, see the relocations table in the preface information for the California Building Code. 


SECTION 1001 
ADMINISTRATION 


1001.1 General. Buildings or portions thereof shall be pro- 
vided with a means of egress system as required by this chap- 
ter. The provisions of this chapter shall control the design, 


DOOR, BALANCED. 

EGRESS COURT. 

EMERGENCY ESCAPE AND RESCUE OPENING. 
EXIT. 


construction and arrangement of means of egress components § EXIT ACCESS. 
required to provide an approved means of egress from struc- EXIT ACCESS DOORWAY. 
Ce TCE ‘FRITACCESS RAME 
apply to new construction. S st- 
ing buildings. EXIT ACCESS STAIRWAY. 
Exception: Detached one- and two-family dwellings and EXIT DISCHARGE. 
townhouses not more than three stories above grade plane EXIT DISCHARGE, LEVEL OF. 
in height with a separate means of egress and their acces- EXIT PASSAGEWAY. 
, tas shall comply with the California Residen- EXTERIOR EXIT RAMP. 
[BE] 1001.2 Minimum requirements. It shall be unlawful to ee ee 
alter a building or structure in a manner that will reduce the FIRE EXIT HARDWARE. 
number of exits or the capacity of the means of egress to less FIXED SEATING. 
than required by this code. FLIGHT. 
FLOOR AREA, GROSS. 
SECTION 1002 FLOOR AREA, NET. 


DEFINITIONS 


[BE] 1002.1 Definitions. The following terms are defined in 
Chapter 2: 


FOLDING AND TELESCOPIC SEATING. 


GRADE FLOOR EMERGENCY ESCAPE AND RES- 
CUE OPENINGS. 


ACCESSIBLE MEANS OF EGRESS. GRANDSTAND. 

AISLE. GUARD. 

AISLE ACCESSWAY. HANDRAIL. 

ALTERNATING TREAD DEVICE. HORIZONTAL EXIT. 

AREA OF REFUGE. INTERIOR EXIT RAMP. 

BLEACHERS. INTERIOR EXIT STAIRWAY. 

BREAKOUT. LOW ENERGY POWER-OPERATED DOOR. 
COMMON PATH OF EGRESS TRAVEL. MEANS OF EGRESS. 

CORRIDOR. MERCHANDISE PAD. 
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NOSING. oF 
OCCUPANT LOAD. 

OPEN-AIR ASSEMBLY SEATING. 
OPEN-ENDED CORRIDOR. 5. Door height in accordance with Section 1010.1.1. 
PANIC HARDWARE. 6. 
PHOTOLUMINESCENT. 
POWER-ASSISTED DOOR. 
POWER-OPERATED DOOR. 


Allowable projections in accordance with Section 
1003.3. 


4, Stair headroom in accordance with Section 1011.3. 


Ramp headroom in accordance with Section 
jupiter 


7. The clear height of floor levels in vehicular and 
pedestrian traffic areas of public and private parking 
garages in accordance with Section 406.2.2 of the 


PUBLIC WAY. California Building Code. 
RAMP. 8. Areas above and below mezzanine floors in accor- 
SCISSOR STAIRWAY. dance with Section 505.2 of the California Building 
SELF-LUMINOUS. Code. 
SMOKE-PROTECTED ASSEMBLY SEATING. 9. In Group I-2, I-2.1 and I-3 occupancies, the means 
of egress shall have a ceiling height of not less than 
STAIR. 
8& feet (2439 mm). 
STAIRWAY. : F 
[BE] 1003.3 Protruding objects. Protruding objects on cir- 
STAIRWAY, INTERIOR EXIT. culation paths shall comply with the requirements of Sections 
STAIRWAY, SPIRAL. 1003.3.1 through 1003.3.4. _ 
WINDER. 


[California Code of Regulations, Title 19, Division 1, 
§4.1(a)] Definitions. 


(a) Burglar bars — Security bars located on the inside or 
outside of a door or window of a residential dwelling. 


[California Code of Regulations, Title 19, Division 1, §4.1 
(b)] Definitions. 


(b) Residential Dwelling — A house, apartment, motel, hotel 
or other type of residential dwelling subject to the State 
Housing Law Part. 1.5 (commencing with Section 17910), 
Division 13 of Health and Safety Code and a manufactured 
home, mobilehome and multi-unit manufactured housing as 
defined in Part 2 (commencing with Section 18000) of Divi- 
sion 13 of the Health and Safety Code. 


SECTION 1003 
GENERAL MEANS OF EGRESS 


[BE] 1003.1 Applicability. The general requirements speci- 
fied in Sections 1003 through 1015 shall apply to all three 
elements of the means of egress system, in addition to those 
specific requirements for the exit access, the exit and the exit 
discharge detailed elsewhere in this chapter. 


Exception: Exiting requirements for Fixed Guideway 
Transit Systems shall be in accordance with Section 443 of 
the California Building Code. 


[BE] 1003.2 Ceiling height. The means of egress shall have 
a ceiling height of not less than 7 feet 6 inches (2286 mm) 
above the finished floor. 

Exceptions: 


1. Sloped ceilings in accordance with Section 1207.2 
of the California Building Code. 


2. Ceilings of dwelling units and sleeping units within 
residential occupancies in accordance with Section 
1207.2 of the California Building Code. 


Exception: In Group I-2 and Group I-2.1 occupancies, 
protruding objects shall not extend more than 12 inches 
(305 mm) below the minimum ceiling height required by 
Section 1003.2. 


[BE] 1003.3.1 Headroom. Protruding objects are permit- 
ted to extend below the minimum ceiling height required 
by Section 1003.2 where a minimum headroom of 80 
inches (2032 mm) is provided over any circulation paths, 
including walks, corridors, aisles and passageways. Jn 
other than Group I-2 and Group I-2.1 occupancies, 50 
percent of the ceiling area of a means of egress shall be 
permitted to be reduced in height by protruding objects. 


Exception: Door closers and stops shall not reduce 
headroom to less than 78 inches (1981 mm). 


A barrier shall be provided where the vertical clearance 
above a circulation path is less than 80 inches (2032 mm) 
high above the finished floor. The leading edge of such a 
barrier shall be located 27 inches (686 mm) maximum 
above the finished floor. 


[BE] 1003.3.2 Post-mounted objects. A free-standing 
object mounted on a post or pylon shall not overhang that 
post or pylon more than 4 inches (102 mm) where the low- 
est point of the leading edge is more than 27 inches (686 
mm) and less than 80 inches (2032 mm) above the fin- 
ished floor. Where a sign or other obstruction is mounted 
between posts or pylons and the clear distance between the 
posts or pylons is greater than 12 inches (305 mm), the 
lowest edge of such sign or obstruction shall be 27 inches 
(686 mm) maximum or 80 inches (2032 mm) minimum 
above the finished floor or ground. 

Exception: These requirements shall not apply to slop- 

ing portions of handrails between the top and bottom 

riser of stairs and above the ramp run. 
[BE] 1003.3.3 Horizontal projections. Objects with lead- 
ing edges more than 27 inches (685 mm) and not more 
than 80 inches (2030 mm) above the finished floor shall 
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not project horizontally more than 4 inches (102 mm) into 
the circulation path. 


Exception: Handrails are permitted to protrude 4'/, 
inches (114 mm) from the wall or guard. 


1003.3.3.1 Horizontal projections for Group I-2 and 
I-2.1 occupancies. Structural elements, fixtures or 
furnishings shall not project horizontally from either 
side more than 1'/, inches (38 mm) into the required 
width of an exit access corridor serving any area 
caring for one or more nonambulatory or bedridden 
persons. 


Exceptions: 


1. Handrails are permitted to protrude 3'/, 
inches (89 mm) from the wall. 


2. Alcohol-based hand-rub dispensers are per- 
mitted to protrude 4 inches. 


3. Manual fire alarm boxes with a protective 
cover installed are permitted to protrude 4 
inches, 


[BE] 1003.3.4 Clear width. Protruding objects shall not 
reduce the minimum clear width of accessible routes as 
required by Chapter 11A or 11B of the California Building 
Code. 


[BE] 1003.4 Slip-resistant surface. Circulation paths of the 
means of egress shall have a slip-resistant surface and be 
securely attached. 


[BE] 1003.5 Elevation change. Where changes in elevation 
of less than 12 inches (305 mm) exist in the means of egress, 
sloped surfaces shall be used. Where the slope is greater than 
1 unit vertical in 20 units horizontal (5-percent slope), ramps 
complying with Section 1012 shall be used. Where the differ- 
ence in elevation is 6 inches (152 mm) or less, the ramp shall 
be equipped with either handrails or floor finish materials that 
contrast with adjacent floor finish materials. 


Exceptions: 


1. Steps at exterior doors complying with Section 
1010.1.4. 


2. A stair with a single riser or with two risers and a 
tread is permitted at locations not required to be 
accessible by Chapter //A or 11B of the California 
Building Code, where the risers and treads comply 
with Section 1011.5, the minimum depth of the tread 
is 13 inches (330 mm) and not less than one handrail 
complying with Section 1014 is provided within 30 
inches (762 mm) of the centerline of the normal path 
of egress travel on the stair. 


3. A step is permitted in aisles serving seating that has 
a difference in elevation less than 12 inches (305 
mm) at locations not required to be accessible by 
Chapter //A or 11B of the California Building 
Code, provided that the risers and treads comply 
with Section 1030.14 and the aisle is provided with a 
handrail complying with Section 1030.16. 


Throughout a story in a Group I-2 and I-2.1 occupancy, 
any change in elevation in portions of the means of egress 
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that serve nonambulatory persons shall be by means of a 
ramp or sloped walkway. 


[BE] 1003.6 Means of egress continuity. The path of egress 
travel along a means of egress shall not be interrupted by a 
building element other than a means of egress component as 
specified in this chapter. Obstructions shall not be placed in 
the minimum width or required capacity of a means of egress 
component except projections permitted by this chapter. The 
minimum width or required capacity of a means of egress 
system shall not be diminished along the path of egress travel. 


[BE] 1003.7 Elevators, escalators and moving walks. Ele- 
vators, escalators and moving walks shall not be used as a 
component of a required means of egress from any other part 
of the building. 


Exception: Elevators used as an accessible means of 
egress in accordance with Section 1009.4. 


SECTION 1004 
OCCUPANT LOAD 


[BE] 1004.1 Design occupant load. In determining means of 
egress requirements, the number of occupants for whom 
means of egress facilities are provided shall be determined in 
accordance with this section. 


[California Code of Regulations, Title 19, Division 1, §3.27] 
Overcrowding. 


The number of occupants of any building, structure or 
portion thereof, shall not exceed the permitted or posted 
capacity. 

[BE] 1004.2 Cumulative occupant loads. Where the path of 
egress travel includes intervening rooms, areas or spaces, 
cumulative occupant loads shall be determined in accordance 
with this section. 


[BE] 1004.2.1 Intervening spaces or accessory areas. 
Where occupants egress from one or more rooms, areas or 
spaces through others, the design occupant load shall be 
the combined occupant load of interconnected accessory 
or intervening spaces. Design of egress path capacity shall 
be based on the cumulative portion of occupant loads of 
all rooms, areas or spaces to that point along the path of 
egress travel. 


[BE] 1004.2.2 Adjacent levels for mezzanines. That por- 
tion of the occupant load of a mezzanine with required 
egress through a room, area or space on an adjacent level 
shall be added to the occupant load of that room, area or 
space. 
[BE] 1004.2.3 Adjacent stories. Other than for the egress 
components designed for convergence in accordance with 
Section 1005.6, the occupant load from separate stories 
shall not be added. 
[BE] 1004.3 Multiple-function occupant load. Where an 
area under consideration contains multiple functions having 
different occupant load factors, the design occupant load for 
such area shall be based on the floor area of each function 
calculated independently. 
[BE] 1004.4 Multiple occupancies. Where a building con- 
tains two or more occupancies, the means of egress require- 
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ments shall apply to each portion of the building based on the 
occupancy of that space. Where two or more occupancies uti- 
lize portions of the same means of egress system, those egress 
components shall meet the more stringent requirements of all 
occupancies that are served. 


[BE] 1004.5 Areas without fixed seating. The number of 
occupants shall be computed at the rate of one occupant per 
unit of area as prescribed in Table 1004.5. For areas without 
fixed seating, the occupant load shall be not less than that 
number determined by dividing the floor area under consider- 
ation by the occupant load factor assigned to the function of 
the space as set forth in Table 1004.5. Where an intended 
function is not listed in Table 1004.5, the fire code official 
shall establish a function based on a listed function that most 
nearly resembles the intended function. 


Exception: Where approved by the fire code official, the 
actual number of occupants for whom each occupied 
space, floor or building is designed, although less than 
those determined by calculation, shall be permitted to be 
used in the determination of the design occupant load. 


[BE] TABLE 1004.5 
MAXIMUM FLOOR AREA ALLOWANCES PER OCCUPANT 


OCCUPANT LOAD 
FUNCTION OF SPACE FACTOR? 
Accessory storage areas, mechanical 300 gross 
equipment room 


tart mi: soo oa iO 
Asem hana an Bot 
Assembly with fixed seats 


150 gross 


See Section 1004.8 


Assembly without fixed seats 
Concentrated (chairs only—not fixed) 
Standing space 


Unconcentrated (tables and chairs) 


Bowling centers, allow 5 persons for each 
lane including 15 feet of runway, and for 
additional areas 


Business areas 
Concentrated business use areas 


Courtrooms—ther than fixed seating areas 


Day care 


(continued) 
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[BE] TABLE 1004.5—continued =~ 
MAXIMUM FLOOR AREA ALLOWANCES PER OCCUPANT 


FACTOR® 
ewes VGA 
Exercise rooms 
Group H-S fabrication and manufacturing areas 
Industrial areas 
bari 

100 gross 


50 net 


FUNCTION OF SPACE 


Dormitories 
Educational 
Classroom area 


Shops and other vocational room areas 


Institutional areas® 
Inpatient treatment areas 
Outpatient areas 


Sleeping areas 


Kitchens, commercial 


Laboratory 
Educational (K—12) 
Laboratories, noneducational 100 net 

Laboratory suite’ 200 gross 


Lion ete a 


See Section 402.8.2 
of the California 
Building Code 


Storage, stock, shipping areas 300 gross 


Parking garages 200 gross 


Residential 200 gross 


Mall buildings—covered and open 


Skating rinks, swimming pools 
Rink and pool 
Decks 


Stages and platforms 


50 gross 
15 gross 
15 net 


Warehouses 500 gross 


For SI: 1 square foot = 0.0929 m?, 1 foot = 304.8 mm, 

a. Floor area in square feet per occupant. 

b. See California Building Code Section 453.2. 

ce. See California Building Code Section 408.3.13 for I-3 facilities. 


[BE] 1004.5.1 Increased occupant load. The occupant 
load permitted in any building, or portion thereof, is per- 
mitted to be increased from that number established for 
the occupancies in Table 1004.5, provided that all other 
requirements of the code are met based on such modified 
number and the occupant load does not exceed one occu- 
pant per 7 square feet (0.65 m7) of occupiable floor 
space. Where required by the fire code official, an 
approved aisle, seating or fixed equipment diagram sub- 
stantiating any increase in occupant load shall be submit- 


2022 CALIFORNIA FIRE CODE 


© 


ted. Where required by the fire code official, such 
diagram shall be posted. 


[California Code of Regulations, Title 19, Division 1, §3.30] 
Posting of Room Capacity. 


Any room having an occupant load of 50 or more persons 
where fixed seats are not installed, and which is used for 
assembly, classroom, dining, drinking or similar purposes, 
shall have the capacity of the room posted in a conspicuous 
place near the main exit from the room. Posting shall be by 
means of a durable sign having a contrasting color from the 
background to which it is attached. Signs shall be of an 
approved type and shall be maintained in a legible manner by 
the owner or his authorized agent and shall indicate the 
number of occupants permitted for each room use. No person 
shall deface or remove such signs except as authorized by the 
enforcing agency. 


[BE] 1004.6 Fixed seating. For areas having fixed seats and 
aisles, the occupant load shall be determined by the number 
of fixed seats installed therein. The occupant load for areas in 
which fixed seating is not installed, such as waiting spaces, 
shall be determined in accordance with Section 1004.5 and 
added to the number of fixed seats. 


The occupant load of wheelchair spaces and the associated 
companion seat shall be based on one occupant for each 
wheelchair space and one occupant for the associated com- 
panion seat provided in accordance with Chapter 11B of the 
California Building Code. 


For areas having fixed seating without dividing arms, the 
occupant load shall be not less than the number of seats based 
on one person for each 18 inches (457 mm) of seating length. 


The occupant load of seating booths shall be based on one 
person for each 24 inches (610 mm) of booth seat length mea- 
sured at the backrest of the seating booth. 


[BE] 1004.7 Outdoor areas. Yards, patios, occupied roofs 
courts and similar outdoor areas accessible to and usable by 
the building occupants shall be provided with means of 
egress as required by this chapter. The occupant load of such 
outdoor areas shall be assigned by the fire code official in 
accordance with the anticipated use. Where outdoor areas are 
to be used by persons in addition to the occupants of the 
building, and the path of egress travel from the outdoor areas 
passes through the building, means of egress requirements for 
the building shall be based on the sum of the occupant loads 
of the building plus the outdoor areas. 


Exceptions: 


1. Outdoor areas used exclusively for service of the 
building need only have one means of egress. 


2. Both outdoor areas associated with Group R-3 and 
individual dwelling units of Group R-2. 


[BE] 1004.8 Concentrated business use areas. The occu- 
pant load factor for concentrated business use shall be applied 
to telephone call centers, trading floors, electronic data pro- 
cessing centers and similar business use areas with a higher 
density of occupants than would normally be expected in a 
typical business occupancy environment. Where approved by 
the code official, the occupant load for concentrated business 
use areas shall be the actual occupant load, but not less than 
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one occupant per 50 square feet (4.65 m’) of gross occupiable 
floor space. 


[BE] 1004.9 Posting of occupant load. Every room or space 
which is used for assembly, classroom, dining, drinking or 
similar purposes having an occupant load of 50 or more that 
is an assembly occupancy shall have the occupant load of the 
room or space posted in a conspicuous place, near the main 
exit or exit access doorway from the room or space, for the 
intended configurations. Posted signs shall be of an approved 
legible permanent design and shall be maintained by the 
owner or the owner’s authorized agent. 


SECTION 1005 
MEANS OF EGRESS SIZING 


[BE] 1005.1 General. All portions of the means of egress 
system shall be sized in accordance with this section. 


Exception: Aisles and aisle accessways in rooms or 
spaces used for assembly purposes complying with Sec- 
tion 1030. 


[BE] 1005.2 Minimum width based on component. The 
minimum width, in inches (mm), of any means of egress 
components shall be not less than that specified for such com- 
ponent, elsewhere in this code. 


[BE] 1005.3 Required capacity based on occupant load. 
The required capacity, in inches (mm), of the means of egress 
for any room, area, space or story shall be not less than that 
determined in accordance with Sections 1005.3.1 and 
1005,.3.2. 


[BE] 1005.3.1 Stairways. The capacity, in inches, of 
means of egress stairways shall be calculated by multiply- 
ing the occupant load served by such stairways by a means 
of egress capacity factor of 0.3 inch (7.6 mm) per occu- 
pant. Where stairways serve more than one story, only the 
occupant load of each story considered individually shall 
be used in calculating the required capacity of the stair- 
ways serving that story. 


Exceptions: 


1. For other than Group H and I-2 occupancies, the 
capacity, in inches, of means of egress stairways 
shall be calculated by multiplying the occupant 
load served by such stairways by a means of 
egress capacity factor of 0.2 inch (5.1 mm) per 
occupant in buildings equipped throughout with 
an automatic sprinkler system installed in accor- 
dance with Section 903.3.1.1 or 903.3.1.2 and an 
emergency voice/alarm communication system in 
accordance with Section 907.5.2.2. 


2. Facilities with smoke-protected assembly seating 
shall be permitted to use the capacity factors in 
Table 1030.6.2 indicated for stepped aisles for 
exit access or exit stairways where the entire path 
for means of egress from the seating to the exit 
discharge is provided with a smoke control sys- 
tem complying with Section 909. 


3. Facilities with open-air assembly seating shall be 
permitted to the capacity factors in Section 
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1030.6.3 indicated for stepped aisles for exit 
access or exit stairways where the entire path for 
means of egress from the seating to the exit dis- 
charge is open to the outdoors. 


4. Fer Group H-1, H-2, H-3 and H-4 occupancies, 
the total width of means of egress in inches (mm) 
shall not be less than the total occupant load 
served by the means of egress multiplied by 0.7 
inches (7.62 mm) per occupant. 


[BE] 1005.3.2 Other egress components. The capacity, 
in inches, of means of egress components other than stair- 
ways shall be calculated by multiplying the occupant load 
served by such component by a means of egress capacity 
factor of 0.2 inch (5.1 mm) per occupant. 


Exceptions: 


1. For other than Group H and I-2 occupancies, the 
capacity, in inches, of means of egress compo- 
nents other than stairways shall be calculated by 
multiplying the occupant load served by such 
component by a means of egress capacity factor 
of 0.15 inch (3.8 mm) per occupant in buildings 
equipped throughout with an automatic sprinkler 
system installed in accordance with Section 
903.3.1.1 or 903.3.1.2 and an emergency 
voice/alarm communication system in accor- 
dance with Section 907.5.2.2. 


2. Facilities with smoke-protected assembly seating 
shall be permitted to use the capacity factors in 
Table 1030.6.2indicated for level or ramped 
aisles for means of egress components other than 
stairways where the entire path for means of 
egress from the seating to the exit discharge is 
provided with a smoke control system complying 
with Section 909, 


3. Facilities with open-air assembly seating shall be 
permitted to the capacity factors in Section 
1030.6.3 indicated for level or ramped aisles for 
means of egress components other than stairways 
where the entire path for means of egress from 
the seating to the exit discharge is open to the 
outdoors, 


4, For Group H-1, H-2, H-3 and H-4 occupancies, 
the total width of means of egress in inches (mm) 
shall not be less than the total occupant load 
served by the means of egress multiplied by 0.4 
inches (5.08 mm) per occupant. 


[BE] 1005.4 Continuity. The minimum width or required 
capacity of the means of egress required from any story of a 
building shall not be reduced along the path of egress travel 
until arrival at the public way. 


[BE] 1005.5 Distribution of minimum width and required 
capacity. Where more than one exit, or access to more than 
one exit, is required, the means of egress shall be configured 
such that the loss of any one exit, or access to one exit, shall 
not reduce the available capacity or width to less than 50 per- 
cent of the required capacity or width. 
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[BE] 1005.6 Egress convergence. Where the means of 
egress from stories above and below converge at an interme- 
diate level, the capacity of the means of egress from the point 
of convergence shall be not less than the largest minimum 
width or the sum of the required capacities for the stairways 
or ramps serving the two adjacent stories, whichever is larger. 


[BE] 1005.7 Encroachment. Encroachments into the 
required means of egress width shall be in accordance with 
the provisions of this section. 


[BE] 1005.7.1 Doors. Doors, when fully opened, shall not 
reduce the required width by more than 7 inches (178 
mm). Doors in any position shall not reduce the required 
width by more than one-half. 


Exceptions: 


1. In other than Group I-2 occupancies, surface- 
mounted latch release hardware shall be exempt 
from inclusion in the 7-inch maximum (178 mm) 
encroachment where both of the following condi- 
tions exists: 


1.1, The hardware is mounted to the side of 
the door facing away from the adjacent 
wall where the door is in the open posi- 
tion. 


1.2. The hardware is mounted not less than 
34 inches (865 mm) nor more than 48 
inches (1219 mm) above the finished 
floor. 


2. The restrictions on door swing shall not apply to 
doors within individual dwelling units and sleep- 
ing units of Group R-2 occupancies and dwelling 
units of Group R-3 occupancies. 


[BE] 1005.7.2 Other projections. Handrail projections 
shall be in accordance with the provisions of Section 
1014.8. Other nonstructural projections such as trim and 
similar decorative features shall be permitted to project 
into the required width not more than 1'/, inches (38 mm) 
on each side. 


[BE] 1005.7.3 Protruding objects. Protruding objects 
shall comply with the applicable requirements of Section 
1003.3. 


SECTION 1006 
NUMBERS OF EXITS AND 
EXIT ACCESS DOORWAYS 


[BE] 1006.1 General. The number of exits or exit access 
doorways required within the means of egress system shall 
comply with the provisions of Section 1006.2 for spaces, 
including mezzanines, and Section 1006.3 for stories or occu- 
pied roofs. 


[BE] 1006.2 Egress from spaces. Rooms, areas or spaces, 
including mezzanines, within a story or basement shall be 
provided with the number of exits or access to exits in accor- 
dance with this section. 


[BE] 1006.2.1 Egress based on occupant load and com- 
mon path of egress travel distance. Two exits or exit 
access doorways from any space shall be provided where 
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the design occupant load or the common path of egress 4, In detention and correctional facilities and hold- 
travel distance exceeds the values listed in Table 1006.2.1. ing cells, such as are found in courthouse build- 
The cumulative occupant load from adjacent rooms, areas ings, when the occupant load is more than 20 see 
or spaces shall be determined in accordance with Section Section 408.3.11 of the California Building Code. 
1004.2. [BE] 1006.2.1.1 Three or more exits or exit access 

Exceptions: doorways. Three exits or exit access doorways shall be 


provided from any space with an occupant load of 501 
to 1,000. Four exits or exit access doorways shall be 
provided from any space with an occupant load greater 


1. The number of exits from ered lobbies, vesti- 
bules or similar spaces need not be based on 
cumulative occupant loads for areas discharging 


through such spaces, but the capacity of the exits than 1,000. 
from such spaces shall be based on applicable [BE] 1006.2.2 Egress based on use. The numbers, config- 
cumulative occupant loads. uration and types of components of exits or access to exits 


2. Rooms and care suites in Group I-2 and I-2.1 shall be provided in the uses described in Sections 


occupancies complying with Section 407.4 of the L006. 2-2. Nuropgh 1006:2-2-7. 
California Building Code. [BE] 1006.2.2.1 Boiler, incinerator and furnace 


rooms. Two exit access doorways are required in 
boiler, incinerator and furnace rooms where the area is 
over 500 square feet (46 m’) and any fuel-fired equip- 


3. Unoccupied mechanical rooms and penthouses 
are not required to comply with the common path 
of egress travel distance measurement. 

[BE] TABLE 1006.2.1 
SPACES WITH ONE EXIT OR EXIT ACCESS DOORWAY 
MAXIMUM COMMON PATH OF EGRESS TRAVEL DISTANCE (feet) 


Without Sprinkler System 
MAXIMUM OCCUPANT LOAD OF toot aiid 


OCCUPANCY SPACE 


H-1, H-2, H-3 
H-4, H-5 


1-24 12.1, 4 ioc ia ESLER OCT: POR Oa 


iy 2) Sobek Wit orto ead Ae ee 


EEE orenel hat iar oA 


For SI: 1 foot = 304.8 mm. 
NP = Not Permitted. 


a. 


b. 
G: 
. For the travel distance limitations and number of exit and exit access requirements for rooms and spaces in Group |-2 or J-2.1, see Section 407.4 of the 


oo rh 


Buildings equipped throughout with an automatic sprinkler system in accordance with Section 903.3.1.1 or 903.3.1.2. See Section 903 for occupancies where 
automatic sprinkler systems are permitted in accordance with Section 903,3.1.2 

Group H occupancies equipped throughout with an automatic sprinkler system in accordance with Section 903.2.5, 

For a room or space used for assembly purposes having fixed seating, see Section 1030.8, 


California Building Code. 


. The common path of egress travel distance shall apply only in a Group R-3 occupancy located in a mixed occupancy building. 


The length of common path of egress travel distance in a Group S-2 open parking garage shall be not more than 100 feet. 


. For the travel distance limitations in Groups R-3 and R-4 equipped throughout with an automatic sprinkler system in accordance with Section 903.3.1.3, see 


Section 1006.2.2.6. 


. For holding cells, see Section 408.3.11 of the California Building Code. 


In accordance with Health and Safety Code Section 13113(d), there is no requirement for automatic sprinkler protection in an existing Group I-2 located in 
Type IA construction. 
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ment exceeds 400,000 British thermal units (Btu) (422 
000 KJ) input capacity. Where two exit access door- 
ways are required, one is permitted to be a fixed ladder 
or an alternating tread device. Exit access doorways 
shall be separated by a horizontal distance equal to one- 
half the length of the maximum overall diagonal 
dimension of the room. 


[BE] 1006.2.2.2 Refrigeration machinery rooms. 
Machinery rooms larger than 1,000 square feet (93 m’) 
shall have not less than two exits or exit access door- 
ways. Where two exit access doorways are required, one 
such doorway is permitted to be served by a fixed ladder 
or an alternating tread device. Exit access doorways shall 
be separated by a horizontal distance equal to one-half 
the maximum horizontal dimension of the room, 


All portions of machinery rooms shall be within 150 
feet (45 720 mm) of an exit or exit access doorway. 


Exit and exit access doorways shall swing in the 
direction of egress travel and shall be equipped with 
panic hardware, regardless of the occupant load served. 
Exit and exit access doorways shall be tight fitting and 
self-closing. 


[BE] 1006.2.2.3 Refrigerated rooms or spaces. 
Rooms or spaces having a floor area larger than 1,000 
square feet (93 m’), containing a refrigerant evaporator 
and maintained at a temperature below 68°F (20°C), 
shall have access to not less than two exits or exit 
access doorways. 


Exit access travel distance shall be determined as 
specified in Section 1017.1. A// portions of a refriger- 
ated room or space shall be within 150 feet (45 720 
mm) of an exit or exit access doorway /eading to a non- 
refrigerated area where such rooms are not protected 
by an approved automatic sprinkler system. 


Exception: Where using refrigerants in quantities 
limited to the amounts based on the volume set forth in 
the California Mechanical Code. Egress is allowed 
through adjoining refrigerated rooms or spaces. 


[BE] 1006.2.2.4 Electrical rooms. The location and 
number of exit or exit access doorways shall be 
provided for electrical rooms in accordance with 
Section 110.26 of the California Electrical Code for 
electrical equipment rated 1,000 volts or less, and 
Section 110.33 of the California Electrical Code for 
electrical equipment rated over 1,000 volts. Panic hard- 
ware shall be provided where required in accordance 
with Section 1010.2.9.2. 


[BE] 1006.2.2.5 Vehicular ramps. Vehicular ramps 
shall not be considered as an exit access ramp unless 
pedestrian facilities are provided. 


[BE] 1006.2.2.6 Groups R-3 and R-4. Where Group 
R-3 occupancies are permitted by Section 903.2.8 to be 
protected by an automatic sprinkler system installed in 
accordance with Section 903.3.1.3, the exit access 
travel distance for Group R-3 shall be not more than 
125 feet (38 100 mm). Where Group R-4 occupancies 
are permitted by Section 903.2.8 to be protected by an 


automatic sprinkler system installed in accordance with 
Section 903.3.1.3, the exit access travel distance for 
Group R-4 shall be not more than 75 feet (22 860 mm). 


1006.2.2.7 Large family day-care home. Every story or 
basement of a large family day-care home shall be 
provided with two exits which are remotely located 
from each other. Every required exit shall be of a size 
to permit the installation of a door not less than 32 
inches (813 mm) in clear width and not less than 6 feet 
8 inches (2,032 mm) in height. A manually operated 
horizontal sliding door may be used as one of the two 
required exits. 


Where basements are used for day-care purposes, 
one of the two required exits shall provide access 
directly to the exterior without entering the first story. 
The second exit from the basement may either pass 
through the story above or exit directly to the exterior. 


Rooms used for day-care purposes shall not be 
located above the first story. 


Exception: Buildings equipped with an automatic 
sprinkler system throughout and which have at least 
one of the required exits providing access directly to 
the exterior. NFPA 13R may be used in large family 
day-care homes. The sprinkler omissions of NFPA 
13R shall not apply unless approved by the enforcing 
agency. 
Exit doors, including manually operated horizontal 
sliding doors, shall be openable from the inside without 
use of a key or any special knowledge or effort. 


Tables 1006.3.3(1) and 1006.3.3(2) are not applica- 
ble to this occupancy classification. 


1006.2.2.8 Group I-4 means of egress. Group I-4 facil- 
ities, rooms or spaces where care is provided for more 
than 10 children that are 36 months of age or less shall 
have access to not less than two exits or exit access 
doorways. 


[BE] 1006.3 Egress from stories or occupied roofs. The 
means of egress system serving any story or occupied roof 
shall be provided with the number of separate and distinct 
exits or access to exits based on the aggregate eeoRe load 
served in accordance with this section. 


[BE] 1006.3.1 Occupant load. Where stairways serve 
more than one story, or more than one story and an occu- 
pied roof, only the occupant load of each story or occupied 
roof, considered individually, shall be used when calculat- 
ing the required number of exits or access to exits serving 
that story. 
[BE] 1006.3.2 Path of egress travel. The path of egress 
travel to an exit shall not pass through more than one adja- 
cent story. 

Exception: The path of egress travel to an exit shall be 


permitted to pass through more than one adjacent story 
in any of the following: 


1. In Group R-1, R-2 or R-3 occupancies, exit 
access stairways and ramps connecting four sto- 
ries or fewer serving and contained within an 
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live/work unit. 


2. Exit access stairways serving and contained 
within a Group R-3 congregate residence or a 
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2. Rooms, areas and spaces at the level of exit dis- 
charge, complying with Section 1006.2.1 with exits 
that discharge directly to the exterior at the level of 
exit discharge, are permitted to have one exit or 


Group R-4 facility. access to a single exit. 


3. Exit access stairways and ramps within an atrium 
complying with Section 404. 


3. Parking garages where vehicles are mechanically 
parked shall be permitted to have one exit or access 


I : : , to a single exit. 
4, Exit access stairways and ramps in open parking 


garages that serve only the parking garage. 4. Group R-3 and R-4 occupancies shall be permitted 


' ' j to have one exit or access to a single exit. 
5, Exit access stairways and ramps serving open-air 


assembly seating complying with the exit access 
travel distance requirements of Section 1030.7. 


5. Individual single-story or multistory dwelling units 
shall be permitted to have a single exit or access to a 
single exit from the dwelling unit provided that both 


6. Exit access stairways and ramps between the bal- of the following criteria are met: 


cony, gallery or press box and the main assembly 
floor in occupancies such as theaters, places of 
religious worship, auditoriums and sports facili- 
ties. 


5.1. The dwelling unit complies with Section 
1006.2.1 as a space with one means of 
egress. 


5.2. Either the exit from the dwelling unit dis- 
charges directly to the exterior at the level of 
exit discharge, or the exit access outside the 
dwelling unit’s entrance door provides 
access to not less than two approved inde- 
pendent exits. 


[BE] 1006.3.4.1 Mixed occupancies. Where one exit, 
or exit access stairway or ramp providing access to 
exits at other stories, is permitted to serve individual 
stories, mixed occupancies shall be permitted to be 
served by single exits provided that each individual 
occupancy complies with the applicable requirements 


7. Exterior exit access stairways and ramps between 
occupied roofs. 


[BE] 1006.3.3 Egress based on occupant load. Each 
story and occupied roof shall have the minimum number 
of separate and distinct exits, or access to exits, as speci- 
fied in Table 1006.3.3. A single exit or access to a single 
exit shall be permitted in accordance with Section 
1006.3.4. The required number of exits, or exit access 
stairways or ramps providing access to exits, from any 
story or occupied roof shall be maintained until arrival at 
the exit discharge or public way. 


[BE] TABLE 1006.3.3 if 
MINIMUM NUMBER OF EXITS OR of Table 1006.3.4(1) or 1006.3.4(2) for that occu 
ACCESS TO EXITS PER STORY pancy. Where applicable, cumulative occupant loads 


from adjacent occupancies shall be considered to be in 
accordance with the provisions of Section 1004.1. In 
each story of a mixed occupancy building, the maxi- 
mum number of occupants served by a single exit 
shall be such that the sum of the ratios of the calcu- 
lated number of occupants of the space divided by the 
allowable number of occupants indicated in Table 
1006.3.4(2) for each occupancy does not exceed one. 
Where dwelling units are located on a story with other 
occupancies, the actual number of dwelling units 
divided by four plus the ratio from the other occu- 
pancy does not exceed one. 


PER STORY ACCESS TO EXITS FROM STORY 


[BE] 1006.3.4 Single exits. A single exit or access to a 
single exit shall be permitted from any story or occupied 
roof, where one of the following conditions exists: 


1. The occupant load, number of dwelling units and 
exit access travel distance do not exceed the values 
in Table 1006.3.4(1) or 1006.3.4(2). 


[BE] TABLE 1006.3.4(1) 
STORIES WITH ONE EXIT OR ACCESS TO ONE EXIT FOR R-2 AND R-3 OCCUPANCIES 


MAXIMUM NUMBER OF MAXIMUM EXIT ACCESS 
STORY OCCUPANCY DWELLING UNITS TRAVEL DISTANCE 
R-2%° 4 dwelling units 125 feet 
R-3* NA NA 


Fourth story above grade plane and higher 125 feet 


For SI: 1 foot = 304.8 mm. 

NP = Not Permitted. 

NA = Not Applicable. 

a. Buildings classified as Group R-2 or R-3 equipped throughout with an automatic sprinkler system in accordance with Section 903.3.1.1 or 903.3.1.2 and 
provided with emergency escape and rescue openings in accordance with Section 1031. 

b. This table is used for R-2 occupancies consisting of dwelling units. For R-2 occupancies consisting of sleeping units, use Table 1006.3.4(2), 


Basement, first, second or third story above grade plane 
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First story above or below grade plane 


Second story above grade plane 
Third story above grade plane and higher 


[BE] TABLE 1006.3.4(2) 
STORIES WITH ONE EXIT OR ACCESS TO ONE EXIT FOR OTHER OCCUPANCIES® 


MAXIMUM OCCUPANT MAXIMUM EXITACCESS 
STORY OCCUPANCY LOAD PER STORY TRAVEL DISTANCE (feet) 


, M, U 


I-2, 1-2.1 


B, F, M, S? 
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For SI: 1 foot = 304.8 mm. 

NP = Not Permitted. 

NA = Not Applicable. 

a. Buildings classified as Group R-2 equipped throughout with an automatic sprinkler system in accordance with Section 903.3.1.1 or 903.3.1.2 and provided 
with emergency escape and rescue openings in accordance with Section 1031. 

b. Group B, F and S occupancies in buildings equipped throughout with an automatic sprinkler system in accordance with Section 903.3.1.1 shall have a 
maximum exit access travel distance of 100 feet. 

c. This table is used for R-2 occupancies consisting of sleeping units. For R-2 occupancies consisting of dwelling units, use Table 1006.3.4(1). 

d. The length of exit access travel distance in a Group S-2 open parking garage shall be not more than 100 feet. 

e. For Group L occupancies see Section 453.6.1 of the California Building Code. 


SECTION 1007 
EXIT AND EXIT ACCESS 
DOORWAY CONFIGURATION 


[BE] 1007.1 General. Exits, exit access doorways, and exit 
access stairways and ramps serving spaces, including individ- 
ual building stories, shall be separated in accordance with the 
provisions of this section. 


[BE] 1007.1.1 Two exits or exit access doorways. Where 
two exits, exit access doorways, exit access stairways or 
ramps, or any combination thereof, are required from any 
portion of the exit access, they shall be placed a distance 
apart equal to not less than one-half of the length of the 
maximum overall diagonal dimension of the building or 
area to be served measured in a straight line between them. 
Interlocking or scissor stairways shall be counted as one 
exit stairway. 


2. The separation distance to exit access stairways 
shall be measured to the closest riser. 


3. The separation distance to exit access ramps shall 
be measured to the start of the ramp run. 


[BE] 1007.1.2 Three or more exits or exit access door- 
ways. Where access to three or more exits is required, not 
less than two exit or exit access doorways shall be 
arranged in accordance with the provisions of Section 
1007.1.1. Additional required exit or exit access doorways 
shall be arranged a reasonable distance apart so that if one 
becomes blocked, the others will be available. 


[BE] 1007.1.3 Remoteness of exit access stairways or 
ramps. Where two exit access stairways or ramps provide 
the required means of egress to exits at another story, the 
required separation distance shall be maintained for all 
portions of such exit access stairways or ramps. 


[BE] 1007.1.3.1 Three or more exit access stairways 
or ramps. Where more than two exit access stairways 
or ramps provide the required means of egress, not less 
than two shall be arranged in accordance with Section 
1007.1.3. 


Exceptions: 


1. Where interior exit stairways or ramps are inter- 
connected by a 1-hour fire-resistance-rated corri- 
dor conforming to the requirements of Section 
1020, the required exit separation shall be mea- 
sured along the shortest direct line of travel 
within the corridor. 

SECTION 1008 
MEANS OF EGRESS ILLUMINATION 


[BE] 1008.1 Means of egress illumination. Illumination 
shall be provided in the means of egress in accordance with 
Section 1008.2. Under emergency power, means of egress 
illumination shall comply with Section 1008.3. 


[BE] 1008.2 Illumination required. The means of egress 
serving a room or space shall be illuminated at all times that 
the room or space is occupied. 


Exceptions: 


2. Where a building is equipped throughout with an 
automatic sprinkler system in accordance with 
Section 903.3.1.1 or 903.3.1.2, the separation dis- 
tance shall be not less than one-third of the length 
of the maximum overall diagonal dimension of 
the area served. 


[BE] 1007.1.1.1 Measurement point. The separation 
distance required in Section 1007.1.1 shall be measured 
in accordance with the following: 


1. The separation distance to exit or exit access 
doorways shall be measured to any point along 


1. Occupancies in Group U. 
the width of the doorway. 
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2. Aisle accessways in Group A. 


3. Dwelling units and sleeping units in Groups R-1, R- 
2 and R-3. 


4. Sleeping units of Group I, R-2.] and R-4 occupan- 
cies. 


[BE] 1008.2.1 Illumination level under normal power. 
The means of egress illumination level shall be not less 
than | footcandle (11 lux) at the walking surface. Along 
exit access stairways, exit stairways and at their required 
landings, the illumination level shall be not less than 10 
footcandles (108 lux) at the walking surface when the 
stairway is in use. 


Exception: For auditoriums, theaters, concert or opera 
halls and similar assembly occupancies, the illumination 
at the walking surface is permitted to be reduced during 
performances by one of the following methods provided 
that the required illumination is automatically restored 
upon activation of a premises’ fire alarm system: 


1. Externally illuminated walking surfaces shall be 
permitted to be illuminated to not less than 0.2 
footcandle (2.15 lux). 


2. Steps, landings and the sides of ramps shall be 
permitted to be marked with self-luminous mate- 
rials in accordance with Sections 1025.2.1, 
1025.2.2 and 1025.2.4 by systems listed in accor- 
dance with UL 1994, 


[BE] 1008.2.2 Group I-2. In Group I-2 occupancies 
where two or more exits are required, on the exterior land- 
ings required by Section 1010.1.5, means of egress illumi- 
nation levels for the exit discharge shall be provided such 
that failure of a single lamp in a luminaire shall not reduce 
the illumination level on that landing to less than 1 foot- 
candle (11 lux). 


[BE] 1008.2.3 Exit discharge. Illumination shall be pro- 
vided along the path of travel for the exit discharge from 
each exit to the public way. 


Exception: Illumination shall not be required where 
the path of the exit discharge meets both of the follow- 
ing requirements: 
1. The path of exit discharge is illuminated from the 
exit to a safe dispersal area complying with Sec- 
tion 1028.5. 


2. A dispersal area shall be illuminated to a level not 
less than 1 footcandle (11 lux) at the walking sur- 
face. 


[BE] 1008.3 Emergency power for illumination. The 
power supply for means of egress illumination shall normally 
be provided by the premises’ electrical supply. 


[BE] 1008.3.1 General. In the event of power supply fail- 
ure in rooms and spaces that require two or more exits or 
access to exits, an emergency electrical system shall auto- 
matically illuminate all of the following areas: 


1. Aisles. 
2. Corridors. 
3. Exit access stairways and ramps. 
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[BE] 1008.3.2 Buildings. In the event of power supply 
failure, in buildings that require two or more exits or 
access to exits, an emergency electrical system shall auto- 
matically illuminate all of the following areas: 


1. Interior exit access stairways and ramps. 
2. Interior and exterior exit stairways and ramps. 
3. Exit passageways. 


4. Vestibules and areas on the level of discharge used 
for exit discharge in accordance with Section 
1028.2. 


5. Exterior landings as required by Section 1010.1.5 
for exit doorways that lead directly to the exit dis- 
charge. 

6. Group I-2 and I-2.1 exit discharge stairways, ramps, 
aisles, walkways and escalators leading to a public 
way or to a safe dispersal area in accordance with 
Section 1028.5. 

[BE] 1008.3.3 Rooms and spaces. In the event of power 
supply failure, an emergency electrical system shall auto- 
matically illuminate all of the following areas: 

1. Electrical equipment rooms. 

. Fire command centers. 
. Fire pump rooms. 


. Generator rooms. 


Mm & WwW bd 


. Public restrooms with an area greater than 300 
square feet (27.87 m’). 


[BE] 1008.3.4 Duration. The emergency power system 
shall provide power for a duration of not less than 90 min- 
utes and shall consist of storage batteries, unit equipment 
or an on-site generator. The installation of the emergency 
power system shall be in accordance with Section 2702 of 
the California Building Code. 


[BE] 1008.3.5 Illumination level under emergency 
power. Emergency lighting facilities shall be arranged to 
provide initial illumination that is not less than an average 
of | footcandle (11 lux) and a minimum at any point of 0.1 
footcandle (1 lux) measured along the path of egress at 
floor level. Illumination levels shall be permitted to 
decline to 0.6 footcandle (6 lux) average and a minimum 
at any point of 0.06 footcandle (0.6 lux) at the end of the 
emergency lighting time duration. A maximum-to-mini- 
mum illumination uniformity ratio of 40 to 1 shall not be 
exceeded. In Group I-2 occupancies, failure of a single 
lamp in a luminaire shall not reduce the illumination level 
to less than 0.2 footcandle (2.2 lux). 


SECTION 1009 
ACCESSIBLE MEANS OF EGRESS 


[BE] 1009.1 Accessible means of egress required. Accessi- 
ble means of egress shall comply with this section. Accessi- 
ble spaces shall be provided with not less than one accessible 
means of egress. Where more than one means of egress is 
required by Section 1006.2 or 1006.3 from any accessible 
space, each accessible portion of the space shall be served by 
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not less than two accessible means of egress in at least the 
same number as required by Section 1006.2 or 1006.3. In 
addition to the requirements of this chapter, means of 
egress, which provide access to, or egress from, buildings 
for persons with disabilities, shall also comply with the 
requirements of Chapter 11A or 11B of the California 
Building Code, as applicable. 


Exceptions: 


1. One accessible means of egress is required from an 
accessible mezzanine level in accordance with Sec- 
tion 1009.3, 1009.4 or 1009.5 and Chapter 11A or 
11B of the California Building Code. 


2. In assembly areas with ramped aisles or stepped 
aisles, one accessible means of egress is permitted 
where the common path of travel is accessible and 
meets the requirements in Section 1030.8, and 
Chapter 11A or 11B of the California Building 
Code. 


[BE] 1009.2 Continuity and components. Each required 
accessible means of egress shall be continuous to a public 
way and shall consist of one or more of the following compo- 
nents: 


1. Accessible routes complying with Chapter 11A or 11B 
of the California Building Code. 


2. Interior exit stairways complying with Sections 1009.3 
and 1023 of this code and Chapter 11A or 11B of the 
California Building Code. 


3. Exit access stairways complying with Sections 1009.3 
and 1019.3 or 1019.4 of this code and Chapter 11A or 
11B of the California Building Code. 


4, Exterior exit stairways complying with Sections 1009.3 
and 1027 and serving levels other than the level of exit 
discharge of this code and Chapter 11A or 11B of the 
California Building Code. 


5. Elevators complying with Section 1009.4 of this code 
and Chapter 11A or 11B of the California Building 
Code. 


6. Platform lifts complying with Section 1009.5 of this 
code and Chapter 11A or 11B of the California Build- 
ing Code. 


7. Horizontal exits complying with Section 1026. 


8. Ramps complying with Section 1012 of this code and 
Chapter 11A or 11B of the California Building Code. 


9. Areas of refuge complying with Section 1009.6. 


10. Exterior areas for assisted rescue complying with Sec- 
tion 1009.7 serving exits at the level of exit discharge. 

[BE] 1009.2.1 Elevators required. In buildings where a 

required accessible floor or occupied roof is four or more 

stories above or below a level of exit discharge, not less 

than one required accessible means of egress shall be an 

elevator complying with Section 1009.4. 
Exceptions: 
1. In buildings equipped throughout with an auto- 
matic sprinkler system installed in accordance 
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with Section 903.3.1.1 or 903.3.1.2, the elevator 
shall not be required on floors provided with a 
horizontal exit and located at or above the levels 
of exit discharge. 


2. In buildings equipped throughout with an auto- 
matic sprinkler system installed in accordance 
with Section 903.3.1.1 or 903.3.1.2, the elevator 
shall not be required on floors provided with a 
ramp conforming to the provisions of Section 
1012. 


[BE] 1009.3 Stairways. In order to be considered part of an 
accessible means of egress, a stairway between stories shall 
comply with Sections 1009.3.1 through 1009.3.3. 


[BE] 1009.3.1 Exit access stairways. Exit access stair- 
ways that connect levels in the same story are not permit- 
ted as part of an accessible means of egress. 


Exception: Exit access stairways providing means of 
egress from mezzanines are permitted as part of an 
accessible means of egress. 


[BE] 1009.3.2 Stairway width. Stairways shall have a 
clear width of 48 inches (1219 mm) minimum between 
handrails. 


Exceptions: 


1. The clear width of 48 inches (1219 mm) between 
handrails is not required in buildings equipped 
throughout with an automatic sprinkler system 
installed in accordance with Section 903.3.1.1 or 
903.3.1.2. 


2. The clear width of 48 inches (1219 mm) between 
handrails is not required for stairways accessed 
from a refuge area in conjunction with a horizon- 
tal exit. 


[BE] 1009.3.3 Area of refuge. Stairways shall either 
incorporate an area of refuge within an enlarged floor- 
level landing or shall be accessed from an area of refuge 
complying with Section 1009.6. 


Exceptions: 


1. Areas of refuge are not required at exit access 
stairways where two-way communication is pro- 
vided at the elevator landing in accordance with 
Section 1009.8. 


2. Areas of refuge are not required at stairways in 
buildings equipped throughout with an automatic 
sprinkler system installed in accordance with 
Section 903.3.1.1 or 903.3.1.2. 


3. Areas of refuge are not required at stairways 
serving open parking garages. 


4, Areas of refuge are not required for smoke-pro- 
tected or open-air assembly seating areas com- 
plying with Sections 1030.6.2 and 1030.6.3. 


5. Areas of refuge are not required at stairways in 
Group R-2 occupancies, 


6. Areas of refuge are not required for stairways 
accessed from a refuge area in conjunction with a 
horizontal exit. 
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[BE] 1009.4 Elevators. In order to be considered part of an 
accessible means of egress, an elevator shall comply with 
California Code of Regulations, Title 8, Division 1, Chapter 
4, Subchapter 6, Elevator Safety Orders. 


[BE] 1009.4.1 Standby power. The elevator shall meet 
the emergency operation and signaling device require- 
ments of Section 2.27 of ASME A17.1/CSA B44. Standby 
power shall be provided in accordance with Chapter 27 
and Section 3003 of the California Building Code. 


[BE] 1009.4.2 Area of refuge. The elevator shall be 
accessed from an area of refuge complying with Section 
1009.6. 


Exceptions: 


1. Areas of refuge are not required at the elevator in 
open parking garages. 

2. Areas of refuge are not required in buildings and 
facilities equipped throughout with an automatic 
sprinkler system installed in accordance with 
Section 903.3.1.1 or 903.3.1.2. 


3. Areas of refuge are not required at elevators not 
required to be located in a shaft in accordance 
with Section 712 of the California Building 
Code. 


4, Areas of refuge are not required at elevators serv- 
ing smoke protected or open-air assembly seating 
areas complying with Sections 1030.6.2 and 
1030.6.3. 


5. Areas of refuge are not required for elevators 
accessed from a refuge area in conjunction with a 
horizontal exit. 


[BE] 1009.5 Platform lifts. Platform lifts shall be permitted 
to serve as part of an accessible means of egress where 
allowed as part of a required accessible route in Chapter 11B 
of the California Building Code except for Item 10. Standby 
power for the platform lift shall be provided in accordance 
with Chapter 27 of the California Building Code. 


[BE] 1009.6 Areas of refuge. Every required area of refuge 
shall be accessible from the space it serves by an accessible 
means of egress. 


[BE] 1009.6.1 Travel distance. The maximum travel 
distance from any accessible space to an area of refuge 
shall not exceed the exit access travel distance permitted 
for the occupancy in accordance with Section 1017.1. 


[BE] 1009.6.2 Stairway or elevator access. Every 
required area of refuge shall have direct access to a stair- 
way complying with Sections 1009.3 and 1023 or an 
elevator complying with Section 1009.4. 


Exception: An interior area of refuge at the level of 


exit discharge that provides direct access to an exterior 
exit door. 


[BE] 1009.6.3 Size. Each area of refuge shall be sized to 
accommodate two wheelchair spaces that are not less than 
30 inches by 48 inches (762 mm by 1219 mm). The total 
number of such 30-inch by 52-inch (762 mm by 1320 mm) 
spaces per story shall be not less than one for every 200 
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persons of calculated occupant load served by the area of 
refuge. Such wheelchair spaces shall not reduce the means 
of egress minimum width or required capacity. Access to 
any of the required wheelchair spaces in an area of refuge 
shall not be obstructed by more than one adjoining wheel- 
chair space. 


Exception: The enforcing agency may reduce the size 
of each required area of refuge to accommodate one 
wheelchair space that is not less than 30 inches by 52 
inches (762 mm by 1320 mm) on floors where the occu- 
pant load is less than 200. 


[BE] 1009.6.4 Separation. Each area of refuge shall be 
separated from the remainder of the story by a smoke 
barrier complying with Section 709 of the California 
Building Code ot a horizontal exit complying with Section 
1026. Each area of refuge shall be designed to minimize 
the intrusion of smoke. 


Exceptions: 


1. Areas of refuge located within an enclosure for 
interior exit stairways complying with Section 
1023. 


2. Areas of refuge in outdoor facilities where exit 
access is essentially open to the outside. 


[BE] 1009.6.5 Two-way communication. Areas of refuge 
shall be provided with a two-way communication system 
complying with Sections 1009.8.1 and 1009.8.2. 


[BE] 1009.7 Exterior areas for assisted rescue. Exterior 
areas for assisted rescue shall be accessed by an accessible 
route from the area served. 


Where the exit discharge does not include an accessible 
route from an exit located on the level of exit discharge to a 
public way, an exterior area of assisted rescue shall be 
provided on the exterior landing in accordance with Sections 
1009.7.1 through 1009.7.4. 


[BE] 1009.7.1 Size. Each exterior area for assisted rescue 
shall be sized to accommodate wheelchair spaces in accor- 
dance with Section 1009.6.3. 


[BE] 1009.7.2 Separation. Exterior walls separating the 
exterior area of assisted rescue from the interior of the 
building shall have a minimum fire-resistance rating of | 
hour, rated for exposure to fire from the inside. The fire- 
resistance-rated exterior wall construction shall extend 
horizontally not less than 10 feet (3048 mm) beyond the 
landing on either side of the landing or equivalent fire- 
resistance-rated construction is permitted to extend out 
perpendicular to the exterior wall not less than 4 feet 
(1219 mm) on the side of the landing. The fire-resistance- 
rated construction shall extend vertically from the ground 
to a point not less than 10 feet (3048 mm) above the floor 
level of the area for assisted rescue or to the roof line, 
whichever is lower. Openings within such fire-resistance- 
rated exterior walls shall be protected in accordance with 
Section 716 of the California Building Code. 


Exception: The fire-resistance rating and opening 
protectives are not required in the exterior wall where 
the building is equipped throughout with an automatic 
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sprinkler system installed in accordance with Section 
903.3.1.1 or 903.3.1.2. 


[BE] 1009.7.3 Openness. The exterior area for assisted 
rescue shall be open to the outside air. The sides other than 
the separation walls shall be not less than 50 percent open, 
and the open area shall be distributed so as to minimize the 
accumulation of smoke or toxic gases. 


[BE] 1009.7.4 Stairways. Stairways that are part of the 
means of egress for the exterior area for assisted rescue 
shall provide a minimum clear width of 48 inches (1219 
mm) between handrails. 


Exception: The minimum clear width of 48 inches 
(1219 mm) between handrails is not required at stair- 
ways serving buildings equipped throughout with an 
automatic sprinkler system installed in accordance with 
Section 903.3.1.1 or 903.3.1.2. 


[BE] 1009.8 Two-way communication. A two-way commu- 
nication system complying with Sections 1009.8.1 and 
1009.8.2 shall be provided at the landing serving each eleva- 
tor or bank of elevators on each accessible floor that is one or 
more stories above or below the level of exit discharge. 


Exceptions: 


1. Two-way communication systems are not required 
at the landing serving each elevator or bank of ele- 
vators where the two-way communication system is 
provided within areas of refuge in accordance with 
Section 1009.6.5. 


2. Two-way communication systems are not required 
on floors provided with ramps conforming to the 
provisions of Section 1012. 


3. Two-way communication systems are not required 
at the landings serving only service elevators that 
are not designated as part of the accessible means of 
egress or serve as part of the required accessible 
route into a facility. 


4, Two-way communication systems are not required 
at the landings serving only freight elevators. 


5. Two-way communication systems are not required 
at the landing serving a private residence elevator. 


6. Two-way communication systems are not required 
in Group I-2 or I-3 facilities. 


[BE] 1009.8.1 System requirements. Two-way commu- 
nication systems shall provide communication between 
each required location and a central control point location 
approved by the fire department. Where the central control 
point is not a constantly attended location, the two-way 
communication system shall have a timed automatic tele- 
phone dial-out capability that provides two-way 
communication with an approved supervising station or 9- 
1-1. The two-way communication system shall include 
both audible and visible signals. 


[BE] 1009.8.2 Directions. Directions for the use of the 
two-way communication system, instructions for 
summoning assistance via the two-way communication 
system and written identification of the location shall be 
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posted adjacent to the two-way communication system. 
Signage shall comply with Chapter 11A, Section 1143A 
of the California Building Code requirements for visual 
characters. 


[BE] 1009.9 Signage. Signage indicating special accessibil- 
ity provisions shall be provided as shown: 


1. Each door providing access to an area of refuge from an 
adjacent floor area shall be identified by a sign stating: 
“AREA OF REFUGE.” 


2. Each door providing access to an exterior area for 
assisted rescue shall be identified by a sign stating: 
“EXTERIOR AREA FOR ASSISTED RESCUE.” 


Signage shall comply with the ICC Ai17.1 requirements 
for visual characters and include the International Symbol of 
Accessibility. Where exit sign illumination is required by 
Section 1013.3, the signs shall be illuminated. Additionally, 
visual characters, raised character and braille signage com- 
plying with ICC A117.1 shall be located at each door to an 
area of refuge and exterior area for assisted rescue in accor- 
dance with Section 1013.4. 


[BE] 1009.10 Directional signage. Directional signage 
complying with Chapter 11B, Section 11B-703.5, indicating 
the location of all other means of egress and which of those 
are accessible means of egress shall be provided at the 
following: 


1. At exits serving a required accessible space but not pro- 
viding an approved accessible means of egress. 


2. At elevator landings. 
3. Within areas of refuge. 


[BE] 1009.11 Instructions. In areas of refuge and exterior 
areas for assisted rescue, instructions on the use of the area 
under emergency conditions shall be posted. Signage shall 
comply with the ICC A117.1 requirements for visual charac- 
ters. The instructions shall include all of the following: 


1. Persons able to use the exit stairway do so as soon as 
possible, unless they are assisting others. 


2. Information on planned availability of assistance in the 
use of stairs or supervised operation of elevators and 
how to summon such assistance. 


3. Directions for use of the two-way communication sys- 
tem where provided. 


1009.12 Alarms and emergency warning systems and two- 
way communication systems. Required emergency warning 
systems shall activate a means of warning the hearing 
impaired, Emergency warning systems provided as part of 
the fire-alarm system and two-way communication systems 
required by Chapter 10 shall be designed and installed in 
accordance with NFPA 72 as amended in Chapter 80. 


SECTION 1010 
DOORS, GATES AND TURNSTILES 


[BE] 1010.1 Doors. Doors in the means of egress shall 
comply with the requirements of Sections 1010.1.1 through 
1010.3.4. Exterior exit doors shall also comply with the 
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requirements of Section 1022.2. Gates in the means of egress 
shall comply with the requirements of Sections 1010.4 and 
1010.4.1. Turnstiles in the means of egress shall comply with 
the requirements of Sections 1010.5 through 1010.5.4. 


Doors, gates and turnstiles provided for egress purposes in 
numbers greater than required by this code shall comply with 
the requirements of this section. 


Doors in the means of egress shall be readily distinguish- 
able from the adjacent construction and finishes such that the 
doors are easily recognizable as doors. Mirrors or similar 
reflecting materials shall not be used on means of egress 
doors. Means of egress doors shall not be concealed by cur- 
tains, drapes, decorations or similar materials. 


[BE] 1010.1.1 Size of doors. The required capacity of 
each door opening shall be sufficient for the occupant load 
thereof and shall provide a minimum clear opening width 
of 32 inches (813 mm). The clear opening width of door- 
ways with swinging doors shall be measured between the 
face of the door and the stop, with the door open 90 
degrees (1.57 rad). Where this section requires a minimum 
clear opening width of 32 inches (813 mm) and a door 
opening includes two door leaves without a mullion, one 
leaf shall provide a minimum clear opening width of 32 
inches (813 mm). In Group I-2 or /-2./, doors serving as 
means of egress doors; where used for the movement of 
beds and stretcher patients shall provide a minimum clear 
opening width of 44 inches (1118 mm). Where this section 
requires a minimum clear opening width of 44 inches 
(1118 mm) and a door opening includes two door leaves 
without a mullion, one leaf shall provide a minimum clear 
opening width of 44 inches (1118 mm). The maximum 
width of a swinging door leaf shall be 48 inches (1219 
mm) nominal. The minimum clear opening height of doors 
shall be not less than 80 inches (2032 mm). 


Exceptions: 


1. In Group R-2 and R-3 dwelling and sleeping 
units that are not required to be an Accessible 
unit, Type A unit or Type B unit, the minimum 
width shall not apply to door openings that are 
not part of the required means of egress. 


2. Group I-3 door openings to resident sleeping 
units that are not required to be an Accessible 
unit shall have a minimum clear opening width of 
28 inches (711 mm). 


3. Door openings to storage closets less than 10 
square feet (0.93 m7’) in area shall not be limited 
by the minimum clear opening width. 


4, The maximum width of door leaves in revolving 
doors that comply with Section 1010.3.1 shall not 
be limited. 

5, The maximum width of door leaves in power- 
operated doors that comply with Section 1010,3.2 
shall not be limited. 

6. Door openings within a dwelling unit or sleeping 


unit shall have a minimum clear opening height 
of 78 inches (1981 mm). 
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7. In dwelling and sleeping units that are not 
required to be Accessible, Type A or Type B 
units, exterior door openings, other than the 
required exit door, shall have a minimum clear 
opening height of 76 inches (1930 mm). 


8. In Groups R-2, R-3 and R-4, in dwelling and sleep- 
ing units that are not required to be Accessible, 
Type A or Type B units, the minimum clear open- 
ing widths shall not apply to interior egress doors. 


9. Door openings required to be accessible within 
Type B units intended for user passage shall have 
a minimum clear opening width of 31.75 inches 
(806 mm). 


10. Doors to walk-in freezers and coolers less than 
1,000 square feet (93 m7) in area shall have a max- 
imum width of 60 inches (1524 mm) nominal. 


11. Doors serving nonaccessible single-user shower 
or sauna compartments; toilet stalls; or dressing, 
fitting or changing rooms shall have a minimum 
clear opening width of 20 inches (508 mm). 


[BE] 1010.1.1.1 Projections into clear opening. There 

shall not be projections into the required clear opening 

width lower than 34 inches (864 mm) above the floor or 

ground. Projections into the clear opening width between 

34 inches (864 mm) and 80 inches (2032 mm) above the 

floor or ground shall not exceed 4 inches (102 mm). 
Exceptions: 

1, Door closers, overhead door stops, power door 
operators, and electromagnetic door locks 
shall be permitted to be 78 inches (1980 mm) 
minimum above the floor. 

2. In a Group I-2 or I-2.1 occupancy, there shall 
be no projections into the clear width of doors 
used for the movement of beds and stretcher 
patients in the means of egress. 

[BE] 1010.1.2 Egress door types. Egress doors shall be of 
the side-hinged swinging door, pivoted door or balanced 
door types. 

Exceptions: 


1. Private garages, office areas, factory and storage 
areas with an occupant load of 10 or less. 


2. Group I-3 occupancies used as a place of detention. 

3. Critical or intensive care patient rooms within 
suites of health care facilities. 

4, Doors within or serving a single dwelling unit in 
Groups R-2 and R-3. 

5. In other than Group H occupancies, revolving 
doors complying with Section 1010.3.1. 

6. In other than Group H occupancies, special-pur- 
pose horizontal sliding, accordion or folding door 
assemblies complying with Section 1010.3.3. 

7. Power-operated doors in accordance with Section 
1010,3.2. 

8. Doors serving a bathroom within an individual 
sleeping unit in Group R-1. 
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9. In other than Group H occupancies, manually 
operated horizontal sliding doors are permitted in 
a means of egress from spaces with an occupant 
load of 10 or less. 


10. In Group I-2 and I-2.1 occupancies, exit doors 
serving an occupant load of 50 or more shall not 
be of the pivoted or balanced type. 


[BE] 1010.1.2.1 Direction of swing. Side-hinged swing- 
ing doors, pivoted doors and balanced doors shall swing 
in the direction of egress travel where serving a room or 
area containing an occupant load of 50 or more persons 
or a Group H occupancy. For Group L occupancies, see 
Section 453.6.2 of the California Building Code, 


In a Group I-2 occupancy, all required exterior 
egress doors shall open in the direction of egress 
regardless of the occupant load served. 


[BE] 1010.1.3 Forces to unlatch and open doors. The 
forces to unlatch doors shall comply with the following: 


1. Where door hardware operates by push or pull, the 
operational force to unlatch the door shall not 
exceed 15 pounds (66.7 N). 


2. Where door hardware operates by rotation, the oper- 
ational force to unlatch the door shall not exceed 28 
inch-pounds (315 N-cm). 

The force to open doors shall comply with the following: 


1. For interior swinging egress doors that are manually 
operated, other than doors required to be fire rated, 
the force for pushing or pulling open the door shall 
not exceed 5 pounds (22 N). 


2. For other swinging doors, sliding doors or folding 
doors, and doors required to be fire rated, the door 
shall require not more than a 30-pound (133 N) 
force to be set in motion and shall move to a full- 
open position when subjected to not more than a 15- 
pound (67 N) force. 


[BE] 1010,1.3.1 Location of applied forces. Forces 
shall be applied to the latch side of the door. 


[BE] 1010.1.3.2 Manual horizontal sliding doors. 
Where a manual horizontal sliding door is required to 
latch, the latch or other mechanism shall prevent the 
door from rebounding into a partially open position 
when the door is closed. 


[BE] 1010.1.4 Floor elevation. There shall be a floor or 
landing on each side of a door. Such floor or landing shall 
be at the same elevation on each side of the door. Landings 
shall be level except for exterior landings, which are 
permitted to have a slope not to exceed 0.25 unit vertical 
in 12 units horizontal (2-percent slope). 


Exceptions: 


1. At doors serving individual dwelling units or 
sleeping units in Groups R-2 and R-3, a door is 
permitted to open at the top step of an interior 
flight of stairs, provided that the door does not 
swing over the top step. 
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2. At exterior doors serving Groups F, H; R-2 and S 
and where such doors are not part of an accessi- 
ble route or are not required to be accessible by 
Chapter 11A or 11B of the California Building 
Code, the landing at an exterior door shall be not 
more than 7 inches (178 mm) below the landing 
on the egress side of the door, provided that the 
door, other than an exterior storm or screen door, 
does not swing over the landing. 


3. At exterior doors serving Group U and individual 
dwelling units and sleeping units in Groups R-2 
and R-3, and where such units are not required to 
be Accessible units, Type A units or Type B 
units, the landing at an exterior doorway shall be 
not more than 7°/, inches (197 mm) below the 
landing on the egress side of the door. Such 
doors, including storm or screen doors, shall be 
permitted to swing over either landing. 


4, Variations in elevation due to differences in finish 
materials, but not more than '/, inch (12.7 mm). 


5. Exterior decks, patios or balconies that are part of 
Type B dwelling units or sleeping units, that have 
impervious surfaces and that are not more than 4 
inches (102 mm) below the finished floor level of 
the adjacent interior space of the dwelling unit or 
sleeping unit. 

6. Doors serving equipment spaces not required to 
be accessible in accordance with Section 
1103.2.9 of the California Building Code and 
serving an occupant load of five or less shall be 
permitted to have a landing on one side to be not 
more than 7 inches (178 mm) above or below the 
landing on the egress side of the door. 


[BE] 1010.1.5 Landings at doors. Landings shall have a 
width not less than the width of the stairway or the door, 
whichever is greater. Doors in the fully open position shall 
not reduce a required dimension by more than 7 inches 
(178 mm). Where a landing serves an occupant load of 50 
or more, doors in any position shall not reduce the landing 
to less than one-half its required width. Landings shall 
have a length measured in the direction of travel of not 
less than 44 inches (1118 mm), 


Exception: Landing length in the direction of travel in 
Groups R-3 and U and within individual units of Group 
R-2 need not exceed 36 inches (914 mm), 


[BE] 1010.1.6 Thresholds. Thresholds at doorways shall 
not exceed */, inch (19.1 mm) in height above the finished 
floor or landing for sliding doors serving dwelling units or 
'/, inch (12.7 mm) above the finished floor or landing for 
other doors. Raised thresholds and floor level changes 
greater than '/, inch (6.4 mm) at doorways shall be beveled 
with a slope not greater than | unit vertical in 2 units hori- 
zontal (50-percent slope). 


Exceptions: 


1. In occupancy Group R-2 or R-3, threshold 
heights for sliding and side-hinged exterior doors 
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shall be permitted to be up to 7°/, inches (197 
mm) in height if all of the following apply: 


1.1. The door is not part of the required 
means of egress. 


1.2. The door is not part of an accessible 
route as required by Chapter //A or 11B 
of the California Building Code. 


1.3. The door is not part of an adaptable or 
accessible dwelling unit. 


2. In adaptable or accessible dwelling units, where 
Exception 5 to Section 1010.1.4 permits a 4-inch 
(102 mm) elevation change at the door, the 
threshold height on the exterior side of the door 
shall not exceed 4°/, inches (120 mm) in height 
above the exterior deck, patio or balcony for slid- 
ing doors or 4'/, inches (114 mm) above the exte- 
rior deck, patio or balcony for other doors. 


[BE] 1010.1.7 Door arrangement. Space between two 
doors in a series shall be 48 inches (1219 mm) minimum 
plus the width of a door swinging into the space. Doors in 
a series shall swing either in the same direction or away 
from the space between the doors. 


Exceptions: 


1. The minimum distance between horizontal slid- 
ing power-operated doors in a series shall be 48 
inches (1219 mm). 


2. Storm and screen doors serving individual dwell- 
ing units in Groups R-2 and R-3 need not be 
spaced 48 inches (1219 mm) from the other door. 


3. Doors within individual dwelling units in Groups 
R-2 and R-3 other than adaptable or accessible 
dwelling units. 
[BE] 1010.2 Door operations. Except as specifically permit- 
ted by this section, egress doors shall be readily openable 
from the egress side without the use of a key or special 
knowledge or effort. 


[BE] 1010.2.1 Unlatching. The unlatching of any door or 
leaf for egress shall require not more than one motion in a 
single linear or rotational direction to release all latching 
and all locking devices. 


Exceptions: 
1. Places of detention or restraint. 


2. Where manually operated bolt locks are permit- 
ted by Section 1010.2.5. 


3. Doors with automatic flush bolts as permitted by 
Section 1010.2.4, Item 4. 


4, Doors from individual dwelling units and sleep- 
ing units of Group R occupancies as permitted by 
Section 1010.2.4, Item 5. 


[BE] 1010.2.2 Hardware. Door handles, pulls, latches, 
locks and other operating devices on doors required to be 
accessible by Chapter //A or 1/B of the California Build- 
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ing Code shall not require tight grasping, tight pinching or 
twisting of the wrist to operate. 


These design requirements for door handles, pulls, 
latches, locks and other operating devices, intended for 
use on required means of egress doors in other than 
Group R and M occupancies with an occupant load of 10 
or less, shall comply with SFM Standard 12-10-2, Section 
12-10-202, contained in the CCR, Title 24, Part 12, Cali- 
fornia Referenced Standards Code. 


[BE] 1010.2.3 Hardware height. Door handles, pulls, 
latches, locks and other operating devices shall be 
installed 34 inches (864 mm) minimum and 48 inches 
(1219 mm) maximum above the finished floor. Locks used 
only for security purposes and not used for normal opera- 
tion are permitted at any height. 


Exception: Access doors or gates in barrier walls and 
fences protecting pools, spas and hot tubs shall be 
permitted to have operable parts of the latch release on 
self-latching devices at 54 inches (1370 mm) maximum 
above the finished floor or ground, provided that the 
self-latching devices are not also self-locking devices 
operated by means of a key, electronic opener or inte- 
gral combination lock. 


[BE] 1010.2.4 Locks and latches. Locks and latches shall 
be permitted to prevent operation of doors where any of 
the following exist: 


1. Places of detention or restraint. 


2. In Group R-2./ and Group I-2 occupancies where 
the clinical needs of persons receiving care require 
containment or where persons receiving care pose a 
security threat, provided that all clinical staff can 
readily unlock doors at all times, and all such locks 
are keyed to keys carried by all clinical staff at all 
times or all clinical staff have the codes or other 
means necessary to operate the locks at all times. 


3. In buildings in occupancy Group A having an occu- 
pant load of 300 or less, Groups B, F, M and S, and 
in places of religious worship, the main door or 
doors are permitted to be equipped with key-oper- 
ated locking devices from the egress side provided: 


3.1. The locking device is readily distinguishable 
as locked. 


3.2. A readily visible durable sign is posted on the 
egress side on or adjacent to the door stating: 
“THIS DOOR TO REMAIN UNLOCKED 
WHEN THIS SPACE IS OCCUPIED.” The 
sign shall be in letters 1 inch (25 mm) high on 
a contrasting background. 


3.3. The use of the key-operated locking device 
is revocable by the fire code official for due 
cause. 


4, Where egress doors are used in pairs, approved auto- 
matic flush bolts shall be permitted to be used, pro- 
vided that the door leaf having the automatic flush 
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bolts does not have a doorknob or surface-mounted 
hardware. 


. Doors from individual dwelling or sleeping units of 
Group R occupancies having an occupant load of 10 
or less are permitted to be equipped with a night 
latch, dead bolt or security chain, provided such 
devices are openable from the inside without the use 
of a key or tool. 


. Fire doors after the minimum elevated temperature 
has disabled the unlatching mechanism in accor- 
dance with listed fire door test procedures. 


. Doors serving roofs not intended to be occupied 
shall be permitted to be locked, preventing entry to 
the building from the roof. 


. Other than egress courts, where occupants must 
egress from an exterior space through the building 
for means of egress, exit access doors shall be per- 
mitted to be equipped with an approved locking 
device where installed and operated in accordance 
with all of the following: 


8.1. The maximum occupant load shall be posted 
where required by Section 1004.9. Such sign 
shall be permanently affixed inside the 
building and shall be posted in a conspicu- 
ous space near all the exit access doorways. 


8.2. A weatherproof telephone or two-way com- 
munication system installed in accordance 
with Sections 1009.8.1 and 1009.8.2 shall be 
located adjacent to not less than one required 
exit access door on the exterior side. 


8.3. The egress door locking device is readily 
distinguishable as locked and shall be a key- 
operated locking device. 


8.4. A clear window or glazed door opening, not 
less than 5 square feet (0.46 m? ) in area, 
shall be provided at each exit access door to 
determine if there are occupants using the 
outdoor area. 


8.5. A readily visible durable sign shall be posted 
on the interior side on or adjacent to each 
locked required exit access door serving the 
exterior area stating: “THIS DOOR TO 
REMAIN UNLOCKED WHEN THE OUT- 
DOOR AREA IS OCCUPIED.” The letters 
on the sign shall be not less than | inch (25.4 
mm) high on a contrasting background. 


8.6. The occupant load of the occupied exterior 
area shall not exceed 300 occupants in 
accordance with Section 1004. 


9. Locking devices are permitted on doors to balconies, 


decks or other exterior spaces serving individual 
dwelling or sleeping units. 


10. Locking devices are permitted on doors to balconies, 


decks or other exterior spaces of 250 square feet 
(23.23 m’) or less, serving a private office space. 


[BE] 1010.2.5 Bolt locks. Manually operated flush bolts 
or surface bolts are not permitted. : 


Y 


Exceptions: 


1. On doors not required for egress in individual 
dwelling units or sleeping units. 


2. Where a pair of doors serves a storage or equip- 
ment room, manually operated edge- or surface- 
mounted bolts are permitted on the inactive leaf. 


3. Where a pair of doors serves an occupant load of 
less than 50 persons in a Group B, F or S occu- 
pancy, manually operated edge- or surface- 
mounted bolts are permitted on the inactive leaf. 
The inactive leaf shall not contain doorknobs, 
panic bars or similar operating hardware. 


4, Where a pair of doors serves a Group B, F or S 
occupancy, manually operated edge- or surface- 
mounted bolts are permitted on the inactive leaf 
provided that such inactive leaf is not needed to 
meet egress capacity requirements and the build- 
ing is equipped: throughout with an automatic 
sprinkler system in accordance with Section 
903.3.1.1. The inactive leaf shall not contain door- 
knobs, panic bars or similar operating hardware. 


5. Manually operated edge and surface-mounted 
bolts shall be permitted on the inactive leaf of 
pairs of doors that serve patient care rooms in 
Group I-2 occupancies, provided that the bolts 
are self-latching and the inactive leaf is not 
needed to meet the minimum clear opening width 
required by Section 1010.1.1 of the California 
Building Code. The inactive leaf shall not contain 
doorknobs, panic bars or similar operating hard- 
ware. 


[BE] 1010.2.6 Closet doors. Closet doors that latch in the 
closed position shall be openable from inside the closet. 


[BE] 1010.2.7 Stairway doors, Interior stairway means of 
egress doors shall be openable from both sides without the 
use of a key or special knowledge or effort. 


Exceptions; 


1. Stairway discharge doors shall be openable from 
the egress side and shall only be locked from the 
opposite side, 


2. This section shall not apply to doors arranged in 
accordance with Section 403.5.3 of the Califor- 
nia Building Code. 


3. Stairway exit doors are permitted to be locked 
from the side opposite the egress side, provided 
that they are openable from the egress side and 
capable of being unlocked simultaneously with- 
out unlatching upon a signal from the fire com- 
mand center, if present, or a signal by emergency 
personnel from a single location inside the main 
entrance to the building. 


4, Stairway exit doors shall be openable from the 
egress side and shall only be locked from the 
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opposite side in Group B, F, M and S occupan- 
cies where the only interior access to the tenant 
space is from a single exit stairway where permit- 
ted in Section 1006.3.4. 


5. Stairway exit doors shall be openable from the 
egress side and shall only be locked from the 
opposite side in Group R-2 occupancies where 
the only interior access to the dwelling unit is 
from a single exit stairway where permitted in 
Section 1006.3.4. 


[BE] 1010.2.8 Locking arrangements in educational 
occupancies. In Group E occupancies, Group B educa- 
tional occupancies and Group I-4 occupancies, egress 
doors from classrooms, offices and other occupied rooms 
with locking arrangements designed to keep intruders 
from entering the room shall comply with all of the 
following conditions: 


1. The door shall be capable of being unlocked from 
outside the room with a key or other approved 
means. 


2. The door shall be openable from within the room in 
accordance with Section 1010.2. 


3. Modifications shall not be made to listed panic hard- 
ware, fire door hardware or door closers. 


4. Modifications to fire door assemblies shall be in 
accordance with NFPA 80. 


‘Remote locking or unlocking of doors from an 
approved location shall be permitted in addition to the 
unlocking operation in Item 1. 


1010.2.8.1 Special provisions school classrooms. 
School classrooms constructed after January 1, 1990, 
not equipped with automatic sprinkler systems, which 
have metal grilles or bars on all their windows and do 
not have at least two exit doors within 3 feet (914 mm) 
of each end of the classroom opening to the exterior of 
the building or to a common hallway used for evacua- 
tion purposes, shall have an inside release for the 
grilles or bars on at least one window farthest from the 
exit doors. The window or windows with the inside 
release shall be clearly marked as emergency exits. 


1010.2,8.2 Group E lockable doors from the inside. 
New buildings that are included in public schools 
(kindergarten through 12" grade) state-funded projects 
and are receiving state funding pursuant to Leroy F. 
Green, School Facilities Act of 1998, California 
Education Code Sections 17070.10 through 17079, and 
that are submitted to the Division of the State Architect 
for plan review after July 1, 2011, in accordance with 
Education Code 17075.50 shall include locks that 
allow doors to classrooms and any room with an occu- 
pancy of five or more persons to be locked from the 
inside. The locks shall conform to the specification and 
requirements found in Section 1010.2. 


Exceptions: 


1. Doors that are locked from the outside at all 
times such as, but not limited to, janitor’s closet, 
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electrical room, storage room, boiler room, ele- 
vator equipment room and pupil restroom. 


2. Reconstruction projects that utilize original 
plans in accordance with California Adminis- 
trative Code, Section 4-314. 


3. Existing relocatable buildings that are relo- 
cated within the same site, in accordance with 
California Administrative Code, Section 4-314. 


[BE] 1010.2.9 Panic and fire exit hardware. Swinging 
doors serving a Group H occupancy and swinging doors 
serving rooms or spaces with an occupant load of 50 or 
more in a Group A or E occupancy, assembly area not 
classified as an assembly occupancy, E, I-2 or I-2.1 occu- 
pancies shall not be provided with a latch or lock other 
than panic hardware or fire exit hardware. For Group L 
occupancies see Section 453.6.3 of the California Building 
Code. 


Exceptions: 


1. A main exit of a Group A occupancy shall be per- 
mitted to have locking devices in accordance 
with Section 1010.2.4, Item 3. 


2. Doors provided with panic hardware or fire exit 
hardware and serving a Group A or E occupancy 
shall be permitted to be electrically locked in 
accordance with Section 1010.2.12 or 1010.2.11. 


3. Exit access doors serving occupied exterior areas 
shall be permitted to be locked in accordance 
with Section 1010.2.4, Item 8. 


4, Courtrooms shall be permitted to be locked in 
accordance with Section 1010.2.13, Item 3. 


[BE] 1010.2.9.1 Refrigeration machinery room. 
Refrigeration machinery rooms larger than 1,000 
square feet (93 m’) shall have not less than two exit or 
exit access doorways that swing in the direction of 
egress travel and shall be equipped with panic hardware 
or fire exit hardware. 


[BE] 1010.2.9.2 Rooms with electrical equipment. 
Exit or exit access doors serving transformer vaults, 
rooms designated for batteries or energy storage sys- 
tems, or modular data centers shall be equipped with 
panic hardware or fire exit hardware. Rooms containing 
electrical equipment rated 800 amperes or more that 
contain overcurrent devices, switching devices or con- 
trol devices and where the exit or exit access door is 
less than 25 feet (7620 mm) from the equipment work- 
ing space as required by the California Electrical Code, 
such doors shall not be provided with a latch or lock 
other than panic hardware or fire exit hardware. The 
doors shall swing in the direction of egress travel. 


[BE] 1010.2.9.3 Installation. Where panic or fire exit 
hardware is installed, it shall comply with the follow- 
ing: 
1. Panic hardware shall be listed in accordance with 
UL 305. 


2. Fire exit hardware shall be listed in accordance 
with UL 10C and UL 305. 
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3. The actuating portion of the releasing device 
shall extend not less than one-half of the door leaf 
width. 


4, The maximum unlatching force shall not exceed 
15 pounds (67 N). 


[BE] 1010.2.9.4 Balanced doors. If balanced doors are 
used and panic hardware is required, the panic hard- 
ware shall be the push-pad type and the pad shall not 
extend more than one-half the width of the door mea- 
sured from the latch side. 


[BE] 1010.2.10 Monitored or recorded egress. Where 
electrical systems that monitor or record egress activity are 
incorporated, the locking system shall comply with Section 
1010.2.11, 1010.2.12, 1010.2.13, 1010.2.14 or 1010.2.15, 
or shall be readily openable from the egress side without the 
use of a key or special knowledge or effort. 


[BE] 1010.2.11 Door hardware release of electrically 
locked egress doors. Door hardware release of electric 
locking systems shall be permitted on doors in the means 
of egress in any occupancy except Group H where 
installed and operated in accordance with all of the 
following: 


1. The door hardware that is affixed to the door leaf 
has an obvious method of operation that is readily 
operated under all lighting conditions. 


2. The door hardware is capable of being operated with 
one hand and shall comply with Section 1010.2.1. 


3. Operation of the door hardware directly interrupts 
the power to the electric lock and unlocks the door 
immediately. 


4. Loss of power to the electric locking system auto- 
matically unlocks the door. 


5. Where panic or fire exit hardware is required by 
Section 1010.2.9, operation of the panic or fire exit 
hardware also releases the electric lock. 


6. The locking system units shall be listed in accor- 
dance with UL 294. 


[BE] 1010.2.12 Sensor release of electrically locked 
egress doors. Sensor release of electric locking systems 
shall be permitted on doors located in the means of egress 
in any occupancy except Group E£, H or L where installed 
and operated in accordance with all of the following 
criteria: 


1. The sensor shall be installed on the egress side, 
arranged to detect an occupant approaching the 
doors and shall cause the electric locking system to 
unlock. 


2. The electric locks shall be arranged to unlock by a 
signal from or loss of power to the sensor. 


3. Loss of power to the lock or locking system shall 
automatically unlock the electric locks, 


4. The doors shall be arranged to unlock from a manual 
unlocking device located 40 inches to 48 inches 
(1016 mm to 1219 mm) vertically above the floor 
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and within 5 feet (1524 mm) of the secured doors. 
Ready access shall be provided to the manual 
unlocking device and the device shall be clearly 
identified by a sign that reads “PUSH TO EXIT.” 
When operated, the manual unlocking device shall 
result in direct interruption of power to the electric 
lock—independent of other electronics—and the 
electric lock shall remain unlocked for not less than 
30 seconds. 


. Activation of the building fire alarm system, where 


provided, shall automatically unlock the electric 
lock, and the electric lock shall remain unlocked 
until the fire alarm system has been reset. 


. Activation of the building automatic sprinkler sys- 


tem or fire detection system, where provided, shall 
automatically unlock the electric lock. The electric 
lock shall remain unlocked until the fire alarm sys- 
tem has been reset. 


. Emergency lighting shall be provided on the egress 


side of the door. 


. The door locking system units shall be listed in 


accordance with UL 294, 


1010.2.12.1 Access-controlled elevator lobby doors in 
high-rise office buildings. For elevator lobbies in high- 
rise office buildings where the occupants of the floor are 
not required to travel through the elevator lobby to 
reach an exit, when approved by the fire chief, the doors 
separating the elevator lobby from the adjacent occu- 
pied tenant space that also serve as the entrance doors 
to the tenant space shall be permitted to be equipped 
with an approved entrance and egress access control 
provided all of the following requirements are met: 


1. The building is provided throughout with an 
automatic sprinkler system in accordance with 
Section 903.3.1.1. 


2. A smoke detector is installed on the ceiling on the 
tenant side of the elevator lobby doors along the 
center line of the door opening, not less than 1 
foot and not more than 5 feet from the door open- 
ing, and is connected to the fire alarm system. 


3. A remote master switch capable of unlocking 
the elevator lobby doors shall be provided in 
the fire command center for use by the fire 
department. 


4. Locks for the elevator lobby shall be UL and 
California State Fire Marshal listed fail-safe 
type locking mechanisms. The locking device 
shall automatically release on activation of any 
fire alarm device on the floor of alarm (water- 
flow, smoke detector, manual pull stations, etc.). 
All locking devices shall unlock, but not unlatch, 
upon activation. 

5. A two-way voice communication system, utiliz- 
ing dedicated lines, shall be provided from 
each locked elevator lobby to the 24-hour 
staffed location on site, annunciated as to loca- 
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tion. Operating instructions shall be posted 
above each two-way communication device. 


Exception: When approved by the fire chief, 
a two-way voice communication system to an 
off-site facility may be permitted where means 
to remotely unlock the access controlled 
doors from the off-site facility are provided. 


6. An approved momentary mushroom-shaped 
palm button connected to the doors and installed 
adjacent to each locked elevator lobby door 
shall be provided to release the door locks when 
operated by an individual in the elevator lobby. 
The locks shall be reset manually at the door. 
Mount palm button so that the center line is 48 
inches above the finished floor. 


Provide a sign stating: 

“IN CASE OF EMERGENCY, 

PUSH PALM BUTTON, 
DOOR WILL UNLOCK AND 
SECURITY ALARM WILL SOUND.” 
The sign lettering shall be */,-inch high let- 

ters by '/,-inch width stroke on a contrasting 
background. 


MN 


. Loss of power to that part of the access con- 
trol system which locks the doors shall auto- 
matically unlock the doors. 


{BE] 1010.2.13 Delayed egress. Delayed egress locking 
systems shall be permitted to be installed on doors serving 
the following occupancies in buildings that are equipped 
throughout with an automatic sprinkler system in accor- 
dance with Section 903.3.1.1 and an approved automatic 
smoke or heat detection system installed in accordance 
with Section 907: 


1. Group B, F, I, M, R, S and U occupancies. 


2. Group E classrooms with an occupant load of less 
than 50. 


3. In courtrooms in Group A-3 and B occupancies, 
delayed egress locking systems shall be permitted to 
be installed on exit or exit access doors, other than 
the main exit or exit access door, in buildings that 
are equipped throughout with an automatic sprinkler 
system in accordance with Section 903.3.1.1 and an 
approved automatic smoke detection system 
installed in accordance with Section 907. 


[BE] 1010.2.13.1 Delayed egress locking system. The 
delayed egress locking system shall be installed and 
operated in accordance with all of the following: 


1. The delay electronics of the delayed egress lock- 
ing system shall deactivate upon actuation of the 
automatic sprinkler system or automatic fire 
detection system, allowing immediate, free 
egress. 


2. The delay electronics of the delayed egress lock- 
ing system shall deactivate upon loss of power 
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controlling the lock or lock mechanism, allowing 
immediate free egress, fo any one of the follow- 
ing: 

2.1. The egress-control device itself. 

2.2. The smoke detection system. 


2.3. Means of egress illumination as 
required by Section 1008. 


3. The delayed egress locking system shall have the 
capability of being deactivated at the fire com- 
mand center and other approved locations. 


4. An attempt to egress shall initiate an irreversible 
process that shall allow such egress in not more 
than 15 seconds when a physical effort to exit is 
applied to the egress side door hardware for not 
more than 3 seconds. Initiation of the irreversible 
process shall activate an audible signal in the 
vicinity of the door. Once the delay electronics 
have been deactivated, rearming the delay elec- 
tronics shall be by manual means only. The time 
delay established for each egress-control device 
shall not be field adjustable. For applications listed 
in Section 1.9.1 regulated by the Division of the 
State Architect—Access Compliance, see Chapter 
11B. 


Exception: /n facilities housing Alzheimer’s 
or dementia clients, a delay of not more than 30 
seconds is permitted on a delayed egress door. 


5. The egress path from any point shall not pass 
through more than one delayed egress locking 
system. 


Exceptions: 


1. In Group R-2.1, Group I-2 or I-3 
occupancies, the egress path from 
any point in the building shall pass 
through not more than two delayed 
egress locking systems provided that 
the combined delay does not exceed 
30 seconds. 


2. In Group I-4 occupancies, the egress 
path from any point in the building 
shall pass through not more than two 
delayed egress locking systems 
provided that the combined delay 
does not exceed 30 seconds and the 
building is equipped throughout with 
an automatic sprinkler system in 
accordance with Section 903.3.1.1. 


6. A sign shall be provided on the door and shall 
be located above and within 12 inches (305 
mm) of the door exit hardware: 

Exception: Where approved, in Group I 
occupancies, the installation of a sign is not 
required where care recipients who, 
because of clinical needs, require restraint 
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or containment as part of the function of the 
treatment area. 


6.1. For doors that swing in the direction of 
egress, the sign shall read: “PUSH 
UNTIL ALARM SOUNDS. DOOR 
CAN BE OPENED IN 15 [30] 
SECONDS.” 


For doors that swing in the opposite 
direction of egress, the sign shall read: 
“PULL UNTIL ALARM SOUNDS. 
DOOR CAN BE OPENED IN 15 [30] 
SECONDS.” 


Sign lettering shall be at least 1 inch 
(25 mm) in height and shall have a 
stroke of not less than'/, inch (3.2 mm). 


6.4. A tactile sign shall also be provided in 
Braille and raised characters, which 
complies with Chapter 11B. 


6.2. 


g.2: 


7. Emergency lighting shall be provided on the 
egress side of the door. 


8. The delayed egress locking system units shall be 
listed in accordance with UL 294. 


9. Actuation of the panic bar or other door-latching 
hardware shall activate an audible signal at the 
door. 


10. The unlatching shall not require more than one 


operation. 


11. Regardless of the means of deactivation, relock- 
ing of the egress-control device shall be by man- 


ual means only at the door. 


[BE] 1010.2.14 Controlled egress doors in Group I-2. 
Electric locking systems, including electromechanical 
locking systems and electromagnetic locking systems, 
shall be permitted to be locked in the means of egress in 
Group I-2 occupancies where the clinical needs of per- 
sons receiving psychiatric or mental health treatment 
require their restraint or containment. Controlled 
egress doors shall be permitted in such occupancies 
where the building is equipped throughout with an 
automatic sprinkler system in accordance with Section 
903.3.1.1 and an approved automatic smoke detection 
system installed in accordance with Section 907, pro- 
vided that the doors are installed and operate in accor- 
dance with all of the following: 


1. The door locks shall unlock on actuation of the 
automatic sprinkler system or automatic smoke 
detection system. 


2. The door locks shall unlock on loss of power con- 
trolling the lock or lock mechanism. 


3. The door locking system shall be installed to have 
the capability of being unlocked by a switch 
located at the fire command center, a nursing 
station or other approved location. The switch 
shall directly break power to the lock. 


4. A building occupant shall not be required to pass 
through more than one door equipped with a con- 
trolled egress locking system before entering an exit. 


5. All clinical staff shall have the keys, codes or other 
means necessary to operate the locking systems. 


6. Emergency lighting shall be provided at the door. 


7. The door locking system units shall be listed in 
accordance with UL 294. 


Exception: Items 1 through 4 shall not apply to 
doors to areas occupied by persons who, because of 
clinical needs, require restraint or containment as 
part of the function of a psychiatric or mental health 
treatment area. 


[BE] 1010.2.15 Reserved. 


[BE] 1010.3 Special doors. Special doors and security grilles 
shall comply with the requirements of Sections 1010.3.1 
through 1010.3.4. 
[BE] 1010.3.1 Revolving doors. Revolving doors shall 
comply with the following: 


ie 


Revolving doors shall comply with BHMA A156.27 
and shall be installed in accordance with the manu- 
facturer’s instructions. 


. Each revolving door shall be capable of breakout in 


accordance with BHMA A156.27 and shall provide 
an aggregate width of not less than 36 inches (914 
mim). 


. A revolving door shall not be located within 10 feet 


(3048 mm) of the foot or top of stairways or escala- 
tors. A dispersal area shall be provided between the 
stairways or escalators and the revolving doors. 


. The revolutions per minute (rpm) for a revolving 


door shall not exceed the maximum rpm as specified 
in BHMA A156.27. Manual revolving doors shall 
comply with Table 1010.3.1(1). Automatic or 
power-operated revolving doors shall comply with 
Table 1010.3.1(2). 


. An emergency stop switch shall be provided near 


each entry point of power or automatic operated 
revolving doors within 48 inches (1219 mm) of the 
door and between 34 inches (864 mm) and 48 
inches (1219 mm) above the floor. The activation 
area of the emergency stop switch button shall be 
not less than 1 inch (25 mm) in diameter and shall 
be red. 


. Each revolving door shall have a side-hinged swing- 


ing door that complies with Section 1010.1 in the 
same wall and within 10 feet (3048 mm) of the 
revolving door. 


. Revolving doors shall not be part of an accessible 


route required by Section 1009 of this code and 
Chapter 11 of the California Building Code. 
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[BE] TABLE 1010.3.1(1) 
MAXIMUM DOOR SPEED MANUAL REVOLVING DOORS 


REVOLVING DOOR MAXIMUM MAXIMUM ALLOWABLE 
NOMINAL DIAMETER (FT-IN) REVOLVING DOOR SPEED (RPM) 
cor TET apie iaiy yen OO 


10 


For SI: 1 inch = 25.4 mm, 1 foot = 304.8 mm. 


[BE] TABLE 1010.3.1(2) 
MAXIMUM DOOR SPEED AUTOMATIC OR 
POWER-OPERATED REVOLVING DOORS 


For SI: 1 inch = 25.4 mm, 1 foot = 304.8 mm. 


[BE] 1010.3.1.1 Egress component. A revolving door 
used as a component of a means of egress shall comply 
with Section 1010.3.1 and the following three condi- 
tions: 


1. Revolving doors shall not be given credit for 
more than 50 percent of the minimum width or 
required capacity. 

2. Each revolving door shall be credited with a 
capacity based on not more than a 50-person 
occupant load. 


3. Each revolving door shall provide for egress in 
accordance with BHMA A156.27 with a break- 
out force of not more than 130 pounds (578 N). 


[BE] 1010.3.1.2 Other than egress component. A 
revolving door used as other than a component of a 
means of egress shall comply with Section 1010.3.1. 
The breakout force of a revolving door not used as a 
component of a means of egress shall not be more than 
180 pounds (801 N). 


Exception: A breakout force in excess of 180 
pounds (801 N) is permitted if the breakout force is 
reduced to not more than 130 pounds (578 N) when 
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not less than one of the following conditions is satis- 
fied: 


1. There is a power failure or power is removed 
to the device holding the door wings in posi- 
tion. 


2. There is an actuation of the automatic sprin- 
kler system where such system is provided. 


3. There is an actuation of a smoke detection sys- 
tem that is installed in accordance with Sec- 
tion 907 to provide coverage in areas within 
the building that are within 75 feet (22 860 
mm) of the revolving doors. 


4. There is an actuation of a manual control 
switch, in an approved location and clearly 
identified, that reduces the breakout force to 
not more than 130 pounds (578 N). 


[BE] 1010.3.2 Power-operated doors. Where means of 
egress doors are operated or assisted by power, the design 
shall be such that in the event of power failure, the door is 
capable of being opened manually to permit means of 
egress travel or closed where necessary to safeguard 
means of egress. The forces required to open these doors 
manually shall not exceed those specified in Section 
1010.1.3, except that the force to set the door in motion 
shall not exceed 50 pounds (220 N). The door shall be 
capable of opening from any position to the full width of 
the opening in which such door is installed when a force is 
applied to the door on the side from which egress is made. 
Power-operated swinging doors, power-operated sliding 
doors and power-operated folding doors shall comply with 
BHMA A156.10. Power-assisted swinging doors and low 
energy power-operated swinging doors shall comply with 
BHMA A156.19. Low-energy power-operated sliding 
doors and low-energy power-operated folding doors shall 
comply with BHMA A156.38. 


Exceptions: 
1. Occupancies in Group I-3. 


2. Special-purpose horizontal sliding, accordion or 
folding doors complying with Section 1010.3.3. 


3. For a biparting door in the emergency breakout 
mode, a door leaf located within a multiple-leaf 
opening shall be exempt from the minimum 32- 
inch (813 mm) single-leaf requirement of Section 
1010.1.1, provided that a minimum 32-inch (813 
mm) clear opening is provided when the two 
biparting leaves meeting in the center are broken 
out. 


[BE] 1010.3.3 Special-purpose horizontal sliding, 
accordion or folding doors. In other than Group H occu- 
pancies, special-purpose horizontal sliding, accordion, or 
folding door assemblies permitted to be a component of a 
means of egress in accordance with Exception 6 to Section 
1010.1.2 shall comply with all of the following criteria: 


1. The doors shall be power operated and shall be 
capable of being operated manually in the event of 
power failure. 
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2. The doors shall be openable by a simple method 
without special knowledge or effort from the egress 
side or sides. 


3. The force required to operate the door shall not 
exceed 30 pounds (133 N) to set the door in motion 
and 15 pounds (67 N) to close the door or open it to 
the minimum required width. 


4. The door shall be openable with a force not to 
exceed 15 pounds (67 N) when a force of 250 
pounds (1100 N) is applied perpendicular to the 
door adjacent to the operating device. 


5. The door assembly shall comply with the applicable 
fire protection rating and, where rated, shall be self- 
closing or automatic closing by smoke detection in 
accordance with Section 716.2.6.6 of the California 
Building Code, shall be installed in accordance with 
NFPA 80 and shall comply with Section 716 of the 
California Building Code. 


6. The door assembly shall have an integrated standby 
power supply. 


7. The door assembly power supply shall be electri- 
cally supervised. 


8. The door shall open to the minimum required width 
within 10 seconds after activation of the operating 
device. 


[BE] 1010.3.4 Security grilles. In Groups B, F, M and S, 
horizontal sliding or vertical security grilles are permitted 
at the main exit and shall be openable from the inside 
without the use of a key or special knowledge or effort 
during periods that the space is occupied. The grilles shall 
remain secured in the full-open position during the period 
of occupancy by the general public. Where two or more 
exits or access to exits are required, not more than one-half 
of the exits or exit access doorways shall be equipped with 
horizontal sliding or vertical security grilles. 


[BE] 1010.4 Gates. Gates serving the means of egress system 
shall comply with the requirements of this section. Gates used 
as a component in a means of egress shall conform to the 
applicable requirements for doors. 


Exception: Horizontal sliding or swinging gates exceed- 
ing the 4-foot (1219 mm) maximum leaf width limitation 
are permitted in fences and walls surrounding a stadium. 


[BE] 1010.4.1 Stadiums. Panic hardware is not required 
on gates surrounding stadiums where such gates are under 
constant immediate supervision while the public is pres- 
ent, and where safe dispersal areas based on 3 square feet 
(0.28 m’) per occupant are located between the fence and 
enclosed space. Such required safe dispersal areas shall 
not be located less than 50 feet (15 240 mm) from the 
enclosed space. See Section 1028.5 for means of egress 
from safe dispersal areas. 


[BE] 1010.5 Turnstiles and similar devices. Turnstiles or 
similar devices that restrict travel to one direction shall not be 
placed so as to obstruct any required means of egress, except 
where permitted in accordance with Sections 1010.5.1, 
1010.5.2 and 1010.5.3. 
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[BE] 1010.5.1 Capacity. Each turnstile or similar device 
shall be credited with a capacity based on not,more than a 
50-person occupant load where all of the following provi- 
sions are met: 


1. Each device shall turn free in the direction of egress 
travel when primary power is lost and on the manual 
release by an employee in the area. 


2. Such devices are not given credit for more than 50 
percent of the required egress capacity or width. 


3. Each device is not more than 39 inches (991 mm) 
high. 

4. Each device has not less than 16'/, inches (419 mm) 
clear width at and below a height of 39 inches (991 
mm) and not less than 22 inches (559 mm) clear 
width at heights above 39 inches (991 mm). 


[BE] 1010.5.1.1 Clear width. Where located as part of 
an accessible route, turnstiles shall have not less than 
36 inches (914 mm) clear width at and below a height 
of 34 inches (864 mm), not less than 32 inches (813 
mm) clear width between 34 inches (864 mm) and 80 
inches (2032 mm) and shall consist of a mechanism 
other than a revolving device. 


[BE] 1010.5.2 Security access turnstiles. Security access 
turnstiles that inhibit travel in the direction of egress utiliz- 
ing a physical barrier shall be permitted to be considered 
as a component of the means of egress, provided that all of 
the following criteria are met: 


1. The building is protected throughout by an 
approved, supervised automatic sprinkler system in 
accordance with Section 903.3.1.1. 


2. Each security access turnstile lane configuration has 
a minimum clear passage width of 22 inches (559 
mm). 


3. Any security access turnstile lane configuration pro- 
viding a clear passage width of less than 32 inches 
(810 mm) shall be credited with a maximum egress 
capacity of 50 persons. 


4, Any security access turnstile lane configuration pro- 
viding a clear passage width of 32 inches (810 mm) 
or more shall be credited with a maximum egress 
capacity as calculated in accordance with Section 
1005. 


5. Each secured physical barrier shall automatically 
retract or swing to an unobstructed open position in 
the direction of egress, under each of the following 
conditions: 


5.1. Upon loss of power to the turnstile or any 
part of the access control system that 
secures the physical barrier. 


5.2. Upon actuation of a clearly identified 
manual release device with ready access 
that results in direct interruption of power 
to each secured physical barrier, after which 
such barriers remain in the open position 
for not less than 30 seconds. The manual 
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release device shall be positioned at one of 
the following locations: 


5.2.1. On the egress side of each 
security access turnstile lane. 


5.2.2. At an approved location where it 
can be actuated by an employee 
assigned to the area at all times 
that the building is occupied. 


5.3. Upon actuation of the building fire alarm 
system, if provided, after which the physi- 
cal barrier remains in the open position 
until the fire alarm system is manually 
reset. 


Exception: Actuation of a manual fire 
alarm box. 


5.4. Upon actuation of the building automatic 
sprinkler system or fire detection system, 
after which the physical barrier remains in 
the open position until the fire alarm system 
is manually reset. 


[BE] 1010.5.3 High turnstile. Turnstiles more than 39 
inches (991 mm) high shall meet the requirements for 
revolving doors or the requirements of Section 1010.5.2 
for security access turnstiles. 


[BE] 1010.5.4 Additional door. Where serving an occu- 
pant load greater than 300, each turnstile that is not porta- 
ble shall have a side-hinged swinging door that conforms 
to Section 1010.1 within 50 feet (15 240 mm). 
Exception: A_ side-hinged swinging door is not 
required at security access turnstiles that comply with 
Section 1010.5.2. 


SECTION 1011 
STAIRWAYS 


[BE] 1011.1 General. Stairways serving occupied portions 
of a building shall comply with the requirements of Sections 
1011.2 through 1011.13. Alternating tread devices shall com- 
ply with Section 1011.14. Ship’s ladders shall comply with 
Section 1011.15. Ladders shall comply with Section 1011.16. 
Exception: Within rooms or spaces used for assembly 
purposes, stepped aisles shall comply with Section 1030. 
[BE] 1011.2 Width and capacity. The required capacity of 
stairways shall be determined as specified in Section 1005.1, 
but the minimum width shall be not less than 44 inches (1118 
mm). See Section 1009.3 for accessible means of egress stair- 
ways. 
Exceptions: 
1. Stairways serving an occupant load of less than 50 
shall have a width of not less than 36 inches (914 
mm). 
2. Spiral stairways as provided for in Section 1011.10. 
3. Where an incline platform lift or stairway chairlift is 
installed on stairways serving occupancies in Group 
R-3, or within dwelling units in occupancies in 
Group R-2, a clear passage width not less than 20 
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inches (508 mm) shall be provided. Where the seat 
and platform can be folded when not in use, the dis- 
tance shall be measured from the folded position. 


Means of egress stairs in a Group I-2 or I-2.1 
occupancy used for the movement of beds and 
stretcher patients shall provide a clear width not 
less than 44 inches (1118 mm). 


[BE] 1011.3 Headroom. Stairways shall have a headroom 
clearance of not less than 80 inches (2032 mm) measured ver- 
tically from a line connecting the edge of the nosings. Such 
headroom shall be continuous above the stairway to the point 
where the line intersects the landing below, one tread depth 
beyond the bottom riser. The minimum clearance shall be 
maintained the full width of the stairway and landing. 


Exceptions: 


1. Spiral stairways complying with Section 1011.10 
are permitted a 78-inch (1981 mm) headroom clear- 
ance. 


2. In Group R-3 occupancies; within dwelling units in 
Group R-2 occupancies; and in Group U occupancies 
that are accessory to a Group R-3 occupancy or acces- 
sory to individual dwelling units in Group R-2 occu- 
pancies; where the nosings of treads at the side of a 
flight extend under the edge of a floor opening 
through which the stair passes, the floor opening shall 
be allowed to project horizontally into the required 
headroom not more than 4°/, inches (121 mm). 


[BE] 1011.4 Walkline. The walkline across winder treads 
shall be concentric to the direction of travel through the turn 
and located 12 inches (305 mm) from the side where the 
winders are narrower. The 12-inch (305 mm) dimension shall 
be measured from the widest point of the clear stair width at 
the walking surface of the winder. Where winders are adja- 
cent within the flight, the point of the widest clear stair width 
of the adjacent winders shall be used. 


|BE] 1011.5 Stair treads and risers. Stair treads and risers 
shall comply with Sections 1011.5.1 through 1011.5.5.3. 


[BE] 1011.5.1 Dimension reference surfaces. For the 
purpose of this section, all dimensions are exclusive of 
carpets, rugs or runners. 


[BE] 1011.5.2 Riser height and tread depth. Stair riser 
heights shall be 7 inches (178 mm) maximum and 4 inches 
(102 mm) minimum. The riser height shall be measured 
vertically between the nosings of adjacent treads or 
between the stairway landing and the adjacent tread. Rect- 
angular tread depths shall be 11 inches (279 mm) mini- 
mum measured horizontally between the vertical planes of 
the foremost projection of adjacent treads and at a right 
angle to the tread’s nosing. Winder treads shall have a 
minimum tread depth of 11 inches (279 mm) between the 
vertical planes of the foremost projection of adjacent 
treads at the intersections with the walkline and a mini- 
mum tread depth of 10 inches (254 mm) within the clear 
width of the stair. 


Exceptions: 


1. Spiral stairways in accordance with Section 
1011.10. 
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2. Stairways connecting stepped aisles to cross 
aisles or concourses shall be permitted to use the 
riser/tread dimension in Section 1030.14.2. 


3. In Group R-3 occupancies; within dwelling units 
in Group R-2 occupancies; and in Group U occu- 
pancies that are accessory to a Group R-3 occu- 
pancy or accessory to individual dwelling units in 
Group R-2 occupancies; the maximum riser 
height shall be 7°/, inches (197 mm); the mini- 
mum tread depth shall be 10 inches (254 mm); 
the minimum winder tread depth at the walkline 
shall be 10 inches (254 mm); and the minimum 
winder tread depth shall be 6 inches (152 mm). A 
nosing projection not less than */, inch (19.1 mm) 
but not more than 1'/, inches (32 mm) shall be 
provided on stairways with solid risers where the 
tread depth is less than 11 inches (279 mm). 


4. See Chapter 11 and California Existing Build- 
ing Code for the replacement of existing stair- 
ways. [DSA-AC] For applications listed in 
Section 1.9.1 of the California Building Code 
regulated by the Division of the State Architect- 
Access Compliance, see Chapter 11B, Section 
11B-202. 


5. In Group I-3 facilities, stairways providing 
access to guard towers, observation stations and 
control rooms, not more than 250 square feet (23 
m7’) in area, shall be permitted to have a maxi- 
mum riser height of 8 inches (203 mm) and a 
minimum tread depth of 9 inches (229 mm). 


6. [SFM] Stairways providing access to lifeguard 
towers not open to the public, not more than 250 
square feet (23 m’) in area, shall be permitted to 
have a maximum riser height of 8 inches (203 
mm) and a minimum tread depth of 9 inches (229 
mm). 

[BE] 1011.5.3 Winder treads. Winder treads are not per- 
mitted in means of egress stairways except within a dwell- 
ing unit. 


Exceptions: 
1. Curved stairways in accordance with Section 
1011.9. 
2. Spiral stairways in accordance with Section 
1011.10. 


[BE] 1011.5.4 Dimensional uniformity. Stair treads and 
risers shall be of uniform size and shape. The tolerance 
between the largest and smallest riser height or between 
the largest and smallest tread depth shall not exceed °*/, 
inch (9.5 mm) in any flight of stairs. The greatest winder 
tread depth at the walkline within any flight of stairs shall 
not exceed the smallest by more than */, inch (9.5 mm). 


Exceptions: 
1. Stairways connecting stepped aisles to cross 
aisles or concourses shall be permitted to comply 


with the dimensional nonuniformity in Section 
1030.14.2. 
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2. Consistently shaped winders, complying with « 


Section 1011.5, differing from rectangular treads 
in the same flight of stairs. 


3. Nonuniform riser dimension complying with 
Section 1011.5.4.1. 


[BE] 1011.5.4.1 Nonuniform height risers. Where the 
bottom or top riser adjoins a sloping public way, walk- 
way or driveway having an established grade and serv- 
ing as a landing, the bottom or top riser is permitted to 
be reduced along the slope to less than 4 inches (102 
mm) in height, with the variation in height of the bot- 
tom or top riser not to exceed 1 unit vertical in 12 units 
horizontal (8-percent slope) of stair width. The nosings 
or leading edges of treads at such nonuniform height 
risers shall have a distinctive marking stripe, different 
from any other nosing marking provided on the stair 
flight. The distinctive marking stripe shall be visible in 
descent of the stair and shall have a slip-resistant sur- 
face. Marking stripes shall have a width of not less than 
1 inch (25 mm) but not more than 2 inches (51 mm). 


[BE] 1011.5.5 Nosing and riser profile. Nosings shall 
have a curvature or bevel of not less than '/,, inch (1.6 
mm) but not more than */,, inch (14.3 mm) from the fore- 
most projection of the tread. Risers shall be solid and ver- 
tical or sloped under the tread above from the underside of 
the nosing above at an angle not more than 30 degrees 
(0.52 rad) from the vertical. 


[BE] 1011.5.5.1 Nosing projection size. The leading 
edge (nosings) of treads shall project not more than 1'/, 
inches (32 mm) beyond the tread below. 


[BE] 1011.5.5.2 Nosing projection uniformity. Nos- 
ing projections of the leading edges shall be of uniform 
size, including the projections of the nosing’s leading 
edge of the floor at the top of a flight. 


[BE] 1011.5.5.3 Solid risers. Risers shall be solid. 
Exceptions: 


1. Solid risers are not required for stairways that 
are not required to comply with Section 
1009.3, provided that the opening between 
treads does not permit the passage of a sphere 
with a diameter of 4 inches (102 mm). 


2. Solid risers are not required for occupancies in 
Group I-3 or in Group F, H and S occupancies 
other than areas accessible to the public. The 
size of the opening in the riser is not restricted. 


3. Solid risers are not required for spiral stair- 
ways constructed in accordance with Section 
1011.10. 


[BE] 1011.6 Stairway landings. There shall be a floor or 
landing at the top and bottom of each stairway. The width of 
landings, measured perpendicularly to the direction of 
travel, shall be not less than the width of stairways served. 
Every landing shall have a minimum depth, measured paral- 
lel to the direction of travel, equal to the width of the stair- 
way or 48 inches (1219 mm), whichever is less. Doors 
opening onto a landing shall not reduce the landing to less 
than one-half the required width. When fully open, the door 
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shall not project more than 7 inches (178 mm) into the 
required width of a landing. Where wheelchair spaces are 
required on the stairway landing in accordance with Section 
1009.6.3, the wheelchair space shall not be located in the 
required width of the landing and doors shall not swing over 
the wheelchair spaces. 


Exceptions: 


1. Where stairways connect stepped aisles to cross 
aisles or concourses, stairway landings are not 
required at the transition between stairways and 
stepped aisles constructed in accordance with Sec- 
tion 1030. 


2. Where curved stairways of constant radius have 
intermediate landings, the landing depth shall be 
measured horizontally between the intersection of 
the walkline of the lower flight at the landing nosing 
and the intersection of the walkline of the upper 
flight at the nosing of the lowest tread of the upper 
flight. 


3. Where a landing turns 90 degrees (1.57 rad) or 
more, the minimum landing depth in accordance 
with this section shall not be required where the 
landing provided is not less than that described by 
an are with a radius equal to the width of the flight 
served. 


4. In Group R-3 occupancies, a floor or landing is not 
required at the top of an interior flight of stairs, 
including stairs in an enclosed garage, provided a 
door does not swing over the stairs. 


[BE] 1011.7 Stairway construction. Stairways shall be built 
of materials consistent with the types permitted for the type 
of construction of the building. 


Exceptions: 


1. Wood handrails shall be permitted in all types of 
construction. 


2. Interior exit stairway in accordance with Section 
510.2 of the California Building Code. 


[BE] 1011.7.1 Stairway walking surface. The walking 
surface of treads and landings of a stairway shall not be 
sloped steeper than | unit vertical in 48 units horizontal 
(2-percent slope) in any direction. Stairway treads and 
landings shall have a solid surface. Finish floor surfaces 
shall be securely attached. 


Exceptions: 


1. Openings in stair walking surfaces shall be a size 
that does not permit the passage of '/,-inch-diam- 
eter (12.7 mm) sphere. Elongated openings shall 
be placed so that the long dimension is perpen- 
dicular to the direction of travel. 


2. In Group F, H and S occupancies, other than 
areas of parking structures accessible to the pub- 
lic, openings in treads and landings shall not be 
prohibited provided that a sphere with a diameter 
of 1'/, inches (29 mm) cannot pass through the 
opening. 
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[BE] 1011.7.2 Outdoor conditions. Outdoor stairways 
and outdoor approaches to stairways shall be designed so 
that water will not accumulate on walking surfaces. 


[BE] 1011.7.3 Enclosures under interior stairways. The 
walls and soffits within enclosed usable spaces under 
enclosed and unenclosed stairways shall be protected by 1- 
hour fire-resistance-rated construction or the fire-resis- 
tance rating of the stairway enclosure, whichever is 
greater. Access to the enclosed space shall not be directly 
from within the stairway enclosure. 


Exception: Spaces under stairways serving and con- 
tained within a single residential dwelling unit in Group 
R-2 or R-3 shall be permitted to be protected on the 
enclosed side with '/,-inch (12.7 mm) gypsum board. 


[BE] 1011.7.4 Enclosures under exterior stairways. 
There shall not be enclosed usable space under exterior 
exit stairways unless the space is completely enclosed in 
|-hour fire-resistance-rated construction. The open space 
under exterior stairways shall not be used for any pur- 
pose. 


[BE] 1011.8 Vertical rise. A flight of stairs shall not have a 
vertical rise greater than 12 feet (3658 mm) between floor 
levels or landings. 


Exception: Spiral stairways used as a means of egress 
from technical production areas. 


[BE] 1011.9 Curved stairways. Curved stairways with 
winder treads shall have treads and risers in accordance 
with Section 1011.5 and the smallest radius shall be not less 
than twice the minimum width or required capacity of the 
stairway. 


Exception: The radius restriction shall not apply to curved 
stairways in Group R-3 and within individual dwelling 
units in Group R-2. 


[BE] 1011.10 Spiral stairways. Spiral stairways are permit- 
ted to be used as a component in the means of egress only 
within dwelling units or from a space not more than 250 
square feet (23 m’) in area and serving not more than five 
occupants, or from technical production areas in accordance 
with Section 410.5 of the California Building Code. 


A spiral stairway shall have a 6°/,-inch (171 mm) minimum 
clear tread depth at a point 12 inches (305 mm) from the nar- 
row edge. The risers shall be sufficient to provide a headroom 
of 78 inches (1981 mm) minimum, but riser height shall not be 
more than 9'/, inches (241 mm), The minimum stairway clear 
width at and below the handrail shall be 26 inches (660 mm). 
[BE] 1011.11 Handrails. Flights of stairways shall have 
handrails on each side and shall comply with Section 1014. 
Where glass is used to provide the handrail, the handrail shall 
comply with Section 2407 of the California Building Code. 

[DSA-AC] For applications listed in Section 1.9.1 regu- 
lated by the Division of the State Architect-Access Compli- 
ance, see Chapter 11B, of the California Building Code. 


Exceptions: 


1. Flights of stairways within dwelling units, and 
flights of spiral stairways are permitted to have a 
handrail on one side only. 
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2. Decks, patios and walkways that have a single 
change in elevation where the landing depth on each 
side of the change of elevation is greater than what 
is required for a landing do not require handrails. 


3. [SFM] In Group R-3 occupancies, a continuous run 
of treads or flight of stairs with less than four risers 
does not require handrails. 


4. Changes in room elevations of three or fewer risers 
within dwelling units and sleeping units in Group R- 
2 and R-3 do not require handrails. 


5. Where a platform lift is in a stationary position and 
the floor of the platform lift serves as the upper land- 
ing of a stairway, handrails shall not be required on 
the stairway, provided that all of the following crite- 
ria are met: 


5.1. The stairway contains not more than two ris- 
ers. 


5.2. A handhold, positioned horizontally or verti- 
cally, is located on one side of the stairway 


adjacent to the top landing. 


The handhold is located not less than 34 
inches (864 mm) and not more than 42 
inches (1067 mm) above the bottom landing 
of the stairway. 


Riche f 


5.4. The handhold gripping surface complies 
with Section 1014.3 and is not less than 4.5 


inches (114 mm) in length. 


[BE] 1011.12 Stairway to roof. In buildings four or more 
stories above grade plane, one stairway shall extend to the 
roof surface, unless the roof has a slope steeper than 4 units 
vertical in 12 units horizontal (33-percent slope). 


Exception: Other than where required by Section 
1011.12.1, in buildings without an occupied roof, access to 
the roof from the top story shall be permitted to be by an 
alternating tread device, a ship’s ladder or a permanent 
ladder. 


[BE] 1011.12.1 Stairway to elevator equipment. Roofs 
and penthouses containing elevator equipment that must 
be accessed for maintenance are required to be accessed 
by a stairway. 

[BE] 1011.12.2 Roof access. Where a stairway is pro- 
vided to a roof, access to the roof shall be provided 
through a penthouse complying with Section 1511.2 of the 
California Building Code. 


Exception: In buildings without an occupied roof, 
access to the roof shall be permitted to be a roof hatch 
or trap door not less than 16 square feet (1.5 m’) in area 
and having a minimum dimension of 2 feet (610 mm). 


[BE] 1011.13 Guards. Guards shall be provided along stair- 
ways and landings where required by Section 1015 and shall 
be constructed in accordance with Section 1015. Where the 
roof hatch opening providing the required access is located 
within 10 feet (3049 mm) of the roof edge, such roof access 
or roof edge shall be protected by guards installed in accor- 
dance with Section 1015, 


10-32 


[BE] 1011.14 Alternating tread devices. Alternating tread 
devices are limited to an element of a means of egress in 
buildings of Groups F, H and S from a mezzanine not more 
than 250 square feet (23 m’) in area and that serves not more 
than five occupants; in buildings of Group I-3 from a guard 
tower, observation station or control room not more than 250 
square feet (23 m’) in area and for access to unoccupied 
roofs. Alternating tread devices used as a means of egress 
shall not have a rise greater than 20 feet (6096 mm) between 
floor levels or landings. 


[BE] 1011.14.1 Handrails of alternating tread devices. 
Handrails shall be provided on both sides of alternating 
tread devices and shall comply with Section 1014. 


[BE] 1011.14.2 Treads of alternating tread devices. 
Alternating tread devices shall have a minimum tread 
depth of 5 inches (127 mm), a minimum projected tread 
depth of 8'/, inches (216 mm), a minimum tread width of 7 
inches (178 mm) and a maximum riser height of 9'/, 
inches (241 mm). The tread depth shall be measured hori- 
zontally between the vertical planes of the foremost pro- 
jections of adjacent treads. The riser height shall be 
measured vertically between the leading edges of adjacent 
treads, The riser height and tread depth provided shall 
result in an angle of ascent from the horizontal of between 
50 and 70 degrees (0.87 and 1.22 rad). The initial tread of 
the device shall begin at the same elevation as the plat- 
form, landing or floor surface. 


Exception: Alternating tread devices used as an ele- 
ment of a means of egress in buildings from a mezza- 
nine area not more than 250 square feet (23 m7’) in area 
that serves not more than five occupants shall have a 
minimum tread depth of 3 inches (76 mm) with a mini- 
mum projected tread depth of 10'/, inches (267 mm). 
The rise to the next alternating tread surface shall not 
exceed 8 inches (203 mm). 


[BE] 1011.15 Ship’s ladders. Ship’s ladders are permitted to 
be used in /ifeguard towers not open to the public and Group 
I-3 as a component of a means of egress to and from control 
rooms or elevated facility observation stations not more than 
250 square feet (23 m7) with not more than three occupants 
and for access to unoccupied roofs. The minimum clear width 
at and below the handrails shall be 20 inches (508 mm). 
Ship’s ladders shall be designed for the live loads indicated in 
Section 1607.17 of the California Building Code. 


[BE] 1011.15.1 Handrails of ship’s ladders. Handrails 
shall be provided on both sides of ship’s ladders. 


[BE] 1011.15.2 Treads of ship’s ladders. Ship’s ladders 
shall have a minimum tread depth of 5 inches (127 mm). 
The tread shall be projected such that the total of the tread 
depth plus the nosing projection is not less than 8'/, inches 
(216 mm). The maximum riser height shall be 9'/, inches 
(241 mm). 
[BE] 1011.16 Ladders. Permanent ladders shall not serve as 
a part of the means of egress from occupied spaces within a 
building. Permanent ladders shall be constructed in accor- 
dance with Section 304.3 of the California Mechanical Code 
and designed for the live loads indicated in Section 1607.17 
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| of the California Building Code. Permanent ladders shall be 


permitted to provide access to the following areas: 


1. Spaces frequented only by personnel for maintenance, 
repair or monitoring of equipment. 


2. Nonoccupiable spaces accessed only by catwalks, 
crawl spaces, freight elevators or very narrow passage- 
ways. 


3. Raised areas used primarily for purposes of security, 
life safety or fire safety including, but not limited to, 
observation galleries, prison guard towers, fire towers 
or lifeguard stands. 


4, Elevated levels in Group U not open to the general pub- 
lic. 

5. Nonoccupied roofs that are not required to have stair- 
way access in accordance with Section 1011.12.1. 


6. Where permitted to access equipment and appliances in 
accordance with Section 306.5 of the California 
Mechanical Code. 


SECTION 1012 
RAMPS 


[BE] 1012.1 Scope. The provisions of this section shall apply 
to ramps used as a component of a means of egress. 


Exceptions: 


1. Ramped aisles within assembly rooms or spaces 
shall comply with the provisions in Section 1030. 


2. Curb ramps shall comply with ICC A117.1. 


3. Vehicle ramps in parking garages for pedestrian exit 
access shall not be required to comply with Sections 
1012.3 through 1012.10 where they are not an 
accessible route serving accessible parking spaces, 
other required accessible elements or part of an 
accessible means of egress. 


[BE] 1012.2 Slope. Ramps used as part of a means of egress 
shall have a running slope not steeper than | unit vertical in 
12 units horizontal (8-percent slope). The slope of other 
pedestrian ramps shall not be steeper than | unit vertical in 8 
units horizontal (12.5-percent slope). 


[BE] 1012.3 Cross slope. The slope measured perpendicular 
to the direction of travel of a ramp shall not be steeper than 1 
unit vertical in 48 units horizontal (2-percent slope). 


[BE] 1012.4 Vertical rise. The rise for any ramp run shall be 
30 inches (762 mm) maximum. 


[BE] 1012.5 Minimum dimensions. The minimum dimen- 
sions of means of egress ramps shall comply with Sections 
1012.5.1 through 1012.5.3. 
[BE] 1012.5.1 Width and capacity. The minimum width 
and required capacity of a means of egress ramp shall be 
not less than that required for corridors by Section 1020.3. 
The clear width of a ramp between handrails, if provided, 
or other permissible projections shall be 36 inches (914 
mm) minimum. 
[BE] 1012.5.2 Headroom. The minimum headroom in all 
parts of the means of egress ramp shall be not less than 80 
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inches (2032 mm) above the finished floor of the ramp run 
and any intermediate landings. The minimum clearance 
shall be maintained for the full width of the ramp and 
landing. 

[BE] 1012.5.3 Restrictions. Means of egress ramps shall 
not reduce in width in the direction of egress travel. Pro- 
jections into the required ramp and landing width are pro- 
hibited. Doors opening onto a landing shall not reduce the 
clear width to less than 42 inches (1067 mm). 


[BE] 1012.6 Landings. Ramps shall have landings at the bot- 
tom and top of each ramp, points of turning, entrance, exits 
and at doors. Landings shall comply with Sections 1012.6.1 
through 1012.6.5. 


[BE] 1012.6.1 Slope. Landings shall have a slope not 
steeper than | unit vertical in 48 units horizontal (2-per- 
cent slope) in any direction. Changes in level are not per- 
mitted. 


[BE] 1012.6.2 Width. The landing width shall be not less 
than the width of the widest ramp run adjoining the land- 
ing. 

[BE] 1012.6.3 Length. The landing length shall be 60 
inches (1525 mm) minimum. 


Exceptions: 


1. In Group R-2 and R-3 individual dwelling and 
sleeping units that are not required to be Accessi- 
ble units, Type A units or Type B units in accor- 
dance with Chapter 11A or 11B of the California 
Building Code, landings are permitted to be 36 
inches (914 mm) minimum. 


2. Where the ramp is not a part of an accessible 
route, the length of the landing shall not be 
required to be more than 48 inches (1219 mm) in 
the direction of travel. 


[BE] 1012.6.4 Change in direction. Where changes in 
direction of travel occur at landings provided between 
ramp runs, the landing shall be 60 inches by 60 inches 
(1524 mm by 1524 mm) minimum. 


Exception: In Group R-2 and R-3 individual dwelling 
or sleeping units that are not required to be Accessible 
units, Type A units or Type B units in accordance with 
Section 1108 of the California Building Code, landings 
are permitted to be 36 inches by 36 inches (914 mm by 
914 mm) minimum. 
[BE] 1012.6.5 Doorways. Where doorways are located 
adjacent to a ramp landing, maneuvering clearances 
required by ICC A117.1 are permitted to overlap the 
required landing area. 
[BE] 1012.7 Ramp construction. Ramps shall be built of 
materials consistent with the types permitted for the type of 
construction of the building, except that wood handrails shall 
be permitted for all types of construction. 
[BE] 1012.7.1 Ramp surface. The surface of ramps shall 
be of slip-resistant materials that are securely attached. 
[BE] 1012.7.2 Outdoor conditions. Outdoor ramps and 
outdoor approaches to ramps shall be designed so that 
water will not accumulate on walking surfaces. 
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[BE] 1012.8 Handrails. Ramps with a rise greater than 6 
inches (152 mm) shall have handrails on both sides. Hand- 
rails shall comply with Section 1014. 


[BE] 1012.9 Guards. Guards shall be provided where 
required by Section 1015 and shall be constructed in accor- 
dance with Section 1015. 


[BE] 1012.10 Edge protection. Edge protection complying 
with Section 1012.10.1 or 1012.10.2 shall be provided on 
each side of ramp runs and at each side of ramp landings. 


Exceptions: 


1. Edge protection is not required on ramps that are not 
required to have handrails, provided that they have 
flared sides that comply with the ICC A117.1 curb 
ramp provisions. 


2. Edge protection is not required on the sides of ramp 
landings serving an adjoining ramp run or stairway. 


3. Edge protection is not required on the sides of ramp 
landings having a vertical dropoff of not more than 
'/, inch (12.7 mm) within 10 inches (254 mm) hori- 
zontally of the required landing area. 


[BE] 1012.10.1 Curb, rail, wall or barrier. A curb, rail, 
wall or barrier shall be provided to serve as edge protec- 
tion. A curb shall be not less than 4 inches (102 mm) in 
height. Barriers shall be constructed so that the barrier pre- 
vents the passage of a 4-inch-diameter (102 mm) sphere, 
where any portion of the sphere is within 4 inches (102 
mm) of the floor or ground surface. 


[BE] 1012.10.2 Extended floor or ground surface. The 
floor or ground surface of the ramp run or landing shall 
extend 12 inches (305 mm) minimum beyond the inside 
face of a handrail complying with Section 1014. 


SECTION 1013 
EXIT SIGNS 


[BE] 1013.1 Where required. Exits and exit access doors 
shall be marked by an approved exit sign readily visible from 
any direction of egress travel. The path of egress travel to 
exits and within exits shall be marked by readily visible exit 
signs to clearly indicate the direction of egress travel in cases 
where the exit or the path of egress travel is not immediately 
visible to the occupants. Intervening means of egress doors 
within exits shall be marked by exit signs. Exit sign place- 
ment shall be such that any point in an exit access corridor or 
exit passageway is within 100 feet (30 480 mm) or the listed 
viewing distance of the sign, whichever is less, from the near- 
est visible exit sign. 


Exceptions: 
1. Exit signs are not required in rooms or areas that 
require only one exit or exit access. 


2. Main exterior exit doors or gates that are obviously 
and clearly identifiable as exits need not have exit 
signs where approved by the fire code official. 


3. Exit signs are not required in occupancies in Group 
U and individual sleeping units or dwelling units in 
Group R-1, R-2 or R-3 or R-3.1. 
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4. Exit signs are not required where -inmates are 
housed or held in dayrooms, sleeping rooms or dor- 
mitories in occupancies in Group I-3. 


5. In occupancies in Groups A-4 and A-S, exit signs 
are not required on the seating side of vomitories or 
openings into seating areas where exit signs are pro- 
vided in the concourse that are readily apparent from 
the vomitories. Egress lighting is provided to iden- 
tify each vomitory or opening within the seating 
area in an emergency. 


[BE] 1013.2 Low-level exit signs in Group R-1. See Section 
103, 2. 


The bottom of the sign shall be not less than 10 inches 
(254 mm) nor more than 18 inches (455 mm) above the floor 
level. The sign shall be flush mounted to the door or wall. 
Where mounted on the wall, the edge of the sign shall be 
within 4 inches (102 mm) of the door frame on the latch side. 


[BE] 1013.3 Illumination. Exit signs shall be internally or 
externally illuminated. 


Exception: Tactile signs required by Section 1013.4 need 
not be provided with illumination. 


[BE] 1013.4 Raised character and braille exit signs. Tac- 
tile exit signs shall be required at the following locations: 


1. Each grade-level exterior exit door that is required to 
comply with Section 1013.1 shall be identified by a tac- 
tile exit sign with the word, “EXIT.” 


2. Each exit door that is required to comply with Section 
1013.1, and that leads directly to a grade-level exterior 
exit by means of a stairway or ramp, shall be identified 
by a tactile exit sign with the following words, as 
appropriate: 

2.1, “EXIT STAIR DOWN” 
2.2. “EXIT RAMP DOWN” 
2.3. “EXIT STAIR UP” 
2.4, “EXIT RAMP UP” 


3. Each exit door that is required to comply with Section 
1013.1, and that leads directly to a grade-level exterior 
exit by means of an exit enclosure or an exit passage- 
way shall be identified by a tactile exit sign with the 
words, “EXIT ROUTE.” , 


4, Each exit access door from an interior room or area to 
a corridor or hallway that is required to comply with 
Section 1013.1 shall be identified by a tactile exit sign 
with the words “EXIT ROUTE.” 


5, Each exit door through a horizontal exit that is 
required to comply with Section 1013.1 shall be identi- 
fied by a sign with the words, “TO EXIT.” 

Raised character and Braille exit signs shall comply 

with Chapter 11B of the California Building Code. 
[BE] 1013.5 Internally illuminated exit signs. Electrically 
powered, self-luminous and photoluminescent exit signs shall 
be listed and labeled in accordance with UL 924 and shall be 
installed in accordance with the manufacturer’s instructions 
and Section 1203, Exit signs shall be illuminated at all times. 
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[BE] 1013.6 Externally illuminated exit signs. Externally 
illuminated exit signs shall comply with Sections 1013.6.1 
through 1013.6.3. 


[BE] 1013.6.1 Graphics. Every exit sign and directional 
exit sign shall have plainly legible letters not less than 6 
inches (152 mm) high with the principal strokes of the let- 
ters not less than */, inch (19.1 mm) wide. The word 
“EXIT” shall have letters having a width not less than 2 
inches (51 mm) wide, except the letter “I,” and the mini- 
mum spacing between letters shall be not less than */, inch 
(9.5 mm). Signs larger than the minimum established in 
this section shall have letter widths, strokes and spacing in 
proportion to their height. 


The word “EXIT” shall be in high contrast with the 
background and shall be clearly discernible when the 
means of exit sign illumination is or is not energized. If a 
chevron directional indicator is provided as part of the exit 
sign, the construction shall be such that the direction of the 
chevron directional indicator cannot be readily changed. 


[BE] 1013.6.2 Exit sign illumination. The face of an exit 
sign illuminated from an external source shall have an 
intensity of not less than 5 footcandles (54 lux). 


[BE] 1013.6.3 Power source. Exit signs shall be illumi- 
nated at all times. To ensure continued illumination for a 
duration of not less than 90 minutes in case of primary 
power loss, the sign illumination means shall be connected 
to an emergency power system provided from storage bat- 
teries, unit equipment or an on-site generator. The installa- 
tion of the emergency power system shall be in accordance 
with Section 603. Group I-2 exit sign illumination shall 
not be provided by unit equipment batteries only. 


Exception: Approved exit sign illumination types that 
provide continuous illumination independent of exter- 
nal power sources for a duration of not less than 90 
minutes, in case of primary power loss, are not required 
to be connected to an emergency electrical system. 


1013.7 Floor-level exit signs. Where exit signs are required 
by Chapter 10, additional approved low-level exit signs 
which are internally or externally illuminated photolumines- 
cent or self-luminous shall be provided in all interior corri- 
dors of Group A, E, I and R-2.1 occupancies and in all areas 
serving guest rooms of hotels in Group R, Division I occu- 
pancies. 


Exceptions: 


1, Group A occupancies that are protected throughout 
by an approved supervised fire sprinkler system. 

2. Group E occupancies where direct exits have been 
provided from each classroom. 


3. Group I and R-2.1 occupancies which are provided 
with smoke barriers constructed in accordance with 
Section 407.5 of the California Building Code. 


4, Group I-3 occupancies. 


The bottom of the sign shall not be less than 6 inches 
(152 mm) or more than 8 inches (203 mm) above the 
floor level and shall indicate the path of exit travel. For 
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exit and exit-access doors, the sign shall be on the door 
or adjacent to the door with the closest edge of the sign 
or marker within 4 inches (102 mm) of the door frame. 


Note: Pursuant to Health and Safety Code Section 
13143, this California amendment applies to all 
newly constructed buildings or structures, subject to 
this section, for which a building permit is issued (or 
construction commenced, where no building permit 
is issued) on or after January 1, 1989. 


1013.8 Path marking. When exit signs are required by Chap- 
ter 10, in addition to approved floor-level exit signs, 
approved path marking shall be installed at floor level or no 
higher than 8 inches (203 mm) above the floor level in all 
interior-rated exit corridors of unsprinklered Group A, R-1 
and R-2 occupancies. 


Such marking shall be continuous, except as interrupted by 
door-ways, corridors or other such architectural features, in 
order to provide a visible delineation along the path of travel. 


Note: Pursuant to Health and Safety Code Section 13143, 
the California amendments of this section shall apply to 
all newly constructed buildings or structures, subject to 
this section, for which a building permit is issued (or 
construction commenced, where no building permit is 
issued) on or after January 1, 1989. 


SECTION 1014 
HANDRAILS 


[BE] 1014.1 Where required. Handrails serving flights of 
stairways, ramps, stepped aisles and ramped aisles shall be 
adequate in strength and attachment in accordance with Sec- 
tion 1607.8 of the California Building Code. Handrails 
required for flights of stairways by Section 1011.11 shall 
comply with Sections 1014.2 through 1014.9. Handrails 
required for ramps by Section 1012.8 shall comply with Sec- 
tions 1014.2 through 1014.8. Handrails for stepped aisles and 
ramped aisles required by Section 1030.16 shall comply with 
Sections 1014.2 through 1014.8. 


[BE] 1014.2 Height. Handrail height, measured above stair 
tread nosings, or finish surface of ramp slope, shall be uni- 
form, not less than 34 inches (864 mm) and not more than 38 
inches (965 mm). Handrail height of alternating tread devices 
and ship’s ladders, measured above tread nosings, shall be 
uniform, not less than 30 inches (762 mm) and not more than 
34 inches (864 mm). 


Exceptions: 


1. Where handrail fittings or bendings are used to pro- 
vide continuous transition between flights, the fit- 
tings or bendings shall be permitted to exceed the 
maximum height. 


2. In Group R-3 occupancies; within dwelling units in 
Group R-2 occupancies; and in Group U occupan- 
cies that are associated with a Group R-3 occupancy 
or associated with individual dwelling units in 
Group R-2 occupancies; where handrail fittings or 
bendings are used to provide continuous transition 


10-35 


MEANS OF EGRESS 


between flights, transition at winder treads, transi- 
tion from handrail to guard, or where used at the 
start of a flight, the handrail height at the fittings or 
bendings shall be permitted to exceed the maximum 
height. 


3. Handrails on top of a guard where permitted along 
stepped aisles and ramped aisles in accordance with 
Section 1030.16. 


[BE] 1014.3 Handrail graspability. Required handrails shall 

comply with Section 1014.3.1 or shall provide equivalent 

graspability. 
Exception: In Group R-3 occupancies; within dwelling 
units in Group R-2 occupancies; and in Group U occupan- 
cies that are accessory to a Group R-3 occupancy or acces- 
sory to individual dwelling units in Group R-2 
occupancies; handrails shall be Type I in accordance with 
Section 1014.3.1, Type II in accordance with Section 
1014.3.2 or shall provide equivalent graspability. 


[BE] 1014.3.1 Type I. Handrails with a circular cross sec- 
tion shall have an outside diameter of not less than 1'/, 
inches (32 mm) and not greater than 2 inches (51 mm). 
Where the handrail is not circular, it shall have a perimeter 
dimension of not less than 4 inches (102 mm) and not 
greater than 6'/, inches (160 mm) with a maximum cross- 
sectional dimension of 2'/, inches (57 mm) and minimum 
cross-sectional dimension of | inch (25 mm), Edges shall 
have a minimum radius of 0.01 inch (0.25 mm), 


[BE] 1014.3.2 Type II. Handrails with a perimeter greater 
than 6'/, inches (160 mm) shall provide a graspable finger 
recess area on both sides of the profile. The finger recess 
shall begin within a distance of */, inch (19 mm) measured 
vertically from the tallest portion of the profile and 
achieve a depth of not less than */,, inch (8 mm) within 7/, 
inch (22 mm) below the widest portion of the profile. This 
required depth shall continue for not less than */, inch (10 
mm) to a level that is not less than 1°/, inches (45 mm) 
below the tallest portion of the profile. The width of the 
handrail above the recess shall be not less than 1'/, inches 
(32 mm) to not greater than 2°/, inches (70 mm). Edges 
shall have a minimum radius of 0.01 inch (0.25 mm). 


[BE] 1014.4 Continuity. Handrail gripping surfaces shall be 
continuous, without interruption by newel posts or other 
obstructions. 


Exceptions: 


1. Handrails within dwelling units are permitted to be 
interrupted by a newel post at a turn or landing. 


2. Within a dwelling unit, the use of a volute, turnout, 
starting easing or starting newel is allowed over the 
lowest tread. 


3. Handrail brackets or balusters attached to the bottom 
surface of the handrail that do not project horizon- 
tally beyond the sides of the handrail within 1'/, 
inches (38 mm) of the bottom of the handrail shall 
not be considered obstructions. For each '/, inch 
(12.7 mm) of additional handrail perimeter dimen- 
sion above 4 inches (102 mm), the vertical clearance 
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dimension of 1'/, inches (38 mm) shall be permitted 
to be reduced by '/, inch (3.2 mm). 


\ 


4. Where handrails are provided along walking sur- 
faces with slopes not steeper than 1:20, the bottoms 
of the handrail gripping surfaces shall be permitted 
to be obstructed along their entire length where they 
are integral to crash rails or bumper guards. 


5. Handrails serving stepped aisles or ramped aisles are 
permitted to be discontinuous in accordance with 
Section 1030.16.1. 


[BE] 1014.5 Fittings. Handrails shall not rotate within their 
fittings. 


[BE] 1014.6 Handrail extensions. Handrails shall return to a 
wall, guard or the walking surface or shall be continuous to 
the handrail of an adjacent flight of stairs or ramp run. Where 
handrails are not continuous between flights the handrails 
shall extend horizontally not less than 12 inches (305 mm) 
beyond the top riser and continue to slope for the depth of one 
tread beyond the bottom riser. At ramps where handrails are 
not continuous between runs, the handrails shall extend hori- 
zontally above the landing 12 inches (305 mm) minimum 
beyond the top and bottom of ramp runs. The extensions of 
handrails shall be in the same direction of the flights of stairs 
at stairways and the ramp runs at ramps. 


Exceptions: 


1. Handrails within a dwelling unit that is not required 
to be accessible need extend only from the top riser 
to the bottom riser. 


2. Handrails serving aisles in rooms or spaces used for 
assembly purposes are permitted to comply with the 
handrail extensions in accordance with Section 
1030.16. 


3. Handrails for alternating tread devices and ship’s 
ladders are permitted to terminate at a location verti- 
cally above the top and bottom risers. Handrails for 
alternating tread devices are not required to be con- 
tinuous between flights or to extend beyond the top 
or bottom risers. 


[BE] 1014.7 Clearance. Clear space between a handrail and 
a wall or other surface shall be not less than 1'/, inches (38 
mm). A handrail and a wall or other surface adjacent to the 
handrail shall be free of any sharp or abrasive elements. 


[BE] 1014.8 Projections. On ramps and on ramped aisles 
that are part of an accessible route, the clear width between 
handrails shall be 36 inches (914 mm) minimum. Projections 
into the required width of aisles, stairways and ramps at each 
side shall not exceed 4'/, inches (114 mm) at or below the 
handrail height. Projections into the required width shall not 
be limited above the minimum headroom height required in 
Section 1011.3. Projections due to intermediate handrails 
shall not constitute a reduction in the egress width. Where a 
pair of intermediate handrails are provided within the stair- 
way width without a walking surface between the pair of 
intermediate handrails and the distance between the pair of 
intermediate handrails is greater than 6 inches (152 mm), the 
available egress width shall be reduced by the distance 
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between the closest edges of each such intermediate pair of 
handrails that is greater than 6 inches (152 mm). 


In Group I-2 occupancies, ramps required for exit access 
shall not be less than 8 feet in width and handrails are per- 
mitted to protrude 3 '/, inches from the wall on both sides. 
For ramps used as exits and stairways used for the movement 
of bed and litter patients, the clear width between handrails 
shall be 44 inches (1118 mm) minimum. 


[BE] 1014.9 Intermediate handrails. Stairways shall have 
intermediate handrails located in such a manner that all por- 
tions of the stairway minimum width or required capacity are 
within 30 inches (762 mm) of a handrail. On monumental 
stairs, handrails shall be located along the most direct path of 
egress travel. 


SECTION 1015 
GUARDS 


[BE] 1015.1 General. Guards shall comply with the provi- 
sions of Sections 1015.2 through 1015.7. Operable windows 
with sills located more than 72 inches (1829 mm) above fin- 
ished grade or other surface below shall comply with Section 
1015.8. 


[BE] 1015.2 Where required. Guards shall be located along 
open-sided walking surfaces, including mezzanines, equip- 
ment platforms, aisles, stairs, ramps and landings that are 
located more than 30 inches (762 mm) measured vertically to 
the floor or grade below at any point within 36 inches (914 
mm) horizontally to the edge of the open side. Guards shall 
be adequate in strength and attachment in accordance with 
Section 1607.8 of the California Building Code. 


Exception: Guards are not required for the following loca- 
tions: 


1. On the loading side of loading docks or piers. 


2. On the audience side of stages and raised platforms, 
including stairs leading up to the stage and raised 
platforms. 


3. On raised stage and platform floor areas, such as 
runways, ramps and side stages used for entertain- 
ment or presentations. 


4. At vertical openings in the performance area of 
stages and platforms. 


5. At elevated walking surfaces appurtenant to stages 
and platforms for access to and utilization of special 
lighting or equipment. 

6. Along vehicle service pits not accessible to the pub- 
lic. 

7. In assembly seating areas at cross aisles in accor- 
dance with Section 1030.17.2. 


8. On the loading side of station platforms on fixed 
guideway transit or passenger rail systems. 

[BE] 1015.2.1 Glazing. Where glass is used to provide a 

guard or as a portion of the guard system, the guard shall 

comply with Section 2407 of the California Building 

Code. Where the glazing provided does not meet the 

strength and attachment requirements of Section 1607.8 of 
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the California Building Code, complying guards shall be 
located along glazed sides of open-sided walking surfaces. 


[BE] 1015.3 Height. Required guards shall be not less than 
42 inches (1067 mm) high, measured vertically as follows: 


1. From the adjacent walking surfaces. 


2. On stairways and stepped aisles, from the line connect- 
ing the leading edges of the tread nosings. 


3. On ramps and ramped aisles, from the ramp surface at 
the guard. 


Exceptions: 


1. For occupancies in Group R-3 not more than three 
stories above grade in height and within individual 
dwelling units in occupancies in Group R-2 not 
more than three stories above grade in height with 
separate means of egress, required guards shall be 
not less than 36 inches (914 mm) in height measured 
vertically above the adjacent walking surfaces. 


2. For occupancies in Group R-3, and within individual 
dwelling units in occupancies in Group R-2, where 
the top of the guard serves as a handrail on the open 
sides of stairs, the top of the guard shall be not less 
than 34 inches (864 mm) and not more than 38 
inches (965 mm) measured vertically from a line 
connecting the leading edges of the treads. 


3. The guard height in assembly seating areas shall 
comply with Section 1030.17 as applicable. 


4. Along alternating tread devices and ship’s ladders, 
guards where the top rail serves as a handrail shall 
have height not less than 30 inches (762 mm) and 
not more than 34 inches (864 mm), measured verti- 
cally from the leading edge of the device tread nos- 
ing. 

5. In Group F occupancies where exit access stairways 
serve fewer than three stories and such stairways are 
not open to the public, and where the top of the 
guard also serves as a handrail, the top of the guard 
shall be not less than 34 inches (864 mm) and not 
more than 38 inches (965 mm) measured vertically 
from a line connecting the leading edges of the 
treads. 


[BE] 1015.4 Opening limitations. Required guards shall not 
have openings that allow passage of a sphere 4 inches (102 
mm) in diameter from the walking surface to the required 
guard height. 


Exceptions: 

1. From a height of 36 inches (914 mm) to 42 inches 
(1067 mm), guards shall not have openings that 
allow passage of a sphere 4°/, inches (111 mm) in 
diameter. 


2. The triangular openings at the open sides of a stair, 
formed by the riser, tread and bottom rail shall not 
allow passage of a sphere 6 inches (152 mm) in 
diameter. 


3. At elevated walking surfaces for access to and use of 
electrical, mechanical or plumbing systems or 


10-37 


MEANS OF EGRESS 


equipment, guards shall not have openings that 
allow passage of a sphere 21 inches (533 mm) in 
diameter. 


4, In areas that are not open to the public within occu- 
pancies in Group I-3, F, H or S, and for alternating 
tread devices and ship’s ladders, guards shall not 
have openings that allow passage of a sphere 21 
inches (533 mm) in diameter. 


5. In assembly seating areas, guards required at the end 
of aisles in accordance with Section 1030.17.4 shall 
not have openings that allow passage of a sphere 4 
inches (102 mm) in diameter up to a height of 26 
inches (660 mm). From a height of 26 inches (660 
mm) to 42 inches (1067 mm) above the adjacent 
walking surfaces, guards shall not have openings 
that allow passage of a sphere 8 inches (203 mm) in 
diameter. 


6. Within individual dwelling units and sleeping units 
in Group R-2 and R-3 occupancies, guards on the 
open sides of stairs shall not have openings that 
allow passage of a sphere 4°/, (111 mm) inches in 
diameter. 


7. [SFM] In lifeguard towers not open to the public, 
guards shall not have openings which allow passage 
of a sphere 21 inches (533 mm) in diameter. 


[BE] 1015.5 Screen porches. Porches and decks that are 
enclosed with insect screening shall be provided with guards 
where the walking surface is located more than 30 inches 
(762 mm) above the floor or grade below. 


[BE] 1015.6 Mechanical equipment, systems and devices. 
Guards shall be provided where various components that 
require service are located within 10 feet (3048 mm) of a roof 
edge or open side of a walking surface and such edge or open 
side is located more than 30 inches (762 mm) above the floor, 
roof or grade below. The guard shall extend not less than 30 
inches (762 mm) beyond each end of such components. The 
guard shall be constructed so as to prevent the passage of a 
sphere 21 inches (533 mm) in diameter. 


Exception: Guards are not required where personal fall 
arrest anchorage connector devices that comply with 
ANSI/ASSE Z359.1 are installed. 


[BE] 1015.7 Roof access. Guards shall be provided where 
the roof hatch opening is located within 10 feet (3048 mm) of 
a roof edge or open side of a walking surface and such edge 
or open side is located more than 30 inches (762 mm) above 
the floor, roof or grade below. The guard shall extend not less 
than 30 inches (762 mm) beyond each end of the hatch paral- 
lel to the roof edge. The guard shall be constructed so as to 
prevent the passage of a sphere 21 inches (533 mm) in diame- 
ter. 


Exception: Guards are not required where personal fall 
arrest anchorage connector devices that comply with 
ANSI/ASSE Z359.1 are installed. 
[BE] 1015.8 Window openings. Windows in Group R-2 and 
R-3 buildings including dwelling units, where the bottom of 
the clear opening of an operable window is located less than 
36 inches (914 mm) above the finished floor and more than 
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72 inches (1829 mm) above the finished grade-or other sur- 
face below on the exterior of the building, shall comply with 
one of the following: 


1. Operable windows where the top of the sill of the open- 
ing is located more than 75 feet (22 860 mm) above the 
finished grade or other surface below and that are pro- 
vided with window fall prevention devices that comply 
with ASTM F2006. 


2. Operable windows where the openings will not allow a 
4-inch-diameter (102 mm) sphere to pass through the 
opening when the window is in its largest opened posi- 
tion. 


3. Operable windows where the openings are provided 
with window fall prevention devices that comply with 
ASTM F2090. 


4. Operable windows that are provided with window 
opening control devices that comply with Section 
1015.8.1. 


[BE] 1015.8.1 Window opening control devices. Win- 
dow opening control devices shall comply with ASTM 
F2090. The window opening control device, after opera- 
tion to release the control device allowing the window to 
fully open, shall not reduce the minimum net clear open- 
ing area of the window unit to less than the area required 
by Section 1031.3.1. 


SECTION 1016 
EXIT ACCESS 


[BE] 1016.1 General. The exit access shall comply with the 
applicable provisions of Sections 1003 through 1015. Exit 
access atrangement shall comply with Sections 1016 through 
1021. 


[BE] 1016.2 Egress through intervening spaces. Egress 
through intervening spaces shall comply with this section. 


1. Exit access through an enclosed elevator lobby is permit- 
ted in other than a Group I-2 and I-2.1. Where access to 
two or more exits or exit access doorways is required in 
Section 1006.2.1, access to not less than one of the 
required exits shall be provided without travel through the 
enclosed elevator lobbies required by Section 3006 of the 
California Building Code. Where the path of exit access 
travel passes through an enclosed elevator lobby the level 
of protection required for the enclosed elevator lobby is 
not required to be extended to the exit unless direct access 
to an exit is required by other sections of this code. 


2. Egress from a room or space shall not pass through adjoin- 
ing or intervening rooms or areas, except where such 
adjoining rooms or areas and the area served are accessory 
to one or the other, are not a Group H occupancy and pro- 
vide a discernible path of egress travel to an exit. 


Exception: Means of egress are not prohibited 
through adjoining or intervening rooms or spaces in 
a Group H, S or F occupancy where the adjoining or 
intervening rooms or spaces are the same or a lesser 
hazard occupancy group. 
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3. An exit access shall not pass through a room that can be 
locked to prevent egress. 


4. Means of egress from dwelling units or sleeping areas 
shall not lead through other sleeping areas, toilet rooms 
or bathrooms. 


5. Egress shall not pass through kitchens, storage rooms, 
closets or spaces used for similar purposes. 


Exceptions: 


1. Means of egress are not prohibited through a 
kitchen area serving adjoining rooms consti- 
tuting part of the same dwelling unit or sleep- 
ing unit. 


2. Means of egress are not prohibited through 
stockrooms in Group M occupancies where all 
of the following are met: 


2.1. The stock is of the same hazard 
classification as that found in the main 
retail area. 


2.2. Not more than 50 percent of the exit 
access is through the stockroom. 


2.3. The stockroom is not subject to 
locking from the egress side. 


2.4. There is a demarcated, minimum 44- 
inch-wide (1118 mm) aisle defined by 
full- or partial-height fixed walls or 
similar construction that will maintain 
the required width and lead directly 
from the retail area to the exit without 
obstructions. 


6. Exits shall not pass through any room subject to lock- 
ing except in Group I-3 occupancies classified as 
detention facilities. 


[BE] 1016.2.1 Multiple tenants. Where more than one 
tenant occupies any one floor of a building or structure, 
each tenant space, dwelling unit and sleeping unit shall be 
provided with access to the required exits without passing 
through adjacent tenant spaces, dwelling units and sleep- 
ing units. 
Exception: The means of egress from a smaller tenant 
space shall not be prohibited from passing through a 
larger adjoining tenant space where such rooms or 
spaces of the smaller tenant occupy less than 10 per- 
cent of the area of the larger tenant space through 
which they pass; are the same or similar occupancy 
group; a discernable path of egress travel to an exit is 
provided; and the means of egress into the adjoining 
space is not subject to locking from the egress side. A 
required means of egress serving the larger tenant 
space shall not pass through the smaller tenant space 
or spaces. 


SECTION 1017 
EXIT ACCESS TRAVEL DISTANCE 


[BE] 1017.1 General. Travel distance within the exit access 
portion of the means of egress system shall be in accordance 
with this section. 
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MEANS OF EGRESS 


[BE] 1017.2 Limitations. Exit access travel distance shall 
not exceed the values given in Table 1017.2. 


[BE] TABLE 1017.2 
EXIT ACCESS TRAVEL DISTANCE? 


OCCUPANCY SYSTEM SYSTEM 
(feet) (feet) 
[snd li i a 
HS Not Permit 
L 


F-2, S-2, 

-| 

2 

-3 Not Permitted 1504 

: 
| Nor Permined | 207 


For SI: 1 foot = 304.8 mm. 

a. See the following sections for modifications to exit access travel distance 
requirements: 

Section 402.8 of the California Building Code: For the distance 
limitation in malls. 

Section 407.4 of the California Building Code: For the distance 
limitation in Group 1-2. 

Section 408.3.10 of the California Building Code: For increased 

limitation in Group I-3. 

Sections 408.6.1 and 408.8.1 of the California Building Code: Fort the 
distance limitations in Group I-3. 

Section 411.2 of the California Building Code: For the distance 
limitation in special amusement areas. 

Section 412.6 of the California Building Code: For the distance 
limitations in aircraft manufacturing facilities. 

Section 1006.2.2.2: For the distance limitation in refrigeration 
machinery rooms. 

Section 1006.2.2.3: For the distance limitation in refrigerated rooms 
and spaces. 

Section 1006.3.4: For buildings with one exit. 

Section 1017.2.2: For increased distance limitation in Groups F-1 and 
S-1. 

Section 1030.7: For increased limitation in assembly seating. 

Section 3103.4 of the California Building Code: For temporary structures. 

Section 3104.9 of the California Building Code: For pedestrian 
walkways. 

b. Buildings equipped throughout with an automatic sprinkler system in 
accordance with Section 903.3.1.1 or 903.3.1.2. See Section 903 for 
occupancies where automatic sprinkler systems are permitted in 
accordance with Section 903.3.1.2. 

c. Buildings equipped throughout with an automatic sprinkler system in 
accordance with Section 903.3.1.1. 

d. Group H occupancies equipped throughout with an automatic sprinkler 
system in accordance with Section 903.2.5.1. 

e. Group R-3 and R-4 buildings equipped throughout with an automatic 
sprinkler system in accordance with Section 903.3.1.3. See Section 
903.2.8 for occupancies where automatic sprinkler systems are permitted 
in accordance with Section 903.3.1.3. 

Ff. Not permitted in nonsprinklered Group I-3 occupancies, 


[BE] 1017.2.1 Exterior egress balcony increase. Exit 
access travel distances specified in Table 1017.2 shall be 
increased up to an additional 100 feet (30 480 mm) pro- 
vided that the last portion of the exit access leading to the 
exit occurs on an exterior egress balcony constructed in 
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accordance with Section 1021. The length of such balcony 
shall be not less than the amount of the increase taken. 


[BE] 1017.2.2 Groups F-1 and S-1 increase. The maxi- 
mum exit access travel distance shall be 400 feet (122 m) 
in Group F-1 or S-1 occupancies where all of the follow- 
ing conditions are met: 


1. The portion of the building classified as Group F-1 
or S-1 is limited to one story in height. 


2. The minimum height from the finished floor to the 
bottom of the ceiling or roof slab or deck is 24 feet 
(7315 mm), 


3. The building is equipped throughout with an auto- 
matic sprinkler system in accordance with Section 
903.3.1.1. 


[BE] 1017.3 Measurement. Exit access travel distance shall 
be measured from the most remote point of each room, area 
or space along the natural and unobstructed path of horizontal 
and vertical egress travel to the entrance to an exit. Where 
more than one exit is required, exit access travel distance 
shall be measured to the nearest exit. 


Exceptions: 


1. In open parking garages, exit access travel distance 
is permitted to be measured to the closest riser of an 
exit access stairway or the closest slope of an exit 
access ramp. 


2. In smoke-protected seating and open-air assembly 
seating, exit access travel distance shall be measured 
in accordance with Section 1030.7. 


[BE] 1017.3.1 Exit access stairways and ramps. Travel 
distance on exit access stairways or ramps shall be 
included in the exit access travel distance measurement. 
The measurement along stairways shall be made on a 
plane parallel and tangent to the stair tread nosings in the 
center of the stair and landings. The measurement along 
ramps shall be made on the walking surface in the center 
of the ramp and landings. 


1017.3.2 Atriums. Exit access travel distance for areas 
open to an atrium shall comply with the requirements of 
Sections 1017.3.2.1 through 1017.3.2.3. 


1017.3.2.1 Egress not through the atrium. Where 
required access to the exits is not through the atrium, 


exit access travel distance shall comply with Section 
1017.2. 


1017.3.2.2 Exit access travel distance at the level of 
exit discharge. Where the path of egress travel is 
through an atrium space, exit access travel distance at 
the level of exit discharge shall be determined in accor- 
dance with Section 1017.2. 


1017.3.2.3 Exit access travel distance at other than 
the level of exit discharge. Where the path of egress 
travel is not at the level of exit discharge from the 
atrium, that portion of the total permitted exit access 
travel distance that occurs within the atrium shall be not 
greater than 200 feet (60 960 mm). . 
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SECTION 1018 o 
AISLES 


[DSA-AC] In addition to the requirements of this section, 
means of egress, which provide access to, or egress from, 
buildings or facilities where accessibility is required for appli- 
cations listed in Section 1.9.1 regulated by the Division of the 
State Architect-Access Compliance, shall also comply with 
Chapter 11A or Chapter 11B, Section 403, as applicable. 


[BE] 1018.1 General. Aisles and aisle accessways serving as 
a portion of the exit access in the means of egress system 
shall comply with the requirements of this section. Aisles or 
aisle accessways shall be provided from all occupied portions 
of the exit access that contain seats, tables, furnishings, dis- 
plays and similar fixtures or equipment. The minimum width 
or required capacity of aisles shall be unobstructed. 


Exception: Encroachments complying with Section 1005.7. 


[California Code of Regulations, Title 19, Division 1, 
§3.06(a)] Bonding of Chairs and Spacing of Tables. 


(a) Bonding of chairs. In every Group A and Group E 
occupancy, all loose seats, folding chairs or similar seat- 
ing facilities that are not fixed to the floor shall be bonded 
together in groups of not less than three. 


Exceptions: 


(1) When not more than 200 such seats, chairs or facil- 
ities are provided, bonding thereof may be deleted. 


(2) The bonding of chairs shall not be required when 
tables are provided, as when the occupancy is used for 
dining or similar purposes. 


(3) Upon approval of the enforcing agency, the bonding 
of chairs shall not be required when the placement and 
location of such chairs does not obstruct any required 
exit or any line of egress toward required exits and does 
not constitute a fire hazard as defined in California Code 
of Regulations, Title 19, Division 1, Section 3.14. 


[California Code of Regulations, Title 19, Division 1, 
§3.06(b)] Bonding of Chairs and Spacing of Tables. 


(b) Spacing of Tables. In occupancies having rectangular 
conference or banquet-type tables, such tables shall be 
placed not less than 54 inches apart and not less than 36 
inches from walls. 


[BE] 1018.2 Aisles in assembly spaces. Aisles and aisle 
accessways serving a room or space used for assembly pur- 
poses shall comply with Section 1030. 


[BE] 1018.3 Aisles in Groups B and M. In Group B and M 
occupancies, the minimum clear aisle width shall be deter- 
mined by Section 1005.1 for the occupant load served, but 
shall be not less than that required for corridors by Section 
1020.3. 


Exception: Nonpublic aisles serving less than 50 people 
and not required to be accessible by Chapter //A or 11B 
of the California Building Code need not exceed 28 inches 
(711 mm) in width. 


[BE] 1018.4 Aisle accessways in Group M. An aisle access- 
way Shall be provided on not less than one side of each ele- 
ment within the merchandise pad. The minimum clear width 
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for an aisle accessway not required to be accessible shall be 
30 inches (762 mm). The required clear width of the aisle 
accessway shall be measured perpendicular to the elements 
and merchandise within the merchandise pad. The 30-inch 
(762 mm) minimum clear width shall be maintained to pro- 
vide a path to an adjacent aisle or aisle accessway. The com- 
mon path of egress travel shall not exceed 30 feet (9144 mm) 
from any point in the merchandise pad. 


Exception: For areas serving not more than 50 occupants, 
the common path of egress travel shall not exceed 75 feet 
(22 860 mm). 


[BE] 1018.5 Aisles in other than assembly spaces and 
Groups B and M. In other than rooms or spaces used for 
assembly purposes and Group B and M occupancies, the min- 
imum clear aisle capacity shall be determined by Section 
1005.1 for the occupant load served, but the width shall be 
not less than that required for corridors by Section 1020.3. 


Exception: Nonpublic aisles serving less than 50 people 
and not required to be accessible by Chapter 11 of the Ca/- 
ifornia Building Code need not exceed 28 inches (711 
mm) in width. 


SECTION 1019 
EXIT ACCESS STAIRWAYS AND RAMPS 


[BE] 1019.1 General. Exit access stairways and ramps serv- 
ing as an exit access component in a means of egress system 
shall comply with the requirements of this section. The num- 
ber of stories connected by exit access stairways and ramps 
shall include basements, but not mezzanines. 


[BE] 1019.2 All occupancies. Exit access stairways and 
ramps that serve floor levels within a single story are not 
required to be enclosed. 


[BE] 1019.3 Occupancies other than Groups I-2, J-2./, I-3 
and R-2.1. In other than Group I-2, /-2./, I-3 and R-2./ occu- 
pancies, floor openings containing exit access stairways or 
ramps shall be enclosed with a shaft enclosure constructed in 
accordance with Section 713 of the California Building Code. 


Exceptions: 


1. Exit access stairways and ramps that serve or atmo- 
spherically communicate between only two adjacent 
stories. Such interconnected stories shall not be open 
to other stories. 


2. In Group R-1, R-2, R-2./, R-2.2, R-3 or R-3.1 occu- 
pancies, exit access stairways and ramps connecting 
four stories or less serving and contained within an 
individual dwelling unit or sleeping unit or 
live/work unit. 


3. Exit access stairways serving and contained within a 
Group R-3 congregate residence or a Group R-4 
facility are not required to be enclosed. 


4, Exit access stairways and ramps in buildings 
equipped throughout with an automatic sprinkler 
system in accordance with Section 903.3.1.1, where 
the area of the vertical opening between stories does 
not exceed twice the horizontal projected area of the 
stairway or ramp and the opening is protected by a 
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draft curtain and closely spaced sprinklers in accor- 
dance with NFPA 13. In other than Group B and M 
occupancies, this provision is limited to openings 
that do not connect more than four stories. 


5. Exit access stairways and ramps within an atrium 
complying with the provisions of Section 404 of the 
California Building Code. 


6. Exit access stairways and ramps in open parking 
garages that serve only the parking garage. 


7. Exit access stairways and ramps serving smoke-pro- 
tected or open-air assembly seating complying with 
the exit access travel distance requirements of Sec- 
tion 1030.7. 


8. Exit access stairways and ramps between the bal- 
cony, gallery or press box and the main assembly 
floor in occupancies such as theaters, places of reli- 
gious worship, auditoriums and sports facilities. 


9, Exterior exit access stairways or ramps between 
occupied roofs. 


10. Fixed guideway transit stations, constructed in 
accordance with Section 443 of the California 
Building Code. 


[BE] 1019.4 Group I-2, J-2./, I-3 and R-2./ occupancies. In 
Group I-2, /-2./, I-3 and R-2./ occupancies, floor openings 
between stories containing exit access stairways or ramps are 
required to be enclosed with a shaft enclosure constructed in 
accordance with Section 713 of the California Building Code. 


Exception: In Group I-3 occupancies, exit access stair- 
ways or ramps constructed in accordance with Section 408 
of the California Building Code are not required to be 
enclosed. 


SECTION 1020 
CORRIDORS 


[BE] 1020.1 General. Corridors serving as an exit access 
component in a means of egress system shall comply with the 
requirements of Sections 1020.2 and 1020.7. 


[BE] 1020.2 Construction. Corridors shall be fire-resistance 
rated in accordance with Table 1020.2. The corridor walls 
required to be fire-resistance rated shall comply with Section 
708 of the California Building Code for fire partitions. 


Exceptions: 


1. A fire-resistance rating is not required for corridors 
in an occupancy in Group E where each room that is 
used for instruction has not less than one door open- 
ing directly to the exterior and rooms for assembly 
purposes have not less than one-half of the required 
means of egress doors opening directly to the exte- 
rior. Exterior doors specified in this exception are 
required to be at ground level. 


2. A fire-resistance rating is not required for corridors 
contained within a dwelling unit or sleeping unit in 
an occupancy in Group R. 


3. A fire-resistance rating is not required for corridors 
in open parking garages. 
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4. A fire-resistance rating is not required for corridors 
in an occupancy in Group B that is a space requiring 
only a single means of egress complying with Sec- 
tion 1006.2. 


5. Corridors adjacent to the exterior walls of buildings 
shall be permitted to have unprotected openings on 
unrated exterior walls where unrated walls are per- 
mitted by Table 705.5 of the California Building 
Code and unprotected openings are permitted by 
Table 705.8 of the California Building Code. 


6. A fire-resistance rating is not required for corridors 
within suites in a Group I-2 or I-2.1 constructed in 
accordance with Section 407.4.4 or 407.4.5 of the 
California Building Code. 


[BE] 1020.2.1 Hoistway opening protection. Elevator 
hoistway openings shall be protected in accordance with 
Section 3006.2.1 of the California Building Code. 


[BE] 1020.3 Width and capacity. The required capacity of 
corridors shall be determined as specified in Section 1005.1, 
but the minimum width shall be not less than that specified in 
Table 1020.3. 


Exception: In Group I-2 occupancies, corridors are not 
required to have a clear width of 96 inches (2438 mm) in 
areas where there will not be stretcher or bed movement 
for access to care or as part of the defend-in-place strategy. 


[BE] 1020.4 Obstruction. The minimum width or required 
capacity of corridors shall be unobstructed. 

Exception: Encroachments complying with Section 1005.7. 
[BE] 1020.5 Dead ends. Where more than one exit or exit 
access doorway is required, the exit access shall be arranged 


such that dead-end corridors do not exceed 20 feet (6096 
mm) in length. 


Exceptions: 


1. In Group I-3, Condition 2, 3 or 4 occupancies, the 
dead end in a corridor shall not exceed 50 feet (15 
240 mm). 


2. In occupancies in Groups B, E, F, M;R-1, R-2, R- 
2.1, R-2.2, S and U, where the ,building is 
equipped throughout with an automatic sprinkler 
system in accordance with Section 903.3.1.1, the 
length of the dead-end corridors shall not exceed 
50 feet (15 240 mm). 


3. A dead-end corridor shall not be limited in length 
where the length of the dead-end corridor is less 
than 2.5 times the least width of the dead-end corri- 
dor. 


4, In Group I-2 and /-2./ occupancies, where the build- 
ing is equipped throughout with an automatic sprin- 
kler system in accordance with Section 903.3.1.1, 
the length of dead-end corridors that do not serve 
patient rooms or patient treatment spaces shall not 
exceed 30 feet (9144 mm). 


[BE] 1020.6 Air movement in corridors. Corridors shall not 
serve as supply, return, exhaust, relief or ventilation air ducts. 


Exceptions: 


1. Use of a corridor as a source of makeup air for 
exhaust systems in small rooms of 30 square feet or 
less that open directly onto such corridors, including 
toilet rooms, bathrooms, dressing rooms, smoking 
lounges and janitor closets, shall be permitted, pro- 
vided that each such corridor is directly supplied 
with outdoor air at a rate greater than the rate of 
makeup air taken from the corridor. 


2. Where located within a dwelling unit, the use of cor- 
ridors for conveying return air shall not be prohib- 
ited. 


3. Where located within tenant spaces of 1,000 square 
feet (93 m’) or less in area, utilization of corridors 
for conveying return air is permitted. 


4. Transfer air movement required to maintain the 
pressurization difference within health care facilities 


[BE] TABLE 1020.2 
CORRIDOR FIRE-RESISTANCE RATING 


OCCUPANCY 


B, F, M, 8, U 


H-4, H-5, / 
Af, 5) ’ oh 


[-2°, [-2.1 


OCCUPANT LOAD SERVED BY 
CORRIDOR 


ilies 
Trice han 6 i as ae 

P3RR | rear then | Nite | 
MELA 

Ee ee 


Greater than 10 


REQUIRED 
FIRE-RESISTANCE RATING (hours) 


Without With 
sprinkler system sprinkler system 


i 
1 
1 


a. For requirements for occupancies in Group I-2, see Sections 407.2 and 407.3 of the California Building Code. 

b, For a reduction in the fire-resistance rating for occupancies in Group I-3, see Section 408.8 of the California Building Code. 

c. Buildings equipped throughout with an automatic sprinkler system in accordance with Section 903.3.1.1 or 903.3.1.2 where allowed. 

d. Group R-3 and R-4 buildings equipped throughout with an automatic sprinkler system in accordance with Section 903.3.1.3. See Section 903.2.8 for 
occupancies where automatic sprinkler systems are permitted in accordance with Section 903.3.1.3. 


e. [SFM] See Section 1030. 
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[BE] TABLE 1020.3 
MINIMUM CORRIDOR WIDTH 


Access to and utilization of mechanical, , 
plumbing or electrical systems or equipment 


For SI: 1 inch = 25.4 mm. 
a. See California Building Code Section 1224.4.7.1 for Group I-2. 


and Group L occupancies, in accordance with 
ASHRAE 170. 


5. For health care facilities under the jurisdiction of 
the Office of Statewide Health Planning and Devel- 
opment (OSHPD), see the California Mechanical 
Code. 


[BE] 1020.6.1 Corridor ceiling. Use of the space between 
the corridor ceiling and the floor or roof structure above as 
a return air plenum is permitted for one or more of the fol- 
lowing conditions: 


1. The corridor is not required to be of fire-resistance- 
rated construction. 


2. The corridor is separated from the plenum by fire- 
resistance-rated construction. 


3. The air-handling system serving the corridor is shut 
down upon activation of the air-handling unit smoke 
detectors required by the California Mechanical 
Code. 


4, The air-handling system serving the corridor is shut 
down upon detection of sprinkler water flow where 
the building is equipped throughout with an auto- 
matic sprinkler system. 


5. The space between the corridor ceiling and the floor 
or roof structure above the corridor is used as a com- 
ponent of an approved engineered smoke control 
system. 


[BE] 1020.7 Corridor continuity. Fire-resistance-rated cor- 
ridors shall be continuous from the point of entry to an exit, 
and shall not be interrupted by intervening rooms. Where the 
path of egress travel within a fire-resistance-rated corridor to 
the exit includes travel along unenclosed exit access stair- 
ways or ramps, the fire-resistance-rating shall be continuous 
for the length of the stairway or ramp and for the length of the 
connecting corridor on the adjacent floor leading to the exit. 


Exceptions: 


1. Foyers, lobbies or reception rooms constructed as 
required for corridors shall not be construed as inter- 
vening rooms. 
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MINIMUM WIDTH 
(inches) 
24 
36 
36 
V2 
72 
72 


2. Enclosed elevator lobbies as permitted by Item | of 
Section 1016.2 shall not be construed as intervening 
rooms, 


3. [SFM] In fully sprinklered office buildings, corridors 
may lead through enclosed elevator lobbies if all areas 
of the building have access to at least one required exit 
without passing through the elevator lobby. 


SECTION 1021 
EGRESS BALCONIES 


[BE] 1021.1 General. Balconies used for egress purposes 
shall conform to the same requirements as corridors for mini- 
mum width, required capacity, headroom, dead ends and pro- 
jections. 


[BE] 1021.2 Wall separation. Exterior egress balconies shall 
be separated from the interior of the building by walls and 
opening protectives as required for corridors. 


Exception: Separation is not required where the exterior 
egress balcony is served by not less than two stairways 
and a dead-end travel condition does not require travel 
past an unprotected opening to reach a stairway. 


[BE] 1021.3 Openness. The long side of an egress balcony 
shall be not less than 50 percent open, and the open area 
above the guards shall be so distributed as to minimize the 
accumulation of smoke or toxic gases, 

[BE] 1021.4 Location. Exterior egress balconies shall have a 
minimum fire separation distance of 10 feet (3048 mm) mea- 
sured at right angles from the exterior edge of the egress bal- 
cony to the following: 


1. Adjacent lot lines. 
2. Other portions of the building. 


3. Other buildings on the same lot unless the adjacent 
building exterior walls and openings are protected in 
accordance with Section 705 of the California Building 
Code based on fire separation distance. 


For the purposes of this section, other portions of the 
building shall be treated as separate buildings. 
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SECTION 1022 
EXITS 


[BE] 1022.1 General. Exits shall comply with Sections 1022 
through 1027 and the applicable requirements of Sections 
1003 through 1015. An exit shall not be used for any purpose 
that interferes with its function as a means of egress. Once a 
given level of exit protection is achieved, such level of pro- 
tection shall not be reduced until arrival at the exit discharge. 
Exits shall be continuous from the point of entry into the exit 
to the exit discharge. 


[BE] 1022.2 Exterior exit doors. Buildings or structures 
used for human occupancy shall have not less than one exte- 
rior door that meets the requirements of Section 1010.1.1. 


[BE] 1022.2.1 Detailed requirements. Exterior exit doors 
shall comply with the applicable requirements of Section 
1010.1. 


[BE] 1022.2.2 Arrangement. Exterior exit doors shall 
lead directly to the exit discharge or the public way. 


1022.3 Basement exits in Group I-2 occupancies. For addi- 
tional requirements for occupancies in Group I-2 or I-2.1, 
see Section 407.4.1.2 of the California Building Code. 


SECTION 1023 
INTERIOR EXIT STAIRWAYS AND RAMPS 


[BE] 1023.1 General. Interior exit stairways and ramps serv- 
ing as an exit component in a means of egress system shall 
comply with the requirements of this section. Interior exit stair- 
ways and ramps shall be enclosed and lead directly to the exte- 
rior of the building or shall be extended to the exterior of the 
building with an exit passageway conforming to the require- 
ments of Section 1024, except as permitted in Section 1028.2. 
An interior exit stairway or ramp shall not be used for any pur- 
pose other than as a means of egress and a circulation path. 


[BE] 1023.2 Construction. Enclosures for interior exit stair- 
ways and ramps shall be constructed as fire barriers in accor- 
dance with Section 707 of the California Building Code or 
horizontal assemblies constructed in accordance with Section 
711 of the California Building Code, or both. Interior exit 
stairway and ramp enclosures shall have a fire-resistance rat- 
ing of not less than 2 hours where connecting four stories or 
more and not less than | hour where connecting less than four 
stories. The number of stories connected by the interior exit 
stairways or ramps shall include any basements, but not any 
mezzanines. Enclosure for interior exit stairways and ramp 
enclosures shall have a fire-resistance rating not less than the 
floor assembly penetrated, but need not exceed 2 hours. 


Exceptions: 


1. Interior exit stairways and ramps in Group I-3 occu- 
pancies in accordance with the provisions of Section 
408.3.8 of the California Building Code. 


2. Interior exit stairways within an atrium enclosed in 
accordance with Section 404.6 of the California 
Building Code. 


3. Interior exit stairways in accordance with Section 
510.2 of the California Building Code. 
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4. Fixed guideway transit stations, constructed in 
accordance with Section 443 of the California Build- 
ing Code. 


[BE] 1023.3 Termination. Interior exit stairways and ramps 
shall terminate at an exit discharge or a public way. 


Exception: A combination of interior exit stairways, inte- 
rior exit ramps and exit passageways, constructed in 
accordance with Sections 1023.2, 1023.3.1 and 1024, 
respectively, and forming a continuous protected enclo- 
sure, shall be permitted to extend an interior exit stairway 
or ramp to the exit discharge or a public way. 


[BE] 1023.3.1 Extension. Where interior exit stairways 
and ramps are extended to an exit discharge or a public 
way by an exit passageway, the interior exit stairway and 
ramp shall be separated from the exit passageway by a 
fire barrier constructed in accordance with Section 707 
of the California Building Code or a horizontal assembly 
constructed in accordance with Section 711 of the Cali- 
fornia Building Code, or both. The fire-resistance rating 
shall be not less than that required for the interior exit 
stairway and ramp. A fire door assembly complying with 
Section 716 of the California Building Code shall be 
installed in the fire barrier to provide a means of egress 
from the interior exit stairway and ramp to the exit pas- 
sageway. Openings in the fire barrier other than the fire 
door assembly are prohibited. Penetrations of the fire 
barrier are prohibited. 


Exceptions: 


1. Penetrations of the fire barrier in accordance with 
Section 1023.5 shall be permitted. 


2. Separation between an interior exit stairway or 
ramp and the exit passageway extension shall not 
be required where there are no openings into the 
exit passageway extension. 


3. Separation between an interior exit stairway or 
ramp and the exit passageway extension shall not 
be required where the interior exit stairway and 
the exit passageway extension are pressurized in 
accordance with Section 909.20.5 of the Califor- 
nia Building Code. 


[BE] 1023.4 Openings. Interior exit stairway and ramp open- 
ing protectives shall be in accordance with the requirements 
of Section 716 of the California Building Code. 


Openings in interior exit stairways and ramps other than 
unprotected exterior openings shall be limited to those 
required for exit access to the enclosure from normally occu- 
pied spaces and for egress from the enclosure. 

Elevators shall not open into interior exit stairways and 
ramps. 

[BE] 1023.5 Penetrations. Penetrations into or through inte- 
rior exit stairways and ramps are prohibited except for the 
following: 

1. Equipment and ductwork necessary for independent 

ventilation or pressurization. 


2. Fire protection systems. 
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3. Security systems. 
4, Two-way communication systems. 


5. Electrical raceway for fire department communication 
systems. 


6. Electrical raceway serving the interior exit stairway and 
ramp and terminating at a steel box not exceeding 16 
square inches (0.010 m’). 


7. Structural elements supporting the interior exit stairway 
or ramp or enclosure, such as beams or joists. 


Such penetrations shall be protected in accordance with 
Section 714 of the California Building Code. There shall not 
be penetrations or communication openings, whether pro- 
tected or not, between adjacent interior exit stairways and 
ramps. 


Exception: Membrane penetrations shall be permitted on 
the outside of the interior exit stairway and ramp. Such 
penetrations shall be protected in accordance with Section 
714.4.2 of the California Building Code. 


[BE] 1023.6 Ventilation. Equipment and ductwork for inte- 
rior exit stairway and ramp ventilation as permitted by Sec- 
tion 1023.5 shall comply with one of the following items: 


1. Such equipment and ductwork shall be located exterior 
to the building and shall be directly connected to the 
interior exit stairway and ramp by ductwork enclosed in 
construction as required for shafts. 


2. Where such equipment and ductwork is located within 
the interior exit stairway and ramp, the intake air shall 
be taken directly from the outdoors and the exhaust air 
shall be discharged directly to the outdoors, or such air 
shall be conveyed through ducts enclosed in construc- 
tion as required for shafts. 


3. Where located within the building, such equipment and 
ductwork shall be separated from the remainder of the 
building, including other mechanical equipment, with 
construction as required for shafts. 


In each case, openings into the fire-resistance-rated con- 
struction shall be limited to those needed for maintenance and 
operation and shall be protected by opening protectives in 
accordance with Section 716 of the California Building Code 
for shaft enclosures. 


The interior exit stairway and ramp ventilation systems 
shall be independent of other building ventilation systems. 


[BE] 1023.7 Interior exit stairway and ramp exterior 
walls. Exterior walls of the interior exit stairway or ramp 
shall comply with the requirements of Section 705 of the Cal- 
ifornia Building Code for exterior walls. Where nonrated 
walls or unprotected openings enclose the exterior of the 
stairway or ramps and the walls or openings are exposed by 
other parts of the building at an angle of less than 180 degrees 
(3.14 rad), the building exterior walls within 10 feet (3048 
mm) horizontally of a nonrated wall or unprotected opening 
shall have a fire-resistance rating of not less than 1 hour. 
Openings within such exterior walls shall be protected by 
opening protectives having a fire protection rating of not less 
than */, hour. This construction shall extend vertically from 
the ground to a point 10 feet (3048 mm) above the topmost 
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landing of the stairway or ramp, or to the roof line, whichever 
is lower. 


[BE] 1023.8 Barriers at level of exit discharge. An interior 
exit stairway and ramp shall not continue below its level of 
exit discharge unless an approved barrier is provided at the 
level of exit discharge to prevent persons from unintention- 
ally continuing into levels below. Directional exit signs shall 
be provided as specified in Section 1013. 


[BE] 1023.9 Stairway identification signs. A sign shall be 
provided at each floor landing in an interior exit stairway and 
ramp connecting more than three stories designating the floor 
level, the terminus of the top and bottom of the interior exit 
stairway and ramp and the identification of the stairway or 
ramp. The signage shall state the story of, and the direction 
to, the exit discharge and the availability of roof access from 
the interior exit stairway and ramp for the fire department. 
The bottom of the sign shall be located not less than 5 feet 
(1524 mm) above the floor landing in a position that is read- 
ily visible when the doors are in the open and closed posi- 
tions. 


Tn addition to the stairway identification sign, raised char- 
acters and braille floor identification signs that comply with 
Chapter 11B of the California Building Code shall be located 
at the landing of each floor level, placed adjacent to the door 
on the latch side, in all enclosed stairways in buildings two or 
more stories in height to identify the floor level. At the exit 
discharge level, the sign shall include a raised five pointed 
star located to the left of the identifying floor level. The out- 
side diameter of the star shall be the same as the height of the 
raised characters. 


[BE] 1023.9.1 Signage requirements. Stairway identifi- 
cation signs shall comply with all of the following require- 
ments: 


1. The signs shall be a minimum size of 18 inches (457 
mm) by 12 inches (305 mm). 


2. The letters designating the identification of the stair 
enclosure, such as STAIR NO. | or WEST STAIR, 
shall be placed at the top of the sign and shall be not 
less than 1'/, inches (38 mm) in height block letter- 
ing with '/,-inch (6 mm) strokes. 

3. The number designating the floor level shall be not 
less than 5 inches (127 mm) in height with */,-inch 
(19 mm) strokes and located in the center of the sign. 
The mezzanine levels shall have the letter “M” pre- 
ceding the floor level. basement levels shall have the 
letter “B” preceding the floor number. 

4. Other lettering and numbers shall be not less than | 
inch (25 mm) in height. 

5. The stairway’s upper terminus, such as ROOF 
ACCESS or NO ROOF ACCESS, shall be placed 
under the stairway identification in 1-inch-high (25 
mm) block lettering with '/,-inch (6 mm) strokes. 


6. The lower and upper terminus of the stairway shall 
be placed at the bottom of the sign in 1-inch-high 
(25 mm) block lettering with '/,-inch (6 mm) strokes. 

7. Characters and their background shall have a non- 
glare finish. Characters shall contrast with their back- 
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ground, with either light characters on a dark 
background or dark characters on a light background. 


8. Where signs required by Section 1023.9 are 
installed in the interior exit stairways and ramps of 
buildings subject to Section 1025, the signs shall 
be made of the same materials as required by Sec- 
tion 1025.4, 


[BE] 1023.10 Elevator lobby identification signs. At land- 
ings in interior exit stairways where two or more doors lead 
to the floor level, any door with direct access to an enclosed 
elevator lobby shall be identified by signage located on the 
door or directly adjacent to the door stating “Elevator 
Lobby.” Signage shall be in accordance with Section 
1023.9.1, Items 4, 5 and 6. 


[BE] 1023.11 Tactile floor-level signs. Where floor-level 
signs are provided in interior exit stairways and ramps, a 
floor-level sign identifying in the floor level in visual charac- 
ters, raised characters and braille complying with ICC 
A117.1 shall be located at each floor-level landing adjacent to 
the door leading from the interior exit stairway and ramp into 
the corridor, 


[BE] 1023.12 Smokeproof enclosures. Where required by 
Section 403.5.4, 405.7.2 or 412.2.2.1 of the California Build- 
ing Code, interior exit stairways and ramps shall be smoke- 
proof enclosures in accordance with Section 909.20. 


[BE] 1023.12.1 Termination and extension. A smoke- 
proof enclosure shall terminate at an exit discharge or a 
public way. The smokeproof enclosure shall be permitted 
to be extended by an exit passageway in accordance with 
Section 1023.3. The exit passageway shall be without 
openings other than the fire door assembly required by 
Section 1023.3.1 and those necessary for egress from the 
exit passageway. The exit passageway shall be separated 
from the remainder of the building by 2-hour fire barriers 
constructed in accordance with Section 707 of the Califor- 
nia Building Code or horizontal assemblies constructed in 
accordance with Section 711 of the California Building 
Code, or both. 


Exceptions: 


1. Openings in the exit passageway serving a 
smokeproof enclosure are permitted where the 
exit passageway is protected and pressurized in 
the same manner as the smokeproof enclosure, 
and openings are protected as required for access 
from other floors. 


2. The fire barrier separating the smokeproof enclo- 
sure from the exit passageway is not required, 
provided that the exit passageway is protected 
and pressurized in the same manner as the 
smokeproof enclosure. 


3. A smokeproof enclosure shall be permitted to 
egress through areas on the level of exit discharge 
or vestibules as permitted by Section 1028. 


[BE] 1023,12.2 Enclosure access. Access to the stairway 
or ramp within a smokeproof enclosure shall be by way of 
a vestibule or an open exterior balcony. 
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[BE] 1023.13 Standpipes. Standpipes and standpipe hose 
connections shall be provided where required,by Sections 
905.3 and 905.4. 


SECTION 1024 
EXIT PASSAGEWAYS 


[BE] 1024.1 General. Exit passageways serving as an exit 
component in a means of egress system shall comply with the 
requirements of this section. An exit passageway shall not be 
used for any purpose other than as a means of egress and a 
circulation path. 


[BE] 1024.2 Width and capacity. The required capacity of 
exit passageways shall be determined as specified in Section 
1005.1 but the minimum width shall be not less than 44 
inches (1118 mm), except that exit passageways serving an 
occupant load of less than 50 shall be not less than 36 inches 
(914 mm) in width. The minimum width or required capacity 
of exit passageways shall be unobstructed. 


Exception: Encroachments complying with Section 
1005.7. 


The clear width of exit passageways in a Group I-2 occu- 
pancy used for the movement of beds and litters shall be 44 
inches (1118 mm) minimum. 


[BE] 1024.3 Construction. Exit passageway enclosures shall 
have walls, floors and ceilings of not less than a 1-hour fire- 
resistance rating, and not less than that required for any con- 
necting interior exit stairway or ramp. Exit passageways shall 
be constructed as fire barriers in accordance with Section 707 
of the California Building Code or horizontal assemblies con- 
structed in accordance with Section 711 of the California 
Building Code, or both. 

[BE] 1024.4 Termination. Exit passageways on the level of 
exit discharge shall terminate at an exit discharge. Exit pas- 
sageways on other levels shall terminate at an exit. 

[BE] 1024.5 Openings. Exit passageway opening protectives 
shall be in accordance with the requirements of Section 716 
of the California Building Code. 

Except as permitted in Section 402.8.7 of the California 
Building Code, openings in exit passageways other than 
unprotected exterior openings shall be limited to those neces- 
sary for exit access to the exit passageway from normally 
occupied spaces and for egress from the exit passageway. 

Where an interior exit stairway or ramp is extended to an 
exit discharge or a public way by an exit passageway, the exit 
passageway shall comply with Section 1023.3.1. 

Elevators shall not open into an exit passageway. 

[BE] 1024.6 Penetrations. Penetrations into or through an 
exit passageway are prohibited except for the following: 

1. Equipment and ductwork necessary for independent 

ventilation or pressurization. 
. Fire protection systems. 
. Security systems. 
. Two-way communication systems. 
. Electrical raceway for fire department communication. 
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6. Electrical raceway serving the exit passageway and ter- 
minating at a steel box not exceeding 16 square inches 
(0.010 m’). 


Such penetrations shall be protected in accordance with 
Section 714 of the California Building Code. There shall not 
be penetrations or communicating openings, whether pro- 
tected or not, between adjacent exit passageways. 


Exception: Membrane penetrations shall be permitted on 
the outside of the exit passageway. Such penetrations shall 
be protected in accordance with Section 714.4.2 of the 
California Building Code. 


[BE] 1024.7 Ventilation. Equipment and ductwork for exit 
passageway ventilation as permitted by Section 1024.6 shall 
comply with one of the following: 


1. The equipment and ductwork shall be located exterior 
to the building and shall be directly connected to the 
exit passageway by ductwork enclosed in construction 
as required for shafts. 


2. Where the equipment and ductwork is located within 
the exit passageway, the intake air shall be taken 
directly from the outdoors and the exhaust air shall be 
discharged directly to the outdoors, or the air shall be 
conveyed through ducts enclosed in construction as 
required for shafts. 


3. Where located within the building, the equipment and 

ductwork shall be separated from the remainder of the 

_ building, including other mechanical equipment, with 
construction as required for shafts. 


In each case, openings into the fire-resistance-rated con- 
struction shall be limited to those needed for maintenance and 
operation and shall be protected by opening protectives in 
accordance with Section 716 of the California Building Code 
for shaft enclosures. 


Exit passageway ventilation systems shall be independent 
of other building ventilation systems. 


[BE] 1024.8 Exit passageway exterior walls. Exterior walls 
of the exit passageway shall comply with Section 705. Where 
nonrated walls or unprotected openings enclose the exterior 
of the exit passageway and the walls or openings are exposed 
by other parts of the building at an angle of less than 180 
degrees (3.14 rad), the building exterior walls within 10 feet 
(3048 mm) horizontally of a nonrated wall or unprotected 
opening shall have a fire-resistance rating of not less than | 
hour. Openings within such exterior walls shall be protected 
by opening protectives having a fire protection rating of not 
less than */, hour. This construction shall extend vertically 
from the ground to a point 10 feet (3048 mm) above the floor 
of the exit passageway or to the roof line, whichever is lower. 


[BE] 1024.9 Standpipes. Standpipes and standpipe hose con- 
nections shall be provided where required by Sections 905.3 
and 905.4. 


SECTION 1025 
LUMINOUS EGRESS PATH MARKINGS 


[BE] 1025.1 General. Approved luminous egress path mark- 
ings delineating the exit path shall be provided in high-rise 
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buildings of Group A, B, E, M or R-1 occupancies in accor- 
dance with this section. 


Exception: Luminous egress path markings shall not be 
required on the level of exit discharge in lobbies that serve 
as part of the exit path in accordance with Section 1028.2, 
Exception 1. 


[BE] 1025.2 Markings within exit components. Egress path 
markings shall be provided in interior exit stairways, interior 
exit ramps and exit passageways, in accordance with Sections 
1025.2.1 through 1025.2.6.3. 


[BE] 1025.2.1 Steps. A solid and continuous stripe shall be 
applied to the horizontal leading edge of each step and shall 
extend for the full length of the step. Outlining stripes shall 
have a minimum horizontal width of | inch (25 mm) and a 
maximum width of 2 inches (51 mm). The leading edge of 
the stripe shall be placed not more than '/, inch (12.7 mm) 
from the leading edge of the step and the stripe shall not 
overlap the leading edge of the step by not more than '/, 
inch (12.7 mm) down the vertical face of the step. 


Exception: The minimum width of 1 inch (25 mm) 
shall not apply to outlining stripes listed in accordance 
with UL 1994, 


[BE] 1025.2.2 Landings. The leading edge of landings 
shall be marked with a stripe consistent with the dimen- 
sional requirements for steps. 


[BE] 1025.2.3 Handrails. Handrails and handrail exten- 
sions shall be marked with a solid and continuous stripe 
having a minimum width of | inch (25 mm). The stripe 
shall be placed on the top surface of the handrail for the 
entire length of the handrail, including extensions and 
newel post caps. Where handrails or handrail extensions 
bend or turn corners, the stripe shall not have a gap of 
more than 4 inches (102 mm). 


Exception: The minimum width of 1 inch (25 mm) 
shall not apply to outlining stripes listed in accordance 
with UL 1994, 


[BE] 1025.2.4 Perimeter demarcation lines. Stair land- 
ings and other floor areas within interior exit stairways, 
interior exit ramps and exit passageways, with the excep- 
tion of the sides of steps, shall be provided with solid and 
continuous demarcation lines on the floor or on the walls 
or a combination of both. The stripes shall be 1 to 2 inches 
(25 mm to 51 mm) wide with interruptions not exceeding 
4 inches (102 mm). 


Exception: The minimum width of 1 inch (25 mm) 
shall not apply to outlining stripes listed in accordance 
with UL 1994. 


[BE] 1025.2.4.1 Floor-mounted demarcation lines. 
Perimeter demarcation lines shall be placed within 4 
inches (102 mm) of the wall and shall extend to within 
2 inches (51 mm) of the markings on the leading edge 
of landings. The demarcation lines shall continue 
across the floor in front of all doors. 


Exception: Demarcation lines shall not extend in 
front of exit discharge doors that lead out of an exit 
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and through which occupants must travel to com- 
plete the exit path. 


[BE] 1025.2.4.2 Wall-mounted demarcation lines. 
Perimeter demarcation lines shall be placed on the wall 
with the bottom edge of the stripe not more than 4 
inches (102 mm) above the finished floor. At the top or 
bottom of the stairs, demarcation lines shall drop verti- 
cally to the floor within 2 inches (51 mm) of the step or 
landing edge. Demarcation lines on walls shall transi- 
tion vertically to the floor and then extend across the 
floor where a line on the floor is the only practical 
method of outlining the path. Where the wall line is 
broken by a door, demarcation lines on walls shall con- 
tinue across the face of the door or transition to the 
floor and extend across the floor in front of such door. 


Exception: Demarcation lines shall not extend in 
front of exit discharge doors that lead out of an exit 
and through which occupants must travel to com- 
plete the exit path. 


[BE] 1025.2.4.3 Transition. Where a wall-mounted 
demarcation line transitions to a floor-mounted demar- 
cation line, or vice-versa, the wall-mounted demarca- 
tion line shall drop vertically to the floor to meet a 
complimentary extension of the floor-mounted demar- 
cation line, thus forming a continuous marking. 


[BE] 1025.2.5 Obstacles. Obstacles at or below 6 feet 6 
inches (1981 mm) in height and projecting more than 4 
inches (102 mm) into the egress path shall be outlined 
with markings not less than | inch (25 mm) in width com- 
prised of a pattern of alternating equal bands, of luminous 
material and black, with the alternating bands not more 
than 2 inches (51 mm) thick and angled at 45 degrees 
(0.79 rad). Obstacles shall include, but are not limited to, 
standpipes, hose cabinets, wall projections, and restricted 
height areas. However, such markings shall not conceal 
any required information or indicators including but not 
limited to instructions to occupants for the use of stand- 
pipes. 

Exception: The minimum width of 1 inch (25 mm) 


shall not apply to markings listed in accordance with 
UL 1994. 


[BE] 1025.2.6 Doors within the exit path. Doors through 
which occupants must pass in order to complete the exit 
path shall be provided with markings complying with Sec- 
tions 1025.2.6.1 through 1025.2.6.3. 


[BE] 1025,2.6.1 Emergency exit symbol. The doors 
shall be identified by a low-location luminous emer- 
gency exit symbol complying with NFPA 170. The exit 
symbol shall be not less than 4 inches (102 mm) in 
height and shall be mounted on the door, centered hori- 
zontally, with the top of the symbol not higher than 18 
inches (457 mm) above the finished floor. 


[BE] 1025.2.6.2 Door hardware markings. Door 
hardware shall be marked with not less than 16 square 
inches (10323 mm’) of luminous material. This mark- 
ing shall be located behind, immediately adjacent to, or 
on the door handle or escutcheon. Where a panic bar is 
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installed, such material shall be not less than | inch (25 
mm) wide for the entire length of the actyating bar or 
touchpad. 


[BE] 1025.2.6.3 Door frame markings. The top and 
sides of the door frame shall be marked with a solid and 
continuous |-inch- to 2-inch-wide (25 mm to 51 mm) 
stripe. Where the door molding does not provide suffi- 
cient flat surface on which to locate the stripe, the stripe 
shall be permitted to be located on the wall surrounding 
the frame. 


[BE] 1025.3 Uniformity. Placement and dimensions of 
markings shall be consistent and uniform throughout the 
same enclosure. 


[BE] 1025.4 Self-luminous and photoluminescent. Lumi- 
nous egress path markings shall be permitted to be made of 
any material, including paint, provided that an electrical 
charge is not required to maintain the required luminance. 
Such materials shall include, but not be limited to, self-lumi- 
nous materials and photoluminescent materials. Materials 
shall comply with either of the following standards: 


1. UL 1994, 


2. ASTM E2072, except that the charging source shall be 
1 footcandle (11 lux) of fluorescent illumination for 60 
minutes, and the minimum luminance shall be 30 mili- 
candelas per square meter at 10 minutes and 5 milican- 
delas per square meter after 90 minutes. 


[BE] 1025.5 Illumination. Where photoluminescent exit 
path markings are installed, they shall be provided with not 
less than | footcandle (11 lux) of illumination for not less 
than 60 minutes prior to periods when the building is occu- 
pied and continuously during the building occupancy. 


SECTION 1026 
HORIZONTAL EXITS 


[BE] 1026.1 General. Horizontal exits serving as an exit in a 
means of egress system shall comply with the requirements 
of this section. A horizonta! exit shall not serve as the only 
exit from a portion of a building, and where two or more exits 
are required, not more than one-half of the total number of 
exits or total exit minimum width or required capacity shall 
be horizontal exits. 


Exceptions: 


1. Horizontal exits are permitted to comprise two- 
thirds of the required exits from any building or 
floor area for occupancies in Group I-2. 


2. Horizontal exits are permitted to comprise 100 per- 
cent of the exits required for occupancies in Group 
I-3. Not less than 6 square feet (0.6 m’) of accessible 
space per occupant shall be provided on each side of 
the horizontal exit for the total number of people in 
adjoining compartments. 


[BE] 1026.2 Separation. The separation between buildings 
or refuge areas connected by a horizontal exit shall be pro- 
vided by a fire wall complying with Section 706 of the Cal- 
ifornia Building Code; or by a fire barrier complying with 
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Section 707 of the California Building Code or a horizontal 
assembly complying with Section 711 of the California 
Building Code, or both. The minimum fire-resistance rating 
of the separation shall be 2 hours. Opening protectives in 
horizontal exits shall also comply with Section 716 of the 
California Building Code. Duct and air transfer openings in 
a fire wall or fire barrier that serves as a horizontal exit shall 
also comply with Section 717 of the California Building 
Code. The horizontal exit separation shall extend vertically 
through all levels of the building unless floor assemblies 
have a fire-resistance rating of not less than 2 hours and do 
not have unprotected openings. 


Exception: A fire-resistance rating is not required at hori- 
zontal exits between a building area and an above-grade 
pedestrian walkway constructed in accordance with Sec- 
tion 3104 of the California Building Code, provided that 
the distance between connected buildings is more than 20 
feet (6096 mm). 


Horizontal exits constructed as fire barriers shall be con- 
tinuous from exterior wall to exterior wall so as to divide 
completely the floor served by the horizontal exit. 


[BE] 1026.3 Opening protectives. Fire doors in horizontal 
exits shall be self-closing or automatic-closing when acti- 
vated by a smoke detector in accordance with Section 
716.2.6.6 of the California Building Code. Doors, where 
located in a cross-corridor condition, shall be automatic- 
closing by activation of a smoke detector installed in accor- 
darice with Section 716.2.6.6 of the California Building 
Code. 


[BE] 1026.4 Refuge area. The refuge area of a horizontal 
exit shall be a space occupied by the same tenant or a public 
area and each such refuge area shall be adequate to accom- 
modate the original occupant load of the refuge area plus the 
occupant load anticipated from the adjoining compartment. 
The anticipated occupant load from the adjoining compart- 
ment shall be based on the capacity of the horizontal exit 
doors entering the refuge area, or the total occupant load of 
the adjoining compartment, whichever is less. 


[BE] 1026.4.1 Capacity. The capacity of the refuge area 
shall be computed based on a net floor area allowance of 3 
square feet (0.2787 m’) for each occupant to be accommo- 
dated therein. Where the horizontal exit also forms a 
smoke compartment, the capacity of the refuge area for 
Group I-2, /-2.1, I-3 and R-2.1 occupancies shall comply 
with Sections 407.5.3, 408.6.2 and 420.6.2 of the Califor- 
nia Building Code as applicable. 


[BE] 1026.4.2 Number of exits. The refuge area into 
which a horizontal exit leads shall be provided with exits 
adequate to meet the occupant requirements of this chap- 
ter, but not including the added occupant load imposed by 
persons entering the refuge area through horizontal exits 
from other areas. /n other than I-3 occupancies, not less 
than one refuge area exit shall lead directly to the exterior 
or to an interior exit stairway or ramp. 


Exception: The adjoining compartment shall not be 
required to have a stairway or door leading directly out- 
side, provided that the refuge area into which a hori- 
zontal exit leads has stairways or doors leading directly 
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outside and are so arranged that egress shall not require 
the occupants to return through the compartment from 
which egress originates. 


[BE] 1026.5 Standpipes. Standpipes and standpipe hose con- 
nections shall be provided where required by Sections 905.3 
and 905.4. 


SECTION 1027 
EXTERIOR EXIT STAIRWAYS AND RAMPS 


[BE] 1027.1 General. Exterior exit stairways and ramps 
serving as an exit component in a means of egress system 
shall comply with the requirements of this section. 


[BE] 1027.2 Use in a means of egress. Exterior exit stair- 
ways Shall not be used as an element of a required means of 
egress for Group I-2 occupancies. For occupancies in other 
than Group J-2, exterior exit stairways and ramps shall be 
permitted as an element of a required means of egress for 
buildings not exceeding six stories above grade plane or that 
are not high-rise buildings. 


[BE] 1027.3 Open side. Exterior exit stairways and ramps 
serving as an element of a required means of egress shall be 
open on not less than one side, except for required structural 
columns, beams, handrails and guards. An open side shall 
have not less than 35 square feet (3.3 m7) of aggregate open 
area adjacent to each floor level and the level of each inter- 
mediate landing. The required open area shall be located not 
less than 42 inches (1067 mm) above the adjacent floor or 
landing level. 


[BE] 1027.4 Side yards. The open areas adjoining exterior 
exit stairways or ramps shall be either yards, courts or public 
ways; the remaining sides are permitted to be enclosed by the 
exterior walls of the building. 


[BE] 1027.5 Location. Exterior exit stairways and ramps 
shall have a minimum fire separation distance of 10 feet 
(3048 mm) measured at right angles from the exterior edge of 
the stairway or ramps, including landings, to: 


1. Adjacent lot lines. 
2. Other portions of the building. 


3. Other buildings on the same lot unless the adjacent 
building exterior walls and openings are protected in 
accordance with Section 705 of the California Building 
Code based on fire separation distance. 


For the purposes of this section, other portions of the 
building shall be treated as separate buildings. 


Exception: Exterior exit stairways and ramps serving 
individual dwelling units of Group R-3 shall have a fire 
separation distance of not less than 5 feet (1524 mm). 


[BE] 1027.6 Exterior exit stairway and ramp protection. 
Exterior exit stairways and ramps shall be separated from the 
interior of the building as required in Section 1023.2. Open- 
ings shall be limited to those necessary for egress from nor- 
mally occupied spaces. Where a vertical plane projecting 
from the edge of an exterior exit stairway or ramp and land- 
ings is exposed by other parts of the building at an angle of 
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less than 180 degrees (3.14 rad), the exterior wall shall be 
rated in accordance with Section 1023.7. 


Exceptions: 
1. Separation from the interior of the building is not 


required for occupancies, other than those in Group 
R-1 or R-2, in buildings that are not more than two 
stories above grade plane where a level of exit dis- 


grade or shall provide a direct path of egress travel to grade. 
The exit discharge shall not reenter a building. The combined 
use of Exceptions | and 2 shall not exceed 50 pércent of the 
number and minimum width or required capacity of the 
required exits. 


Exceptions: 
1. Not more than 50 percent of the number and mini- 


charge serving such occupancies is the first story 
above grade plane. 


2. Separation from the interior of the building is not 
required where the exterior exit stairway or ramp is 
served by an exterior exit ramp or balcony that con- 
nects two remote exterior exit stairways or other 
approved exits, with a perimeter that is not less than 
50 percent open. To be considered open, the opening 
shall be not less than 50 percent of the height of the 
enclosing wall, with the top of the openings not less 
than 7 feet (2134 mm) above the top of the balcony. 


3. Separation from the open-ended corridor of the 
building is not required for exterior exit stairways or 
ramps, provided that Items 3.1 through 3.5 are met: 


3.1. The building, including open-ended corri- 
dors, and stairways and ramps, shall be 
equipped throughout with an automatic 
sprinkler system in accordance with Section 
903.3.1.1 or 903.3.1.2. 


3.2. The open-ended corridors comply with Sec- 
tion 1020. 


3.3. The open-ended corridors are connected on 
each end to an exterior exit stairway or ramp 
complying with Section 1027. 


3.4. The exterior walls and openings adjacent to 
the exterior exit stairway or ramp comply 
with Section 1023.7. 


3.5. At any location in an open-ended corridor 
where a change of direction exceeding 45 
degrees (0.79 rad) occurs, a clear opening of 
not less than 35 square feet (3.3 m7) or an 
exterior stairway or ramp shall be provided. 
Where clear openings are provided, they 
shall be located so as to minimize the accu- 
mulation of smoke or toxic gases. 


4. In Group R-3 occupancies not more than four stories 
in height, exterior exit stairways and ramps serving 
individual dwelling units are not required to be sepa- 
rated from the interior of the building where the exte- 
rior exit stairway or ramp discharges directly to grade. 


SECTION 1028 
EXIT DISCHARGE 


[BE] 1028.1 General. The exit discharge shall comply with 
Sections 1028 and 1029 and the applicable requirements of 
Sections 1003 through 1015. 


[BE] 1028.2 Exit discharge. Exits shall discharge directly to 
the exterior of the building. The exit discharge shall be at 
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mum width or required capacity of interior exit stair- 
ways and ramps is permitted to egress through areas, 
including atriums, on the level of discharge provided 
that all of the following conditions are met: 


1.1. Discharge of interior exit stairways and 
ramps shall be provided with a free and 
unobstructed path of travel to an exterior 
exit door and such exit is readily visible and 
identifiable from the point of termination of 
the enclosure. 


1.2. The entire area of the level of exit discharge 
is separated from areas below by construc- 
tion conforming to the fire-resistance rating 
for the enclosure. 


1.3. The egress path from the interior exit stair- 
way and ramp on the level of exit discharge 
is protected throughout by an approved 
automatic sprinkler system. Portions of the 
level of exit discharge with access to the 
egress path shall either be equipped 
throughout with an automatic sprinkler 
system installed in accordance with Section 
903.3.1.1 or 903.3.1.2, or separated from 
the egress path in accordance with the 
requirements for the enclosure of interior 
exit stairways or ramps. 


1.4. Where a required interior exit stairway or 
ramp and an exit access stairway or ramp 
serve the same floor level and terminate at 
the same level of exit discharge, the termi- 
nation of the exit access stairway or ramp 
and the exit discharge door of the interior 
exit stairway or ramp shall be separated by 
a distance of not less than 30 feet (9144 
mm) or not less than one-fourth the length 
of the maximum overall diagonal dimen- 
sion of the building, whichever is less. The 
distance shall be measured in a straight line 
between the exit discharge door from the 
interior exit stairway or ramp and the last 
tread of the exit access stairway or termina- 
tion of slope of the exit access ramp. 


2. Not more than 50 percent of the number and mini- 


mum width or required capacity of the interior exit 
stairways and ramps is permitted to egress through a 
vestibule provided that all of the following condi- 
tions are met: 


2.1. The entire area of the vestibule is separated 
from areas below by construction conform- 
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ing to the fire-resistance rating of the 
interior exit stairway or ramp enclosure. 


2.2. The depth from the exterior of the building 
is not greater than 10 feet (3048 mm) and 
the length is not greater than 30 feet (9144 
mm). 


2.3. The area is separated from the remainder of 
the level of exit discharge by a fire partition 
constructed in accordance with Section 708 
of the California Building Code. 


Exception: The maximum transmitted 
temperature rise is not required. 


2.4. The area is used only for means of egress 
and exits directly to the outside. 


3. Horizontal exits complying with Section 1026 shall 
not be required to discharge directly to the exterior 
of the building. 


[BE] 1028.3 Exit discharge width or capacity. The mini- 
mum width or required capacity of the exit discharge shall be 
not less than the minimum width or required capacity of the 
exits being served. 


[BE] 1028.4 Exit discharge components. Exit discharge 
components shall be sufficiently open to the exterior so as to 
minimize the accumulation of smoke and toxic gases. 


[BE] 1028.5 Access to a public way. The exit discharge shall 
provide a direct and unobstructed access to a public way. 


Exception: Where access to a public way cannot be pro- 
vided, a safe dispersal area shall be provided where all of 
the following are met: 


1. The area shall be of a size to accommodate not less 
than 5 square feet (0.46 m’) for each person. 


2. For other than Group E buildings the area shall be 
located on the same lot not less than 50 feet (15 240 
mm) away from the building requiring egress. For 
Group E buildings, the area shall be located on the 
same lot at least 50 feet (15 240 mm) away from any 
building. 

3. The area shall be permanently maintained and iden- 
tified as a safe dispersal area. 


4. The area shall be provided with a safe and unob- 
structed path of travel from the building. 


SECTION 1029 
EGRESS COURTS 


[BE] 1029.1 General. Egress courts serving as an exit dis- 
charge component in the means of egress system shall com- 
ply with the requirements in this section. 


[BE] 1029.2 Width or capacity. The required capacity of 
egress courts shall be determined as specified in Section 
1005.1, but the minimum width shall be not less than 44 
inches (1118 mm), except as specified herein. Egress courts 
serving Group R-3 and U occupancies shall be not less than 
36 inches (914 mm) in width. The required capacity and 
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width of egress courts shall be unobstructed to a height of 7 
feet (2134 mm). 


The width of the egress court shall be not less than the 
required capacity. 


Exception: Encroachments 


1005.7. 


[BE] 1029.3 Construction and openings. Where an egress 
court serving a building or portion thereof is less than 10 feet 
(3048 mm) in width, the egress court walls shall have not less 
than 1-hour fire-resistance-rated construction for a distance 
of 10 feet (3048 mm) above the floor of the egress court. 
Openings within such walls shall be protected by opening 
protectives having a fire protection rating of not less than */, 
hour. 


complying with Section 


Exceptions: 
1. Egress courts serving an occupant load of less than 10. 
2. Egress courts serving Group R-3. 


SECTION 1030 
ASSEMBLY 


[BE] 1030.1 General. A room or space used for assembly 
purposes that contains seats, tables, displays, equipment or 
other material shall comply with this section. 


Exception: Group A occupancies within Group I-3 facili- 
ties are exempt from egress requirements of Section 1029. 


[BE] 1030.1.1 Bleachers. Bleachers, grandstands and 
folding and telescopic seating, that are not building ele- 
ments, shall comply with ICC 300. 


[BE] 1030.1.1.1 Spaces under grandstands and 
bleachers. Spaces under grandstands or bleachers shall 
be separated by fire barriers complying with Section 
707 of the California Building Code and horizontal 
assemblies complying with Section 711 of the Califor- 
nia Building Code with not less than 1-hour fire-resis- 
tance-rated construction. 


Exceptions: 


1. Ticket booths less than 100 square feet (9 m’) 
in area. 


2. Toilet rooms. 


3. Other accessory use areas 1,000 square feet 
(93 m’) or less in area and equipped with an 
automatic sprinkler system in accordance with 
Section 903.3.1.1. 


[BE] 1030.2 Assembly main exit. A building, room or space 
used for assembly purposes that has an occupant load of 
greater than 300 and is provided with a main exit, that main 
exit shall be of sufficient capacity to accommodate not less 
than one-half of the occupant load, but such capacity shall be 
not less than the total required capacity of all means of egress 
leading to the exit. Where the building is classified as a 
Group A occupancy, the main exit shall front on not less than 
one street or an unoccupied space of not less than 20 feet 
(6096 mm) in width that adjoins a street or public way. In a 
building, room or space used for assembly purposes where 


10-51 


MEANS OF EGRESS 


there is not a well-defined main exit or where multiple main 
exits are provided, exits shall be permitted to be distributed 
around the perimeter of the building provided that the total 
capacity of egress is not less than 100 percent of the required 
capacity and not less than one exit shall discharge on a street 
or an unoccupied space of not less than 20 feet (6096 mm) in 
capacity that adjoins a street or publicway. Smoke-protected 
seating shall comply with Section 1030.6. 2. 


[BE] 1030.3 Assembly other exits. In addition to having 
access to a main exit, each level in a building used for assem- 
bly purposes having an occupant load greater than 300 and 
provided with a main exit, shall be provided with additional 
means of egress that shall provide an egress capacity for not 
less than one-half of the total occupant load served by that 
level and shall comply with Section 1007.1. Not less than 
one-half of the additional means of egress required by this sec- 
tion shall be directly to an exit, or through a lobby, that is not 
used to access the main exit, to an exit, or to a 1-hour rated 
corridor to an exit. In a building used for assembly purposes 
where there is not a well-defined main exit or where multiple 
main exits are provided, exits for each level shall be permit- 
ted to be distributed around the perimeter of the building, pro- 
vided that the total width of egress is not less than 100 
percent of the required width and not less than one exit shall 
discharge on a street or an unoccupied space of not less than 
20 feet (6096 mm) in capacity that adjoins a street or pub- 
licway. Smoke-protected seating shall comply with Section 
1030.6.2. 


1030.3.1 Occupant loads 300 or less. Group A occupan- 
cies or assembly occupancies accessory to Group E occu- 
pancies that have an occupant load of 100 or more and 
300 or less, shall have not less than one of the required 
means of egress directly to an exit, or through a lobby, 
that is not used to access the other required exit, to an exit, 
or to a 1-hour rated corridor to an exit or continuous 
through a 1-hour rated lobby to an exit. Not less than one 
exit shall discharge on a street or an unoccupied space of 
not less than 20 feet (6096 mm) in capacity that adjoins a 
street or public way. 


[BE] 1030.4 Foyers and lobbies. In Group A-1 occupancies, 
where persons are admitted to the building at times when 
seats are not available, such persons shall be allowed to wait 
in a lobby or similar space, provided that such lobby or simi- 
lar space shall not encroach on the minimum width or 
required capacity of the means of egress. Such foyer, if not 
directly connected to a public street by all the main entrances 
or exits, shall have a straight and unobstructed corridor or 
path of travel to every such main entrance or exit. 


[BE] 1030.5 Interior balcony and gallery means of egress. 
For balconies, galleries or press boxes having a seating 
capacity of 50 or more located in a building, room or space 
used for assembly purposes, not less than two means of 
egress shall be provided, with one from each side of every 
balcony, gallery or press box. 


[BE] 1030.6 Capacity of aisle for assembly. The required 
capacity of aisles shall be not less than that determined in 
accordance with Section 1030.6.1 where smoke-protected 
assembly seating is not provided, with Section 1030.6.2 
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where smoke-protected assembly seating is provided, and 
with Section 1030.6.3 where open-air assembly seating is 
provided. 


[BE] 1030.6.1 Without smoke protection. The required 
capacity in inches (mm) of the aisles for assembly seating 
without smoke protection shall be not less than the occu- 
pant load served by the egress element in accordance with 
all of the following, as applicable: 


1. Not less than 0.3 inch (7.6 mm) of aisle capacity for 
each occupant served shall be provided on stepped 
aisles having riser heights 7 inches (178 mm) or less 
and tread depths 11 inches (279 mm) or greater, 
measured horizontally between tread nosings. 


2. Not less than 0.005 inch (0.127 mm) of additional 
aisle capacity for each occupant shall be provided 
for each 0.10 inch (2.5mm) of riser height above 7 
inches (178 mm). 


3. Where egress requires stepped aisle descent, not less 
than 0.075 inch (1.9 mm) of additional aisle capacity 
for each occupant shall be provided on those por- 
tions of aisle capacity that do not have a handrail 
within a horizontal distance of 30 inches (762 mm). 


4, Ramped aisles, where slopes are steeper than 1 unit 
vertical in 12 units horizontal (8-percent slope), 
shall have not less than 0.22 inch (5.6 mm) of clear 
aisle capacity for each occupant served. Level or 
ramped aisles, where slopes are not steeper than 1 
unit vertical in 12 units horizontal (8-percent slope), 
shall have not less than 0.20 inch (5.1 mm) of clear 
aisle capacity for each occupant served. 


[BE] 1030.6.2 Smoke-protected assembly seating. The 
required capacity in inches (mm) of the aisle for smoke- 
protected assembly seating shall be not less than the occu- 
pant load served by the egress element multiplied by the 
appropriate factor in Table 1030.6.2. The total number of 
seats specified shall be those within the space exposed to 
the same smoke-protected environment. Interpolation is 
permitted between the specific values shown. A life safety 
evaluation, complying with NFPA 101, shall be done for a 
facility utilizing the reduced width requirements of Table 
1030.6.2 for smoke-protected assembly seating. 


[BE] 1030.6.2.1 Smoke control. Aisles and aisle 
accessways serving a smoke-protected assembly seat- 
ing area shall be provided with a smoke control system 
complying with Section 909 or natural ventilation 
designed to maintain the smoke level not less than 6 
feet (1829 mm) above the floor of the means of egress. 
[BE] 1030.6.2.2 Roof height. A smoke-protected 
assembly seating area with a roof shall have the lowest 
portion of the roof deck not less than 15 feet (4572 mm) 
above the highest aisle or aisle accessway. 
Exception: A roof canopy in an outdoor stadium 
shall be permitted to be less than 15 feet (4572 mm) 
above the highest aisle or aisle accessway provided 
that there are no objects less than 80 inches (2032 
mm) above the highest aisle or aisle accessway. 
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») [BE] 1030.6.2.3 Automatic sprinklers. Enclosed areas [BE] 1030.7 Travel distance. The exit access travel distance 
with walls and ceilings in buildings or structures con- shall comply with Section 1017. Where aisles are provided 
taining smoke-protected assembly seating shall be pro- for seating, the distance shall be measured along the aisles 


tected with an approved automatic sprinkler system in and aisle accessways without travel over or on the seats. 
accordance with Section 903.3.1.1. 


Exceptions: 
Exceptions: 1. In facilities with smoke-protected assembly seating 
1. The floor area used for contests, performances the total exit access travel distance shall be not 
or entertainment provided that the roof con- greater than 400 feet (122 m). That portion of the 
struction is more than 50 feet (15 240 mm) total permitted exit access travel distance from each 
above the floor level and the use is restricted seat to the nearest entrance to a vomitory or con- 
to low fire hazard uses. course shall not exceed 200 feet (60 960 mm). The 
2. Press boxes and storage facilities less than portion of the total permitted exit access travel dis- 
1,000 square feet (93 m2) in area. tance from the entrance to the vomitory or con- 
= : course to one of the following shall not exceed 200 
[BE] 1030.6.3 Open-air assembly seating. In open-air feet (60 960 mm). 
assembly seating, the required capacity in inches (mm) of 
aisles shall be not less than the total occupant load served by 1.1. The closest riser of an exit access stairway. 
the egress element multiplied by 0.08 (2.0 mm) where 1.2. The closest slope of an exit access ramp. 


egress is by stepped aisle and multiplied by 0.06 (1.52 mm) 


1.3. An exit. 
where egress is by level aisles and ramped aisles. ae 


2. In facilities with open-air assembly seating of Type 
Ill, IV or V construction, the total exit access travel 
distance to one of the following shall not exceed 400 


Exception: The required capacity in inches (mm) of 
aisles shall be permitted to comply with Section 


1030.6.2 for the number of seats in the open-air assem- feet (122 m). 

bly seating where Section 1030.6.2 permits less capac- , 

ity. 2.1. The closest riser of an exit access stairway. 
[BE] 1030.6.3.1 Automatic sprinklers. Enclosed areas 2.2. The closest slope of an exit access ramp. 
with walls and ceilings in buildings or structures con- 2.3. An exit. 


taining open-air assembly seating shall be protected 
with an approved automatic sprinkler system in accor- 
dance with Section 903.3.1.1. 


Exceptions: 


3. In facilities with open-air assembly seating of Type I 
or II construction, the exit access travel distance 
shall not be limited. 


[BE] 1030.8 Common path of egress travel. The common 
1. The floor area used for contests, performances _ path of egress travel shall not exceed 30 feet (9144 mm) from 
or entertainment, provided that the roof con- _any seat to a point where an occupant has a choice of two 
struction is more than 50 feet (15 240 mm) paths of egress travel to two exits. 
above the floor level and the use is restricted Exceptions: 
to low-fire hazard uses. 
1. For areas serving less than 50 occupants, the com- 
mon path of egress travel shall not exceed 75 feet 


(22 860 mm). 


2. For smoke-protected or open-air assembly seating, 
the common path of egress travel shall not exceed 
50 feet (15 240 mm). 


[BE] 1030.8.1 Path through adjacent row. Where one of 
the two paths of travel is across the aisle through a row of 


2. Press boxes and storage facilities less than 
1,000 square feet (93 m”) in area. 


3. Open-air assembly seating facilities where 
seating and the means of egress in the seating 
area are essentially open to the outside. 


| | 1030.6.3.2 Public address system. See Section 
O52 Jed. 


[BE] TABLE 1030.6.2 
CAPACITY FOR AISLES FOR SMOKE-PROTECTED ASSEMBLY 


INCHES OF CAPACITY PER SEAT SERVED 


Level aisles or ramped 
Oe ie Oy gles SNe een cone | 


For SI: 1 inch = 25.4 mm. 


TOTAL NUMBER OF SEATS IN 
THE SMOKE-PROTECTED 
ASSEMBLY SEATING 
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seats to another aisle, there shall be not more than 24 seats 
between the two aisles, and the minimum clear width 
between rows for the row between the two aisles shall be 
12 inches (305 mm) plus 0.6 inch (15.2 mm) for each 
additional seat above seven in the row between aisles. 


Exception: For smoke-protected or open-air assembly 
seating there shall be not more than 40 seats between 
the two aisles and the minimum clear width shall be 12 
inches (305 mm) plus 0.3 inch (7.6 mm) for each addi- 
tional seat. 


[BE] 1030.9 Assembly aisles are required. Every occupied 
portion of any building, room or space used for assembly pur- 
poses that contains seats, tables, displays, similar fixtures or 
equipment shall be provided with aisles leading to exits or 
exit access doorways in accordance with this section. 


[BE] 1030.9.1 Minimum aisle width. The minimum clear 
width for aisles shall comply with one of the following: 


1. Forty-eight inches (1219 mm) for stepped aisles 
having seating on both sides. 


Exception: Thirty-six inches (914 mm) where 
the stepped aisles serve less than 50 seats. 


2. Thirty-six inches (914 mm) for stepped aisles hav- 
ing seating on only one side. 


Exception: Twenty-three inches (584 mm) 
between a stepped aisle handrail and seating 
where a stepped aisle does not serve more than 
five rows on one side. 


. Twenty-three inches (584 mm) between a stepped 
aisle handrail or guard and seating where the 
stepped aisle is subdivided by a mid-aisle handrail. 


4. Forty-two inches (1067 mm) for level or ramped 
aisles having seating on both sides. 


Go 


Exceptions: 


1. Thirty-six inches (914 mm) where the aisle 
serves less than 50 seats. 


2. Thirty inches (762 mm) where the aisle 
serves fewer than 15 seats and does not 
serve as part of an accessible route. 


5. Thirty-six inches (914 mm) for level or ramped 
aisles having seating on only one side. 


Exception: Thirty inches (762 mm) where the 
aisle serves fewer than 15 seats and does not 
serve as part of an accessible route. 


6. Libraries with open book stacks shall have main 
aisles not less than 44 inches (1118 mm) in width, 
and side, range and end aisles not less than 36 
inches (914 mm) in width. 


[BE] 1030.9.2 Aisle catchment area. The aisle shall pro- 
vide sufficient capacity for the number of persons accom- 
modated by the catchment area served by the aisle. The 
catchment area served by an aisle is that portion of the 
total space served by that section of the aisle. In establish- 
ing catchment areas, the assumption shall be made that 
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there is a balanced use of all means of egress, with the 
number of persons in proportion to egress capacity. 


[BE] 1030.9.3 Converging aisles. Where aisles converge 
to form a single path of egress travel, the required capacity 
of that path shall be not less than the combined required 
capacity of the converging aisles. 


[BE] 1030.9.4 Uniform width and capacity. Those por- 
tions of aisles, where egress is possible in either of two 
directions, shall be uniform in minimum width or required 
capacity. 

[BE] 1030.9.5 Dead-end aisles. Each end of an aisle shall 
be continuous to a cross aisle, foyer, doorway, vomitory, 
concourse or stairway in accordance with Section 1030.9.7 
having access to an exit. 


Exceptions: 


1. Dead-end aisles shall be not greater than 20 feet 
(6096 mm) in length. 


2. Dead-end aisles longer than 16 rows are permit- 
ted where seats beyond the 16th row dead-end 
aisle are not more than 24 seats from another 
aisle, measured along a row of seats having a 
minimum clear width of 12 inches (305 mm) plus 
0.6 inch (15.2 mm) for each additional seat above 
seven in the row where seats have backrests or 
beyond 10 where seats are without backrests in 
the row. 


3. For smoke-protected or open-air assembly seat- 
ing, the dead-end aisle length of vertical aisles 
shall not exceed a distance of 21 rows. 


4. For smoke-protected or open-air assembly seat- 
ing, a longer dead-end aisle is permitted where 
seats beyond the 21-row dead-end aisle are not 
more than 40 seats from another aisle, measured 
along a row of seats having an aisle accessway 
with a minimum clear width of 12 inches (305 
mm) plus 0.3 inch (7.6 mm) for each additional 
seat above seven in the row where seats have 
backrests or beyond 10 where seats are without 
backrests in the row. 


[BE] 1030.9.6 Aisle measurement. The clear width for 
aisles shall be measured to walls, edges of seating and 
tread edges except for permitted projections. 


Exception: The clear width of aisles adjacent to seating 
at tables shall be permitted to be measured in accor- 
dance with Section 1030.13.1. 


[BE] 1030.9.6.1 Assembly aisle obstructions. There 
shall not be obstructions in the minimum width or 
required capacity of aisles. 


Exception: Handrails are permitted to project into 
the required width of stepped aisles and ramped 
aisles in accordance with Section 1014.8. 


[BE] 1030.9.7 Stairways connecting to stepped aisles. A 
stairway that connects a stepped aisle to a cross aisle or 
concourse shall be permitted to comply with the assembly 
aisle walking surface requirements of Section 1030.14. 
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Transitions between stairways and stepped aisles shall 
comply with Section 1030.10. 


[BE] 1030.9.8 Stairways connecting to vomitories, A 
stairway that connects a vomitory to a cross aisle or con- 
course shall be permitted to comply with the assembly 
aisle walking surface requirements of Section 1030.14. 
Transitions between stairways and stepped aisles shall 
comply with Section 1030.10. 


[BE] 1030.10 Transitions. Transitions between stairways 
and stepped aisles shall comply with either Section 1030.10.1 
or 1030.10.2. 


[BE] 1030.10.1 Transitions to stairways that maintain 
stepped aisle riser and tread dimensions. Stepped aisles, 
transitions and stairways that maintain the stepped aisle 
riser and tread dimensions shall comply with Section 
1030.14 as one exit access component. 


[BE] 1030.10.2 Transitions to stairways that do not 
maintain stepped aisle riser and tread dimensions. 
Transitions between stairways and stepped aisles having 
different riser and tread dimensions shall comply with 
Sections 1030.10.2.1 through 1030.10.3. 


[BE] 1030.10.2.1 Stairways and stepped aisles in a 
straight run. Where stairways and stepped aisles are in 
a straight run, transitions shall have one of the follow- 
ing: 
1. A depth of not less than 22 inches (559 mm) 
where the treads on the descending side of the 
transition have greater depth. 


2. A depth of not less than 30 inches (762 mm) 
where the treads on the descending side of the 
transition have lesser depth. 


[BE] 1030.10.2.2 Stairways that change direction 
from stepped aisles. Transitions where the stairway 
changes direction from the stepped aisle shall have a 
minimum depth of 11 inches (280 mm) or the stepped 
aisle tread depth, whichever is greater, between the 
stepped aisle and stairway. 


[BE] 1030.10.3 Transition marking. A distinctive mark- 
ing stripe shall be provided at each nosing or leading edge 
adjacent to the transition. Such stripe shall be not less than 
1 inch (25 mm), and not more than 2 inches (51 mm), 
wide. The edge marking stripe shall be distinctively differ- 
ent from the stepped aisle contrasting marking stripe. 


[BE] 1030.11 Stepped aisles at vomitories. Stepped aisles 
that change direction at vomitories shall comply with Section 
1030.11.1. Transitions between a stepped aisle above a vomi- 
tory and a stepped aisle to the side of a vomitory shall comply 
with Section 1030,11.2. 


[BE] 1030.11.1 Stepped aisles that change direction at 
vomitories. Stepped aisle treads where the stepped aisle 
changes direction at a vomitory shall have a depth of not 
less than 11 inches (280 mm) or the stepped aisle tread 
depth, whichever is greater. The height of a stepped aisle 
tread above a transition at a vomitory shall comply with 
Section 1030.14.2.2. 
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[BE] 1030.11.2 Stepped aisle transitions at the top of 
vomitories. Transitions between the stepped aisle above a 
vomitory and stepped aisles to the side of a vomitory shall 
have a depth of not less than 11 inches (280 mm) or the 
stepped aisle tread depth, whichever is greater. 


[BE] 1030.12 Construction. Aisles, stepped aisles and 
ramped aisles shall be built of materials consistent with the 
types permitted for the type of construction of the building. 


Exception: Wood handrails shall be permitted for all 
types of construction. 


[BE] 1030.12.1 Walking surface. The surface of aisles, 
stepped aisles and ramped aisles shall be of slip-resistant 
materials that are securely attached. The surface for 
stepped aisles shall comply with Section 1011.7.1. 


[BE] 1030.12.2 Outdoor conditions. Outdoor aisles, 
stepped aisles and ramped aisles and outdoor approaches 
to aisles, stepped aisles and ramped aisles shall be 
designed so that water will not accumulate on the walking 
surface. 


[BE] 1030.13 Aisle accessways. Aisle accessways for seat- 
ing at tables shall comply with Section 1030.13.1. Aisle 
accessways for seating in rows shall comply with Section 
1030.13.2. 


[BE] 1030.13.1 Seating at tables. Where seating is 
located at a table or counter and is adjacent to an aisle or 
aisle accessway, the measurement of required clear width 
of the aisle or aisle accessway shall be made to a line 19 
inches (483 mm) away from and parallel to the edge of the 
table or counter. The 19-inch (483 mm) distance shall be 
measured perpendicular to the side of the table or counter. 
In the case of other side boundaries for aisles or aisle 
accessways, the clear width shall be measured to walls, 
edges of seating and tread edges. 


Exception: Where tables or counters are served by 
fixed seats, the width of the aisle or aisle accessway 
shall be measured from the back of the seat. 


[BE] 1030.13.1.1 Aisle accessway capacity and width 
for seating at tables. Aisle accessways serving 
arrangements of seating at tables or counters shall com- 
ply with the capacity requirements of Section 1005.1 
but shall not have less than 12 inches (305 mm) of 
width plus '/, inch (12.7 mm) of width for each addi- 
tional | foot (305 mm), or fraction thereof, beyond 12 
feet (3658 mm) of aisle accessway length measured 
from the center of the seat farthest from an aisle. 


Exception: Portions of an aisle accessway having a 
length not exceeding 6 feet (1829 mm) and used by 
a total of not more than four persons. 


[BE] 1030.13.1.2 Seating at table aisle accessway 
length. The length of travel along the aisle accessway 
shall not exceed 30 feet (9144 mm) from any seat to the 
point where a person has a choice of two or more paths 
of egress travel to separate exits. 


[BE] 1030.13.2 Clear width of aisle accessways serving 
seating in rows. Where seating rows have 14 or fewer 
seats, the minimum clear aisle accessway width shall be not 
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less than 12 inches (305 mm) measured as the clear horizon- 
tal distance from the back of the row ahead and the nearest 
projection of the row behind. Where chairs have automatic 
or self-rising seats, the measurement shall be made with 


[BE] 1030.14 Assembly aisle walking surfaces. Ramped 
aisles shall comply with Sections 1030.14.1 through 
1030,14.1.3. Stepped aisles shall comply with’ Sections 
1030.14.2 through 1030.14.2.4. 


seats in the raised position. Where any chair in the row does 
not have an automatic or self-rising seat, the measurements 
shall be made with the seat in the down position. For seats 
with folding tablet arms, row spacing shall be determined 
with the tablet arm in the used position. 


Exception: For seats with folding tablet arms, row 
spacing is permitted to be determined with the tablet 
arm in the stored position where the tablet arm when 
raised manually to vertical position in one motion auto- 
matically returns to the stored position by force of grav- 
ity. 

[BE] 1030.13.2.1 Dual access. For rows of seating 
served by aisles or doorways at both ends, there shall be 
not more than 100 seats per row. The minimum clear 
width of 12 inches (305 mm) between rows shall be 
increased by 0.3 inch (7.6 mm) for every additional seat 
beyond 14 seats where seats have backrests or beyond 21 
where seats are without backrests. The minimum clear 
width is not required to exceed 22 inches (559 mm). 


Exception: For smoke-protected or open-air assem- 
bly seating, the row length limits for a 12-inch-wide 
(305 mm) aisle accessway, beyond which the aisle 
accessway minimum clear width shall be increased, 
are in Table 1030.13.2.1. 


[BE] 1030.13.2.2 Single access. For rows of seating 
served by an aisle or doorway at only one end of the 
row, the minimum clear width of 12 inches (305 mm) 
between rows shall be increased by 0.6 inch (15.2 mm) 
for every additional seat beyond seven seats where 
seats have backrests or beyond 10 where seats are with- 
out backrests. The minimum clear width is not required 
to exceed 22 inches (559 mm), 


Exception: For smoke-protected or open-air assem- 
bly seating, the row length limits for a 12-inch-wide 
(305 mm) aisle accessway, beyond which the aisle 
accessway minimum clear width shall be increased, 
are in Table 1030.13.2.1. 


[BE] 1030.14.1 Ramped aisles. Aisles that are sloped 
more than | unit vertical in 20 units horizontal (5-percent 
slope) shall be considered to be a ramped aisle. Ramped 
aisles that serve as part of an accessible route in accor- 
dance with Section 1009 of this code and Section 1108.2 
of the California Building Code shall have a maximum 
slope of 1 unit vertical in 12 units horizontal (8-percent 
slope). The slope of other ramped aisles shall not exceed 1 
unit vertical in 8 units horizontal (12.5-percent slope). 


[BE] 1030.14.1.1 Cross slope. The slope measured 
perpendicular to the direction of travel of a ramped 
aisle shall not be steeper than | unit vertical in 48 units 
horizontal (2-percent slope). 


[BE] 1030.14.1.2 Landings. Ramped aisles shall have 
landings in accordance with Sections 1012.6 through 
1012.6.5. Landings for ramped aisles shall be permitted 
to overlap required aisles or cross aisles. 


[BE] 1030.14.1.3 Edge protection. Ramped aisles 
shall have edge protection in accordance with Sections 
1012.10 and 1012.10.1. 


Exception: In assembly spaces with fixed seating, 
edge protection is not required on the sides of 
ramped aisles where the ramped aisles provide 
access to the adjacent seating and aisle accessways. 


[BE] 1030.14.2 Stepped aisles. Aisles with a slope 
exceeding 1 unit vertical in 8 units horizontal (12.5-per- 
cent slope) shall consist of a series of risers and treads that 
extends across the full width of aisles and complies with 
Sections 1030.14.2.1 through 1030.14.2.4. 


[BE] 1030.14.2.1 Treads. Tread depths shall be not 
less than 11 inches (279 mm) and shall have dimen- 
sional uniformity. 
Exception: The tolerance between adjacent treads 
shall not exceed */,, inch (4.8 mm). 


[BE] TABLE 1030.13.2.1 
SMOKE-PROTECTED OR OPEN-AIR ASSEMBLY AISLE ACCESSWAYS 


MAXIMUM NUMBER OF SEATS PER ROW PERMITTED TO 
HAVE A MINIMUM 12-INCH CLEAR WIDTH AISLE ACCESSWAY 
Aisle or | ___ Asie or doorway atbothends ofrow at both ends of row Aisle or doorway at one end of row only 
Eee with backrests Seats without — Seats with — Seats without backrests 


NUMBER OF SEATS IN THE 
SMOKE-PROTECTED OR 
OPEN-AIR ASSEMBLY SEATING 


00TH baiely sepia, 
1.0070 20.95 Pain ho Gvar 4 


For SI: 1 inch = 25.4 mm, 
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[BE] 1030.14.2.2 Risers. Where the gradient of 
stepped aisles is to be the same as the gradient of 
adjoining seating areas, the riser height shall be not less 
than 4 inches (102 mm) nor more than 8 inches (203 
mm) and shall be uniform within each flight. 


Exceptions: 


1. Riser height nonuniformity shall be limited to 
the extent necessitated by changes in the gra- 
dient of the adjoining seating area to maintain 
adequate sightlines. Where nonuniformities 
exceed */,, inch (4.8 mm) between adjacent 
risers, the exact location of such nonuniformi- 
ties shall be indicated with a distinctive mark- 
ing stripe on each tread at the nosing or 
leading edge adjacent to the nonuniform ris- 
ers. Such stripe shall be not less than | inch 
(25 mm), and not more than 2 inches (51 mm), 
wide. The edge marking stripe shall be distinc- 
tively different from the contrasting marking 
stripe. 


2. Riser heights not exceeding 9 inches (229 
mm) shall be permitted where they are neces- 
sitated by the slope of the adjacent seating 
areas to maintain sightlines. 


[BE] 1030.14.2.2.1 Construction tolerances. The 
tolerance between adjacent risers on a stepped aisle 
that were designed to be equal height shall not 
exceed */,, inch (4.8 mm). Where the stepped aisle is 
designed in accordance with Exception | of Section 
1030.14.2.2, the stepped aisle shall be constructed 
so that each riser of unequal height, determined in 
the direction of descent, is not more than */, inch 
(9.5 mm) in height different from adjacent risers 
where stepped aisle treads are less than 22 inches 
(560 mm) in depth and */, inch (19.1 mm) in height 
different from adjacent risers where stepped aisle 
treads are 22 inches (560 mm) or greater in depth. 


[BE] 1030.14.2.3 Tread contrasting marking stripe. 
A contrasting marking stripe shall be provided on each 
tread at the nosing or leading edge such that the loca- 
tion of each tread is readily apparent when viewed in 
descent. Such stripe shall be not less than 1 inch (25 
mm), and not more than 2 inches (51 mm), wide. 


Exception: The contrasting marking stripe is per- 
mitted to be omitted where tread surfaces are such 
that the location of each tread is readily apparent 
when viewed in descent. 


[BE] 1030.14.2.4 Nosing and profile. Nosing and riser 
profile shall comply with Sections 1011.5.5 through 
10113... 


[BE] 1030.15 Seat stability. In a building, room or space 
used for assembly purposes, the seats shall be securely fas- 
tened to the floor. 


Exceptions: 


1. In a building, room or space used for assembly pur- 
poses or portions thereof without ramped or tiered 
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floors for seating and with 200 or fewer seats, the 
seats shall not be required to be fastened to the floor. 


2. In a building, room or space used for assembly pur- 
poses or portions thereof with seating at tables and 
without ramped or tiered floors for seating, the seats 
shall not be required to be fastened to the floor. 


3. In a building, room or space used for assembly pur- 
poses or portions thereof without ramped or tiered 
floors for seating and with greater than 200 seats, the 
seats shall be fastened together in groups of not less 
than three or the seats shall be securely fastened to 
the floor. 


4. In a building, room or space used for assembly pur- 
poses where flexibility of the seating arrangement is 
an integral part of the design and function of the 
space and seating is on tiered levels, not more than 
200 seats shall not be required to be fastened to the 
floor. Plans showing seating, tiers and aisles shall be 
submitted for approval. 


5. Groups of seats within a building, room or space 
used for assembly purposes separated from other 
seating by railings, guards, partial height walls or 
similar barriers with level floors and having not 
more than 14 seats per group shall not be required to 
be fastened to the floor. 


6. Seats intended for musicians or other performers 
and separated by railings, guards, partial height 
walls or similar barriers shall not be required to be 
fastened to the floor, 


[California Code of Regulations, Title 19, Division 1, 
§3.06(a)] Bonding of Chairs and Spacing of Tables. 


(a) Bonding of chairs. In every Group A and Group E 
occupancy, all loose seats, folding chairs or similar seat- 
ing facilities that are not fixed to the floor shall be bonded 
together in groups of not less than three. 


Exceptions: 


(1) When not more than 200 such seats, chairs or 
facilities are provided, bonding thereof may be 
deleted. 


(2) The bonding of chairs shall not be required 
when tables are provided as when the occu- 
pancy is used for dining or similar purposes. 


(3) Upon approval of the enforcing agency, the 
bonding of chairs shall not be required when 
the placement and location of such chairs do 
not obstruct any required exit or any line of 
egress toward required exits and do not consti- 
tute a fire hazard as defined in California Code 
of Regulations, Title 19, Division 1, Section 
3.14, 


[BE] 1030.16 Handrails. Ramped aisles having a slope 
exceeding | unit vertical in 15 units horizontal (6.7-percent 
slope) and stepped aisles shall be provided with handrails in 
compliance with Section 1014 located either at one or both 
sides of the aisle or within the aisle width. Where stepped 
aisles have seating on one side and the aisle width is 74 
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inches (1880 mm) or greater, two handrails are required. 
Where two handrails are required, one of the handrails shall 
be within 30 inches (762 mm) horizontally of the stepped 
aisle. 


Exceptions: 


1. Handrails are not required for ramped aisles with 
seating on both sides, 


2. Handrails are not required where, at the side of the 
aisle, there is a guard with a top surface that com- 
plies with the graspability requirements of handrails 
in accordance with Section 1014.3. 


3. Handrail extensions are not required at the top and 
bottom of stepped aisles and ramped aisles to permit 
crossovers within the aisles. 


[BE] 1030.16.1 Discontinuous handrails, Where there is 
seating on both sides of the aisle, the mid-aisle handrails 
shall be discontinuous. Where a stepped aisle is required 
to have two handrails, the mid-aisle handrails shall be dis- 
continuous. Gaps or breaks shall be provided at intervals 
not exceeding five rows to facilitate access to seating and 
to permit crossing from one side of the aisle to the other. 
These gaps or breaks shall have a clear width of not less 
than 22 inches (S59 mm) and not greater than 36 inches 
(914 mm), measured horizontally, and the mid-aisle hand- 
rail shall have rounded terminations or bends. 


[BE] 1030.16.2 Handrail termination. Handrails located 
on the side of stepped aisles shall return to a wall, guard or 
the walking surfaces or shall be continuous to the handrail 
of an adjacent stepped aisle flight. 


[BE] 1030.16.3 Mid-aisle termination. Mid-aisle hand- 
rails shall not extend beyond the lowest riser and shall ter- 
minate within 18 inches (381 mm), measured horizontally, 
from the lowest riser. Handrail extensions are not required. 


Exception: Mid-aisle handrails shall be permitted to 
extend beyond the lowest riser where the handrail 
extensions do not obstruct the width of the cross aisle. 


[BE] 1030.16.4 Rails. Where mid-aisle handrails are pro- 
vided in stepped aisles, there shall be an additional rail 
located approximately 12 inches (305 mm) below the 
handrail. The rail shall be adequate in strength and attach- 
ment in accordance with Section 1607.9.1.2 of the Califor- 
nia Building Code. 


[BE] 1030.17 Assembly guards. Guards adjacent to seating 
in a building, room or space used for assembly purposes shall 
be provided where required by Section 1015 and shall be con- 
structed in accordance with Section 1015 except where pro- 
vided in accordance with Sections 1030.17.1 through 
1030.17.4. At bleachers, grandstands and folding and tele- 
scopic seating, guards must be provided where required by 
ICC 300 and Section 1030.17.1. 


[BE] 1030.17.1 Perimeter guards. Perimeter guards shall 
be provided where the footboards or walking surface of 
seating facilities are more than 30 inches (762 mm) above 
the floor or grade below. Where the seatboards are adja- 
cent to the perimeter, guard height shall be 42 inches 
(1067 mm) high minimum, measured from the seatboard. 
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Where the seats are self-rising, guard height shall be 42 
inches (1067 mm) high minimum, measured from the 
floor surface. Where there is an aisle between the seating 
and the perimeter, the guard height shall be measured in 
accordance with Section 1015.3. 


Exceptions: 


1. Guards that impact sightlines shall be permitted 
to comply with Section 1030.17.3. 


2. Bleachers, grandstands and folding and tele- 
scopic seating shall not be required to have 
perimeter guards where the seating is located 
adjacent to a wall and the space between the wall 
and the seating is less than 4 inches (102 mm). 


[BE] 1030.17.2 Cross aisles. Cross aisles located more 
than 30 inches (762 mm) above the floor or grade below 
shall have guards in accordance with Section 1015. 


Where an elevation change of 30 inches (762 mm) or 
less occurs between a cross aisle and the adjacent floor or 
grade below, guards not less than 26 inches (660 mm) 
above the aisle floor shall be provided. 


Exception: Where the backs of seats on the front of the 
cross aisle project 24 inches (610 mm) or more above 
the adjacent floor of the aisle, a guard need not be pro- 
vided, 


[BE] 1030.17.3 Sightline-constrained guard heights. 
Unless subject to the requirements of Section 1030.17.4, a 
fascia or railing system in accordance with the guard 
requirements of Section 1015 and having a minimum 
height of 26 inches (660 mm) shall be provided where the 
floor or footboard elevation is more than 30 inches (762 
mm) above the floor or grade below and the fascia or rail- 
ing would otherwise interfere with the sightlines of imme- 
diately adjacent seating. 


[BE] 1030.17.4 Guards at the end of aisles. A fascia or 
railing system complying with the guard requirements of 
Section 1015 shall be provided for the full width of the 
aisle where the foot of the aisle is more than 30 inches 
(762 mm) above the floor or grade below. The fascia or 
railing shall be not less than 36 inches (914 mm) high and 
shall provide not less than 42 inches (1067 mm) measured 
diagonally between the top of the rail and the nosing of the 
nearest tread. 


SECTION 1031 
EMERGENCY ESCAPE AND RESCUE 


[BE] 1031.1 General. Emergency escape and rescue open- 
ings shall comply with the requirements of this section. 


[BE] 1031.2 Where required. In addition to the means of 
egress required by this chapter, emergency escape and rescue 
openings shall be provided in Group R occupancies: 


Basements and sleeping rooms below the fourth story 
above grade plane shall have not fewer than one emergency 
escape and rescue opening in accordance with this section. 
Where basements contain one or more sleeping rooms, an 
emergency escape and rescue opening shall be required in 
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each sleeping room, but shall not be required in adjoining 
areas of the basement. Such openings shall open directly into 
a public way or to a yard or court that opens to a public way. 


Exceptions: 


1, In Groups R-1 and R-2 occupancies constructed of 
Type I, Type IIA, Type IIIA or Type IV construction 
equipped throughout with an approved automatic 
sprinkler system in accordance with Section 
903.3,1.1, 


2. Group R-2.1 occupancies meeting the requirements 
for delayed egress in accordance with Section 
1010.2.13 may have operable windows that are 
breakable in sleeping rooms permanently restricted 
to a maximum of 4-inch open position. 


3. Basements with a ceiling height of less than 80 
inches (2032 mm) shall not be required to have 
emergency escape and rescue openings. 


4, Emergency escape and rescue openings are not 
required from basements or sleeping rooms that 
have an exit door or exit access door that opens 
directly into a public way or to a yard, court or exte- 
rior egress balcony that opens to a public way. 


wn 


Basements without habitable spaces and having not 
more than 200 square feet (18.6 m7) in floor area 
shall not be required to have emergency escape and 
rescue openings. 


- 6. Storm shelters are not required to comply with this 
section where the shelter is constructed in accor- 
dance with ICC 500. 


7. Within individual dwelling and sleeping units in 
Groups R-2 and R-3, where the building is equipped 
throughout with an automatic sprinkler system 
installed in accordance with Section 903.3.1.1, 
903.3.1.2 or 903.3.1.3, sleeping rooms in basements 
shall not be required to have emergency escape and 
rescue openings provided that the basement has one 
of the following: 


7.1. One means of egress and one emergency 
escape and rescue opening. 


7.2. Two means of egress. 


8. In Group R-2.2 occupancies a certified fire escape is 
acceptable as a secondary means of egress of exist- 
ing buildings for this section of the code. 


[BE] 1031.2.1 Operational constraints and opening 
control devices. Emergency escape and rescue openings 
and any exit doors shall be maintained free of any obstruc- 
tions other than those allowed by this section and shall be 
operational from inside the room without the use of keys 
or tools, Window-opening control devices complying with 
ASTM F2090 shall be permitted for use on windows serv- 
ing as a required emergency escape and rescue opening. 
The release mechanism shall be maintained operable at all 
times. 


Such bars, grills, grates or any similar devices shall be 
equipped with an approved exterior release device for use by 
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the fire department only when required by the authority hav- 
ing jurisdiction. 

Where security bars (burglar bars) are installed on emer- 
gency egress and rescue windows or doors, on or after July 1, 
2000, such devices shall comply with California Building 
Standards Code, Part 12, Chapter 12-3 and other applicable 
provisions of Part 2. 


Exception: Group R-1 occupancies provided with a moni- 
tored fire sprinkler system in accordance with Section 
903.2.8 and designed in accordance with NFPA 13 may 
have openable windows permanently restricted to a maxi- 
mum 4-inch (102 mm) open position. 


[California Code of Regulations, Title 19, Division 1, §4.2] 
Labeling. 


Burglar bars shall not be sold in California at wholesale or 
retail unless warning information as specified in California 
Code of Regulations, Title 19, Division 1, Section 4.3 is pro- 
vided either on the packaging or provided inside the packag- 
ing along with the burglar bars. 


[California Code of Regulations, Title 19, Division 1, 
§4.3(a) through (c)] Warning Information. 


(a) Warning information located on or in burglar bar 
packaging shall contain the following information: 


(1) Warning that the burglar bars are intended to deter 
or delay intruders, they are not intended to prevent 
entry. 


(2) A reprint of the following requirements from Cali- 
fornia Building Code, Part 2, Chapter 10: 


“Bars, grilles, grates or similar devices may be 
installed on emergency escape or rescue windows, 
doors or window wells or any required exit door, 
provided: 


1, The devices are equipped with approved 
release mechanisms which are openable from 
the inside without the use of a key or special 
knowledge or effort; and 


2. The building is equipped with smoke alarms 
installed in accordance with California Build- 
ing Code, Part 2, Section 907. 


Such bars, grilles, grates or similar devices shall 
be equipped with an approved release device for 
use by the fire department only on the exterior side 
for the purpose of fire department emergency 
access, when required by the authority having 
jurisdiction. ” 

(3) A statement regarding the necessity of installing 
early warning smoke alarms (as required by the 
California Building Code, Part 2, Section 907) and 
planning occupant’s escape routes and meeting 
places. 


(4) Contact the local building and fire official to deter- 
mine if a local ordinance requires a building permit 
prior to installation and if the burglar bars are 
required to have a release mechanism on the out- 
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side for use by the fire department in the event of a 
fire emergency. 


(5) Written directions and illustrations on the opera- 
tion of the emergency escape release mechanisms. 
These directions shall include a warning that the 
mechanisms be tested on a monthly basis. 


(b) The textual information required by this section shall 
be printed in a minimum 12-point nondecorative lettering 
providing a sharp contrast to the background. 


(c) Graphical information required by this section shall be 
of sufficient size to clearly illustrate the intended actions. 


[California Code of Regulations, Title 19, Division 1, §4.4] 
Warning Information Location. 


When placed on burglar bar packaging, the information 
required by California Code of Regulations, Title 19, Divi- 
sion 1, Section 4.3 shall be conspicuously located and shall 
not be covered or made illegible by product advertising not 
required by Section 4.3. 


[California Code of Regulations, Title 19, Division 1, 
§4.5(a)] Contractor or Installer Disclosures. 


Any contractor or installer of burglar bars shall provide the 
owner of the residential dwelling the warning information 
required pursuant to California Code of Regulations, Title 
19, Division 1, Section 4.3 prior to installing burglar bars. 


[California Code of Regulations, Title 19, Division 1, 
§4.6(a) and (b)] Prohibited Installations. 


No person shall install for profit unopenable burglar bars on 
a residential dwelling: 


(a) Where the California Building Code requires openable 
burglar bars for emergency escape or rescue, or 


(b) On mobile homes, manufactured homes or multi-unit 
manufactured housing unless at least one window or door 
to the exterior in each bedroom is openable for emergency 
escape or rescue. 


[BE] 1031.3 Emergency escape and rescue openings. 
Emergency escape and rescue openings shall comply with 
Sections 1031.3.1 through 1031.3.3. 


[BE] 1031.3.1 Minimum size. Emergency escape and res- 
cue openings shall have a minimum net clear opening of 
5.7 square feet (0.53 m7’). 


Exception: The minimum net clear opening for grade- 
floor emergency escape and rescue openings shall be 5 
square feet (0.46 m7’). 


[BE] 1031.3.2 Minimum dimensions. The minimum net 
clear opening height dimension shall be 24 inches (610 
mm). The minimum net clear opening width dimension 
shall be 20 inches (508 mm). The net clear opening dimen- 
sions shall be the result of normal operation of the open- 
ing. 

[BE] 1031.3.3 Maximum height from floor. Emergency 
escape and rescue openings shall have the bottom of the 
clear opening not greater than 44 inches (1118 mm) mea- 
sured from the floor. 


10-60 


[BE] 1031.4 Emergency escape and rescue doors. Where a 
door is provided as the required emergency escape and rescue 
opening, it shall be a swinging door or a sliding door. 


[BE] 1031.5 Area wells. An emergency escape and rescue 
opening with the bottom of the clear opening below the adja- 
cent grade shall be provided with an area well in accordance 
with Sections 1031.5.1 through 1031.5.3. 


[BE] 1031.5.1 Minimum size. The minimum horizontal 
area of the area well shall be 9 square feet (0.84 m’), with 
a horizontal projection and width of not less than 36 
inches (914 mm). The area well shall allow the emergency 
escape and rescue opening to be fully opened. 


Exception: The ladder or steps required by Section 
1031.5.2 shall be permitted to encroach not more than 6 
inches (152 mm) into the required dimensions of the 
area well. 


[BE] 1031.5.2 Ladders or steps. Area wells with a verti- 
cal depth of more than 44 inches (1118 mm) shall be 
equipped with an approved permanently affixed ladder or 
steps. The ladder or steps shall not be obstructed by the 
emergency escape and rescue opening when the window 
or door is in the open position. Ladders or steps required 
by this section shall not be required to comply with Sec- 
tion 1011. 


{|BE] 1031.5.2.1 Ladders. Ladders or rungs shall have 
an inside width of at least 12 inches (305 mm), shall 
project at least 3 inches (76 mm) from the wall and 
shall be spaced not more than 18 inches (457 mm) on 
center (0.c.) vertically for the full height of the area 
well. 


[BE] 1031.5.2.2 Steps. Steps shall have an inside width 
of not less than 12 inches (305 mm), shall have treads 
greater than 5 inches (127 mm) in depth and a riser 
height not greater than 18 inches (457 mm) for the full 
height of the area well. 


[BE] 1031.5.3 Drainage. Area wells shall be designed for 
proper drainage by connecting to the building’s foundation 
drainage system required by Section 1805 of the Califor- 
nia Building Code. 


Exception: A drainage system for area wells is not 
required where the foundation is on well-drained soil or 
sand-gravel mixture soils in accordance with the United 
Soil Classification System, Group I Soils, in accor- 
dance with Section 1803.5.1 of the California Building 
Code. 


[BE] 1031.6 Bars, grilles, covers and screens. Where bars, 
grilles, covers, screens or similar devices are permitted to be 
placed over emergency escape and rescue openings, or area 
wells that serve such openings, the minimum net clear open- 
ing size shall comply with Sections 1031.3 and 1031.5. Such 
devices shall be releasable or removable from the inside with- 
out the use of a key, tool or force greater than that which is 
required for normal operation of the escape and rescue open- 
ing. 
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SECTION 1032 
MAINTENANCE OF THE MEANS OF EGRESS 


1032.1 General. The means of egress for buildings or por- 
tions thereof shall be maintained in accordance with this sec- 
tion. 


[California Code of Regulations, Title 19, Division 1, 
§3.11(a) through (d)] Exits, Aisles, Ramps, Corridors and 
Passageways. 


(a) No person shall install, place or permit the installation 

or placement of any bed, chair, equipment, concession, 

turnstile, ticket office or anything whatsoever, in any man- 

ner which would block or obstruct the required width of 
any exit. 


(b) No person shall install, place or permit the installation 
or placement of any combustible material or equipment in 
or exposed to any exit. 


Exceptions: 


(1) Furniture or equipment constructed of wood or 
other material of similar combustibility may be 
permitted in an exit or exposed to an exit when 
approved by the enforcing agency. 


(2) When approved by the enforcing agency, com- 
bustible materials may be permitted in exit foy- 
ers and lobbies. 


(c) No person shall install, place or permit the installation 
or placement of any storage material of any kind in any 
exit regardless of the required width of such exit. 


Exception: Personal material located in metal lockers 
in Group B and E occupancies as defined in California 
Code of Regulations, Title 24, Part 2. 


(d) Aisles shall not be occupied by any person for whom 
seating is not available. 


1032.2 Reliability. Required exit accesses, exits and exit dis- 
charges shall be continuously maintained free from obstruc- 
tions or impediments to full instant use in the case of fire or 
other emergency where the building area served by the means 
of egress is occupied. An exit or exit passageway shall not be 
used for any purpose that interferes with a means of egress. 


1032.2.1 Security devices and egress locks. Security 
devices affecting means of egress shall be subject to 
approval of the fire code official. Security devices and 
locking arrangements in the means of egress that restrict, 
control, or delay egress shall be installed and maintained 
as required by this chapter. 


1032.2.1.1 Fire escapes. Security enclosures, fences or 
screening for fire escape stairways shall be approved by 
the fire code official and shall be constructed such that 
they do not impede egress to the public way. Means 
shall be provided for emergency personnel to access the 
fire escape stair from the exterior of the enclosure. 


1032.2.1.2 Maintenance. Fire escape stairways and 
balconies shall be kept clear and unobstructed at all 
times and shall be maintained in good working order. 


1032.2.1.3 Examination. Fire escape stairways and 
_ balconies shall be examined for structural adequacy 
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and safety by a registered design professional or other 
person acceptable to the fire code official every 5 years. 
The examination shall determine whether the fire escape 
stairways and balconies can support the dead load plus 
a live load of not less than 100 pounds per square foot 
(4.78 kN/m ). An inspection report shall be submitted to 
the fire code official after such examination. 


[BE] 1032.2.2 Locking arrangements in educational 
occupancies. In Group E occupancies, Group B educa- 
tional occupancies and Group I-4 occupancies, egress 
doors from classrooms, offices and other occupied rooms 
shall be permitted to be provided with locking arrange- 
ments designed to keep intruders from entering the room 
where all of the following conditions are met: 


1. The door shall be capable of being unlocked from 
outside the room with a key or other approved 
means. 


2. The door shall be openable from within the room in 
accordance with Section 1010.2. 


3. Modifications shall not be made to existing listed 
panic hardware, fire door hardware or door closers. 


4. Modifications to fire door assemblies shall be in 
accordance with NFPA 80. 


1032.3 Obstructions. A means of egress shall be free from 
obstructions that would prevent its use, including the accu- 
mulation of snow and ice. 


1032.3.1 Group I-2. In Group I-2, the required clear width 
for aisles, corridors and ramps that are part of the required 
means of egress shall comply with Section 407.4.3 of the 
California Building Code and Section 1020.3. The facility 
shall have a plan to maintain the required clear width 
during emergency situations. 


Exception: In areas required for bed movement, equip- 
ment shall be permitted in the required width where all 
of the following provisions are met: 


1. The equipment is low hazard and wheeled. 


2. The equipment does not reduce the effective clear 
width for the means of egress to less than 5 feet 
(1525 mm). 


3. The equipment is limited to: 
3.1. Equipment and carts in use. 
3.2. Medical emergency equipment. 
3.3. Infection control carts. 


3.4. Patient lift and transportation equip- 
ment. 


4. Medical emergency equipment and patient lift 
and transportation equipment, when not in use, 
are required to be located on one side of the corri- 
dor. 


5. The equipment is limited in number to not more 
than one per patient sleeping room or patient care 
room within each smoke compartment. 


[BE] 1032.4 Exit signs. Exit signs shall be installed and 
maintained in accordance with the building code that was in 
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effect at the time of construction and the applicable provi- 
sions in Section 1104. Decorations, furnishings, equipment or 
adjacent signage that impairs the visibility of exit signs, cre- 
ates confusion or prevents identification of the exit shall not 
be allowed. 


1032.5 Nonexit identification. Where a door is adjacent to, 
constructed similar to and can be confused with a means of 
egress door, that door shall be identified with an approved 
sign that identifies the room name or use of the room. 


1032.6 Finishes, furnishings and decorations. Means of 
egress doors shall be maintained in such a manner as to be 
distinguishable from the adjacent construction and finishes 
such that the doors are easily recognizable as doors. Furnish- 
ings, decorations or other objects shall not be placed so as to 
obstruct exits, access thereto, egress therefrom, or visibility 
thereof. Hangings and draperies shall not be placed over exit 
doors or otherwise be located to conceal or obstruct an exit. 
Mirrors shall not be placed on exit doors. Mirrors shall not be 
placed in or adjacent to any exit in such a manner as to con- 
fuse the direction of egress. 


1032.7 Emergency escape and rescue openings. Required 
emergency escape and rescue openings shall be maintained in 
accordance with the code in effect at the time of construction, 
and both of the following: 


1. Required emergency escape and rescue openings shall 
be operational from the inside of the room without the 
use of keys or tools. 


2. Bars, grilles, grates or similar devices are permitted to 
be placed over emergency escape and rescue openings 
provided that the minimum net clear opening size com- 
plies with the code that was in effect at the time of con- 
struction and the unit is equipped with smoke alarms 
installed in accordance with Section 907.2.11. Such 
devices shall be releasable or removable from the 
inside without the use of a key, tool or force greater 
than that which is required for normal operation of the 
emergency escape and rescue opening. 


1032.8 Inspection, testing and maintenance. Two-way 
communication systems shall be inspected and tested on a 
yearly basis to verify that all components are operational. 
Where required, the tests shall be conducted in the presence 
of the fire code official. Records of inspection, testing and 
maintenance shall be maintained. 


1032.9 Floor identification signs. The floor identification 
signs required by Sections 1023.9 and 1104.24 shall be main- 
tained in an approved manner. 


1032.10 Emergency lighting equipment inspection and 
testing. Emergency lighting shall be maintained in accor- 
dance with Section 1008 and shall be inspected and tested in 
accordance with Sections 1032.10.1 and 1032.10.2. 


1032.10.1 Activation test. Emergency lighting equipment 
shall be tested monthly for a duration of not less than 30 
seconds. The test shall be performed manually or by an 
automated self-testing and self-diagnostic routine. Where 
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testing is performed by self-testing and self-diagnostics, a 
visual inspection of the emergency lighting | equipment 
shall be conducted monthly to identify any equipment dis- 
playing a trouble indicator or that has become Gomeset or 
otherwise impaired. 


1032.10.2 Power test. Battery-powered emergency light- 
ing equipment shall be tested annually by operating the 
equipment on battery power for not less than 90 minutes. 
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CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
CHAPTER 11 — CONSTRUCTION REQUIREMENTS FOR EXISTING BUILDINGS 
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19, Division 1 text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division | remain the same. 
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CHAPTER 11 
CONSTRUCTION REQUIREMENTS FOR EXISTING BUILDINGS 


User note: 


About this chapter: Chapter 11 applies to existing buildings constructed prior to the adoption of the code and is intended to ensure a mini- 
mum degree of fire and life safety to persons occupying existing buildings by providing for alterations to such buildings that do not comply with 
the minimum requirements of the California Building Code®. The provisions address general fire safety features such as requirements for fire 
alarm systems in some existing buildings and general means of egress, and include a section dedicated to existing Group I-2 occupancies. 


SECTION 1101 
GENERAL 


1101.1 Scope. The provisions of this chapter shall apply to 
existing buildings constructed prior to the adoption of this code. 


1101.2 Intent. The intent of this chapter is to provide a mini- 
mum degree of fire and life safety to persons occupying existing 
buildings by providing minimum construction requirements 
where such existing buildings do not comply with the minimum 
requirements of the California Building Code. 


1101.3 Permits. Permits shall be required as set forth in Sec- 
tions 105.5 and 105.6 and the California Building Code. 


1101.4 Owner notification. When a building is found to be in 
noncompliance with this chapter, the fire code official shall duly 
notify the owner of the building. Upon receipt of such notice, 
the owner shall, subject to the following time limits, take neces- 
sary actions to comply with the provisions of this chapter. 


1101.4.1 Construction documents. Construction docu- 
ments necessary to comply with this chapter shall be com- 
pleted and submitted within a time schedule approved by 
the fire code official. 


1101.4.2 Completion of work. Work necessary to comply 
with this chapter shall be completed within a time sched- 
ule approved by the fire code official. 


1101.4.3 Extension of time. The fire code official is autho- 
rized to grant necessary extensions of time where it can be 
shown that the specified time periods are not physically prac- 
tical or pose an undue hardship. The granting of an extension 
of time for compliance shall be based on the showing of 
good cause and subject to the filing of an acceptable system- 
atic plan of correction with the fire code official. 


SECTION 1102 
DEFINITIONS 


1102.1 Definitions. The following terms are defined in 
Chapter 2: 


DUTCH DOOR. 
EXISTING. 


SECTION 1103 
FIRE SAFETY REQUIREMENTS 
FOR EXISTING BUILDINGS 
1103.1 Required construction. Existing buildings shall 
comply with not less than the minimum provisions specified 
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in Table 1103.1 and as further enumerated in Sections 1103.2 
through 1103.10. 


The provisions of this chapter shall not be construed to 
allow the elimination of fire protection systems or a reduction 
in the level of fire safety provided in buildings constructed in 
accordance with previously adopted codes. 


Exceptions: 


1. Where a change in fire-resistance rating has been 
approved in accordance with Section 501.2 or 802.6 
of the California Existing Building Code. 


2. Group U occupancies. 


1103.1.1 Historic buildings. Facilities designated as his- 
toric buildings shall develop a fire protection plan in 
accordance with NFPA 914. The fire protection plans shall 
comply with the maintenance and availability provisions 
in Sections 404.3 and 404.4. 


1103.2 Emergency responder communication coverage in 
existing buildings. Existing buildings other than Group R-3, 
that do not have approved in-building, two-way emergency 
response communication coverage for emergency responders 
in the building based on existing coverage levels of the public 
safety communication systems, shall be equipped with such 
coverage according to one of the following: 


1. Where an existing wired communication system cannot 
be repaired or is being replaced, or where not approved 
in accordance with Section 510.1, Exception 1. 


2. Within a time frame established by the adopting author- 
ity. 

Exception: Where it is determined by the fire code official 

that the in-building, two-way emergency responder com- 

munication coverage system is not needed. 


1103.3 Existing elevators. In other than Group R-3, existing 
elevators, escalators and moving walks shall comply with the 
requirements of Sections 1103.3.1 and //03.3.3. 


1103.3.1 Elevators, escalators and moving walks. Exist- 
ing elevators, escalators and moving walks in Group I-2, 
Condition 2 occupancies and serving ambulatory care 
facilities shall comply with California Code of Regula- 
tions, Title 8, Division 1, Chapter 4, Subchapter 6, 
Elevator Safety Orders. 


1103.3.2 Elevator emergency operation. Existing eleva- 
tors with a travel distance of 25 feet (7620 mm) or more 
above or below the main floor or other level of a building 
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TABLE 1103.1 
OCCUPANCY AND USE REQUIREMENTS?® J 
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R = The building is required to comply. 

a. Existing buildings shall comply with the sections identified as “Required” (R) based on occupancy classification or use, or both, whichever is applicable. 
b. Only applies to Group I-2, Condition 2 occupancies as established by the adopting ordinance or legislation of the jurisdiction. 

c. Only applies to Group A-2 occupancies where alcoholic beverages are consumed. 


and intended to serve the needs of emergency personnel shaft openings with additional fire doors in accor- 
for fire-fighting or rescue purposes shall be provided with dance with Section 716 of the California Build- 
emergency operation in accordance with California Code ing Code and where all of the following 
of Regulations, Title 8, Division 1, Chapter 4, Subchapter conditions are met: 


6, Elevator Safety Orders. 1.1. The doors shall be provided with vision 
Exceptions: panels of approved fire-protection-rated 
1. Buildings without occupied floors located more glazing - Rape: BS. ip aan clear 
than 55 feet (16 764 mm) above or 25 feet (7620 ares ge ae, Ss me es 
mm) below the lowest level of fire department eis paris cbs ett hot exceed 100 square 
vehicle access where protected at the elevator inches (0.065 m*) in area. 
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1.2. The doors shall be held open but be auto- 
matic-closing by activation of a fire alarm 
initiating device installed in accordance 
with the requirements of NFPA 72 as for 
Phase I Emergency Recall Operation, and 
shall be located at each floor served by the 
elevator; in the associated elevator 
machine room, control space, or control 
room; and in the elevator hoistway, where 
sprinklers are located in those hoistways. 


1.3. The doors, when closed, shall have signs 
visible from the approach area stating: 
“WHEN THESE DOORS ARE 
CLOSED OR IN FIRE EMERGENCY, 
DO NOT USE ELEVATOR, USE EXIT 
STAIRWAYS.” 


2. Buildings without occupied floors located more 
than 55 feet (16 764 mm) above or 25 feet (7620 
mm) below the lowest level of fire department 
vehicle access where provided with automatic 
sprinkler systems installed in accordance with 
Section 903.3.1.1 or 903.3.1.2. 


3. Freight elevators in buildings provided with both 
automatic sprinkler systems installed in accor- 
dance with Section 903.3.1.1 or 903.3.1.2 and not 
less than one ASME 17.3-compliant elevator 
serving the same floors. 


. Elimination of previously installed Phase I emergency 
recall or Phase IT emergency in-car systems shall not be 
permitted. 


1103.3.3 Medical emergency elevator. For existing hoist- 
ways with elevator alterations, or replacements, where the 
elevator car dimensions do not comply with Section 
3002.4.la of the California Building Code. The elevator 
car dimensions and/or the clear entrance opening dimen- 
sions may be altered where it can be demonstrated to the 
local jurisdictional authority’s satisfaction that the pro- 
posed configuration will accommodate the designated 
gurney or stretcher with equivalent ease to the existing car 
and/or clear entrance conditions. Written documentation 
from the local authority shall be provided to the Califor- 
nia Occupational Safety and Health Elevator Unit. 


1103.4 Vertical openings. Interior vertical openings, includ- 
ing but not limited to stairways, elevator hoistways, service 
and utility shafts, that connect two or more stories of a build- 
ing shall be enclosed or protected as specified in Sections 
1103.4.1 through 1103.4.10. 


1103.4.1 Group I-2 and I-3 occupancies. In Group I[-2 
and I-3 occupancies, interior vertical openings connecting 
two or more stories shall be protected with 1-hour fire- 
resistance-rated construction. 


Exceptions: 


1. In Group I-2, unenclosed vertical openings not 
exceeding two connected stories and not con- 
cealed within the building construction shall be 
permitted as follows: 
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1,1. The unenclosed vertical openings shall be 
separated from other unenclosed vertical 
openings serving other floors by a smoke 
barrier. 


1.2, The unenclosed vertical openings shall be 
separated from corridors by smoke parti- 
tions. 


1.3. The unenclosed vertical openings shall be 
separated from other fire or smoke com- 
partments on the same floors by a smoke 
barrier. 


1.4. On other than the lowest level, the unen- 
closed vertical openings shall not serve as 
a required means of egress. 


2. In Group I-2, atriums connecting three or more 
stories shall not require 1-hour fire-resistance- 
rated construction where the building is 
equipped throughout with an automatic sprin- 
kler system installed in accordance with Section 
903.3, and all of the following conditions are 
met: 

2.1. For other than existing approved atriums 
with a smoke control system, where the 
atrium was constructed and is main- 
tained in accordance with the code in 
effect at the time the atrium was created, 
the atrium shall have a smoke control 
system that is in compliance with Sec- 
tion 909. 


2.2. Glass walls forming a smoke partition or 
a glass-block wall assembly shall be per- 
mitted where in compliance with Condi- 
WOU 2.2.) Ot oe 


2.2.1. Glass walls forming a smoke 
partition shall be permitted 
where all of the following condi- 
tions are met: 


2.2.1.1. Automatic sprinklers 
are provided along 
both sides of the sep- 
aration wall and 
doors, or on the room 
side only if there is 
not a walkway or 
occupied space on 
the atrium side. 


2.2.1.2. The sprinklers shall 
be not more than 12 
inches (305 mm) 
away from the face of 
the glass and at inter- 
vals along the glass of 
not greater than 72 
inches (1829 mm). 


2.2.1.3. Windows in the glass 
wall shall be nonoper- 


ating type. 
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2.2.1.4. The glass wall and 
windows shall be 
installed in a gasketed 
frame in a manner 
that the framing sys- 
tem deflects without 
breaking (loading) the 
glass before the sprin- 
kler system operates. 


2.2.1.5. The sprinkler system 
shall be designed so 
that the entire surface 
of the glass is wet 
upon activation of the 
sprinkler system with- 
out obstruction. 


2.2.2. A fire barrier is not required 
where a glass-block wall assem- 
bly complying with Section 
2110 of the California Building 
Code and having a */,-hour fire 
protection rating is provided. 


2.3. Where doors are provided in the glass 
wall, they shall be either self-closing or 
automatic-closing and shall be con- 
structed to resist the passage of smoke. 


3. In Group I-3 occupancies, exit stairways or 
ramps and exit access stairways or ramps con- 
structed in accordance with Section 408 of the 
California Building Code. 


1103.4.2 Three to five stories. In other than Group I-2 
and I-3 occupancies, interior vertical openings connecting 
three to five stories shall be protected by either 1-hour fire- 
resistance-rated construction or an automatic sprinkler 
system shall be installed throughout the building in accor- 
dance with Section 903.3.1.1 or 903.3,1.2. 


Exceptions: 
1. Vertical opening protection is not required for 
Group R-3 occupancies. 
2. Vertical opening protection is not required for 
open parking garages. 
3. Vertical opening protection for escalators shall be 


in accordance with Section 1103.4.5, 1103.4.6 or 
1103.4.7. 


4, Exit access stairways and ramps shall be in accor- 
dance with Section 1103.4.8. 


1103.4.3 More than five stories. In other than Group I-2 
and I-3 occupancies, interior vertical openings connecting 
more than five stories shall be protected by 1-hour fire- 
resistance-rated construction. 


Exceptions: 


1. Vertical opening protection is not required for 
Group R-3 occupancies. 

2. Vertical opening protection is not required for 
open parking garages. 
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3. Vertical opening protection for escalators shall be 
in accordance with Section 1103.4.5, afi .4.6 or 
1103.4.7. 


4, Exit access stairways and ramps shall pet in accor- 
dance with Section 1103.4.8. 


1103.4.4 Atriums and covered malls. In other than 
Group I-2 and I-3 occupancies, interior vertical openings 
in a covered mall building or a building with an atrium 
shall be protected by either 1-hour fire-resistance-rated 
construction or an automatic sprinkler system shall be 
installed throughout the building in accordance with 
Section 903.3.1.1 or 903.3.1,2. 


Exceptions: 


1, Vertical opening protection is not required for 
Group R-3 occupancies. 


2. Vertical opening protection is not required for 
open parking garages. 

3, Exit access stairways and ramps shall be in accor- 
dance with Section 1103.4.8. 


1103.4.5 Escalators in Group B and M occupancies. In 
Group B and M occupancies, escalators creating vertical 
openings connecting any number of stories shall be protected 
by either 1-hour fire-resistance-rated construction or an auto- 
matic sprinkler system in accordance with Section 903.3.1.1 
installed throughout the building, with a draft curtain and 
closely spaced sprinklers around the escalator opening. 


1103.4.6 Escalators connecting four or fewer stories. In 
other than Group B and M occupancies, escalators creating 
vertical openings connecting four or fewer stories shall be 
protected by either 1-hour fire-resistance-rated construction 
or an automatic sprinkler system in accordance with Section 
903.3.1.1 or 903.3.1.2 shall be installed throughout the 
building, and a draft curtain with closely spaced sprinklers 
shall be installed around the escalator opening. 


1103.4.7 Escalators connecting more than four stories. 
In other than Group B and M occupancies, escalators creat- 
ing vertical openings connecting five or more stories shall 
be protected by 1-hour fire-resistance-rated construction. 


1103.4.8 Occupancies other than Groups I-2 and I-3. In 
other than Group I-2 and I-3 occupancies, floor openings 
containing exit access stairways or ramps that do not 
comply with one of the conditions listed in this section shall 
be protected by 1-hour fire-resistance-rated construction. 


1, Exit access stairways and ramps that serve, or atmo- 
spherically communicate between, only two stories. 
Such interconnected stories shall not be open to 
other stories. 


2. In Group R-1, R-2 or R-3 occupancies, exit access 
stairways and ramps connecting four stories or less 
serving and contained within an individual dwelling 
unit or sleeping unit or live/work unit. 


3. Exit access stairways and ramps in buildings 
equipped throughout with an automatic sprinkler 
system in accordance with Section 903.3.1.1, 
where the area of the vertical opening between sto- 
ries does not exceed twice the horizontal projected 
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area of the stairway or ramp, and the opening is 
protected by a draft curtain and closely spaced 
sprinklers in accordance with NFPA 13. In other 
than Group B and M occupancies, this provision is 
limited to openings that do not connect more than 
four stories. 


4. Exit access stairways and ramps within an atrium 
complying with the provisions of Section 404 of the 
California Building Code. 


5. Exit access stairways and ramps in open parking 
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automatic-closing opening protective in accordance 
with Section 716 of the California Building Code and 
having a fire protection rating of not less than | hour. 


1103.4.10 Flue-fed incinerators. Existing flue-fed inciner- 
ator rooms and associated flue shafts shall be protected with 
l-hour fire-resistance-rated construction and shall not have 
other vertical openings connected with the space other than 
the associated flue. Opening protectives shall be in accor- 
dance with Section 716 of the California Building Code and 
have a fire protection rating of not less than 1 hour. 


garages that serve only the parking garage. 


6. Exit access stairways and ramps serving open-air 
seating complying with the exit access travel dis- 


1103.5 Sprinkler systems. An automatic sprinkler system 
shall be provided in existing buildings in accordance with 
Sections 1103.5.1 through 1103.5.5. 


tance requirements of Section 1030.7 of the Califor- 
nia Building Code. 


7. Exit access stairways and ramps serving the bal- 
cony, gallery or press box and the main assembly 
floor in occupancies such as theaters, places of reli- 
gious worship, auditoriums and sports facilities. 


1103.4.9 Waste and linen chutes. In Group I-2 occupan- 
cies, existing waste and linen chutes shall comply with 
Sections 1103.4.9.1 through 1103.4.9.5. 


1103.4.9.1 Enclosure. Chutes shall be enclosed with 1- 

hour fire-resistance-rated construction. Opening protec- 

tives shall be in accordance with Section 716 of the 

California Building Code and have a fire protection 
_ rating of not less than! hour. 


1103.4.9.2 Chute intakes. Chute intakes shall comply 
with Section 1103.4.9.2.1 or 1103.4.9.2.2. 


1103.4.9.2.1 Chute intake direct from corridor. 
Where intake to chutes is direct from a corridor, the 
intake opening shall be equipped with a chute-intake 
door in accordance with Section 716 of the Califor- 
nia Building Code and having a fire protection rating 
of not less than | hour. 


1103.4.9.2.2 Chute intake via a chute-intake 
room. Where the intake to chutes is accessed through 
a chute-intake room, the room shall be enclosed with 
l-hour fire-resistance-rated construction. Opening 
protectives for the intake room shall be in accordance 
with Section 716 of the California Building Code and 
have a fire protection rating of not less than */, hour. 
Opening protectives for the chute enclosure shall be 
in accordance with Section 1103.4.9.1. 


1103.4.9.3 Automatic sprinkler system. Chutes shall 
be equipped with an approved automatic sprinkler 
system in accordance with Section 903.2.11.2. 


1103.4.9.4 Chute discharge rooms. Chutes shall 
terminate in a dedicated chute discharge room. Such 
rooms shall be separated from the remainder of the 
building by not less than 1-hour fire-resistance-rated 
construction. Opening protectives shall be in accor- 
dance with Section 716 of the California Building Code 
and have a fire protection rating of not less than | hour. 


1103.4.9.5 Chute discharge protection. Chute 
discharges shall be equipped with a self-closing or 
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1103.5.1 Group A-2. Where alcoholic beverages are 
consumed in a Group A-2 occupancy having an occupant 
load of 300 or more, the fire area containing the Group A- 
2 occupancy shall be equipped with an automatic sprinkler 
system in accordance with Section 903.3.1.1. 


1103.5.2 Group I-2. In Group I-2, an automatic sprinkler 
system shall be provided in accordance with Section 
1105.9. 


1103.5.3 Group I-2, Condition 2. In addition to the 
requirements of Section 1103.5.2, existing buildings of 
Group I-2, Condition 2 occupancy shall be equipped 
throughout with an approved automatic sprinkler system 
in accordance with Section 903.3.1.1. The automatic 
sprinkler system shall be installed as established by the 
adopting ordinance. [DATE BY WHICH SPRINKLER SYSTEM 
MUST BE INSTALLED]. 


1103.5.4 High-rise buildings. Where Appendix M has not 
been adopted, existing high-rise buildings that do not have 
a previously approved fire sprinkler system shall be 
equipped with an automatic sprinkler system in accor- 
dance with Section 903.3.1.1 where any of the following 
conditions apply: 


1. The high-rise building has an occupied floor located 
more than 120 feet (36 576 mm) above the lowest 
level of fire department vehicle access. 


2. The high-rise building has occupied floors located 
more than 75 feet (22 860 mm) and not more than 
120 feet (36 576 mm) above the lowest level of fire 
department vehicle access, and the building does not 
have at least two interior exit stairways complying 
with Section 1104.10 that are separated from the 
building interior by fire assemblies having a fire- 
resistance rating of not less than 2 hours with open- 
ing protection in accordance with Table 716.1(2) of 
the California Building Code. 


3. The high-rise building has occupied floors located 
more than 75 feet (22 860 mm) and not more than 
120 feet (36 576 mm) above the lowest level of fire 
department vehicle access, and the building does not 
have a fire alarm system that includes smoke detec- 
tion in mechanical equipment, electrical, trans- 
former, telephone equipment and similar rooms; 
corridors; elevator lobbies; and at doors penetrating 
interior exit stairway enclosures. 
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Building owners shall file a compliance schedule 
with the fire code official not later than 365 days 
after receipt of a written notice. The compliance 
schedule shall not exceed 12 years for completion of 
the automatic sprinkler system retrofit. 


1103.5.5 Pyroxylin plastics. An automatic sprinkler 
system shall be provided throughout existing buildings 
where cellulose nitrate film or pyroxylin plastics are 
manufactured, stored or handled in quantities exceeding 
100 pounds (45 kg). Vaults located within buildings for 
the storage of raw pyroxylin shall be protected with an 
approved automatic sprinkler system capable of discharg- 
ing 1.66 gallons per minute per square foot (68 L/min/m’) 
over the area of the vault. 


1103.6 Standpipes. Existing structures shall be equipped with 
standpipes installed in accordance with Section 905 where 
required in Sections 1103.6.1 and 1103.6.2. The fire code offi- 
cial is authorized to approve the installation of manual 
standpipe systems to achieve compliance with this section 
where the responding fire department is capable of providing 
the required hose flow at the highest standpipe outlet. 


1103.6.1 Existing multiple-story buildings. Existing 
buildings with occupied floors located more than 50 feet 
(15 240 mm) above the lowest level of fire department 
access or more than 50 feet (15 240 mm) below the high- 
est level of fire department access shall be equipped with 
standpipes. 


1103.6.2 Existing helistops and heliports. Existing 
buildings with a rooftop helistop or heliport located more 
than 30 feet (9144 mm) above the lowest level of fire 
department access to the roof level on which the helistop 
or heliport is located shall be equipped with standpipes in 
accordance with Section 2007.5. 


1103.7 Fire alarm systems. An approved fire alarm system 
shall be installed in existing buildings and structures in accor- 
dance with Sections 1103.7.1 through 1103.7.6 and provide 
occupant notification in accordance with Section 907.5 unless 
other requirements are provided by other sections of this 
code. Existing high-rise buildings shall comply with Section 
1103.7.9. 


Exception: Occupancies with an existing, previously 
approved fire alarm system. 


1103.7.1 Group E. A fire alarm system shall be installed 
in existing Group E occupancies in accordance with 
Section 907.2.3. 


Exceptions: 


1. A manual fire alarm system is not required in a 
building with a maximum area of 1,000 square 
feet (93 m’) that contains a single classroom and 
is located not closer than 50 feet (15 240 mm) 
from another building. 


2. A manual fire alarm system is not required in 
Group E occupancies with an occupant load less 
than SO. 


1103.7.2 Reserved. 
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1103.7.3 Group I-2 and Group I-2.1. In Group I-2 and 
Group I-2.1, an automatic fire alarm system that activates 
the occupant notification system in accordance with Section 
907.5 shall be installed in accordance with Section 1105.10. 


1103.7.3.1 Additional provisions for existing Group I 
occupancies. In projects requiring the Office of State- 
wide Health Planning and Development approval in 
existing Group I-2 and I-2.1 occupancies located in 
buildings defined as hospitals in Section 1250 of the 
Health and Safety Code, facilities not equipped with an 
automatic sprinkler system throughout shall be 
equipped with an automatic fire alarm system which 
responds to the products of combustion other than heat. 


Exception: Heat detectors may be used in closets, 
unusable spaces under floor areas, storage rooms, 
bathrooms and rooms of similar use. 


1103.7.4 Group I-3. An automatic and manual fire alarm 
system shall be installed in existing Group I-3 occupancies 
in accordance with Section 907.2.6.3. 


1103.7.5 Group R-1. A fire alarm system and smoke 
alarms shall be installed in existing Group R-1 occupan- 
cies in accordance with Sections 1103.7.5.1 through 
KOE se 


1103.7.5.1 Group R-1 hotel and motel manual fire 
alarm system. A manual fire alarm system that acti- 
vates the occupant notification system in accordance 
with Section 907.5 shall be installed in existing Group 
R-1 hotels and motels more than one story in height or 
with more than 20 sleeping units. 


Exceptions: 


1. A manual fire alarm system is not required in 
buildings less than two stories in height where 
all sleeping units, attics and crawl spaces are 
separated by 1-hour fire-resistance-rated con- 
struction and each sleeping unit has direct 
access to a public way, egress court or yard. 


2. A manual fire alarm system is not required in 
buildings not more than three stories in height 
with not more than 20 sleeping units and 
equipped throughout with an automatic sprin- 
kler system installed in accordance with Sec- 
tion 903,3,1.1 or 903.3.1.2. ; 


3. Manual fire alarm boxes are not required 
throughout the building where the following 
conditions are met: 


3.1. The building is equipped throughout 
with an automatic sprinkler system 
installed in accordance with Section 
90373.1,1 or 903.3.1.2, 

3.2. The notification appliances 
activate upon sprinkler water flow. 

3.3. Not less than one manual fire alarm 
box is installed at an approved location. 


1103.7.5.1.1 Group R-1 hotel and motel automatic 
smoke detection system. An automatic smoke 
detection system that activates the occupant notifica- 


will 
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tion system in accordance with Section 907.5 shall be 
installed in existing Group R-1 hotels and motels 
throughout all interior corridors serving sleeping 
rooms not equipped with an approved, supervised 
automatic sprinkler system installed in accordance 
with Section 903. 


Exception: An automatic smoke detection 
system is not required in buildings that do not 
have interior corridors serving sleeping units and 
where each sleeping unit has a means of egress 
door opening directly to an exit or to an exterior 
exit access that leads directly to an exit. 


1103.7.5.2 Group R-1 boarding and rooming houses 
manual fire alarm system. A manual fire alarm 
system that activates the occupant notification system 
in accordance with Section 907.5 shall be installed in 
existing Group R-1 boarding and rooming houses. 


Exception: Buildings less than two stories in height 
where all sleeping units, attics and crawl spaces are 
separated by 1-hour fire-resistance-rated construc- 
tion and each sleeping unit has direct access to a 
public way, egress court or yard. 


1103.7.5.2.1 Group R-1 boarding and rooming 
houses automatic smoke detection system. An 
automatic smoke detection system that activates the 
occupant notification system in accordance with 
Section 907.5 shall be installed in existing Group R- 
1 boarding and rooming houses throughout all inte- 
rior corridors serving sleeping units not equipped 
with an approved, supervised sprinkler system 
installed in accordance with Section 903. 


Exception: Buildings equipped with single-station 
smoke alarms meeting or exceeding the require- 
ments of Section 907.2.11.1 and where the fire 
alarm system includes not less than one manual fire 
alarm box per floor arranged to initiate the alarm. 


1103.7.6 Group R-2. A manual fire alarm system that acti- 


vates the occupant notification system in accordance 
with Section 907.5 shall be installed in existing Group 
R-2 occupancies more than three stories in height or 
with more than 16 dwelling or sleeping units. 


Exceptions: 


1. Where each living unit is separated from other 
contiguous living units by fire barriers having a 
fire-resistance rating of not less than */, hour, and 
where each living unit has either its own indepen- 
dent exit or its own independent stairway or ramp 
discharging at grade. 


2. A separate fire alarm system is not required in 
buildings that are equipped throughout with an 
approved supervised automatic sprinkler system 
installed in accordance with Section 903.3.1.1 or 
903.3.1.2 and having a local alarm to notify all 
occupants, 


3. A fire alarm system is not required in buildings 
that do not have interior corridors serving dwell- 
ing units and are protected by an approved auto- 
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matic sprinkler system installed in accordance 
with Section 903.3.1.1 or 903.3.1.2, provided that 
dwelling units either have a means of egress door 
opening directly to an exterior exit access that 
leads directly to the exits or are served by open- 
ended corridors designed in accordance with Sec- 
tion 1027.6, Exception 3. 


4. A fire alarm system is not required in buildings 
that do not have interior corridors serving dwell- 
ing units, do not exceed three stories in height 
and comply with both of the following: 


4.1. Each dwelling unit is separated from 
other contiguous dwelling units by fire 
barriers having a fire-resistance rating of 
not less than */, hour. 

4.2. Each dwelling unit is provided with 


smoke alarms complying with the 
requirements of Section 907.2.11. 


1103.7.8 Existing Group R-1I and Group R-2 High-rise 
buildings. See Section 1113.3. 


1103.7.8.1 General. Every apartment house and every 
hotel shall have installed therein an automatic or man- 
ually operated fire alarm system. Such fire alarm sys- 
tems shall be so designed that all occupants of the 
building may be warned simultaneously, 


1103.7.8.2 Installation. The installation of all fire 
alarm equipment shall be in accordance with this code. 


1103.7.9 Existing High-rise Buildings. 


1103.7.9.1 Fire alarm system. Every existing high-rise 
building shall be provided with an approved fire alarm 
system. In department stores, retail sales stores and 
similar occupancies where the general public is admit- 
ted, such systems shall be of a type capable of alerting 
staff and employees. In office buildings and all other 
high-rise buildings, such systems shall be of a type 
capable of alerting all occupants simultaneously. 


Exceptions: 


1. In areas of public assemblage, the type and 
location of audible appliances shall be as 
determined by the enforcing agency. 


2. When acceptable to the enforcing agency, the 
occupant voice notification system required by 
Section 1114.20 and California Existing 
Building Code may be used in lieu of the fire 
alarm system. 


1103.7.9.2 Existing systems. Existing fire alarm sys- 
tems, when acceptable to the enforcing agency, shall be 
deemed as conforming to the provisions of these regu- 
lations. 


1103.7.9.3 Annunciation. When a new fire alarm system 
is installed, it shall be connected to an annunciator panel 
installed in a location approved by the enforcing agency. 


For purposes of annunciation, zoning shall be in 
accordance with Section 907.6.4.4. 
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1103.7.9.4 Monitoring. Monitoring shall be in accor- 


dance with Section 907.6.6. 


1103.7.9.5 Systems interconnection. When an auto- 
matic fire detection system or automatic extinguishing 
system is installed, activation of such system shall 
cause the sounding of the fire alarm notification appli- 


ances at locations designated by the enforcing agency. 


1103.7.9.6 Manual fire alarm boxes. A manual fire 
alarm box shall be provided in the locations designated 
by the enforcing agency. Such locations shall be where 
boxes are readily accessible and visible and in normal 


paths of daily travel by occupants of the building. 


1103.7.9.7 Emergency voice/alarm communication 
system. Such system shall provide communication from 
a location available to and designated by the enforcing 


agency to not less than all public areas. 


The emergency voice/alarm communication system 
may be combined with a fire alarm system provide the 
combined system has been approved and listed by the 
State Fire Marshal. The sounding of a fire alarm signal 
in any given area or floor shall not prohibit voice com- 
munication to other areas of floors. Combination sys- 
tems shall be designed to permit voice transmission to 
override the fire alarm signal, but the fire alarm signal 


shall not terminate in less than three minutes. 


1103.7.9.8 Fire department system. When it is deter- 
mined by test that portable fire department communica- 
tion equipment is ineffective, a communication system 
acceptable to the enforcing agency shall be installed 
within the building to permit emergency communica- 


tion between fire-suppression personnel. 


1103.7.9.9 Smoke control systems. Existing air-circula- 
tion systems shall be provided with an override switch in 
a location approved by the enforcing agency which will 
allow for the manual control of shutdown of the systems. 


Exception: Systems which serve only a single floor, 
or portion thereof, without any penetration by ducts 


or other means into adjacent floors. 


1103.7.9.10 Elevator recall smoke detection. Smoke 
detection for emergency operation of elevators shall be 


provided in accordance with Section 907. 3.3. 


1103.8 Single- and multiple-station smoke alarms. Single- 
and multiple-station smoke alarms shall be installed in exist- 
ing Group R occupancies in accordance with Sections 


1103.8.1 through 1103.8.3. 


1103.8.1 Where required. Existing Group R occupancies 
shall be provided with single-station smoke alarms in 
accordance with Section 907.2.11. Interconnection and 
power sources shall be in accordance with Sections 


1103.8.2 and 1103.8.3, respectively. 
Exceptions: 


1, Where the code that was in effect at the time of 
construction required smoke alarms and smoke 
alarms complying with those requirements are 


already provided. 


11-10 


2. Where smoke alarms have been installed in occu- 
pancies and dwellings that were not required to 
have them at the time of construction,’ additional 
smoke alarms shall not be required provided that 
the existing smoke alarms comply with-require- 
ments that were in effect at the time of installation. 


3. Where smoke detectors connected to a fire alarm 
system have been installed as a substitute for 
smoke alarms. 


1103.8.2 Interconnection. Where more than one smoke 
alarm is required to be installed within an individual 
dwelling or sleeping unit, the smoke alarms shall be inter- 
connected in such a manner that the activation of one 
alarm will activate all of the alarms in the individual unit. 
Physical interconnection of smoke alarms shall not be 
required where listed wireless alarms are installed and all 
alarms sound upon activation of one alarm. The alarm 
shall be clearly audible in all bedrooms over background 
noise levels with all intervening doors closed. 


Exceptions: 


1. Interconnection is not required in buildings that 
are not undergoing alterations, repairs or con- 
struction of any kind. 


2. Smoke alarms in existing areas are not required 
to be interconnected where alterations or repairs 
do not result in the removal of interior wall or 
ceiling finishes exposing the structure, unless 
there is an attic, crawl space or basement avail- 
able that could provide access for interconnection 
without the removal of interior finishes. 


3. Smoke alarms are not required to be intercon- 
nected where repairs or alterations are limited to 
the exterior surfaces of dwellings, such as the 
replacement of roofing or siding, or the addition 
or replacement of windows or doors, or the addi- 
tion of a porch or deck. 


4. Smoke alarms are not required to be interconnected 
when work is limited to the installation, alteration 
or repairs of plumbing or mechanical systems or the 
installation, alteration or repair of electrical sys- 
tems which do not result in the removal of interior 
wall or ceiling finishes exposing the structure. 


1103.8.3 Power source. Single-station smoke alarms shall 
receive their primary power from the building wiring 
provided that such wiring is served from a commercial 
source and shall be equipped with a battery backup. 
Smoke alarms with integral strobes that are not equipped 
with battery backup shall be connected to an emergency 
electrical system. Smoke alarms shall emit a signal when 
the batteries are low. Wiring shall be permanent and with- 
out a disconnecting switch other than as required for 
overcurrent protection. 


Exceptions: 


1. Smoke alarms are permitted to be solely battery 
operated in existing buildings where construction 
is not taking place. 
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2. Smoke alarms are permitted to be solely battery 
operated in buildings that are not served from a 
commercial power source. 


3. Smoke alarms are permitted to be solely battery 
operated in existing areas of buildings undergo- 
ing alterations or repairs that do not result in the 
removal of interior walls or ceiling finishes 
exposing the structure, unless there is an attic, 
crawl space or basement available that could pro- 
vide access for building wiring without the 
removal of interior finishes. 


4. Smoke alarms are permitted to be solely battery 
operated where repairs or alterations are limited 
to the exterior surfaces of dwellings, such as the 
replacement of roofing or siding, or the addition 
or replacement of windows or doors, or the addi- 
tion of a porch or deck. 


5. Smoke alarms are permitted to be solely battery 
operated when work is limited to the installation, 
alteration or repairs of plumbing or mechanical 
systems or the installation, alteration or repair of 
electrical systems which do not result in the 
removal of interior wall or ceiling finishes expos- 
ing the structure. 


1103.8.4 Group R-3.1. In all facilities housing a bedrid- 
den client, smoke alarms shall receive their primary 
power from the building wiring when such wiring is 
served from a commercial source and shall be equipped 
with a battery backup. Smoke alarms shall be electrically 
interconnected so as to cause all smoke alarms to sound 
a distinctive alarm signal upon actuation of any single 
smoke alarm. Such alarm signal shall be audible 
throughout the facility at a minimal level of 15 db above 
ambient noise level. These devices need not be intercon- 
nected to any other fire alarm device, have a control 
panel, or be electrically supervised or provided with 
emergency power. 


1103.8.5 Additional provisions for existing Group R 
occupancies. 


1103.8.5.1 Existing Buildings housing Group R occu- 
pancies established prior to the effective date of these 
regulations may have their use continued if they con- 
form or are made to conform to provisions of these reg- 
ulations to the extent that reasonable and adequate life 
safety against the hazards of fire, panic and explosion 
is substantially provided. Additional means of egress, 
the installation of automatic sprinkler systems, auto- 
matic fire alarm system or other life safety measures, 
may be required to provide reasonable and adequate 
safety. 
Note: It is the intent of this section that every exist- 
ing occupancy need not mandatorily conform with 
the requirements for new construction. Reasonable 
judgment in the application of requirements must be 
exercised by the enforcing agency. 


1103.8.5.2 For purposes of clarification, Health and 
Safety Code, Section 13113.7 is repeated. 
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(a) Except as otherwise provided in this section, 
smoke alarms, approved and listed by the State Fire 
Marshal pursuant to Section 13114 at the time of 
installation, shall be installed in accordance with 
the manufacturer’s instructions in each dwelling 
intended for human occupancy: 


(1) For all dwelling units intended for human 
occupancy, upon the owner’s application on or 
after January 1, 1985, for a permit for alter- 
ations, repairs or additions, exceeding one thou- 
sand dollars ($1,000). 


(2) For all other dwelling units intended for 
human occupancy for which a building permit is 
issued on or after January 1, 2014, for alter- 
ations, repairs or additions exceeding one thou- 
sand dollars ($1,000), the permit issuer shall not 
sign off on the completion of work until the per- 
mittee demonstrates that all smoke alarms 
required for the dwelling unit are devices 
approved and listed by the State Fire Marshal 
pursuant to Section 13114. 


(3) However, if any local rule, regulation or ordi- 
nance, adopted prior to January 1, 1987, 
requires installation in a dwelling unit intended 
for human occupancy of smoke alarms which 
receive their power from the electrical system of 
the building and requires compliance with the 
local rule, regulation or ordinance at a date sub- 
sequent to the dates specified in this section, the 
compliance date specified in the rule, regulation 
or ordinance shall, but only with respect to the 
dwelling units specified in this section, take pre- 
cedence over the date specified in this section. 


(4) Unless prohibited by local rules, regulations 
or ordinances, a battery-operated smoke alarm, 
which otherwise met the standards adopted pur- 
suant to Section 13114 for smoke alarms at the 
time of installation, satisfies the requirements of 
this section. 


(5) A fire alarm system with smoke detectors 
installed in accordance with the State Fire Mar- 
shal’s regulations may be installed in lieu of 
smoke alarms required pursuant to paragraph 
(1) or (2) of this subdivision, or paragraph (3) of 
subdivision (d). 


(b) “Dwelling units intended for human occu- 
pancy,” as used in this section, includes a duplex, 
lodging house, apartment complex, hotel, motel, 
condominium, stock cooperative, time-share project 
or dwelling unit of a multiple-unit dwelling complex. 
For the purpose of this part, “dwelling units 
intended for human occupancy” does not include 
manufactured homes as defined in Section 18007, 
mobilehomes as defined in Section 18008, and com- 
mercial coaches as defined in Section 18001.8. 


(c) A high-rise structure, as defined in subdivision 
(b) of Section 13210 and regulated by Chapter 3 
(commencing with Section 13210), and which is 
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used for purposes other than as dwelling units 
intended for human occupancy, is exempt from the 
requirements of this section. 


(d) (1) The owner shall be responsible for testing 
and maintaining alarms in hotels, motels, lodging 
houses, apartment complexes and other multiple- 
dwelling complexes in which units are neither 
rented nor leased. 


(2) The owner of a hotel, motel, lodging house, 
apartment complex or other multiple-dwelling com- 
plex in which units are rented or leased, and com- 
mencing January 1, 2014, the owner of a single- 
family dwelling that is rented or leased, shall be 
responsible for testing and maintaining alarms 
required by this section as follows: 


(A) An owner or the owner’s agent may enter any 
dwelling unit, efficiency dwelling unit, guest 
room and suite owned by the owner for the pur- 
pose of installing, repairing, testing and main- 
taining single station smoke alarms required by 
this section. Except in cases of emergency, the 
owner or owner’s agent shall give the tenants of 
each such unit, room or suite reasonable notice 
in writing of the intention to enter and shall enter 
only during normal business hours. Twenty-four 
hours shall be presumed to be reasonable notice 
in absence of evidence to the contrary. 


(B) At the time that a new tenancy is created, the 
owner shall ensure that smoke alarms are opera- 
ble. The tenant shall be responsible for notifying 
the manager or owner if the tenant becomes 
aware of an inoperable smoke alarm within his 
or her unit. The owner or authorized agent shall 
correct any reported deficiencies in the smoke 
alarm and shall not be in violation of this section 
for a deficient smoke alarm when he or she has 
not received notice of the deficiency. 


(3) On or before January 1, 2016, the owner of a 
dwelling unit intended for human occupancy in 
which one or more units is rented or leased shall 
install additional smoke alarms, as needed, to 
ensure that smoke alarms are located in compliance 
with current building standards. Existing alarms 
need not be replaced unless the alarm is inoperable. 
New smoke alarms installed in compliance with cur- 
rent building standards may be battery operated 
provided the alarms have been approved by the 
State Fire Marshal for sale in the state. This para- 
graph shall not apply to fire alarm systems with 
smoke detectors, fire alarm devices that connect to a 
panel, or other devices that use a low-power radio 
frequency wireless communication signal. 


(e) A violation of this section is an infraction punish- 
able by a maximum fine of two hundred dollars 
($200) for each offense. 


(f) This section shall not affect any rights which the 
parties may have under any other provision of law 


because of the presence or absence of a smoke 
alarm. 


(Amended by Stats. 2012, Ch. 420, Sec. 1. Effective 
January 1, 2013.) 


1103.8.5.3 For purposes of clarification, Health and 
Safety Code Section 13113.8 is repeated. 


(a) On and after January 1, 1986, every single-family 
dwelling and factory-built housing, as defined in Sec- 
tion 19971, which is sold shall have an operable 
smoke detector. The detector shall be approved and 
listed by the State Fire Marshal and installed in 
accordance with the State Fire Marshal's regulations. 
Unless prohibited by local rules, regulations or ordi- 
nances, a battery-operated smoke detector shall be 
deemed to satisfy the requirements of this section. 


(b) On and after January 1, 1986, the transferor of 
any real property containing a single-family dwell- 
ing, as described in subdivision (a), whether the 
transfer is made by sale, exchange or real property 
sales contract, as defined in Section 2985 of the 
Civil Code, shall deliver to the transferee a written 
statement indicating that the transferor is in compli- 
ance with this section. The disclosure statement 
shall be either included in the receipt for deposit in 
a real estate transaction, an addendum attached 
thereto, or a separate document. 


(c) The transferor shall deliver the statement 
referred to in subdivision (b) as soon as practica- 
ble before the transfer of title in the case of a sale 
or exchange, or prior to execution of the contract 
where the transfer is by a real property sales con- 
tract, as defined in Section 2985. or purposes of 
this subdivision, “delivery” means delivery in per- 
son or by mail to the transferee or transferor, or to 
any person authorized to act for him or her in the 
transaction, or to additional transferees who have 
requested delivery from the transferor in writing. 
Delivery to the spouse of a transferee or transferor 
shall be deemed delivery to a transferee or trans- 
feror, unless the contract states otherwise. 


(d) This section does not apply to any of the following: 


(1) Transfers which are required to be preceded 
by the furnishing to a prospective transferee of a 
copy of a public report pursuant to Section 
11018.1 of the Business and Professions Code. 


(2) Transfers pursuant to court order, including, 
but not limited to, transfers ordered by a probate 
court in the administration of an estate, transfers 
pursuant to a writ of execution, transfers by a 
trustee in bankruptcy, transfers by eminent 
domain or transfers resulting from a decree for 
specific performance. 


(3) Transfers to a mortgagee by a mortgagor in 
default, transfers to a beneficiary of a deed of 
trust by a trustor in default, transfers by any fore- 
closure sale after default, transfers by any fore- 
closure sale after default in an obligation secured 
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by a mortgage, or transfers by a sale under a 
power of sale after a default in an obligation 
secured by a deed of trust or secured by any other 
instrument containing a power of sale. 


(4) Transfers by a fiduciary in the course of the 
administration of a decedent's estate, guardian- 
ship, conservatorship or trust. 


(5) Transfers from one co-owner to one or more 
co-owners. 


(6) Transfers made to a spouse, or to a person or 
persons in the lineal line of consanguinity of one 
or more of the transferors. 


(7) Transfers between spouses resulting from a 
decree of dissolution of a marriage, from a 
decree of legal separation, or from a property 
settlement agreement incidental to either of those 
decrees. 


(8) Transfers by the Controller in the course of 
administering the Unclaimed Property Law pro- 
vided for in Chapter 7 (commencing with Section 
1500) of Title 10 of Part 3 of the Code of Civil 
Procedure. 


(9) Transfers under the provisions of Chapter 7 
(commencing with Section 3691) or Chapter 8 
(commencing with Section 3771) of Part 6 of 
Division 1 of the Revenue and Taxation Code. 


(e) No liability shall arise, nor any action be 
brought or maintained against any agent of any 
party to a transfer of title, including any person or 
entity acting in the capacity of an escrow, for any 
error, inaccuracy or omission relating to the disclo- 
sure required to be made by a transferor pursuant to 
this section. 


However, this subdivision does not apply to a 
licensee, as defined in Section 10011 of the Business 
and Professions Code, where the licensee partici- 
pates in the making of the disclosure required to be 
made pursuant to this section with actual knowledge 
of the falsity of the disclosure. 


(f) Except as otherwise provided in this section, this 
section shall not be deemed to create or imply a duty 
upon a licensee, as defined in Section 10011 of the 
Business and Professions Code, or upon any agent 
of any party to a transfer of title, including any per- 
son or entity acting in the capacity of an escrow, to 
monitor or ensure compliance with this section. 


(g) No transfer of title shall be invalidated on the 
basis of a failure to comply with this section, and the 
exclusive remedy for the failure to comply with this 
section is an award of actual damages not to exceed 
one hundred dollars ($100), exclusive of any court 
costs and attorney’s fees. 


(h) Local ordinances requiring smoke detectors in 
single-family dwellings may be enacted or amended. 
However, the ordinances shall satisfy the minimum 
requirements of this section. 
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(i) For the purposes of this section, “single-family 
dwelling” does not include a manufactured home as 
defined in Section 18007, a mobilehome as defined 
in Section 18008, or a commercial coach as defined 
in Section 18001.8. 


(j) This section shall not apply to the installation of 
smoke detectors in dwellings intended for human 
occupancy, as defined in and regulated by Section 
13113.7 of the Health and Safety Code, as added by 
Senate Bill No. 1448 in the 1983-84 Regular Session. 


1103.9 Carbon monoxide detection. Carbon monoxide 
detection shall be installed in existing Group I-1, I-2, I-4 and 
R occupancies and in classrooms in Group E occupancies 
where those units include any of the conditions identified in 
Sections 915.1.2 through 915.1.6. The carbon monoxide 
alarms shall be installed in the locations specified in Section 
915.2 and the installation shall be in accordance with Section 
915.4. 


Exceptions: 


1. Carbon monoxide alarms are permitted to be solely 
battery operated where the code that was in effect at 
the time of construction did not require carbon mon- 
oxide detectors to be provided. 


2. Carbon monoxide alarms are permitted to be solely 
battery operated in dwelling units that are not served 
from a commercial power source. 


3. A carbon monoxide detection system in accordance 
with Section 915.5 shall be an acceptable alternative 
to carbon monoxide alarms. 


1103.9.1 Carbon monoxide detection in existing Group E 
buildings. For the purposes of carbon monoxide detection, 
an existing Group E is a building constructed before Janu- 
ary 1, 2017. When an existing Group E occupancy has a 
fossil-fuel-burning furnace located inside the building, the 
school is encouraged to install carbon monoxide detection 
in accordance with the California Existing Building Code. 


No person shall install, market, distribute, offer for sale 
or sell any carbon monoxide device in the state of Califor- 
nia unless the device and instructions have been approved 
and listed by the Office of the State Fire Marshal. 


1103.10 Medical gases. Medical gases stored and transferred 
in health-care-related facilities shall be in accordance with 
Chapter 53. 


SECTION 1104 
MEANS OF EGRESS FOR EXISTING BUILDINGS 


1104.1 General. Means of egress in existing buildings shall 
comply with the minimum egress requirements where speci- 
fied in Table 1103.1 as further enumerated in Sections 1104.2 
through 1104.25, and the building code that applied at the time 
of construction. Where the provisions of this chapter conflict 
with the building code that applied at the time of construction, 
the most restrictive provision shall apply. Existing buildings 
that were not required to comply with a building code at the 
time of construction shall comply with the minimum egress 
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requirements where specified in Table 1103.1 as further 
enumerated in Sections 1104.2 through 1104.25. 


1104.2 Elevators, escalators and moving walks. Elevators, 
escalators and moving walks shall not be used as a compo- 
nent of a required means of egress. 


Exceptions: 


1. Elevators used as an accessible means of egress 
where allowed by Section 1009.4. 


2. Previously approved elevators, escalators and mov- 
ing walks in existing buildings. 


1104.3 Exit sign illumination. Exit signs shall be internally 
or externally illuminated. The face of an exit sign illuminated 
from an external source shall have an intensity of not less 
than 5 footcandles (54 lux). Internally illuminated signs shall 
provide equivalent luminance and be listed for the purpose. 


Exception: Approved self-luminous signs that provide 
evenly illuminated letters shall have a minimum lumi- 
nance of 0.06 foot-lamberts (0.21 cd/m’). 


1104.4 Power source. Where emergency illumination is 
required in Section 1104.5, exit signs shall be visible under 
emergency illumination conditions. 


Exception: Approved signs that provide continuous illumi- 
nation independent of external power sources are not 
required to be connected to an emergency electrical system. 


1104.5 Illumination emergency power. Where means of 
egress illumination is provided, the power supply for means 
of egress illumination shall normally be provided by the 
premises’ electrical supply. In the event of power supply fail- 
ure, illumination shall be automatically provided from an 
emergency system for the following occupancies where such 
occupancies require two or more means of egress: 


1. Group A having 50 or more occupants. 


Exception: Assembly occupancies used exclusively 
as a place of worship and having an occupant load of 
less than 300. 


2. Group B buildings three or more stories in height, 
buildings with 100 or more occupants above or below a 
level of exit discharge serving the occupants or build- 
ings with 1,000 or more total occupants. 


3. Group E in interior exit access and exit stairways and 
ramps, corridors, windowless areas with student occu- 
pancy, shops and laboratories. 


4. Group F having more than 100 occupants. 
Exception: Buildings used only during daylight 
hours and that are provided with windows for natural 


light in accordance with the California Building 
Code. 


5. Group I. 
6. Group M. 


Exception: Buildings less than 3,000 square feet 
(279 m7’) in gross sales area on one story only, 
excluding mezzanines. 
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7. Group R-1. , 


Exception: Where each sleeping unit, has direct 
access to the outside of the building at grade. 


8. Group R-2. 


Exception: Where each dwelling unit or Seon g 
unit has direct access to the outside of the building at 
grade. 


1104.5.1 Emergency power duration and installation. 
Emergency power for means of egress illumination shall 
be provided in accordance with Section 1203. In other 
than Group I-2, emergency power shall be provided for 
not less than 60 minutes for systems requiring emergency 
power. 


1104.6 Guards. Guards complying with this section shall be 
provided at the open sides of means of egress that are more 
than 30 inches (762 mm) above the floor or grade below. 


1104.6.1 Height of guards. Guards shall form a protective 
barrier not less than 42 inches (1067 mm) high. 


Exceptions: 


1. Existing guards on the open side of stairways 
shall be not less than 30 inches (760 mm) high. 


2. Existing guards within dwelling units shall be not 
less than 36 inches (910 mm) high. 


3. Existing guards in assembly seating areas. 


1104.6.2 Opening limitations. Open guards shall have 
balusters or ornamental patterns such that a 6-inch-diame- 
ter (152 mm) sphere cannot pass through any opening up 
to a height of 34 inches (864 mm), 


Exceptions: 


1. At elevated walking surfaces for access to, and 
use of, electrical, mechanical or plumbing sys- 
tems or equipment, guards shall have balusters or 
be of solid materials such that a sphere with a 
diameter of 21 inches (533 mm) cannot pass 
through any opening. 

2. In occupancies in. Group I-3, F, H or S, the clear 
distance between intermediate rails measured at 
right angles to the rails shall not exceed 21 inches 
(533 mm). 


3. Approved existing open guards. 


1104.7 Size of doors. The required capacity of each door 
opening shall be sufficient for the occupant load thereof and 
shall provide a minimum clear opening width of 28 inches 
(711 mm). Where this section requires a minimum clear 
opening width of 28 inches (711 mm) and a door opening 
includes two door leaves without a mullion, one leaf shall 
provide a clear opening width of 28 inches (711 mm). The 
minimum clear opening height of doorways shall be 80 
inches (2032 mm). 


Exceptions: 


1. The minimum and maximum width shall not apply 
to door openings that are not part of the required 
means of egress in occupancies in Group R-2 and R- 
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3 units that are not required to be an Accessible 
Type A unit or Type B unit. 


2. Door openings to storage closets less than 10 square 
feet (0.93 m7) in area shall not be limited by the min- 
imum clear opening width. 


3. The width of door leaves in revolving doors that 
comply with Section 1010.3.1 shall not be limited. 


4, The maximum width of door leaves in power-oper- 
ated doors that comply with Section 1010.3.2 shall 
not be limited. 


5. Door openings within a dwelling unit shall have a min- 
imum clear opening height of 78 inches (1981 mm). 


6. In dwelling and sleeping units that are not required 
to be Accessible units, Type A units or Type B units, 
exterior door openings, other than the required exit 
door, shall have a minimum clear opening height of 
76 inches (1930 mm). 


7. Exit access doors serving a room not larger than 70 
square feet (6.5 m7) shall have a minimum door leaf 
width of 24 inches (610 mm). 


8. The minimum clear opening width shall not apply to 
doors for nonaccessible showers or sauna compart- 
ments. 


9. The minimum clear opening width shall not apply to 
the doors for nonaccessible toilet stalls. 


10. Door closers and door stops shall be permitted to be 
78 inches (1980 mm) minimum above the floor. 


1104.7.1 Group I-2. In Group I-2 occupancies, means of 
egress doors where used for the movement of beds shall 
provide a minimum clear opening width of 41'/, inches 
(1054 mm). 


Doors serving as means of egress doors and not used 
for movement of beds shall provide a minimum clear 
opening width of 32 inches (813 mm). 


1104.7.2 Ambulatory care. In ambulatory care facilities, 
doors serving as means of egress from patient treatment 
rooms shall provide a minimum clear opening width of 32 
inches (813 mm). 


1104.8 Opening force for doors. The opening force for inte- 
rior side-swinging doors without closers shall not exceed a 5- 
pound (22 N) force. The opening forces do not apply to the 
force required to retract latch bolts or disengage other devices 
that hold the door in a closed position. For other side-swing- 
ing, sliding and folding doors, the door latch shall release 
when subjected to a force of not more than 15 pounds (66 N). 
The door shall be set in motion when subjected to a force not 
exceeding 30 pounds (133 N). The door shall swing to a full- 
open position when subjected to a force of not more than 50 
pounds (222 N). Forces shall be applied to the latch side. 


1104.9 Revolving doors. Revolving doors shall comply with 
the following: 


1. A revolving door shall not be located within 10 feet 
(3048 mm) of the foot or top of stairways or escalators. 
A dispersal area shall be provided between the stair- 
ways or escalators and the revolving doors. 
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2. The revolutions per minute for a revolving door shall 
not exceed those shown in Table 1104.9. 


3. Each revolving door shall have a conforming side- 
hinged swinging door in the same wall as the revolving 
door and within 10 feet (3048 mm), 


Exceptions: 


1. A revolving door is permitted to be used without an 
adjacent swinging door for street-floor elevator lob- 
bies provided that a stairway, escalator or door from 
other parts of the building does not discharge 
through the lobby and the lobby does not have any 
occupancy or use other than as a means of travel 
between elevators and a street. 


2. Existing revolving doors where the number of 
revolving doors does not exceed the number of 
swinging doors within 20 feet (6096 mm). 


TABLE 1104.9 
REVOLVING DOOR SPEEDS 


POWER-DRIVEN-TYPE | MANUAL-TYPE SPEED 
Ce SPEED CONTROL CONTROL 
os) (rpm) (rpm) 


For SI: 1 inch = 25.4 mm, 1 foot = 304.8 mm. 


1104.9.1 Egress component. A revolving door used as a 
component of a means of egress shall comply with Section 
1104.9 and all of the following conditions: 


1. Revolving doors shall not be given credit for more 
than 50 percent of the required egress capacity. 


2. Each revolving door shall be credited with not more 
than a 50-person capacity. 


3. Revolving doors shall be capable of being collapsed 
when a force of not more than 130 pounds (578 N) is 
applied within 3 inches (76 mm) of the outer edge of 
a wing. 

1104.10 Stair dimensions for existing stairways. Existing 
stairways in buildings shall be permitted to remain if the rise 
does not exceed 8'/, inches (210 mm) and the run is not less 
than 9 inches (229 mm). Existing stairways can be rebuilt. 


Exception: Other stairways approved by the fire code 
official. 


1104.10.1 Dimensions for replacement stairways. The 
replacement of an existing stairway in a structure shall not 
be required to comply with the new stairway requirements 
of Section 1011 where the existing space and construction 
will not allow a reduction in pitch or slope. 


1104.11 Winders. Existing winders shall be allowed to 
remain in use if they have a minimum tread depth of 6 inches 
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(152 mm) and a minimum tread depth of 9 inches (229 mm) 
at a point 12 inches (305 mm) from the narrowest edge. 


1104.12 Curved stairways. Existing curved stairways shall 
be allowed to continue in use, provided that the minimum 
depth of tread is 10 inches (254 mm) and the smallest radius 
shall be not less than twice the width of the stairway. 


1104.13 Stairway handrails. Stairways shall have handrails 
on at least one side. Handrails shall be located so that all 
portions of the stairway width required for egress capacity are 
within 44 inches (1118 mm) of a handrail. 


Exception: Aisle stairs provided with a center handrail are 
not required to have additional handrails. 


1104.13.1 Height. Handrail height, measured above stair 
tread nosings, shall be uniform, not less than 30 inches 
(762 mm) and not more than 42 inches (1067 mm). 


1104.14 Slope of ramps. Ramp runs utilized as part of a 
means of egress shall have a running slope not steeper than | 
unit vertical in 10 units horizontal (10-percent slope). The 
slope of other ramps shall not be steeper than 1 unit vertical 
in 8 units horizontal (12.5-percent slope). 


1104.15 Width of ramps. Existing ramps are permitted to 
have a minimum width of 30 inches (762 mm) but not less 
than the width required for the number of occupants served as 
determined by Section 1005.1. In Group I-2, ramps serving as 
a means of egress and used for the movement of patients in 
beds shall comply with Section 1105.6.4. 


[BE] 1104.16 Fire escape stairways. Fire escape stairways 
shall comply with Sections 1104.16.1 through 1104.16.7. 


[BE] 1104.16.1 Existing means of egress. Fire escape 
stairways shall be permitted in existing buildings but shall 
not constitute more than 50 percent of the required exit 
capacity. 

[BE] 1104.16.2 Opening protectives. Doors and 
windows within 10 feet (3048 mm) of fire escape stair- 
ways shall be protected with */,-hour opening protectives. 


Exception: Opening protectives shall not be required 
in buildings equipped throughout with an approved 
automatic sprinkler system. 


[BE] 1104.16.3 Dimensions. Fire escape stairways shall 
meet the minimum width, capacity, riser height and tread 
depth as specified in Section 1104.10. 


[BE] 1104.16.4 Access. Access to a fire escape stairway 
from a corridor shall not be through an intervening room. 
Access to a fire escape stairway shall be from a door or 
window meeting the criteria of Section 1005.1. Access to a 
fire escape stairway shall be directly to a balcony, landing 
or platform. These shall not be higher than the floor or 
window sill level and not lower than 8 inches (203 mm) 
below the floor level or 18 inches (457 mm) below the 
window sill. 


[BE] 1104.16.5 Materials and strength. Components of 
fire escape stairways shall be constructed of noncombusti- 
ble materials. Fire escape stairways and balconies shall 
support the dead load plus a live load of riot less than 100 
pounds per square foot (4.78 kN/m’). Fire escape stair- 
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ways and balconies shall be provided with a top and ¢ 


intermediate handrail on each side. 


[BE] 1104.16.5.1 Examination. Fire escape stairways 
and balconies shall be examined for structural 
adequacy and safety in accordance with Section 
1104.16.5 by a registered design professional or others 
acceptable to the fire code official every 5 years, or as 
required by the fire code official. An inspection report 
shall be submitted to the fire code official after such 
examination. 


[BE] 1104.16.6 Termination. The lowest balcony shall 
not be more than 18 feet (5486 mm) from the ground. Fire 
escape stairways shall extend to the ground or be provided 
with counterbalanced stairs reaching the ground. 


Exception: For fire escape stairways serving 10 or 
fewer occupants, an approved fire escape ladder is 
allowed to serve as the termination. 


[BE] 1104.16.7 Maintenance. Fire escape stairways shall 
be kept clear and unobstructed at all times and shall be 
maintained in good working order. 


1104.17 Corridor construction. Corridors serving an occu- 
pant load greater than 30 and the openings therein shall 
provide an effective barrier to resist the movement of smoke. 
Transoms, louvers, doors and other openings shall be kept 
closed or be self-closing. In Group I-2, corridors in areas 
housing patient sleeping or care rooms shall comply with 
Section 1105.5. 


Exceptions: 


1. Corridors in occupancies other than in Group H, that 
are equipped throughout with an approved auto- 
matic sprinkler system. 


2. Corridors in occupancies in Group E where each 
room utilized for instruction or assembly has not 
less than one-half of the required means of egress 
doors opening directly to the exterior of the building 
at ground level. 


3. Corridors that are in accordance with the California 
Building Code. 


1104.17.1 Corridor openings. Openings in corridor walls 
shall comply with the requirements of the California 
Building Code. 


Exceptions: 


1. Where 20-minute fire door assemblies are 
required, solid wood doors not less than 1.75 
inches (44 mm) thick or insulated steel doors are 
allowed. 


2. Openings protected with fixed wire glass set in 
steel frames. 


3. Openings covered with 0.5-inch (12.7 mm) gyp- 
sum wallboard or 0.75-inch (19.1 mm) plywood 
on the room side. 


4. Opening protection is not required where the 
building is equipped throughout with an 
approved automatic sprinkler system. 
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es) 1104.18 Dead ends. Where more than one exit or exit access within an existing building shall be limited to the 
doorway is required, the exit access shall be arranged such lengths allowed by the California Building Code. 
that dead ends do not exceed the limits specified in Table 


1104.19 Exit access travel distance. Exits shall be located so 

1104.18. that the maximum length of exit access travel, measured from 

Exceptions: the most remote point to an approved exit along the natural 

1. A dead-end corridor shall not be limited in length and unobstructed path of egress travel, does not exceed the 
where the length of the dead-end corridor is less 4iStances given in Table 1104.18. 

than 2.5 times the least width of the dead-end corri- 1104.20 Common path of egress travel. The common path 

dor. of egress travel shall not exceed the distances given in Table 


2. In existing buildings, existing dead-end corridors 1104.18. 


shall be permitted to comply with lengths established 1104.21 Stairway discharge identification. An interior exit 
in Section 804.7 of the California Existing Building stairway or ramp that continues below its level of exit 
Code, Any newly constructed dead-end corridors 


TABLE 1104.18 
COMMON PATH, DEAD-END AND TRAVEL DISTANCE LIMITS (by occupancy) 


aisha (feet) ae a Fe ry pare oa 

emma see 

TET ae OMe oa Se ao TT 
Souecyes Aho Pgy ADR RCSL APM aia Te LRT aa RSE ORE ENS 
SS Oe AO OA See NS ROL EN ea RN 
eee pore er ga re Se ar | 
i ame ea ee” ale speed el eg 

| Notes defi 


Se nl Mc ancl a 
os 


Gant M 


Group R-1 


BG ee Wee NO ye ce ao OL 
aan ON OR 2 least Mcadoysal er (a0 
ALS [ne 100s 550 hala an aw NCNl vein 200 tos then 2507 | 
ORE ATS TAM IORSO | yn SO nits bse MOG loro 250 ck oa 
cro aMmaeeAsee aa wt tm rain Le heel Vola LPT | 
Gao R sR MUONN TNR [NR er oteeNRmies ito wNRe Dooly, NR | 
Fa aes aa dR get aaa OS NRGS Slo MmONRO ANTE oe NR 
oo aaa Sense |e oe PT ar 
NR = No Requirements. 
For SI: 1 foot = 304.8 mm, 1 square foot = 0.0929 m’. 


a, See Section 1030.9.5 for dead-end aisles in Group A occupancies. 

b. This dimension is for the total travel distance, assuming incremental portions have fully utilized their allowable maximums. For travel distance within the 
room, and from the room exit access door to the exit, see the appropriate occupancy chapter. 

c. See Section 412 of the California Building Code for special requirements on spacing of doors in aircraft hangars. 

d. Separation of exit access doors within a care recipient sleeping room, or any suite that includes care recipient sleeping rooms, shall comply with Section 
1105.5.6. 

e. In smoke compartments containing care recipient sleeping rooms and treatment rooms, dead-end corridors shall comply with Section 1105.6.5. 

. In Group I-2, Condition 2, care recipient sleeping rooms or any suite that includes care recipient sleeping rooms shall comply with Section 1105.7. 

g. Where a tenant space in Group B, S and U occupancies has an occupant load of not more than 30, the length of a common path of egress travel shall be not 
more than 100 feet. 

h. Where the building, or portion of the building, is limited to one story and the height from the finished floor to the bottom of the ceiling or roof slab or deck is 

24 feet or more, the exit access travel distance is increased to 400 feet. 
a) i. For covered and open malls, the exit access travel distance is increased to 400 feet. 


— 


1 

j. Buildings equipped with an approved automatic sprinkler system in accordance with Section 903.3.1.1. 

k. Buildings equipped with an approved automatic sprinkler system in accordance with Section 903.3.1.2. 

|. Group H occupancies equipped with an approved automatic sprinkler system in accordance with Section 903,2.5. 
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discharge shall be arranged and marked to make the direction 
of egress to a public way readily identifiable. 


Exception: Stairways that continue one-half story beyond 
their levels of exit discharge need not be provided with 
barriers where the exit discharge is obvious. 


1104.22 Exterior stairway protection, Exterior exit stair- 
ways shall be separated from the interior of the building as 
required in Section 1027.6. Openings shall be limited to those 
necessary for egress from normally occupied spaces. 


Exceptions: 


1. Separation from the interior of the building is not 
required for buildings that are two stories or less 
above grade where the level of exit discharge serv- 
ing such occupancies is the first story above grade. 


2. Separation from the interior of the building is not 
required where the exterior stairway is served by an 
exterior balcony that connects two remote exterior 
stairways or other approved exits, with a perimeter 
that is not less than 50 percent open. To be consid- 
ered open, the opening shall be not less than 50 per- 
cent of the height of the enclosing wall, with the top 
of the opening not less than 7 feet (2134 mm) above 
the top of the balcony. 


3. Separation from the interior of the building is not 
required for an exterior stairway located in a build- 
ing or structure that is permitted to have unenclosed 
interior stairways in accordance with Section 1023. 


4, Separation from the open-ended corridors of the 
building is not required for exterior stairways pro- 
vided that: 


4.1. The open-ended corridors comply with Sec- 
tion 1020. 


4.2. The open-ended corridors are connected on 
each end to an exterior exit stairway comply- 
ing with Section 1027. 


4.3, At any location in an open-ended corridor 
where a change of direction exceeding 45 
degrees (0.79 rad) occurs, a clear opening of 
not less than 35 square feet (3 m’) or an exte- 
rior stairway shall be provided. Where clear 
openings are provided, they shall be located 
so as to minimize the accumulation of smoke 
or toxic gases. 


1104.23 Minimum aisle width. The minimum clear width of 
aisles shall comply with the following: 


1. Forty-two inches (1067 mm) for stepped aisles having 
seating on each side. 


Exception: Thirty-six inches (914 mm) where the 
stepped aisle serves fewer than 50 seats. 


2. Thirty-six inches (914 mm) for stepped aisles having 
seating on only one side. 


Exceptions: 


1. Thirty inches (760 mm) for catchment areas 
serving not more than 60 seats. 
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6. 


2. Twenty-three inches (584 mm)--between a ¢ 
stepped aisle handrail and seating where a 
stepped aisle does not serve more than five 
rows on one side. 


. Twenty inches (508 mm) between a stepped aisle hand- 


rail or guard and seating where the aisle is subdivided 
by a mid-aisle handrail. 


. Forty-two inches (1067 mm) for level or ramped aisles 


having seating on both sides. 
Exceptions: 


1. Thirty-six inches (914 mm) where the aisle 
serves fewer than 50 seats. 

2. Thirty inches (760 mm) where the aisle serves 
fewer than 15 seats and does not serve as part 
of an accessible route. 


. Thirty-six inches (914 mm) for level or ramped aisles 


having seating on only one side. 


Exception: Thirty inches (760 mm) for catchment 
areas serving not more than 60 seats and not serving 
as part of an accessible route. 


In Group I-2, where aisles are used for movement of 
patients in beds, aisles shall comply with Section 
1105.6.8. 


1104.24 Stairway floor number signs. Existing stairways 


shall be marked in accordance with Section 1023.9. 


1104.25 Egress path markings. Existing high-rise buildings 
of Group A, B, E, I, M and R-1 occupancies shall be provided 
with luminous egress path markings in accordance with 
Section 1025. 


Exception: Open, unenclosed stairwells in historic build- 
ings designated as historic under a state or local historic 
preservation program. 


SECTION 1105 
CONSTRUCTION REQUIREMENTS 
FOR EXISTING GROUP I-2 


1105.1 General. Existing Group I-2 shall meet all of the 
following requirements: 


l. 
2, 


BY 


The minimum fire safety requirements in Section 1103. 


The minimum means of egress requirements in Section 
1104. 


The additional egress and construction requirements in 
Section 1105. 


Where the provisions of this chapter conflict with the con- 
struction requirements that applied at the time of construc- 
tion, the most restrictive provision shall apply. 


1105.2 Applicability. The provisions of Sections 1105.3 
through 1105.8, 1105.10 and 1105.11 shall apply to the exist- 


ing Group I-2 fire area. 
1105.3 Construction. Group I-2, Condition 2 shall not be 


located on a floor level higher than the floor level limitation 
in Table 1105.3 based on the type of construction. 
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TABLE 1105.3 
FLOOR LEVEL LIMITATIONS FOR GROUP I-2, CONDITION 2 
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P = Permitted; NP = Not Permitted. 
a. Floor level shall be counted based on the number of stories above grade. 
b. The building is equipped throughout with an automatic sprinkler system in 
accordance with Section 903.3.1.1. 


c. The building is equipped with an automatic sprinkler system in 
accordance with Section 1105.8. 


1105.4 Incidental uses in existing Group I-2. Incidental 
uses associated with and located within existing single-occu- 
pancy or mixed-occupancy Group I-2 buildings and that 
generally pose a greater level of risk to such occupancies 
shall comply with the provisions of Sections 1105.4.1 
through 1105.4.3.2.1. Incidental uses in Group I-2 occupan- 
cies are limited to those listed in Table 1105.4. 


1105.4.1 Occupancy classification. Incidental uses shall 
not be individually classified in accordance with Section 
302.1 of the California Building Code. Incidental uses 
shall be included in the building occupancies within which 
they are located. 


1105.4.2 Area limitations. Incidental uses shall not 
occupy more than 10 percent of the building area of the 
story in which they are located. 


1105.4.3 Separation and protection. The incidental uses 
listed in Table 1105.4 shall be separated from the remain- 
der of the building or equipped with an automatic sprinkler 
system, or both, in accordance with the provisions of that 
table. 
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1105.4.3.1 Separation. Where Table 1105.4 specifies a 
fire-resistance-rated separation, the incidental uses 
shall be separated from the remainder of the building in 
accordance with Section 509.4.1 of the California 
Building Code. 


1105.4.3.2 Protection. Where Table 1105.4 permits an 
automatic sprinkler system without a fire-resistance- 
rated separation, the incidental uses shall be separated 
from the remainder of the building by construction 
capable of resisting the passage of smoke in accordance 
with Section 509.4.2 of the California Building Code. 


1105.4.3,2.1 Protection limitation. Except as other- 
wise specified in Table 1105.4 for certain incidental 
uses, where an automatic sprinkler system is 
provided in accordance with Table 1105.4, only the 
space occupied by the incidental use need be 
equipped with such a system. 


1105.5 Corridor construction. In Group I-2, in areas hous- 
ing patient sleeping or care rooms, corridor walls and the 
opening protectives therein shall provide a barrier designed to 
resist the passage of smoke in accordance with Sections 
1105.5.1 through 1105.5.7. 


1105.5.1 Materials. The walls shall be of materials 
permitted by the building type of construction. 


1105.5.2 Fire-resistance rating. Unless required else- 
where in this code, corridor walls are not required to have 
a fire-resistance rating. Corridor walls that were installed 
as fire-resistance-rated assemblies in accordance with the 
applicable codes under which the building was 
constructed, remodeled or altered shall be maintained 
unless modified in accordance with the California Existing 
Building Code. 


1105.5.3 Corridor wall continuity. Corridor walls shall 
extend from the top of the foundation or floor below to 
one of the following: 


1. The underside of the floor or roof sheathing, deck or 
slab above. 


2. The underside of a ceiling above where the ceiling 
membrane is constructed to limit the passage of 
smoke. 


3. The underside of a lay-in ceiling system where the 
ceiling system is constructed to limit the passage of 
smoke and where the ceiling tiles weigh not less 
than 1 pound per square foot (4.88 kg/m’) of tile. 


1105.5.4 Openings in corridor walls. Openings in corri- 
dor walls shall provide protection in accordance with 
Sections 1105.5.4.1 through 1105.5.4.3. 


1105.5.4.1 Windows. Windows in corridor walls shall 
be sealed to limit the passage of smoke, or the window 
shall be automatic-closing upon detection of smoke, or 
the window opening shall be protected by an automatic 
closing device that closes upon detection of smoke. 


Exception: In smoke compartments not containing 
patient sleeping rooms, pass-through windows or 
similar openings shall be permitted in accordance 
with Section 1105.5.4.3. 
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TABLE 1105.4 us 
INCIDENTAL USES IN EXISTING GROUP I-2 OCCUPANCIES 


SEPARATION AND/OR PROTECTION 
1 hour or provide automatic sprinkler system 


1 hour or provide automatic sprinkler system 


1 hour or provide automatic sprinkler system 


2 hours and provide automatic sprinkler system 


2 hours; or | hour and provide automatic sprinkler system 
1 hour or provide automatic sprinkler system 
1 hour or provide automatic sprinkler system 


1 hour or provide automatic sprinkler system 


1 hour or provide automatic sprinkler system 


| hour or provide automatic sprinkler system 


Stationary storage battery systems having a liquid electrolyte capacity of more 
than 50 gallons for flooded lead-acid, nickel cadmium or VRLA, or more 
than 1,000 pounds for lithium-ion and lithium metal polymer used for 2 hours 
facility standby power, emergency power or uninterruptable power 
supplies 


For SI: 1 square foot = 0.0929 m’, 1 pound per square inch (psi) = 6.9 kPa, 1 British thermal unit (Btu) per hour = 0.293 watts, 1 horsepower = 746 watts, 
1 gallon = 3.785 L. 


| hour or provide automatic sprinkler system 


1105.5.4.2 Doors. Doors in corridor walls shall comply glass panels with steel frames shall be permit- 
with Sections 1105.5.4.2.1 through 1105.5.4.2.3. ted to remain in place. 
1105.5.4.2.1 Louvers. Doors in corridor walls shall 4. The clearance between the bottom of the door 
not include louvers, transfer grills or similar and floor shall not exceed 1 inch (25 mm). 
rine im 5. Doors shall be positive latching with devices 
Exception: Doors shall be permitted to have that resist not less than 5 pounds (22.2 N). 
louvers, transfer grills or similar openings at Roller latches are prohibited. 
toilet rooms or bathrooms; storage rooms that do 6. Mail slots or similar openings shall be permit- 


not contain storage of flammable or combustible 


material; and storage rooms that are not required ; 


doors shall comply with Section 1105.5.4.2.2. In 


ted in accordance with Section 1105.5.4.3. 


1105.5.4.2.2 Corridor doors. Doors in corridor 
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walls shall limit the transfer of smoke by complying 
with the following: 


1. Doors shall be constructed of not less than 1°/, 
inch-thick (44 mm) solid bonded-core wood 
or capable of resisting fire not less than '/, 
hour. 


Exception: Corridor doors in buildings 
equipped throughout with an automatic 
sprinkler system. 


2. Frames for side-hinged swinging doors shall 
have stops on the sides and top to limit trans- 
fer of smoke. 


3. Where provided, vision panels in doors shall 
be a fixed glass window assembly installed to 
limit the passage of smoke. Existing wired 


addition, Dutch doors shall be equipped with latching 
devices on either the top or bottom leaf to allow 
leaves to latch together. The space between the 
leaves shall be protected with devices such as 
astragals to limit the passage of smoke. 


1105.5.4.2.4 Self- or automatic-closing doors. 
Where self- or automatic-closing doors are required, 
closers shall be maintained in operational condition. 
Hold-open devices on doors shall be capable of 
manual release. 


1105.5.4.2.5 Protective plates. Protective plates 
installed on corridor doors shall not be limited in 
size. 


1105.5.4.3 Openings in corridor walls and doors. In 
other than smoke compartments containing patient sleep- 
ing rooms, mail slots, pass-through windows or similar 
openings shall not be required to be protected where the 
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aggregate area of the openings between the corridor and 
a room are not greater than 80 square inches (51 613 
mm’) and are located with the top edge of any opening 
not higher than 48 inches above the floor. 


1105.5.5 Penetrations. The space around penetrating 
items shall be filled with an approved material to limit the 
passage of smoke. 


1105.5.6 Joints. Joints shall be filled with an approved 
material to limit the passage of smoke. 


1105.5.7 Ducts and air transfer openings. The space 
around a duct penetrating a smoke partition shall be filled 
with an approved material to limit the passage of smoke. 
Air transfer openings in smoke partitions shall be provided 
with a smoke damper complying with Section 717.3.2.2 of 
the California Building Code. 


Exception: Where the installation of a smoke damper 
will interfere with the operation of a required smoke 
control system in accordance with Section 909, 
approved alternative protection shall be utilized. 


1105.6 Means of egress. In addition to the means of egress 
requirements in Section 1104, Group I-2 facilities shall meet 
the means of egress requirements in Sections 1105.6.1 
through 1105.6.8. 


1105.6.1 Two means of egress. A means of egress shall 
be provided from each smoke compartment created by 
smoke barriers without having to return through the smoke 
compartment from which the means of egress originated. 
Smoke compartments that do not contain an exit shall be 
provided with direct access to not less than two adjacent 
smoke compartments. 


1105.6.2 Size of door. Means of egress doors used for the 
movement of patients in beds shall provide a minimum 
clear width of 41'/, inches (1054 mm). The height of the 
door opening shall be not less than 80 inches (2032 mm). 


Exceptions: 


1. Door closers and door stops shall be permitted to 
be 78 inches (1981 mm) minimum above the floor. 


2. In Group I-2, Condition 1, existing means of 
egress doors used for the movement of patients in 
beds that provide a minimum clear width of 32 
inches (813 mm) shall be permitted to remain. 


1105.6.3 Group I-2 occupancies. In Group I-2, where a 
door serves as an opening protective in a fire barrier, 
smoke barrier or fire wall and where the door is equipped 
with a hold-open device, such door shall automatically 
close upon any of the following conditions: 


1. Actuation of smoke detectors initiating the hold- 
open device. 


2. Activation of the fire alarm system within the zone. 


3. Activation of an automatic sprinkler system within 
the zone. 


1105.6.4 Ramps. In areas where ramps are used for move- 
ment of patients in beds, the clear width of the ramp shall 
be not less than 48 inches (1219 mm), 
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1105.6.5 Corridor width. In areas where corridors are 
used for movement of patients in beds, the clear width of 
the corridor shall be not less than 48 inches (1219 mm). 


1105.6.6 Dead-end corridors. In smoke compartments 
containing patient sleeping rooms and treatment rooms, 
dead-end corridors shall not exceed 30 feet (9144 mm) 
unless approved by the fire code official. 


1105.6.7 Separation of exit access doors. Patient sleep- 
ing rooms, or any suite that includes patient sleeping 
rooms, of more than 1,000 square feet (92.9 m’) shall have 
not less than two exit access doors placed a distance apart 
equal to not less than one-third of the length of the maxi- 
mum overall diagonal dimension of the patient sleeping 
room or suite to be served, measured in a straight line 
between exit access doors. 


1105.6.8 Aisles. In areas where aisles are used for move- 
ment of patients in beds, the clear width of the aisle shall 
be not less than 48 inches (1219 mm), 


1105.7 Smoke compartments. Smoke compartments shall 
be provided in existing Group I-2, Condition 2, in accordance 
with Sections 1105.7.1 through 1105.7.6. 


1105.7.1 Design. Smoke barriers shall be provided to 
subdivide each story used for patients sleeping with an 
occupant load of more than 30 patients into not fewer than 
two smoke compartments. 


1105.7.1.1 Refuge areas. Refuge areas shall be 
provided within each smoke compartment. The size of 
the refuge area shall accommodate the occupants and 
care recipients from the adjoining smoke compart- 
ment. Where a smoke compartment is adjoined by two 
or more smoke compartments, the minimum area of 
the refuge area shall accommodate the largest occu- 
pant load of the adjoining compartments. 


The size of the refuge area shall provide the follow- 
ing: 
1. Not less than 30 net square feet (2.8 m’) for each 
care recipient confined to a bed or stretcher. 


2. Not less than 15 square feet (1.4 m’) for each res- 
ident in a Group I-2 using mobility assistance 
devices. 


3. Not less than 6 square feet (0.56 m7) for each 
occupant not addressed in Items | and 2. 


Areas of spaces permitted to be included in the cal- 
culation of the refuge area are corridors, sleeping areas, 
treatment rooms, lounge or dining areas and other low- 
hazard areas. 


1105.7.2 Smoke barriers. Smoke barriers shall be 
constructed in accordance with Section 709 of the Califor- 
nia Building Code. 
Exceptions: 
1. Existing smoke barriers are permitted to remain 
where the existing smoke barrier has a minimum 
fire-resistance rating of '/, hour. 
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2. Smoke barriers shall be permitted to terminate at 
an atrium enclosure in accordance with Section 
404.6 of the California Building Code. 


1105.7.3 Opening protectives. Openings in smoke barri- 
ers shall be protected in accordance with Section 716 of 
the California Building Code. Opening protectives shall 
have a minimum fire protection rating of '/, hour. 


Exceptions: 


1. Existing wired glass vision panels in doors shall 
be permitted to remain. 


2. Existing nonlabeled protection plates shall be 
permitted to remain. 


1105.7.4 Penetrations. Penetrations of smoke barriers 
shall comply with the California Building Code. 


Exception: Approved existing materials and methods 
of construction. 


1105.7.5 Joints. Joints made in or between smoke barriers 
shall comply with the California Building Code. 


Exception: Approved existing materials and methods 
of construction. 


1105.7.6 Duct and air transfer openings. Penetrations in 
a smoke barrier by duct and air transfer openings shall 
comply with Section 717 of the California Building Code. 


Exception: Where existing duct and air transfer open- 
ings in smoke barriers exist without smoke dampers, 
they shall be permitted to remain. Any changes to exist- 
ing smoke dampers shall be submitted for review and 
approved in accordance with Section 717 of the Cali- 
fornia Building Code. 


1105.8 Group I-2 care suites. Care suites in existing Group 
I-2, Condition 2 occupancies shall comply with Sections 
407.4.4 through 407.4.4.6.2 of the California Building Code. 


1105.9 Group I-2 automatic sprinkler system. An auto- 
matic sprinkler system installed in accordance with Section 
903.3.1.1 shall be provided throughout the floor containing 
the Group I-2 fire area. The sprinkler system shall be 
provided throughout the floor where the Group I-2 occupancy 
is located, on all floors between the Group I-2 occupancy fire 
area and the level of exit discharge, the level of exit 
discharge, and all floors below the level of exit discharge. 


Exception: Floors classified as an open parking garage are 
not required to be sprinklered. 


1105.10 Group I-2 automatic fire alarm system. An auto- 
matic fire alarm system shall be installed in existing Group I- 
2 occupancies in accordance with Section 907.2.6.2. 


Exception: Manual fire alarm boxes in patient sleeping 
areas shall not be required at exits if located at all nurses’ 
control stations or other constantly attended staff loca- 
tions, provided such that manual fire alarm boxes are 
visible, are provided with ready access, and travel 
distances required in Section 907.4.2.1 are not exceeded. 


1105.11 Essential electrical systems. Essential electrical 
systems in Group I-2, Condition 2 occupancies shall be in 
accordance with Sections 1105.11.1 and 1105.11.2. 
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1105.11.1 Where required. Where required by NFPA 99, 
Group I-2, Condition 2 occupancies shall be provided with 
an essential electrical system in accordance with NFPA 
99, 


1105.11.2 Installation and duration. In Group I-2, 
Condition 2 occupancies, the installation and duration of 
operation of existing essential electrical systems shall be 
based on a hazard vulnerability analysis conducted in 
accordance with NFPA 99. 


SECTION 1106 
REQUIREMENTS FOR OUTDOOR OPERATIONS 


1106.1 Tire storage yards. Existing tire storage yards shall 
be provided with fire apparatus access roads in accordance 
with Sections 1106.1.1 and 1106.1.2. 


1106.1.1 Access to piles. Access roadways shall be within 
150 feet (45 720 mm) of any point in the storage yard 
where storage piles are located not less than 20 feet (6096 
mm) from any storage pile. 


1106.1.2 Location within piles. Fire apparatus access 
roads shall be located within all pile clearances identified 
in Section 3405.4 and within all fire breaks required in 
Section 3405.5. 


SECTION 1107 
GROUP A PUBLIC ADDRESS SYSTEM 


1107.1 Group A occupancy public address system. Existing 
buildings or structures intended for public assemblies of 
10,000 or more persons, which, on or after January 1, 1991, 

have or subsequently have installed a public address system, 

shall have an emergency backup power system for the public 
address system. 


SECTIONS 1108 THROUGH 1112 
RESERVED 


SECTION 1113 
EXISTING GROUP R-1 AND 
GROUP R-2 OCCUPANCIES [SFM] 


1113.1 Scope. The provisions of this section are intended to 
maintain or increase the current degree of public safety, 
health and general welfare in existing buildings classified as 
Group R Occupancies. 


1113.1,1 Application. In accordance with Health and Safety 
Code Section 13143.2, the provisions of Sections 1113.2 
through 1113.12 shall only apply to multiple-story structures 
existing on January 1, 1975, let for human habitation, includ- 
ing, and limited to, apartment houses, hotels and motels 
wherein rooms used for sleeping are let above the ground 


floor. 


1113.2 Number of exits. Every apartment and every other 
sleeping room shall have access to not less than two exits 
when the occupant load is 10 or more (exits need not be 
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directly from the apartment or sleeping room). A fire escape 
as specified herein may be used as one required exit. 


Subject to approval of the authority having jurisdiction, a 
ladder device as specified herein may be used in lieu of a fire 
escape when the construction feature or the location of the 
building on the property cause the installation of a fire 
escape to be impractical. 


1113.3 Stair construction. All stairs shall have a minimum 
run of 9 inches (229 mm) and a maximum rise of 8 inches 
(203 mm) and a minimum width exclusive of handrails of 30 
inches (762 mm). Every stairway shall have at least one 
handrail. A landing having a minimum horizontal dimension 
of 30 inches (762 mm) shall be provided at each point of 
access to the stairway. 


1113.4 Interior stairways. Every interior stairway shall be 
enclosed with walls of not less than one-hour fire-resistive 
construction. Where existing partitions form part of a stair- 
well enclosure, wood lath and plaster in good condition will 
be acceptable in lieu of one-hour fire-resistive construction. 
Doors to such enclosures shall be protected by a self-closing 
door equivalent to a solid wood door with a thickness of not 
less than 1°/, inches (44.5 mm). 


Enclosures shall include all landings between flights and 
any corridors, passageways or public rooms necessary for 
continuous exit to the exterior of the buildings. The stairway 
need not be enclosed in a continuous shaft if cut off at each 
story by the fire-resistive construction required by this sub- 
section for stairwell enclosures. Enclosures shall not be 
required if an automatic sprinkler system is provided for all 
portions of the building except bedrooms, apartments and 
rooms accessory thereto. Interior stairs and vertical openings 
need not be enclosed in two-story buildings. 


1113.5 Exterior stairways. Exterior stairways shall be non- 
combustible or of wood of not less than 2-inch (51 mm) nomi- 
nal thickness with solid treads and risers. 


1113.6 Fire escapes, exit ladder devices. Fire escapes may 
be used as one means of egress if the pitch does not exceed 60 
degrees, the width is not less than 18 inches (457 mm), the 
treads are not less than 4 inches (102 mm) wide, and they 
extend to the ground or are provided with counterbalanced 
stairs reaching to the ground. Access shall be by an opening 
having a minimum dimension of 29 inches (737 mm) when 
open. The sill shall not be more than 30 inches (762 mm) 
above the floor and landing. 


A ladder device, when used in lieu of a fire escape, shall 
conform to Section 1113.6.1 and the following: 


Serves an occupant load of nine people or less or a single 
dwelling unit or hotel room. 


The building does not exceed three stories in height. 


The access is adjacent to an opening as specified for 
emergency egress or rescue or from a balcony. 


The device does not pass in front of any building opening 
below the unit being served. 


The availability of activating the ladder device is accessi- 
ble only to the opening or balcony served. 


2022 CALIFORNIA FIRE CODE 


CONSTRUCTION REQUIREMENTS FOR EXISTING BUILDINGS 


The device as installed will not cause a person using it to 
be within 12 feet (3658 mm) of exposed energized high- 
voltage conductors. 


1113.6.1 Exit ladder devices. 


1113.6.1.1 Scope. This standard for exit ladder devices 
is applicable where such devices are permitted by the 
building official for installation on existing apartment 
houses and hotels in conformance with the California 
Building Code. 


1113.6.1.2 Instructions. Installation shall be in accor- 
dance with the manufacturer’s instructions. Instruc- 
tions shall be illustrated and shall include directions 
and information adequate for attaining proper and safe 
installation of the product. Where exit ladder devices 
are intended for mounting on different support sur- 
faces, specific installation instructions shall be pro- 
vided for each surface. 


1113.6.1.3 General design. All load-bearing surfaces 
and supporting hardware shall be of noncombustible 
materials. Exit ladder devices shall have a minimum 
width of 12 inches (305 mm) when in the position 
intended for use. The design load shall not be less than 
400 pounds (1780 N) for 16-foot (4877 mm) length and 
600 pounds (2699 N) for 25-foot (7620 mm) length. 


1113.6.1.4 Performance. 


1113.6.1.4.1 Exit ladder devices shall be capable of 
withstanding an applied load of four times the 
design load when installed in the manner intended 
for use. Test loads shall be applied for a period of 
one hour. 


1113.6.1.4.2 Exit ladder devices of the retractable 
type shall, in addition to the static load requirements 
of Section 413.6.1.4.1 of the California Building 
Code, be capable of withstanding the following tests: 


1. Rung strength 

2. Rung-to-side-rail shear strength 
3. Release mechanism 

4, Low temperature 


1113.6.1.5 Rung-strength test. Rungs of retractable 
exit ladder devices shall be capable of withstanding a 
load of 1,000 pounds (4448 N) when applied to a 3’/,- 
inch-wide (89 mm) block resting at the center of the 
rung. The test load shall be applied for a period of one 
hour. The ladder shall remain operational following 
this test. 


1113.6.1.6 Rung-to-side-rail shear test. Rungs of 
retractable exit ladder devices shall be capable of with- 
standing 1,000 (4448 N) when applied to a 3'/,-inch- 
wide (89 mm) block resting on the center rung as near 
the side rail as possible. The test load shall be applied 
for a period of one hour. Upon removal of the test load 
the fasteners attaching the rung to the side rail shall 
show no evidence of failure. The ladder shall remain 
operational following the test. 
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1113.6.1.7 Release mechanism test. The release mech- 
anism of retractable exit ladder devices shall operate 
with an average applied force of not more than 5 
pounds (22.2 N) for hand-operated releasing mecha- 
nisms and an average applied force of not more than 25 
pounds (111 N) for foot-pedal types of releasing mech- 
anisms. For these tests, a force gauge shall be applied 
to the release mechanism, and the average of three 
consecutive readings shall be computed. 


1113.6.1.8 Low temperature operation test. Represen- 
tative samples of the exit ladder devices shall be sub- 
Jected to a temperature of -40°C in an environmental 
chamber for a period of 24 hours. The release mecha- 
nism shall be operated immediately upon removal from 
the chamber. The ladder device shall function as 
intended without any restriction of operation. 


1113.7 Doors and openings. Exit doors and openings shall 
meet the requirements of Sections 1008.1.2, 1008.8.1.8, 
1008.1.9 and 708.6 of the California Building Code. Doors 
shall not reduce the required width of stairway more than 6 
inches (152 mm) when open. Transoms and openings other 
than doors from corridors to rooms shall be fixed closed and 
shall be covered with a minimum of*/,-inch (19 mm) plywood 
or '/,-inch (13 mm) gypsum wallboard or equivalent material. 


Exceptions: 


1. Existing solid-bonded wood-core doors 1°/, inches 
thick (34.9 mm), or their equivalent may be contin- 
ued in use. 


2. Where the existing frame will not accommodate a 
door complying with Section 708.6 of the California 
Building Code, a 1°/,-inch-thick (35 mm) solid- 
bonded wood-core door may be used. 


1113.8 Exit signs. Every exit doorway or change of direction 
of a corridor shall be marked with a well-lighted exit sign 
having letters at least 5 inches (127 mm) high. 


1113.9 Enclosure of vertical openings. Elevators, shafts, 
ducts and other vertical openings shall be enclosed as 
required for stairways in Section 1113.5 or by wired glass set 
in metal frames. Doors shall be noncombustible or as regu- 
lated in Section 1113.5. 


1113.10 Separation of occupancies. Occupancy separations 
shall be provided as specified in Section 508 of the California 
Building Code. Lobbies and public dining rooms, not includ- 
ing cocktail lounges, shall not require a separation if the 
kitchen is so separated from the dining room. Every room 
containing a boiler or central heating plant shall be sepa- 
rated from the rest of the building by not less than a one-hour 
fire-resistive occupancy separation. 


Exception: A separation shall not be required for such 
rooms with equipment serving only one dwelling unit. 


1113.11 Equivalent protection. In lieu of the separation of 
occupancies required by Section 1113.10, equivalent protec- 
tion may be permitted when approved by the enforcement 
agency. 
Exception: The provisions of Sections 1113.3 through 
1113.11 above shall not apply to any existing apartment 
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house, hotel or motel having floors (as measured from 
the top of the floor surface) used for human occupancy 
located more than 75 feet (22 860 mm) above the lowest 
floor level having building access which is subject to the 
provisions of Section 1114 and the California Existing 
Building Code, relating to existing high-rise buildings. 


Note: In accordance with Health and Safety Code Section 
17920.7, the provisions of Sections 1113.3 through 1113.11 
above shall apply only to multiple-story structures existing on 
January 1, 1975, let for human habitation including, and lim- 
ited to, apartments, houses, hotels and motels wherein rooms 
used for sleeping are let above the ground floor. 


1113.12 Fire alarms. 


1113.12.1 General, Every apartment house three or more 
stories in height or containing more than 15 apartments, 
every hotel three or more stories in height or containing 
20 or more guest rooms, shall have installed therein an 
automatic or manually operated fire alarm system. Such 
fire alarm systems shall be so designed that all occupants 
of the building may be warned simultaneously and shall be 
in accordance with the California Fire Code. See Section 
1114.14 for special requirements in buildings over 75 feet 
(22 860 mm) in height. 


Exception: A fire alarm system need not be installed 
provided such apartment house or hotel is separated 
by an unpierced wall of not less than four-hour fire 
resistance in buildings of Type IA, Type LIB, Type III 
or Type IV construction and two-hour fire resistance 
in buildings of all other types of construction pro- 
vided: 


1. Areas do not exceed the number of apartments or 
guest rooms stipulated. 


2. The fire-resistive wall conforms to the require- 
ments of Section 706.6 of the California Building 
Code. 


3. The wall complies with all other applicable pro- 
visions of the California Building Code. 


4. The wall extends to all outer edges of horizontal 
projecting elements, such as balconies, roof over- 
hangs, canopies, marquees or architectural pro- 
Jections. 


5. No openings are permitted for air ducts or simi- 
lar penetrations, except that openings for pipes, 
conduits and electrical outlets of copper, sheet 
steel or ferrous material shall be permitted 
through such wall and need not be protected, 
provided they do not unduly impair the required 
fire resistance of the assembly. 


6. Tolerances around such penetrations shall be 
filled with approved noncombustible materials. 


1113.12.2 Installation. The installation of all fire alarm 
equipment shall be in accordance with the California Fire 
Code. 


1113.13 Existing Group R Occupancy high-rise buildings. 


1113,.13.1 General. Regardless of other provisions of 
these regulations relating to existing high-rise buildings, 
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requirements relative to existing Group R-1 or Group R-2 
Occupancies shall not be less restrictive than those estab- 
lished pursuant to Health and Safety Code Section 
13143.2. 


1113.13.2 Corridor openings. Openings in corridor walls 
and ceilings shall be protected by not less than 1°/,-inch 
(44.5 mm) solid-bonded wood-core doors, '/,-inch-thick (6 
mm) wired glass conforming to Section 715.1 of the Cali- 
fornia Building Code, by approved fire dampers or by 
equivalent protection in lieu of any of these items. Tran- 
soms Shall be fixed closed with material having a fire- 
resistive rating equal to '/,-inch (12.7 mm) Type X gypsum 
wallboard or equivalent material installed on both sides of 
the opening. 


1113.13.3 Fire alarm systems. Notwithstanding the pro- 
visions of Section 403 of the California Building Code, 
every existing high-rise building used for the housing of 
a Group R-1 or Group R-2 Occupancies shall have 
installed therein a fire alarm system conforming to this 
subsection. 


1113.13.3.1 General. Every apartment house and every 
hotel shall have installed therein an automatic or man- 
ually operated fire alarm system. Such fire alarm sys- 
tems shall be so designed that all occupants of the 
building may be warned simultaneously. 


1113.13.3.2 Installation. The installation of all fire 
alarm equipment shall be in accordance with the Cali- 
. fornia Fire Code. 


1113.13.3.3 Fire-extinguishing systems. Automatic 
fire-extinguishing systems installed in any structure 
subject to these regulations shall have an approved 
flow indicator electrically interconnected to the 
required fire alarm system. 


SECTION 1114 
EXISTING HIGH-RISE BUILDINGS [SFM] 


1114.1 Scope and definition. The provisions of Sections 
1114.1 through 1114.27 shall apply to every existing high- 
rise building of any type of construction or occupancy having 
floors (as measured from the top of the floor surface) used for 
human occupancy located more than 75 feet (22 860 mm) 
above the lowest floor level having building access. 


Exceptions: 


1. Hospitals, as defined in Section 1250 of the Health 
and Safety Code. 


2. The following structures, while classified as high-rise 
buildings, shall not be subject to the provisions of 
Sections 1114.1 through 1114.27, but shall conform 
to all applicable provisions of these regulations. 


2.1. Building used exclusively as open parking 
garages. 


2.2. Buildings where all floors above the 75 
foot (22 860 mm) level are used exclusively 
as open parking garages. 
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2.3. Floors of buildings used exclusively as 
open parking garages and located above 
all other floors used for human occupancy. 


2.4. Buildings such as power plants, look-out 
towers, steeples, grain houses and similar 
structures, when so determined by the 
enforcing agency. 


2.5. Buildings used exclusively for jails and pris- 
ons. For the purposes of this section, “build- 
ing access” shall mean an exterior door 
opening conforming to all of the following: 


1, Suitable and available for fire 
department use. 


2. Located not more than 2 feet (610 
mm) above the adjacent ground level. 


3. Leading to a space, room or area 
having foot traffic communication 
capabilities with the remainder of the 
building. 


4. Designed to permit penetration 
through the use of fire department 
forcible-entry tools and equipment 
unless other approved arrangements 
have been made with the fire 
authority having jurisdiction. 


“Existing high-rise structure” means a high-rise struc- 
ture, the construction of which is commenced or completed 
prior to July 1, 1974. 


For the purpose of this section, construction shall be 
deemed to have commenced when plans and specifications 
are more than 50 percent complete and have been presented 
to the local jurisdiction prior to July 1, 1974. Actual con- 
struction of such buildings shall commence on or before Jan- 
uary 1, 1976, unless all provisions for new buildings have 
been met. 


Note: It is the intent of this section that, in determining 
the level form which the highest occupied floor is to be 
measured, the enforcing agency should exercise reason- 
able judgment, including consideration of overall acces- 
sibility to the building by fire department personnel and 
vehicular equipment. When a building is situated on 
sloping terrain and there is building access on more than 
one level, the enforcing agency may select the level 
which provides the most logical and adequate fire 
department access. 


1114.2 Compliance data. Except as may be otherwise speci- 
fied, existing high-rise building shall conform to the applica- 
ble requirements of these regulations by April 26, 1979. 


Exception: The period of compliance may be extended 
upon showing of good cause for such extension if a sys- 
tematic and progressive plan of correction is submitted to, 
and approved by, the enforcing agency. Such extension 
shall not exceed two years from the date of approval of 
such plan. Any plan of correction submitted pursuant to 
this exception shall be submitted and approved on or 
before April 26, 1979. 
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1114.3 Continued use. Existing high-rise building may have 
their use continued if they conform, or are made to conform, 
to the intent of the provisions of Sections 1114.5 through 
1114.27 to provide for the safety of the occupants of the high- 
rise buildings and person involved in fire-suppression activi- 
ties. 


1114.4 Alternate protection. Alternate means of egress, fire 
walls or fire barriers, smoke barriers, automatic fire detec- 
tion or fire-extinguishing systems, or other fire-protection 
devices, equipment or installations may be approved by the 
enforcing agency to provide reasonable and adequate life 
safety as intended by Sections 1114.5 through 1114.27 for 
existing high-rise buildings. 


1114.5 Basic provisions. The provisions outlined in Sections 
1114.1 through 1114.27 are applicable to every existing 
highrise building. 


1114.6 Minimum construction. Existing wood lath and plas- 
ter, existing '/,-inch (12.7 mm) gypsum wallboard, existing 
installations of '/,-inch thick (12.7 mm) wired glass which are 
or are rendered inoperative and fixed in a closed position, or 
other existing materials having similar fire-resistive capabili- 
ties shall be acceptable. All such assemblies shall be in good 
repair, free of any condition which would diminish their orig- 
inal fire-resistive characteristics. 


Where 1°/,-inch (44.5 mm) solid-bonded wood-core doors 
are specified in these regulations for existing high-rise build- 
ings, new or existing 1°/,-inch (34.9 mm) doors shall be 
acceptable where existing framing will not accommodate a 
1°/,-inch (44.5 mm) door. 


Note: It is the intent of this provisions that existing wood 
frames may have their use continued. 


1114.7 New construction. All new construction shall be com- 
posed of materials and assemblies of materials conforming to 
the fire-resistive provisions of these regulations. In no case 
shall enclosure walls be required to be of more than one-hour 
fire-resistive construction. 


Exception: When approved by the enforcing agency, 

materials specified in Section 1114.6 may be used for new 

construction when necessary to maintain continuity of 
design and measurement of existing construction. 


1114.8 Exits. Every floor from an existing high-rise building 
shall have access to two separate means of egress, one of 
which, when approved by the enforcing agency, may be an 
existing exterior fire escape. New installations of smoke- 
proof enclosures shall not be required. 


Note: In determining the adequacy of exits and their 
design, Chapter 10 of the California Building Code may 
be used as a guide. It is the intent of this section that every 
existing high-rise building need not mandatorily conform 
or be made to conform with the requirements for new 
high-rise buildings. Reasonable judgment in the applica- 
tion of requirements must be exercised by the enforcing 
agency. 


1114.9 Fire escapes. An existing fire escape in good struc- 
tural condition may be acceptable as one of the required 
means of egress from each floor. Access to such fire escapes 
may be by any one of the following: 
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Through a room between the corridor_and the fire 
escape if the door to the room is operable from the corri- 
dor side without the use of any key, special knowledge or 


effort. 


By a door operable to a fire escape from the interior 
without the use of any key, special knowledge or effort. 


By a window operable from the interior. Such window 
shall have a minimum dimension of 29 inches (737 mm) 
when open. 


The sill shall not be more than 30 inches (762 mm) 
above the floor and landing. 


1114.10 Protection of exterior openings. When an existing 
fire escape is accepted as one of the require means of 
egress, openings onto the fire escape landing and openings 
within 5 feet (1524 mm) horizontally of the landings shall be 
protected in a manner acceptable to the enforcing agency. 


1114.11 Locking of stairway doors. When exit doors from 
corridors to exit stairways are locked to prohibit access from 
the stairway side, the locking mechanisms shall be retracted 
to the unlocked position upon failure of electrical power and 
a telephone or other two-way communication system con- 
nected to an approved emergency service that operates con- 
tinuously shall be provided at not less than every fifth floor in 
each required stairway. In lieu thereof, master keys which 
will unlock all such doors from the stairway side shall be pro- 
vided in such numbers and locations as approved by the 
enforcing agency. 


1114.12 Enclosures. Interior vertical shafts, including but 
not limited to, elevators, stairway and utility, shall be 
enclosed with construction as set forth in Section 1114.6. 


1114.13 Opening protection. Doors in other than elevators, 
which shall be of a type acceptable to the enforcing agency, 
shall be approved one-hour, fire-rated, tight-fitting or gas- 
keted doors or equivalent protection, and shall be of the nor- 
mally closed type, self-closing or a type which will close 
automatically in accordance with Section 715 of the Califor- 
nia Building Code. 


Exception: In lieu of stairway enclosures, smoke barri- 
ers may be provided in such a manner that fire and 
smoke will not spread to other floors or otherwise impair 
exit facilities. In these instances, smoke barriers shall not 
be less than one-hour fire resistive with openings pro- 
tected by not less than approved one-third-hour, fire- 
rated, tight-fitting or gasketed doors. Such doors shall be 
of the self-closing type or of a type which will close auto- 
matically in the manner specified in Section 715 of the 
California Building Code. 


Doors crossing corridors shall be provided with wired- 
glass vision panels set in approved steel frames. Doors for 
elevators shall not be of the open-grille type. 


1114.14 Fire alarm system. Every existing high-rise build- 
ing shall be provided with an approved fire alarm system. In 
department stores, retail sales stores and similar occupan- 
cies where the general public is admitted, such systems 
shall be of a type capable of alerting staff and employees. In 
office buildings and all other high-rise buildings, such sys- 
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tems shall be of a type capable of alerting all occupants 
simultaneously. 


Exceptions: 


1. In areas of public assemblage, the type and location 
of audible appliances shall be as determined by the 
enforcing agency. . 

2. When acceptable to the enforcing agency, the occu- 
pant voice notification system required by Section 
1114.20 may be used in lieu of the fire alarm system 
required by Section 1114.14. 


1114.15 Existing systems. Existing fire systems, when 
acceptable to the enforcing agency, shall be deemed as con- 
forming to the provisions of these regulations. For require- 
ments for existing Group R-1 Occupancies, see Section 
312.13 of the California Building Code. 


1114.16 Annunciation. When a new fire alarm system is 
installed, it shall be connected to an annunciator panel 
installed in a location approved by the enforcing agency. For 
purposes of annunciation, zoning shall be in accordance with 
Section 907.6.3 of the California Building Code. 


1114.17 Monitoring. Shall be in accordance with Section 
907.6.5 of the California Building Code. 


1114.18 Systems interconnection. When an automatic fire 
detection system or automatic extinguishing system is 
installed, activation of such system shall cause the sounding 
of the fire alarm notification appliances at locations desig- 
nated by the enforcing agency. 


1114.19 Manual fire alarm boxes. A manual fire alarm box 
shall be provided in the locations designated by the enforcing 
agency. Such locations shall be where boxes are readily 
accessible and visible and in normal paths of daily travel by 
occupants of the building. 


1114.20 Emergency voice/alarm communication system. An 
approved emergency voice/alarm system shall be provided in 
every existing high-rise building which exceeds 150 feet (45 
720 mm) in height measured in the manner set forth in Sec- 
tion 312.1 of the California Building Code. Such system shall 
provide communication from a location available to and des- 
ignated by the enforcing agency to not less than all public 
areas. The emergency voice/alarm system may be combined 
with a fire alarm system provide the combined system has 
been approved and listed by the State Fire Marshal. The 
sounding of a fire alarm signal in any given area or floor 
shall not prohibit voice communication to other areas of 
floors. Combination systems shall be designed to permit voice 
transmission to override the fire alarm signal, but the fire 
alarm signal shall not terminate in less than three minutes. 


1114.21 Fire department system. When it is determined by 
test that portable fire department communication equipment 
is ineffective, a communication system acceptable to the 
enforcing agency shall be installed within the building to per- 
mit emergency communication between fire-suppression per- 
sonnel. 


1114.22 Interior wall and ceiling finish. Interior wall and 
ceiling finish of exitways shall conform to the provisions of 
Chapter 8 of the California Building Code. Where the materi- 
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als used in such finishes do not conform to the provisions of 
Chapter 8 of the California Building Code, such finishes may 
be surfaced with an approved fire-retardant coating. 


1114.23 Ventilation. Natural or mechanical ventilation for 
the removal of products of combustion shall be provided in 
every story of an existing high-rise building. Such ventilation 
shall be any one or combination of the following: Panels or 
windows in the exterior wall which can be opened. Such vent- 
ing facilities shall be provided at the rate of at least 20 
square feet (1.86 m’) of opening per 50 lineal feet (15 240 lin- 
eal mm) of exterior wall in each story, distributed around the 
perimeter at not more than 50-foot (15 240 mm) intervals on 
at least two sides of the building. Approved fixed tempered 
glass may be used in lieu of openable panels or windows. 
When only selected panels or windows are of tempered glass, 
they shall be clearly identified as required by the enforcing 
agency. Any other design which will produce equivalent 
results. 


1114.24 Smoke control systems. Existing air-circulation sys- 
tems shall be provided with an override switch in a location 
approved by the enforcing agency which will allow for the 
manual control of shutdown of the systems. 


Exception: Systems which serve only a single floor, or 
portion thereof, without any penetration by ducts or other 
means into adjacent floors. 


1114.25 Elevator recall smoke detection. Smoke detectors 
for emergency operation of elevators shall be provided as 
required by Section 3003 of the California Building Code. 


1114.26 Exit signs and illumination. Exits and stairways 
shall be provided with exit signs and illumination as required 
by Sections 1011.1 and 1011.2 of the California Building 
Code. 


1114.27 Automatic sprinkler system—Existing high-rise 
buildings. Regardless of any other provisions of these regula- 
tions, every existing high-rise building of Type II-B, Type III- 
B or Type V-B construction shall be provided with an 
approved automatic sprinkler system conforming to NFPA 
15, 


SECTION 1115 
EXISTING GROUP | OCCUPANCIES [SFM] 


1115.1 General. Existing buildings housing existing protec- 
tive social-care homes or facilities established prior to 
March 4, 1972 may have their use continued if they conform, 
or are made to conform, to the following provisions: 


1115.2 Use of floors. The use of floor levels in buildings of 
Type Ill, lV or V nonfire-rated construction may be as fol- 
lows: Nonambulatory—first floor only; Ambulatory—not 
higher than the third-floor level, provided walls and parti- 
tions are constructed of materials equal in fire-resistive qual- 
ity to that of wood lath and plaster in good repair and all 
walls are firestopped at each floor level. 


1115.3 Enclosure of exits and vertical openings. Except for 
two-story structures housing ambulatory guests, all interior 
stairs shall be enclosed in accordance with Chapter 10 of the 
California Building Code. In lieu of stairway enclosures, 
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floor separations or smoke barriers may be provided in such 
a manner that fire and smoke will not spread rapidly to floors 
above or otherwise impair exit facilities. In these instances, 
floor separations or smoke barriers shall have a fire resis- 
tance equal to not less than '/,-inch (13 mm) gypsum wall 
board on each side of wood studs with openings protected by 
not less than a 1°/,-inch (44.5 mm) solid bonded wood-core 
door of the self-closing type. All other vertical openings shall 
be enclosed in accordance with the provisions of Sections 
1114.6 and 1114.13. 


1115.4 Exit access. Each floor or portion thereof of buildings 
used for the housing of existing protective social-care homes 
or facilities shall have access to not less than two exits in 
such a manner as to furnish egress from the building or struc- 
ture in the event of an emergency substantially equivalent to 
the provisions of Chapter 10 of the California Building Code. 


1115.5 Corridor openings. Openings from rooms to interior 
corridors shall be protected by not less than 1°/,-inch (44.5 
mm) solid-bonded wood-core doors. Transoms and other 
similar openings shall be sealed with materials equivalent to 
existing corridor wall construction. 


1115.6 Interior finishes. Interior wall and ceiling finishes 
shall conform to the requirements for a Group R-1 Occu- 
pancy as specified in Chapter 8 of the California Building 
Code. 


1115.7 Automatic fire sprinklers. Automatic sprinkler sys- 
tems shall be installed in existing protective social-care occu- 
pancies in accordance with the provisions of Section 903.2.6 
of the California Building Code. 


1115.8 Fire alarm systems. Automatic fire alarm systems 
shall be installed in existing protective social-care homes or 
facilities in accordance with the provisions of Section 907.2.6 
of the California Building Code. 


Exception: When an approved automatic sprinkler system 
conforming to Section 903.2.6 of the California Building 
Code is installed, a separate fire alarm system as specified 
in this section need not be provided. 


SECTION 1116 
EXISTING GROUP L AND GROUP H-8 
OCCUPANCIES [SFM] 


1116.1 Repairs general. Additions, alterations or repairs 
may be made to any building or structure without requiring 
the existing building or structure to comply with all the 
requirements of this code section, provided the addition, 
alteration or repair conforms to the requirements of this sec- 
tion. 


1116.2 Unsafe condition. Additions, repairs or alterations 
shall not be made to an existing building or structure that will 
cause the existing building or structure to be in violation of 
any of the provisions of this code, nor shall such additions or 
alterations cause the existing building or structure to become 
unsafe, or to be in violation of any of the provisions of this 
code. An unsafe condition shall be deemed to have been cre- 
ated if an addition or alteration will cause the existing build- 
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ing or structure to become structurally unsafe or overloaded; 
will not provide adequate egress in compliance with the pro- 
visions of this code or will obstruct existing exits; will create 
a fire hazard; will reduce required fire resistance or will oth- 
erwise create conditions dangerous to human life. . 


1116.3 Changes in use or occupancy. Any buildings that 
have alternations or additions, which involves a change in 
use or occupancy, shall not exceed the height, number of sto- 
ries and area permitted for new buildings. 


1116.4 Buildings not in compliance with code. Additions or 
alterations shall not be made to an existing building or struc- 
ture when such existing building or structure is not in full 
compliance with the provisions of this code except when such 
addition or alteration will result in the existing building or 
structure being no more hazardous, based on life safety, fire 
safety and sanitation, than before such additions or alter- 
ations are undertaken. 


1116.5 Maintenance of structural and fire resistive integ- 
rity. Alterations or repairs to an existing building or structure 
that are nonstructural and do not adversely affect any struc- 
tural member of any part of the building or structure having 
required fire resistance may be made with the same materials 
of which the building or structure is constructed. The instal- 
lation or replacement of glass shall be as required for new 
installations. 


1116.6 Continuation of existing use. Buildings in existence 
at the time of the adoption of this code may have their exist- 
ing use or occupancy continued if such use or occupancy was 
legal at the time of the adoption of this code, provided such 
continued use is not dangerous to life. 


1116.7 Maximum allowable quantities. Existing Group H-8 
laboratory suites approved prior to January 1, 2008 shall not 
exceed the maximum allowable quantities listed in Tables 
1116.7(1) and 1116.7(2). 
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TABLE 1116.7(1) 
EXEMPT AMOUNTS OF HAZARDOUS MATERIALS, LIQUIDS AND CHEMICALS 
PRESENTING A PHYSICAL HAZARD BASIC QUANTITIES PER LABORATORY SUITE' 
When two units are given, values within parentheses are in cubic feet (cu. ft) or pounds (Ib) 


|. REVS T2YEMRCONDITION Bete STORAGE USE CLOSED SYSTEMS USE OPEN SYSTEMS 
Solid Liquid a ad Solid Liquid Solid Liquid G 
MATERIAL CLASS Pounds | Gallons u. ft) Pounds Gallons Pounds Gallons = 
7 ft) era ee ft) am are ft) a_i 
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1.2 Combustible dust 
/bs./1000 cu. ft. 

1,3 Combustible fiber 
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3,2 Flammable gas 
(gaseous) 
(liquefied) 


1,1 Combustible liquid 


3.3 Flammable liquid 
combination I-A, I-B, I-C 


4.2 Organic peroxide 


4.3 Oxidizer 


4.4 Oxidizer, Gas 
(gaseous) 
(liquefied) 


5.1 Pyrophoric 2a 
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1. A laboratory suite is a space up to 10,000 square feet (929 m*) bounded by not less than a one-hour fire-resistive occupancy separation within which the 
exempt amounts of hazardous materials may be stored, dispensed, handled or used. Up through the third floor and down through the first basement floor, the 
quantity in this table shall apply. Fourth, fifth and sixth floors and the second and third basement floor level quantity shall be reduced to 75 percent of this 
table. The seventh through 10th floor and below the third basement floor level quantity shall be reduced to 50 percent of this table. 


2. Quantities may be increased 100 percent when stored in approved exhausted gas cabinets, exhausted enclosures or fume hoods, 


6.1 Unstable (reactive) 


7.1 Water (reactive) 
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TABLE 1116.7(2) 
EXEMPT AMOUNTS OF HAZARDOUS MATERIALS, LIQUIDS AND CHEMICALS 
PRESENTING A HEALTH HAZARD MAXIMUM QUANTITIES PER LABORATORY SUITE" 
When two units are ea Reena values within parentheses are in pounds (Ibs.) 
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1. A laboratory suite is a space up to 10,000 square feet (929 m’) bounded by not less than a one-hour fire-resistive occupancy separation within which the 
exempt amounts of hazardous materials may be stored, dispensed, handled or used. Up through the third floor and down through the first basement floor, the 
quantity in this table shall apply. Fourth, fifth and sixth floors and the second and third basement floor level quantity shall be reduced to 75 percent of this 
table. The seventh through 10th floor and below the third basement floor level quantity shall be reduced to 50 percent of this table. 


2. Permitted only when stored or used in approved exhausted gas cabinets, exhausted enclosures or fume hoods. Quantities of high toxics in use in open systems 
need not be reduced above the third floor or below the first basement floor level. Individual container size shall be limited to 2 pounds (0.91 kg) for solids and 
'/; gallon (0.95 L) for liquids, 
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CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
CHAPTER 12 —- ENERGY SYSTEMS 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications. ) 
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Adopt Entre Chapin |_| _| 


Adopt Entire Chapter as 
amended (amended 
sections listed below) 
Adopt only those chamilia 
that are listed below 
[California Code of 
Regulations, Title 19, 
Division 1} 
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* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division 1 text for the code user’s convenience only, The scope, applicability and appeals procedures of CCR, Title 19, Division | remain the same. 
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CHAPTER 12 
ENERGY SYSTEMS 


User note: 


About this chapter: Chapter 12 was added to address the current energy systems found in this code, and is provided for the introduction of 
a wide range of systems to generate and store energy in, on and adjacent to buildings and facilities. The expansion of such energy systems is 
related to meeting today’s energy, environmental and economic challenges. Ensuring appropriate criteria to address the safety of such 
systems in building and fire codes is an important part of protecting the public at large, building occupants and emergency responders. More 
specifically, this chapter addresses standby and emergency power, portable generators, photovoltaic systems, fuel cell energy systems, and 


energy storage systems. 


SECTION 1201 
GENERAL 


1201.1 Scope. The provisions of this chapter shall apply to 
the installation, operation, maintenance, repair, retrofitting, 
testing, commissioning and decommissioning of energy 
systems used for generating or storing energy. It shall not 
apply to equipment associated with the generation, control, 
transformation, transmission, or distribution of energy instal- 
lations that is under the exclusive control of an electric utility 
or lawfully designated agency. 


1201.2 Electrical wiring and equipment. Electrical wiring 
and equipment used in connection with energy systems shall 
be installed and maintained in accordance with this chapter, 
Section 603 and the California Electrical Code. 


1201.3 Mixed system installation. Where approved, the 
aggregate nameplate kWh energy of all energy storage 
systems in a fire area shall not exceed the maximum quantity 
specified for any of the energy systems in this chapter. Where 
required by the fire code official, a hazard mitigation analysis 
shall be provided and approved in accordance with Section 
104.8.2 to evaluate any potential adverse interaction between 
the various energy systems and technologies. 


SECTION 1202 
DEFINITIONS 


1202.1 Definitions. The following terms are defined in Chap- 
ter 2: 


BATTERY SYSTEM, STATIONARY STORAGE. 
BATTERY TYPES. 

CAPACITOR ENERGY STORAGE SYSTEM. 
CRITICAL CIRCUIT. 

EMERGENCY POWER SYSTEM. 

ENERGY STORAGE MANAGEMENT SYSTEMS. 
ENERGY STORAGE SYSTEM (ESS). 

ENERGY STORAGE SYSTEM, ELECTROCHEMICAL. 
ENERGY STORAGE SYSTEM, MOBILE. 

ENERGY STORAGE SYSTEM, WALK-IN UNIT. 


2022 CALIFORNIA FIRE CODE 


ENERGY STORAGE SYSTEM CABINET. 

ENERGY STORAGE SYSTEM COMMISSIONING. 
ENERGY STORAGE SYSTEM DECOMMISSIONING. 
FUEL CELL POWER SYSTEM, STATIONARY. 
PORTABLE GENERATOR. 

STANDBY POWER SYSTEM. 


SECTION 1203 
EMERGENCY AND STANDBY POWER SYSTEMS 


1203.1 General. Emergency power systems and standby 
power systems required by this code or the California Build- 
ing Code shall comply with Sections 1203.1.1 through 
1203.1.9. 


1203.1.1 Stationary generators. Stationary emergency 
and standby power generators required by this code shall 
be listed in accordance with UL 2200. 


1203.1.2 Fuel line piping protection. Fuel lines supply- 
ing a generator set inside a high-rise building or new 
Group I-2 occupancy having occupied floors located more 
than 75 feet above the lowest level of fire department vehi- 
cle access shall be separated from areas of the building 
other than the room the generator is located in by one of 
the following methods: 


1. A fire-resistant pipe-protection system that has been 
tested in accordance with UL 1489. The system shall 
be installed as tested and in accordance with the 
manufacturer’s installation instructions, and shall 
have a rating of not less than 2 hours. Where the 
building is protected throughout with an automatic 
sprinkler system installed in accordance with Sec- 
tion 903.3.1.1, the required rating shall be reduced 
to | hour. 


2. An assembly that has a fire-resistance rating of not 
less than 2 hours. Where the building is protected 
throughout with an automatic sprinkler system 
installed in accordance with Section 903.3.1.1, the 
required fire-resistance rating shall be reduced to | 
hour. 


3. Other approved methods. 
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1203.1.3 Installation. Emergency power systems and 
standby power systems shall be installed in accordance 
with the California Building Code, the California Electri- 
cal Code, NFPA 110 and NFPA 111. 


1203.1.4 Load transfer. Emergency power systems shall 
automatically provide secondary power within 10 seconds 
after primary power is lost, unless specified otherwise in 
this code. Standby power systems shall automatically 
provide secondary power within 60 seconds after primary 
power is lost, unless specified otherwise in this code. 


1203.1.5 Load duration. Emergency power systems and 
standby power systems shall be designed to provide the 
required power for a minimum duration of 2 hours without 
being refueled or recharged, unless specified otherwise in 
this code. 


1203.1.5.1 High-rise buildings and Group I-2 occu- 
pancies having occupied floors located more than 75 
feet above the lowest floor level having building 
access. Emergency power systems and standby power 
systems shall be designed to provide the required 
power for a minimum duration of 6 hours without being 
refueled or recharged. The minimum required fuel sup- 
ply shall be maintained at all times. 


1203.1.6 Uninterruptable power source. An uninter- 
rupted source of power shall be provided for equipment 
where required by the manufacturer’s instructions, the list- 
ing, this code or applicable referenced standards. 


1203.1.7 Interchangeability. Emergency power systems 
shall be an acceptable alternative for installations that 
require standby power systems. 


1203.1.8 Group I-2 occupancies. In Group I-2 occupan- 
cies located in flood hazard areas established in Section 
1612.3 of the California Building Code where new essen- 
tial electrical systems are installed, and where new 
essential electrical system generators are installed, the 
systems and generators shall be located and installed in 
accordance with ASCE 24. Where connections for hook 
up of temporary generators are provided, the connections 
shall be located at or above the elevation required in 
ASCE 24. 


1203.1.9 Maintenance. Existing installations shall be 
maintained in accordance with the original approval and 
Section 1203.4. 


coverage systems as required in Section 510.4.2.3. The 
standby power supply shall be capable of operating the in- 
building, two-way emergency responder conimunication 
coverage system at 100-percent system cparition capacity 
for a duration of not less than 12 hours. 


1203.2.4 Emergency voice/alarm communication 
systems. Standby power shall be provided for emergency 
voice/alarm communication systems in accordance with 
NFPA 72. 


1203.2.5 Exhaust ventilation. Standby power shall be 
provided for mechanical exhaust ventilation systems as 
required in Section 1207.6.1.2.1. The system shall be 
capable of powering the required load for a duration of not 
less than 2 hours. 


1203.2.6 Exit signs. Emergency power shall be provided 
for exit signs as required in Section 1013.6.3. The system 
shall be capable of powering the required load for a dura- 
tion of not less than 90 minutes. 


1203.2.7 Gas detection systems. Emergency power shall 
be provided for gas detection systems where required by 
Sections 1203.2.10 and 1203.2.17. Standby power shall be 
provided for gas detection systems where required by 
Sections 916.5 and 1207.6.1.2.4. 


1203.2.8 Group I-2 occupancies. Essential electrical 
systems for Group I-2 occupancies shall be in accordance 
with Section 407.11 of the California Building Code. 


1203.2.9 Group I-3 occupancies. Power-operated sliding 
doors or power-operated locks for swinging doors in 
Group I-3 occupancies shall be operable by a manual 
release mechanism at the door. Emergency power shall be 
provided for the doors and locks. 


Exceptions: 


1. Emergency power is not required in facilities 
where provisions for remote locking and unlock- 
ing of occupied rooms in Occupancy Condition 4 
are not required as set forth in the California 
Building Code. 


2. Emergency power is not required where remote 
mechanical operating releases are provided. 


1203.2.10 Hazardous materials. Emergency and standby 
power shall be provided in occupancies with hazardous 
materials as required in the following sections: 


1203.2 Where required. Emergency and standby power 1, Sections 5004.7 and 5005.1.5 for hazardous materi- 
systems shall be provided where required by Sections als. 


Sachs OUR Octal 2. Sections 6004.2.2.8 and 6004.3.4.2 for highly toxic 


1203.2.1 Ambulatory care facilities. Essential electrical 
systems for ambulatory care facilities shall be in accor- 
dance with Section 422.6 of the California Building Code. 


1203.2.2 Elevators and platform lifts. Standby power 
shall be provided for elevators and platform lifts as 
required in Sections 604.3, 1009.4.1 and 1009.5. 


1203.2.3 Emergency responder communication cover- 
age systems. Standby power shall be provided for in- 
building, two-way emergency responder communication 
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and toxic gases. 
3. Section 6204.1.11 for organic peroxides. 


1203.2.10 High-rise buildings and Group I-2 occupan- 
cies having occupied floors more than 75 feet above the 
lowest level of fire department vehicle access. Standby 
power and emergency power shall be provided for high- 
rise buildings and Group I-2 occupancies having occu- 
pied floors located more than 75 feet above the lowest 
level of fire department vehicle access as required in Sec- 
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tion 403 of the California Building Code, and shall be in 
accordance with Section 1203. 


1203.2.12 Special purpose horizontal sliding doors. 
Standby power shall be provided for horizontal sliding 
doors as required in Section 1010.3.3. The standby power 
supply shall have a capacity to operate not fewer than 50 
closing cycles of the door. 


1203.2.13 Hydrogen fuel gas rooms. Standby power 
shall be provided for hydrogen fuel gas rooms as required 
by Section 5808.7. 


1203.2.14 Laboratory suites. Standby or emergency 
power shall be provided in accordance with Section 
5004.7 where laboratory suites are located above the sixth 
story above grade plane or located in a story below grade 
plane. 


1203.2.15 Means of egress illumination. Emergency 
power shall be provided for means of egress illumination 
in accordance with Sections 1008.3 and 1104.5.1. 


1203.2.16 Membrane structures. Standby power shall be 
provided for auxiliary inflation systems in permanent 
membrane structures in accordance with Section 2702 of 
the California Building Code. Auxiliary inflation systems 
shall be provided in temporary air-supported and air- 
inflated membrane structures in accordance with Section 
3103.10.4. 


1203.2.17 Semiconductor fabrication facilities. Emer- 
gency power shall be provided for semiconductor 
fabrication facilities as required in Section 2703.15. 


1203.2.18 Smoke control systems. Standby power shall 
be provided for smoke control systems as required in 
Section 909.11. 


1203.2.19 Underground buildings. Emergency and 
standby power shall be provided in underground buildings 
as required in Section 405 of the California Building Code 
and shall be in accordance with Section 1203. 


1203.3 Critical circuits. Required critical circuits shall be 
protected using one of the following methods: 


1. Cables used for survivability of required critical cir- 
cuits shall be listed in accordance with UL 2196 and 
shall have a fire-resistance rating of not less than | 
hour. 


2. Electrical circuit protective systems shall have a fire- 
resistance rating of not less than | hour. Electrical cir- 
cuit protective systems shall be installed in accordance 
with their listing requirements. 


3. Construction having a fire-resistance rating of not less 
than | hour. 


1203.4 Maintenance. Emergency and standby power 
systems shall be maintained in accordance with NFPA 110 
and NFPA 111 such that the system is capable of supplying 
service within the time specified for the type and duration 
required. 


1203.4.1 Group I-2 and ambulatory care facilities. In 
Group I-2 occupancies and ambulatory care facilities, 
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emergency and standby power systems shall be main- 
tained in accordance with NFPA 99. 


1203.4.2 Schedule. Inspection, testing and maintenance of 
emergency and standby power systems shall be in accor- 
dance with an approved schedule established upon 
completion and approval of the system installation. 


1203.4.3 Records. Records of the inspection, testing and 
maintenance of emergency and standby power systems 
shall include the date of service, name of the servicing 
technician, a summary of conditions noted and a detailed 
description of any conditions requiring correction and 
what corrective action was taken. Such records shall be 
maintained. 


1203.4.4 Switch maintenance. Emergency and standby 
power system transfer switches shall be included in the 
inspection, testing and maintenance schedule required by 
Section 1203.4.2. Transfer switches shall be maintained 
free from accumulated dust and dirt. Inspection shall 
include examination of the transfer switch contacts for 
evidence of deterioration. When evidence of contact dete- 
rioration is detected, the contacts shall be replaced in 
accordance with the transfer switch manufacturer’s 
instructions. 


1203.5 Operational inspection and testing. Emergency 
power systems, including all appurtenant components, shall 
be inspected and tested under load in accordance with NFPA 
110 and NFPA 111. 


Exception: Where the emergency power system is used 
for standby power or peak load shaving, such use shall be 
recorded and shall be allowed to be substituted for sched- 
uled testing of the generator set, provided that appropriate 
records are maintained. 


1203.5.1 Group I-2 and ambulatory care facilities. In 
Group I-2 occupancies and ambulatory care facilities, 
emergency and standby power systems shall be inspected 
and tested under load in accordance with NFPA 99. 


1203.5.2 Transfer switch test. The test of the transfer 
switch shall consist of electrically operating the transfer 
switch from the normal position to the alternate position 
and then return to the normal position. 


1203.6 Supervision of maintenance and testing, Routine 
maintenance, inspection and operational testing shall be over- 
seen by a properly instructed individual. 


SECTION 1204 
PORTABLE GENERATORS 


1204.1 Portable generators. The use, operation and mainte- 
nance of portable generators shall comply with this section. 


1204.2 Listing. Portable generators manufactured after Janu- 
ary 1, 2021, shall be listed and labeled in accordance with UL 
2201. 


1204.3 Operation and maintenance. Portable generators 
shall be operated and maintained in accordance with the 
manufacturer’s instructions. 
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1204.4 Grounding. Portable generators shall be grounded in 
accordance with the California Electrical Code. 


1204.5 Operating locations. Portable generators shall be 
operated only outdoors a minimum of 5 feet (1524 mm) from 
any building openings such as windows and doors or air 
intakes. Portable generators shall not be operated within 
buildings or enclosed areas. Additional separation shall be 
provided for tents, membrane structures and outdoor assem- 
bly events as specified in Chapter 31. 


1204.6 Cords and wiring. Extension cords and temporary 
wiring used to connect portable generators shall be in accor- 
dance with Section 603 and shall be provided with GFCI 
protection. 


1204.7 Connections to premise wiring. Connections to a 
premise wiring system shall comply with all of the following: 


1. Power shall not be provided in a manner that “back- 
feeds” receptacles or the premise wiring system. 


2. Connection to a premise served by commercial power 
shall be made through a listed transfer switch installed, 
used and maintained in accordance with the California 
Electrical Code. 


. Connection to buildings not served by commercial 
power shall comply with the California Electrical 
Code. 


1204.8 Refueling. Portable generators shall not be refueled 
while operating. 
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1204.9 Storage and repair. Storage and repair of fuel-fired 
portable generators shall comply with Section 313. 


1204.10 Fire extinguisher. A listed portable fire extin- 
guisher complying with Section 906 with a minimum rating 
of 2-A:20-B:C shall be provided not more than 50 feet (15 
240 mm) from the portable generator. 


SECTION 1205 
SOLAR PHOTOVOLTAIC POWER SYSTEMS 


1205.1 General. Solar photovoltaic (PV) systems shall be 
installed in accordance with the California Building Code or 
California Residential Code. The electrical portion of solar 
PV systems shall be installed in accordance with the Califor- 
nia Electrical Code. Rooftop-mounted solar photovoltaic 
systems shall be installed in accordance with Sections 1205.2 
through 1205.4.3. Ground-mounted solar photovoltaic 
systems shall comply with Section 1205.5. 


1205.2 Access and pathways. Roof access, pathways and 
spacing requirements shall be provided in accordance with 
Sections 1205.2.1 through 1205.3.3. Pathways shall be over 
areas capable of supporting fire fighters accessing the roof. 
Pathways shall be located in areas with minimal obstructions, 
such as vent pipes, conduit or mechanical equipment. 


Exceptions: 


1. Detached, nonhabitable Group U structures includ- 
ing, but not limited to, detached garages serving 
Group R-3 buildings, parking shade structures, car- 
ports, solar trellises and similar structures. 


2. Roof access, pathways and spacing requirements 
need not be provided where the fire code official has 
determined that rooftop operations Will not be 
employed. 


3. Building-integrated photovoltaic (BIPV) systems 
where the BIPV systems are approved, integrated 
into the finished roof surface and are listed in accor- 
dance with a national test standard developed to 
address Section 690.12(B)(2) of the California Elec- 
trical Code. The removal or cutting away of portions 
of the BIPV system during fire-fighting operations 
shall not expose a fire fighter to electrical shock haz- 
ards. 


1205.2.1 Solar photovoltaic (PV) systems for Group R- 
3 buildings. Solar photovoltaic (PV) systems for Group 
R-3 buildings shall comply with Sections 1205.2.1.1 
through 1205.2.3. 


Exceptions: 


1. These requirements shall not apply to structures 
designed and constructed in accordance with the 
California Residential Code. 


2. These requirements shall not apply to roofs with 
slopes of 2 units vertical in 12 units horizontal 
(16.7-percent slope) or less. 


1205.2.1.1 Pathways to ridge. Not fewer than two 36- 
inch-wide (914 mm) pathways on separate roof planes, 
from lowest roof edge to ridge, shall be provided on all 
buildings. Not fewer than one pathway shall be 
provided on the street or driveway side of the roof. For 
each roof plane with a photovoltaic array, not fewer 
than one 36-inch-wide (914 mm) pathway from lowest 
roof edge to ridge shall be provided on the same roof 
plane as the photovoltaic array, on an adjacent roof 
plane or straddling the same and adjacent roof planes. 


1205.2.1.2 Setbacks at ridge. For photovoltaic arrays 
occupying 33 percent or less of the plan view total roof 
area, a setback of not less than 18 inches (457 mm) 
wide is required on both sides of a horizontal ridge. For 
photovoltaic arrays occupying more than 33 percent of 
the plan view total roof area, a setback of not less than 
36 inches (457 mm) wide is required on both sides of a 
horizontal ridge. 


1205.2.1.3 Alternative setbacks at ridge. Where an 
automatic sprinkler system is installed within the dwell- 
ing in accordance with Section 903.3.1.3, setbacks at the 
ridge shall conform to one of the following: 


1. For photovoltaic arrays occupying 66 percent or 

« less of the plan view total roof area, a setback of 
not less than 18 inches (457 mm) wide is required 
on both sides of a horizontal ridge. 


2. For photovoltaic arrays occupying more than 66 
percent of the plan view total roof area, a setback 
of not less than 36 inches (914 mm) wide is 
required on both sides of a horizontal ridge. 


1205.2.2, Emergency escape and rescue openings. 
Panels and modules installed on Group R-3 buildings shall 
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not be placed on the portion of a roof that is below an 
emergency escape and rescue opening. A pathway of not 
less than 36 inches (914 mm) wide shall be provided to the 
emergency escape and rescue opening. 


1205.2.3 Building-integrated photovoltaic (BIPV) 
systems. Where  building-integrated photovoltaic 
(BIPV) systems are installed in a manner that creates 
areas with electrical hazards to be hidden from view, 
markings shall be provided to identify the hazardous 
areas to avoid. The markings shall be reflective and be 
visible from grade. 


Exception: BIPV systems listed in accordance with 
Section 690.12(B)(2) of the California Electrical Code, 
where the removal or cutting away of portions of the 
BIPV system during fire-fighting operations have been 
determined to not expose a fire fighter to electrical 
shock hazards. 


1205.2.4 Locations of DC conductors. Conduit, wiring 
systems and raceways for photovoltaic circuits shall be 
located as close as possible to the ridge or hip or valley 
and from the hip or valley as directly as possible to an 
outside wall to reduce trip hazards and maximize venti- 
lation opportunities. Conduit runs between sub arrays 
and to DC combiner boxes shall be installed in a manner 
that minimizes the total amount of conduit on the roof by 
taking the shortest path from the array to the DC com- 
biner box. The DC combiner boxes shall be located such 
that conduit runs are minimized in the pathways between 
arrays. DC wiring shall be installed in metallic conduit 
or raceways when located within enclosed spaces in a 
building. Conduit shall run along the bottom of load 
bearing members. 


1205.3 Other than Group R-3 buildings. Access to systems 
for buildings, other than those containing Group R-3 occu- 
pancies, shall be provided in accordance with Sections 
1205.3.1 through 1205.3.3. 


Exception: Where it is determined by the fire code official 
that the roof configuration is similar to that of a Group R-3 
occupancy, the residential access and ventilation require- 
ments in Sections 1205.2.1.1 through 1205.2.1.3 are a 
suitable alternative. 


1205.3.1 Perimeter pathways. There shall be a minimum 
6-foot-wide (1829 mm) clear perimeter around the edges 
of the roof. 


Exception: Where either axis of the building is 250 
feet (76 200 mm) or less, the clear perimeter around the 
edges of the roof shall be permitted to be reduced to a 
minimum width of 4 feet (1219 mm). 


1205.3.2 Interior pathways. Interior pathways shall be 
provided between array sections to meet the following 
requirements: 


1. Pathways shall be provided at intervals not greater 
than 150 feet (45 720 mm) throughout the length 
and width of the roof. 


2. A pathway not less than 4 feet (1219 mm) wide ina 
straight line to roof standpipes or ventilation 
hatches. 
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3. A pathway not less than 4 feet (1219 mm) wide 
around roof access hatches, with not fewer than one 
such pathway to a parapet or roof edge. 


1205.3.3 Smoke ventilation. The solar installation shall 
be designed to meet the following requirements: 


1. Where nongravity-operated smoke and heat vents 
occur, a pathway not less than 4 feet (1219 mm) 
wide shall be provided bordering all sides. 


2. Where gravity-operated dropout smoke and heat | 


vents occur, a pathway not less than 4 feet (1219 
mm) wide on not fewer than one side. 


3. Smoke ventilation options between array sections 
shall be one of the following: 


3.1. A pathway not less than 8 feet (2438 mm) 
wide. 


3.2. A pathway not less than 4 feet (1219 mm) 
wide bordering 4-foot by 8-foot (1219 mm by 
2438 mm) venting cutouts every 20 feet (6096 
mm) on alternating sides of the pathway. 


1205.3.4 Locations of DC conductors in occupancies 
other than R-3. Conduit, wiring systems and raceways for 
photovoltaic circuits shall be located as close as possible 
to the ridge or hip or valley and from the hip or valley as 
directly as possible to an outside wall to reduce trip 
hazards and maximize ventilation opportunities. Conduit 
runs between sub arrays and to DC combiner boxes shall 
be installed in a manner that minimizes the total amount of 
conduit on the roof by taking the shortest path from the 
array to the DC combiner box. The DC combiner boxes 
shall be located such that conduit runs are minimized in 
the pathways between arrays. DC wiring shall be installed 
in metallic conduit or raceways when located within 
enclosed spaces in a building. Conduit shall run along the 
bottom of load bearing members. 


1205.4 Buildings with rapid shutdown. Buildings with 
rapid shutdown solar photovoltaic systems shall have perma- 
nent labels in accordance with Sections 1205.4.1 through 
1205.4.3. 


1205.4.1 Rapid shutdown type. The type of solar photo- 
voltaic system rapid shutdown shall be labeled with one of 
the following: 


1. For solar photovoltaic systems that shut down the 
array and the conductors leaving the array, a label 
shall be provided. The first two lines of the label shall 
be uppercase characters with a minimum height of */, 
inch (10 mm) in black on a yellow background. The 
remaining characters shall be uppercase with a mini- 
mum height of */,, inch (5 mm) in black on a white 
background. The label shall be in accordance with 
Figure 1205.4.1(1) and state the following: 


SOLAR PV SYSTEM EQUIPPED WITH 
RAPID SHUTDOWN. TURN RAPID 
SHUTDOWN SWITCH TO THE “OFF” 
POSITION TO SHUT DOWN PV SYSTEM 
AND REDUCE SHOCK HAZARD IN ARRAY. 
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TURN RAPID SHUTDOWN |, 


SWITCH TO THE 
“OFF” POSITIONTO jf 
SHUT DOWN PV SYSTEM f 
AND REDUCE : 
SHOCK HAZARD 
IN ARRAY 


FIGURE 1205.4.1(1) 
LABEL FOR SOLAR PV SYSTEMS THAT REDUCE 
SHOCK HAZARD WITHIN ARRAY AND SHUT 
DOWN CONDUCTORS LEAVING ARRAY 


2. For photovoltaic systems that only shut down con- 
ductors leaving the array, a label shall be provided. 
The first two lines of the label shall be uppercase 
characters with a minimum height of */, inch (10 
mm) in white on a red background and the remain- 
ing characters shall be capitalized with a minimum 
height of */,, inch (5 mm) in black on a white back- 
ground. The label shall be in accordance with Figure 
1205.4.1(2) and state the following: 


THIS SOLAR PV SYSTEM EQUIPPED 
WITH RAPID SHUTDOWN. TURN RAPID 
SHUTDOWN SWITCH TO THE “OFF” 
POSITION TO SHUT DOWN CONDUCTORS 
OUTSIDE THE ARRAY. CONDUCTORS 
WITHIN ARRAY REMAIN ENERGIZED 
IN SUNLIGHT. 


TURN RAPID SHUTDOWN |] 


SWITCH TOTHE “OFF” [; 
POSITION TO H 

SHUT DOWN CONDUCTORS |, 
OUTSIDE THE ARRAY. jj 
CONDUCTORS WITHIN | 
ARRAY REMAIN 
ENERGIZED IN SUNLIGHT | 


FIGURE 1205.4.1(2) 
LABEL FOR SOLAR PV SYSTEMS THAT ONLY SHUT DOWN 
CONDUCTORS LEAVING THE ARRAY 


1205.4.1.1 Diagram. The labels in Section 1205.4.1 
shall include a simple diagram of a building with a 
roof. Diagram sections in red signify sections of the 
solar photovoltaic system that are not shut down when 
the rapid shutdown switch is turned off. 


1205.4.1.2 Location. The rapid shutdown label in 
Section 1205.4.1 shall be located not greater,than 3 feet 
(914 mm) from the service disconnecting means to 
which the photovoltaic systems are connected, and 
shall indicate the location of all identified rapid shut- 
down switches if not at the same location. 


1205.4.2 Buildings with more than one rapid shutdown 
type. Solar photovoltaic systems that contain rapid shut- 
down in accordance with both Items 1 and 2 of Section 
1205.4.1 or solar photovoltaic systems where only 
portions of the systems on the building contain rapid shut- 
down, shall provide a detailed plan view diagram of the 
roof showing each different photovoltaic system and a 
dotted line around areas that remain energized after the 
rapid shutdown switch is operated. 


1205.4.3 Rapid shutdown switch. A rapid shutdown 
switch shall have a label located not greater than 3 feet 
(914 mm) from the switch that states the following: 


RAPID SHUTDOWN SWITCH 
FOR SOLAR PV SYSTEM 


1205.5 Ground-mounted photovoltaic panel systems. 
Ground-mounted photovoltaic panel systems shall be 
installed in accordance with this section. Setback require- 
ments shall not apply to ground-mounted, free-standing 
photovoltaic arrays. 


1205.5.1 Vegetation control. A clear, brush-free area of 
10 feet (3048 mm) shall be required around the perimeter 
of the ground-mounted photovoltaic arrays. A noncom- 
bustible base of gravel or a maintained vegetative surface 
or a noncombustible base, approved by the fire code offi- 
cial, shall be installed and maintained under the 
photovoltaic arrays and associated electrical equipment 
installations. 


SECTION 1206 
STATIONARY FUEL CELL POWER SYSTEMS 


1206.1 General. Stationary fuel cell power systems in new 
and existing occupancies shall comply with this section. 


Exception: The temporary use of a fuel cell-powered elec- 
tric vehicle to power a Group R-3 or R-4 building while 
parked shall comply with Section 1206.14. 


1206.2 Permits. Permits shall be obtained for stationary fuel 
cell power systems as set forth in Section 105.6.9. 


1206.3 Equipment. Stationary fuel cell power systems shall 
comply with the following: 


1. Prepackaged fuel cell power systems shall be listed and 
labeled in accordance with CSA FC 1. 


2. The modules and components in a preengineered fuel 
cell power system shall be listed and labeled in accor- 
dance with CSA FC 1 and interconnected to complete 
the assembly of the system at the job site in accordance 
with the manufacturer’s instructions and the module 
and component listings. 
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3. Field-fabricated fuel cell power systems shall be 
approved based on a review of the technical report pro- 
vided in accordance with Section 104.8.2. The report 
shall be prepared by and bear the stamp of a registered 
design professional and shall include: 


3.1. A fire risk evaluation. 


3.2. An evaluation demonstrating that modules and 
components in the fuel cell power system com- 
ply with applicable requirements in CSA FC 1. 


3.3. Documentation of the fuel cell power system’s 
compliance with applicable NFPA 2 and NFPA 
853 construction requirements. 


1206.4 Installation. Stationary fuel cell power systems shall 
be installed and maintained in accordance with the California 
Electrical Code and NFPA 853, the manufacturer’s installa- 
tion instructions, and the listing. Stationary fuel cell power 
systems fueled by hydrogen shall be installed and maintained 
in accordance with NFPA 2 and the California Electrical 
Code, the manufacturer’s installation instructions and the 
listing. 

1206.5 Residential use. Stationary fuel cell power systems 
shall not be installed in Group R-3 and R-4 buildings, or 
dwelling units associated with Group R-2 buildings unless 
they are specifically listed for residential use. 


Exception: The temporary use of a fuel cell-powered elec- 
tric vehicle to power a Group R-3 or R-4 building while 
parked shall comply with Section 1206.14. 


1206.6 Indoor installations. Stationary fuel cell power 
systems installed in indoor locations shall comply with 
Sections 1206.6 through 1206.6.2. For purposes of this 
section, an indoor location includes a roof and 50 percent or 
greater enclosing walls. 


1206.6.1 Listed. Stationary fuel cell power systems 
installed indoors shall be specifically listed and labeled for 
indoor use. 


1206.6.2 Separation. Rooms containing stationary fuel 
cell power systems shall be separated from the following 
occupancies by fire barriers or horizontal assemblies, or 
both, constructed in accordance with the California Build- 
ing Code. 


1. Group B, F, M, S and U occupancies by 1-hour fire- 
resistance-rated construction. 


2. Group A, E, I and R occupancies by 2-hour fire- 
resistance-rated construction. 


Exception: Stationary fuel cell power systems with 
an aggregate rating less than 50 kW shall not be 
required to be separated from other occupancies 
provided that the systems comply with Section 9.3 of 
NFPA 853. 


1206.7 Vehicle impact protection. Where stationary fuel 
cell power systems are subject to impact by a motor vehicle, 
vehicle impact protection shall be provided in accordance 
with Section 312. 
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1206.8 Outdoor installation. Stationary fuel cell power 
systems located outdoors shall be separated by not less than 5 
feet (1524 mm) from the following: 


1. Lot lines. 

. Public ways. 

. Buildings. 

. Stored combustible materials. 

. Hazardous materials. 

. High-piled stock. 

. Any portion of a designated means of egress system. 
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8. Other exposure hazards. 


1206.9 Fuel supply. The design, location and installation of 
the fuel supply for stationary fuel cell power systems shall 
comply with Chapter 53, Chapter 58 and the /nternational 
Fuel Gas Code, based on the particular fuel being supplied to 
the system. 


1206.10 Manual shutoff. Access to a manual shutoff valve 
shall be provided for the fuel piping within 6 feet (1829 mm) 
of any fuel storage tank serving the fuel cell and within 6 feet 
(1829 mm) of the power system. If the fuel tank and the 
stationary fuel cell power system are less than 12 feet (3658 
mm) apart, a single shutoff valve shall be permitted. If the 
stationary fuel cell power system is located indoors, the shut- 
off valve shall be located outside of the room in which the 
system is installed, unless otherwise approved by the fire 
code official. 


1206.11 Ventilation and exhaust. Ventilation and exhaust 
for stationary fuel cell power systems shall be provided in 
accordance with NFPA 853. 


1206.12 Fire protection. Fire protection systems for station- 
ary fuel cell power system installations shall be provided in 
accordance with NFPA 853. 


1206.13 Gas detection systems. Stationary fuel cell power 
systems shall be provided with a gas detection system. Detec- 
tion shall be provided in approved locations in the fuel cell 
power system enclosure, the exhaust system or the room that 
encloses the fuel cell power system. The system shall be 
designed to activate at a flammable gas concentration of not 
more than 25 percent of the lower flammable limit (LFL). 


1206.13.1 System activation. The activation of the gas 
detection system shall automatically: 


1. Close valves between the gas supply and the fuel 
cell power system. 


2. Shut down the fuel cell power system. 


3. Initiate local audible and visible alarms in approved 
locations. 


1206.14 Group R-3 and R-4 fuel cell vehicle energy storage 
system use. The temporary use of the dwelling unit owner or 
occupant’s fuel cell-powered electric vehicle to power a Group 
R-3 or R-4 dwelling while parked in an attached or detached 
garage or outside shall comply with the vehicle manufacturer’s 
instructions and the California Electrical Code. 
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SECTION 1207 
ELECTRICAL ENERGY STORAGE SYSTEMS (ESS) 


1207.1 General. The provisions in this section are applicable 
to stationary and mobile electrical energy storage systems 
(ESS). 
Exception: ESS in Group R-3 and R-4 occupancies shall 
comply with Section 1207.11. 


1207.1.1 Scope. ESS having capacities exceeding the 
values shown in Table 1207.1.1 shall comply with this 
section. 


TABLE 1207.1.1 
ENERGY STORAGE SYSTEM (ESS) THRESHOLD QUANTITIES 


technologies 


For SI: 1 kilowatt hour = 3.6 megajoules. 

a. Energy capacity is the total energy capable of being stored (nameplate 
rating), not the usable energy rating. For units rated in amp-hours, kWh 
shall equal rated voltage times amp-hour rating divided by 1,000. 

. Shall include vanadium, zinc-bromine, polysulfide-bromide and other 
flowing electrolyte-type technologies. 

c. Fifty gallons of lead-acid battery electrolyte shall be considered 

equivalent to 70 kWh. 


1207.1.2 Permits. Permits shall be obtained for ESS as 
follows: 


lox 


1. Construction permits shall be obtained for stationary 
ESS installations and for mobile ESS charging and 
storage installations covered by Section 1207.10.1. 
Permits shall be obtained in accordance with Section 
105.6.5. 


2. Operational permits shall be obtained for stationary 
ESS installations and for mobile ESS deployment 
operations covered by Section 1207.10.3. Permits 
shall be obtained in accordance with Section 
105.5.14. 


1207.1.2.1 Communication utilities. Operational 
permits shall not be required for lead-acid and nickel- 
cadmium battery systems at facilities under the exclu- 
sive control of communications utilities that comply 
with NFPA 76 and operate at less than 50 voltage alter- 
nating current (VAC) and 60 voltage direct current 
(VDC). 


1207.1.3 Construction documents. The following infor- 
mation shall be provided with the permit application: 


1. Location and layout diagram of the room or area in 
which the ESS is to be installed. 


2. Details on the hourly fire-resistance ratings of 
assemblies enclosing the ESS. 
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3. The quantities and types of ESS to be installed. 


ara 
4, Manufacturer’s specifications, ratings and listings of 
each ESS. 


5. Description of energy (battery) management sys- 
tems and their operation. 


6. Location and content of required signage. 


7. Details on fire suppression, smoke or fire detection, 
thermal management, ventilation, exhaust and defla- 
gration venting systems, if provided. 


8. Support arrangement associated with the installa- 
tion, including any required seismic restraint. 


9. A commissioning plan complying with Section 
1Z07 2.1. 


10. A decommissioning plan complying with Section 
1207.2:3) 


1207.1.4 Hazard mitigation analysis. A failure modes 
and effects analysis (FMEA) or other approved hazard 
mitigation analysis shall be provided in accordance with 
Section 104.8.2 under any of the following conditions: 


1. Where ESS technologies not specifically identified 
in Table 1207.1 are provided. 


2. More than one ESS technology is provided in a 
room or enclosed area where there is a potential for 
adverse interaction between technologies. 


3. Where allowed as a basis for increasing maximum 
allowable quantities. See Section 1207.5.2. 


1207.1.4.1 Fault condition. The hazard mitigation 
analysis shall evaluate the consequences of the follow- 
ing failure modes. Only single failure modes shall be 
considered. 


1. A thermal runaway condition in a single ESS 
rack, module or unit. 


2. Failure of any battery (energy) management sys- 
tem. 


3. Failure of any required ventilation or exhaust sys- 
tem. 


4. Voltage surges on the primary electric supply. 
5. Short circuits on the load side of the ESS. 


6. Failure of the smoke detection, fire detection, fire 
suppression or gas detection system. 


7. Required spill neutralization not being provided 
or failure of a required secondary containment 
system. 


1207.1.4.2 Analysis approval. The fire code official is 
authorized to approve the hazardous mitigation analysis 
provided that the consequences of the hazard mitigation 
analysis demonstrate: 


1. Fires will be contained within unoccupied ESS 
rooms or areas for the minimum duration of the 
fire-resistance-rated separations identified in Sec- 
tion 1207.7.4. 
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2. Fires in occupied work centers will be detected in 
time to allow occupants within the room or area 
to safely evacuate. 


3. Toxic and highly toxic gases released during fires 
will not reach concentrations in excess of the 
IDLH level in the building or adjacent means of 
egress routes during the time deemed necessary 
to evacuate occupants from any affected area. 


4. Flammable gases released from ESS during 
charging, discharging and normal operation will 
not exceed 25 percent of their lower flammability 
limit (LFL). 


5. Flammable gases released from ESS during fire, 
overcharging and other abnormal conditions will 
be controlled through the use of ventilation of the 
gases, preventing accumulation, or by deflagra- 
tion venting. 


1207.1.4.3 Additional protection measures. 
Construction, equipment and systems that are required 
for the ESS to comply with the hazardous mitigation 
analysis, including but not limited to those specifically 
described in Section 1207, shall be installed, main- 
tained and tested in accordance with nationally 
recognized standards and specified design parameters. 


1207.1.5 Large-scale fire test. Where required elsewhere 
in Section 1207, large-scale fire testing shall be conducted 
on a representative ESS in accordance with UL 9540A. 
The testing shall be conducted or witnessed and reported 
by an approved testing laboratory and show that a fire 
involving one ESS will not propagate to an adjacent ESS, 
and where installed within buildings, enclosed areas and 
walk-in units will be contained within the room, enclosed 
area or walk-in unit for a duration equal to the fire-resis- 
tance rating of the room separation specified in Section 
1207.7.4. The test report shall be provided to the fire code 
official for review and approval in accordance with 
Section 104.8.2. 


1207.1.6 Fire remediation. Where a fire or other event 
has damaged the ESS and ignition or re-ignition of the 
ESS is possible, the system owner, agent or lessee shall 
take the following actions, at their expense, to mitigate the 
hazard or remove damaged equipment from the premises 
to a safe location. 


1207.1.6.1 Fire mitigation personnel. Where, in the 
opinion of the fire code official, it is essential for public 
safety that trained personnel be on-site to respond to 
possible ignition or re-ignition of a damaged ESS, the 
system owner, agent or lessee shall immediately 
dispatch one or more fire mitigation personnel to the 
premise, as required and approved, at their expense. 
These personnel shall remain on duty continuously 
after the fire department leaves the premise until the 
damaged energy storage equipment is removed from 
the premises, or earlier if the fire code official indicates 
the public safety hazard has been abated. 
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1207.1.6.2 Duties. On-duty fire mitigation personnel 
shall have the following responsibilities: 


1. Keep a diligent watch for fires, obstructions to 
means of egress and other hazards. 


2. Immediately contact the fire department if their 
assistance is needed to mitigate any hazards or 
extinguish fires. 


3. Take prompt measures for remediation of hazards 
in accordance with the decommissioning plan per 
Section 1207.2.3. 


4. Take prompt measures to assist in the evacuation 
of the public from the structures. 


1207.2 Commissioning, decommissioning, operation and 
maintenance. Commissioning, decommissioning, operation 
and maintenance shall be conducted in accordance with this 
section. 


1207.2.1 Commissioning. Commissioning of newly 
installed ESS and existing ESS that have been retrofitted, 
replaced or previously decommissioned and are returning 
to service shall be conducted prior to the ESS being placed 
in service in accordance with a commissioning plan that 
has been approved prior to initiating commissioning. The 
commissioning plan shall include the following: 


1. A narrative description of the activities that will be 
accomplished during each phase of commissioning, 
including the personnel intended to accomplish each 
of the activities, 


2. A listing of the specific ESS and associated compo- 
nents, controls and safety-related devices to be 
tested, a description of the tests to be performed and 
the functions to be tested. 


3. Conditions under which all testing will be per- 
formed, which are representative of the conditions 
during normal operation of the system. 


4, Documentation of the owner’s project requirements 
and the basis of design necessary to understand the 
installation and operation of the ESS. 


5. Verification that required equipment and systems 
are installed in accordance with the approved plans 
and specifications. 


6. Integrated testing for all fire and safety systems. 


7. Testing for any required thermal management, ven- 
tilation or exhaust systems associated with the ESS 
installation. 

8. Preparation and delivery of operation and mainte- 
nance documentation. 


9. Training of facility operating and maintenance staff. 


10. Identification and documentation of the require- 
ments for maintaining system performance to meet 
the original design intent during the operation phase. 


l 
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. Identification and documentation of personnel who 
are qualified to service, maintain and decommission 
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the ESS, and respond to incidents involving the 
ESS, including documentation that such service has 
been contracted for. 


12. A decommissioning plan for removing the ESS from 
service, and from the facility in which it is located. 
The plan shall include details on providing a safe, 
orderly shutdown of energy storage and safety sys- 
tems with notification to the code officials prior to 
the actual decommissioning of the system. The 
decommissioning plan shall include contingencies 
for removing an intact operational ESS from service, 
and for removing an ESS from service that has been 
damaged by a fire or other event. 


Exception: Commissioning shall not be required for 
lead-acid and nickel-cadmium battery systems at facili- 
ties under the exclusive control of communications 
utilities that comply with NFPA 76 and operate at less 
than 50 VAC and 60 VDC. A decommissioning plan 
shall be provided and maintained where required by the 
fire code official. 


1207.2.1.1 Initial acceptance testing. During the 
commissioning process an ESS shall be evaluated for 
proper operation in accordance with the manufacturer’s 
instructions and the commissioning plan prior to final 
approval. 


1207.2.1.2 Commissioning report. A report describ- 
ing the results of the system commissioning, including 
the results of the initial acceptance testing required in 
Section 1207.2.1.1, shall be provided to the fire code 
official prior to final inspection and approval and main- 
tained at an approved on-site location. 


1207.2.2 Operation and maintenance. An operation and 
maintenance manual shall be provided to both the ESS 
owner or their authorized agent and the ESS operator 
before the ESS is put into operation and shall include the 
following: 


1. Manufacturer’s operation manuals and maintenance 
manuals for the entire ESS, or for each component 
of the system requiring maintenance, that clearly 
identify the required routine maintenance actions. 


2. Name, address and phone number of a service 
agency that has been contracted to service the ESS 
and its associated safety systems. 


3. Maintenance and calibration information, including 
wiring diagrams, control drawings, schematics, sys- 
tem programming instructions and control sequence 
descriptions, for all energy storage control systems, 


4. Desired or field-determined control set points that 
are permanently recorded on control drawings at 
control devices or, for digital control systems, in 
system programming instructions. 


5. A schedule for inspecting and recalibrating all ESS 
controls, 


6. A service record log form that lists the schedule for 
all required servicing and maintenance actions and 
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space for logging such actions that are completed 
over time and retained on-site. F 


The ESS shall be operated and maintained in accor- 
dance with the manual and a copy of the manual shall be 
retained at an approved on-site location. 


1207.2.2.1 Ongoing inspection and testing. Systems 
that monitor and protect the ESS installation shall be 
inspected and tested in accordance with the manufac- 
turer’s instructions and the operation and maintenance 
manual. Inspection and testing records shall be main- 
tained in the operation and maintenance manual. 


1207.2.3 Decommissioning. The code official shall be 
notified prior to the decommissioning of an ESS. Decom- 
missioning shall be performed in accordance with the 
decommissioning plan that includes the following: 


1. A narrative description of the activities to be accom- 
plished for removing the ESS from service, and 
from the facility in which it is located. 


2. A listing of any contingencies for removing an intact 
operational ESS from service, and for removing an 
ESS from service that has been damaged by a fire or 
other event. 


1207.3 Equipment. ESS equipment shall be in accordance 
with Sections 1207.3.1 through 1207.3.9. 


1207.3.1 Energy storage system listings. ESS shall be 
listed in accordance with UL 9540. 


Exception: Lead-acid and nickel-cadmium battery 
systems installed in facilities under the exclusive 
control of communications utilities, and operating at 
less than 50 VAC and 60 VDC in accordance with 
NFPA 76, are not required to be listed. 


1207.3.2 Equipment listing. Chargers, inverters and 
energy storage management systems shall be covered as 
part of the UL 9540 listing or shall be listed separately. 


1207.3.3 Utility interactive systems. Inverters shall be 
listed and labeled in accordance with UL 1741. Only 
inverters listed and labeled for utility interactive system 
use and identified as interactive shall be allowed to operate 
in parallel with the electric utility power system to supply 
power to common loads. ; 


1207.3.4 Energy storage management system. Where 
required by the ESS listing, an approved energy storage 
management system that monitors and balances cell volt- 
ages, currents and temperatures within the manufacturer’s 
specifications shall be provided. The system shall discon- 
nect electrical connections to the ESS or otherwise place it 
in a safe condition if potentially hazardous temperatures or 
other conditions such as short circuits, over voltage or 
under voltage are detected. 


1207.3.5 Enclosures. Enclosures of ESS shall be of 
noncombustible construction. 


1207.3.6 Repairs. Repairs of ESS shall only be done by 
qualified personnel. Repairs with other than identical parts 
shall be considered retrofitting and comply with Section 
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1207.3.7. Repairs shall be documented in the service 
records log. 


1207.3.7 Retrofits. Retrofitting of an existing ESS shall 
comply with the following: 


1. A construction permit shall be- obtained in accor- 
dance with Section 105.6.5. 


2. New batteries, battery modules, capacitors and simi- 
lar ESS components shall be listed, 


3. Battery management and other monitoring systems 
shall be connected and installed in accordance with 
the manufacturer’s instructions. 


4. The overall installation shall continue to comply 
with UL 9540 listing requirements, where applica- 
ble. 


5. Systems that have been retrofitted shall be commis- 
sioned in accordance with Section 1207.2.1, 


6, Retrofits shall be documented in the service records 
log. 


1207.3.7.1 Retrofitting lead acid and_ nickel 

cadmium. Section 1207.3.7 shall not apply to retrofit- 

ting of lead-acid and nickel-cadmium batteries with 

other lead-acid and nickel-cadmium batteries at facili- 

ties under the exclusive control of communications 

utilities that comply with NFPA 76 and operate at less 
_ than 50 VAC and 60 VDC. 


1207.3.8 Replacements. Replacements of ESS shall be 
considered new ESS installations and shall comply with 
the provisions of Section 1207 as applicable to new ESS. 
The ESS being replaced shall be decommissioned in 
accordance with Section 1207.2.3. 


1207.3.9 Reused and repurposed equipment. Equip- 
ment and materials shall only be reused or reinstalled as 
permitted in Section 104.8.1. Storage batteries previously 
used in other applications, such as electric vehicle propul- 
sion, shall not be reused in applications regulated by 
Chapter 12 unless approved by the fire code official and 
unless the equipment is refurbished by a battery refurbish- 
ing company approved in accordance with UL 1974. 
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1207.4.2 Working clearances. Access and working space 
shall be provided and maintained about all electrical 
equipment to permit ready and safe operation and mainte- 
nance of such equipment in accordance with the 
California Electrical Code and the manufacturer’s 
instructions. 


1207.4.3 Fire-resistance-rated separations. Rooms and 
other indoor areas containing ESS shall be separated from 
other areas of the building in accordance with Section 
1207.7.4. ESS shall be permitted to be in the same room 
with the equipment they support. 


1207.4.4 Seismic and structural design. Stationary ESS 
shall comply with the seismic design requirements in 
Chapter 16 of the California Building Code, and shall not 
exceed the floor loading limitation of the building. 


1207.4.5 Vehicle impact protection. Where ESS are 
subject to impact by a motor vehicle, including fork lifts, 
vehicle impact protection shall be provided in accordance 
with Section 312. 


1207.4.6 Combustible storage. Combustible materials 
shall not be stored in ESS rooms, areas or walk-in units. 
Combustible materials in occupied work centers covered 
by Section 1207.4.10 shall be stored at least 3 feet (914 
mm) from ESS cabinets. 


1207.4.7 Toxic and highly toxic gases. ESS that have the 
potential to release toxic and highly toxic gas during 
charging, discharging and normal use conditions shall be 
provided with a hazardous exhaust system in accordance 
with Chapter 5 of the California Mechanical Code. 


1207.4.8 Signage. Approved signs shall be provided on or 
adjacent to all entry doors for ESS rooms or areas and on 
enclosures of ESS cabinets and walk-in units located 
outdoors, on rooftops or in open parking garages. Signs 
designed to meet both the requirements of this section and 
the California Electrical Code shall be permitted. The 
signage shall include the following or equivalent: 


1. “ENERGY STORAGE SYSTEM,” “BATTERY 
STORAGE SYSTEM,” “CAPACITOR ENERGY 
STORAGE SYSTEM” or the equivalent. 


2. The identification of the electrochemical ESS tech- 


1207.4 General installations requirements. Stationary and 
mobile ESS shall comply with the requirements of Sections nology present. 


1207.4.1 through 1207.4.12. 3, “ENERGIZED ELECTRICAL CIRCUITS.” 


1207.4.1 Electrical disconnects. Where the ESS discon- 
necting means is not within sight of the main electrical 
service disconnecting means, placards or directories shall 
be installed at the location of the main electrical service 
disconnecting means indicating the location of stationary 
storage battery system disconnecting means in accordance 
with the California Electrical Code. 


Exception: Electrical disconnects for lead-acid and 
nickel-cadmium battery systems at facilities under the 
exclusive control of communications utilities and oper- 
ating at less than 50 VAC and 60 VDC shall be 
permitted to have electrical disconnects signage in 
accordance with NFPA 76. 
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4, Where water-reactive electrochemical ESS are pres- 
ent, the signage shall include “APPLY NO 
WATER.” 


5. Current contact information, including phone num- 
ber, for personnel authorized to service the equip- 
ment and for fire mitigation personnel required by 
Section 1207.1.6.1. 


Exception: Existing electrochemical ESS shall be 
permitted to include the signage required at the time 
they were installed. 


1207.4.9 Security of installations. Rooms, areas and 
walk-in units in which electrochemical ESS are located 
shall be secured against unauthorized entry and safe- 
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guarded in an approved manner. Security barriers, fences, 
landscaping and other enclosures shall not inhibit the 
required air flow to or exhaust from the electrochemical 
ESS and its components. 


1207.4.10 Occupied work centers. Electrochemical ESS 
located in rooms or areas occupied by personnel not 
directly involved with maintenance, service and testing of 
the systems shall comply with the following: 


1. Electrochemical ESS located in occupied work cen- 
ters shall be housed in locked noncombustible cabi- 
nets or other enclosures to prevent access by 
unauthorized personnel. 


2. Where electrochemical ESS are contained in cabi- 
nets in occupied work centers, the cabinets shall be 
located within 10 feet (3048 mm) of the equipment 
that they support. 


3. Cabinets shall include signage complying with Sec- 
tion 1207.4.8. 


1207.4.11 Open rack installations. Where electrochemi- 
cal ESS are installed in a separate equipment room and 
only authorized personnel have access to the room, they 
shall be permitted to be installed on an open rack for ease 
of maintenance. 


1207.4.12 Walk-in units. Walk-in units shall be entered 
only for inspection, maintenance and repair of ESS units 
and ancillary equipment, and shall not be occupied for 
other purposes. 


1207.5 Electrochemical ESS protection. The protection of 
electrochemical ESS shall be in accordance with Sections 
1207.5.1 through 1207.5.8 where required by Sections 1207.7 
through 1207.10. 


1207.5.1 Size and separation. Electrochemical ESS shall 
be segregated into groups not exceeding 50 kWh (180 
megajoules). Each group shall be separated a minimum of 
3 feet (914 mm) from other groups and from walls in the 
storage room or area. The storage arrangements shall 
comply with Chapter 10. 


1. Lead-acid and nickel-cadmium battery systems in 
facilities under the exclusive control of communica- 
tions utilities and operating at less than SO VAC and 
60 VDC in accordance with NFPA 76. 


2. The fire code official is authorized to approve larger 
capacities or smaller separation distances based on 
large-scale fire testing complying with Section 
120 Plas 


1207.5.2 Maximum allowable quantities. Fire areas 
within rooms, areas and walk-in units containing electro- 
chemical ESS shall not exceed the maximum allowable 
quantities in Table 1207.5. 


Exceptions: 
1. Where approved by the fire code official, rooms, 
areas and walk-in units containing electrochemi- 
cal ESS that exceed the amounts in Table 1207.5 
shall be permitted based on a hazardous mitiga- 
tion analysis in accordance with Section 1207.1.4 
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and large-scale fire testing complying with Sec- 
tion 1207.1.5. : 


2. Lead-acid and nickel-cadmium battery systems 
installed in facilities under the exclusive control 
of communications utilities, and operating at less 
than 50 VAC and 60 VDC in accordance with 
NFPA 76. 


3. Dedicated-use buildings in compliance with Sec- 
tion 1207.7.1. 


TABLE 1207.5 
MAXIMUM ALLOWABLE QUANTITIES OF 
ELECTROCHEMICAL ESS 


Flow batteries? 
Tantaiaar pes | tine 
Nickel-cadmium (Ni-Cd) i 
Other battery technologies)-iai 


200 kWh 


All types 20 kWh 
All types 20 kWh 


a. For electrochemical ESS units rated in amp-hours, kWh shall equal rated 
voltage times the amp-hour rating divided by 1,000. 

b. Shall include vanadium, zinc-bromine, polysulfide-bromide and other 
flowing electrolyte-type technologies. 


1207.5.2.1 Mixed electrochemical energy systems. 
Where rooms, areas and walk-in units contain different 
types of electrochemical energy technologies, the total 
aggregate quantities of the systems shall be determined 
based on the sum of percentages of each technology- 
type quantity divided by the maximum allowable quan- 
tity of each technology type. The sum of the 
percentages shall not exceed 100 percent of the maxi- 
mum allowable quantity. 


1207.5.3 Elevation. Electrochemical ESS shall not be 
located in the following areas: 


1. Where the floor is located more than 75 feet (22 860 
mm) above the lowest level of fire department vehi- 
cle access. 


2. Where the floor is located below the lowest level of 
exit discharge. 


Exceptions; 


1. Lead-acid and nickel-cadmium battery systems 
less than 50 VAC and 60 VDC installed in facili- 
ties under the exclusive control of communica- 
tions utilities in accordance with NFPA 76. 


2. Where approved, installations shall be permitted 
in underground vaults complying with the Cali- 
fornia Electrical Code, Article 450, Part III. 
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3. Where approved by the fire code official, instal- 
lations shall be permitted on higher and lower 
floors. 


1207.5.4 Fire detection. An approved automatic smoke 
detection system or radiant energy-sensing fire detection 
system complying with Section 907.2 shall be installed in 
rooms, indoor areas and walk-in units containing electro- 
chemical ESS. An approved radiant energy-sensing fire 
detection system shall be installed to protect open parking 
garage and rooftop installations. Alarm signals from 
detection systems shall be transmitted to a central station, 
proprietary or remote station service in accordance with 
NFPA 72, or where approved to a constantly attended 
location. 


1207.5.4.1 System status. Where required by the fire 
code official, visibie annunciation shall be provided on 
cabinet exteriors or in other approved locations to indi- 
cate that potentially hazardous conditions associated 
with the ESS exist. 


1207.5.5 Fire suppression systems. Rooms and areas 
within buildings and walk-in units containing electro- 
chemical ESS shall be protected by an automatic fire 
suppression system designed and installed in accordance 
with one of the following: 


1. An automatic sprinkler system designed and 
installed in accordance with Section 903.3.1.1 with a 
minimum density of 0.3 gpm/ft* (1.14 L/min) based 
on the fire area or 2,500 square-foot (232 m’) design 
area, whichever is smaller. 


2. Where approved, an automatic sprinkler system 
designed and installed in accordance with Section 
903.3.1.1 with a sprinkler hazard classification 
based on large-scale fire testing complying with 
Section 1207.1.5. 

3. The following alternative automatic fire-extinguish- 
ing systems designed and installed in accordance 
with Section 904, provided that the installation is 
approved by the fire code official based on large- 
scale fire testing complying with Section 1207.1.5: 


3.1. NFPA 12, Standard on Carbon Dioxide 
Extinguishing Systems. 

3.2. NFPA 15, Standard for Water Spray Fixed 
Systems for Fire Protection. 


3.3. NFPA 750, Standard on Water Mist Fire 
Protection Systems. 


3.4. NFPA 2001, Standard on Clean Agent Fire- 
Extinguishing Systems. 

3.5. NFPA 2010, Standard for Fixed Aerosol 
Fire-Extinguishing Systems. 


Exception: Fire suppression systems for lead-acid and 
nickel-cadmium battery systems at facilities under the 
exclusive control of communications utilities that oper- 
ate at less than 50 VAC and 60 VDC shall be provided 
where required by NFPA 76. 
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1207.5.5.1 Water-reactive systems. Electrochemical 
ESS that utilize water-reactive materials shall be 
protected by an approved alternative automatic fire- 
extinguishing system in accordance with Section 904, 
where the installation is approved by the fire code offi- 
cial based on large-scale fire testing complying with 
Section 1207.1.5. 


1207.5.6 Maximum enclosure size. Outdoor walk-in 
units housing ESS shall not exceed 53 feet by 8 feet by 9.5 
feet high (16 154 mm x 2438 mm x 2896 mm), not includ- 
ing bolt-on HVAC and related equipment, as approved. 
Outdoor walk-in units exceeding these limitations shall be 
considered indoor installations and comply with the 
requirements in Section 1207.7. 


1207.5.7 Vegetation control. Areas within 10 feet (3048 
mm) on each side of outdoor ESS shall be cleared of 
combustible vegetation and other combustible growth. 
Single specimens of trees, shrubbery or cultivated ground 
cover such as green grass, ivy, succulents or similar plants 
used as ground cover shall be permitted to be exempt 
provided that they do not form a means of readily trans- 
mitting fire. 


1207.5.8 Means of egress separation. ESS located 
outdoors and in open parking garages shall be separated 
from any means of egress as required by the fire code offi- 
cial to ensure safe egress under fire conditions, but in no 
case less than 10 feet (3048 mm). 


Exception: The fire code official is authorized to 
approve a reduced separation distance if large-scale fire 
testing complying with Section 1207.1.5 is provided 
that shows that a fire involving the ESS will not 
adversely impact occupant egress. 


1207.6 Electrochemical ESS technology-specific protec- 
tion, Electrochemical ESS installations shall comply with the 
requirements of this section in accordance with the applicable 
requirements of Table 1207.6. 


1207.6.1 Exhaust ventilation. Where required by Table 
1207.6 or elsewhere in this code, exhaust ventilation of 
rooms, areas and walk-in units containing electrochemical 
ESS shall be provided in accordance with the California 
Mechanical Code and Section 1207.6.1.1 or 1207.6.1.2. 


1207.6.1.1 Ventilation based on LFL. The exhaust 
ventilation system shall be designed to limit the maxi- 
mum concentration of flammable gas to 25 percent of 
the lower flammable limit (LFL) of the total volume of 
the room, area or walk-in unit during the worst-case 
event of simultaneous charging of batteries at the maxi- 
mum charge rate, in accordance with nationally 
recognized standards. 


1207.6.1.2 Ventilation based on exhaust rate. 
Mechanical exhaust ventilation shall be provided at a 
rate of not less than 1 ft*/min/ft? (5.1 L/sec/m’) of floor 
area of the room, area or walk-in unit. The ventilation 
shall be either continuous or shall be activated by a gas 
detection system in accordance with Section 
1207.6.1.2.4. 
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1207.6.2 Spill control and neutralization. Where 
required by Table 1207.6 or elsewhere in this code, areas 
containing free-flowing liquid electrolyte or hazardous 
materials shall be provided with spill control and:neutral- 
ization in accordance with this section. 


1207.6.1.2.1 Standby power. Mechanical exhaust 
ventilation shall be provided with a minimum of 2 
hours of standby power in accordance with Section 
1203.2.5. 


1207.6.1.2.2 Installation instructions. Required 
mechanical exhaust ventilation systems shall be 
installed in accordance with the manufacturer’s 
installation instructions and the California Mechani- 
cal Code. 


1207.6.1.2.3 Supervision. Required mechanical 
exhaust ventilation systems shall be supervised by an 
approved central station, proprietary or remote 
station service in accordance with NFPA 72, or shall 
initiate an audible and visible signal at an approved 
constantly attended on-site location. 


1207.6.1.2.4 Gas detection system. Where required 
by Section 1207.6.1.2, rooms, areas and walk-in 
units containing ESS shall be protected by an 
approved continuous gas detection system that 
complies with Section 916 and with the following: 


1. The gas detection system shall be designed to 
activate the mechanical ventilation system 
when the level of flammable gas in the room, 


1207.6.2.1 Spill control. Spill control shall be provided 
to prevent the flow of liquid electrolyte or hazardous 
materials to adjoining rooms or areas. The method shall 
be capable of containing a spill from the single largest 
battery or vessel. 


1207.6.2.2 Neutralization. An approved method that is 
capable of neutralizing spilled liquid electrolyte from 
the largest battery or vessel to a pH between 5.0 and 9.0 
shall be provided. 


1207.6.2.3 Communications utilities. The require- 
ments of Section 1207.6.2 shall apply only when the 
aggregate capacity of multiple vessels exceeds 1,000 
gallons (3785 L) for lead-acid and nickel-cadmium 
battery systems operating at less than 50 VAC and 60 
VDC that are located at facilities under the exclusive 
control of communications utilities, and those facilities 
comply with NFPA 76 in addition to applicable 
requirements of this code. 


area or walk-in unit exceeds 25 percent of the 1207.6.3 Explosion control. Where required by Table 
be i 1207.6 or elsewhere in this code, explosion control 
complying with Section 911 shall be provided for rooms, 
areas or walk-in units containing electrochemical ESS 
technologies. 


2. The mechanical ventilation system shall 
remain on until the flammable gas detected is 
less than 25 percent of the LFL. 


3. The gas detection system shall be provided 
with a minimum of 2 hours of standby power 
in accordance with Section 1203.2.5. 


Exceptions: 


1. Where approved, explosion control is permitted 
to be waived by the fire code official based on 
large-scale fire testing complying with Section 
1207.1.5 that demonstrates that flammable gases 
are not liberated from electrochemical ESS cells 
or modules where tested in accordance with UL 


4. Failure of the gas detection system shall 
annunciate a trouble signal at an approved 
central station, proprietary or remote station 
service in accordance with NFPA 72, or shall 


initiate an audible and visible trouble signal at 9540A. 
an approved constantly attended on-site loca- 2. Where approved, explosion control is permitted 
tion. to be waived by the fire code official based on 


TABLE 1207.6 
ELECTROCHEMICAL ESS TECHNOLOGY-SPECIFIC REQUIREMENTS 


COMPLIANCE REQUIRED? BATTERY TECHNOLOGY OTHER ESS AND BATTERY CAPACITOR 
Feature | Seaton Teastaci [Nica ana WHWH| Litvumson [Fw | TECHNOLOGIES’ | ESS 


Spill control and g $ 

a. Not required for lead-acid and nickel-cadmium batteries at facilities under the exclusive control of communications utilities that comply with NFPA 76 and 
operate at less than 50 VAC and 60 VDC. 

b, Protection shall be provided unless documentation acceptable to the fire code official is provided in accordance with Section 104.8.2 that provides justification 
why the protection is not necessary based on the technology used. 

c. Applicable to vented-type (i.e., flooded) nickel-cadmium and lead-acid batteries. 


d. Not required for vented-type (i.e., flooded) lead-acid batteries. 


e. The thermal runaway protection is permitted to be part of a battery management system that has been evaluated with the battery as part of the evaluation to UL 
1973, 
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documentation provided in accordance with Sec- 4.1. The areas do not occupy more than 10 per- 
tion 104.7 that demonstrates that the electro- cent of the building area of the story in 
chemical ESS technology to be used does not which they are located. 

have the potential to release flammable gas con- 4.2, A means of egress is provided from the inci- 


centrations in excess of 25 percent of the LFL 
anywhere in the room, area, walk-in unit or struc- 
ture under thermal runaway or other fault condi- 


dental use areas to the public way that does 
not require occupants to traverse through 
areas containing ESS or other energy system 


tions. equipment. 
1207.6.4 Safety caps. Where required by Table 1207.6 or 1207.7.2 Nondedicated-use buildi 
elsewhere in this code, vented batteries and other ESS Table aAhat opis Hae ici ara en 
shall be provided with flame-arresting safety caps. buildings that contain ESS and do not comply with 
1207.6.5 Thermal runaway. Where required by Table Section 1207.7.1 dedicated-use building requirements. 
1207.6 or elsewhere in this code, batteries and other ESS 1207.7.3 Dwelling units and sleeping units. ESS shall 


shall be provided with a listed device or other approved 
method to prevent, detect and minimize the impact of ther- 
mal runaway. 


1207.7 Indoor installations. Indoor ESS installations shall 
be in accordance with Sections 1207.7.1 through 1207.7.4. 


1207.7.1 Dedicated-use buildings. For the purpose of 
Table 1207.7, dedicated-use ESS buildings shall be classi- 
fied as Group F-1 occupancies and comply with all the 


not be installed in sleeping units or in habitable spaces of 
dwelling units. 


1207.7.4 Fire-resistance-rated separations. Rooms and 
areas containing ESS shall include fire-resistance-rated 
separations as follows: 


1. In dedicated-use buildings, rooms and areas contain- 
ing ESS shall be separated from areas in which 
administrative and support personnel are located. 


fpllowane, 2. In nondedicated-use buildi d 
aay . In nondedicated-use buildings, rooms and areas con- 
L.iThe: building shall only be used FOE BSS, electrical taining ESS shall be separated from other areas in 
energy generation and other electrical grid-related the building 
operations. 


Separation shall be provided by 2-hour fire barriers 
constructed in accordance with Section 707 of the Califor- 
nia Building Code and 2-hour horizontal assemblies con- 
structed in accordance with Section 711 of the California 
Building Code, as appropriate. 


3. No other occupancy types shall be permitted in the 297. Outdoor installations. Outdoor installations shall be 
building. in accordance with Sections 1207.8.1 through 1207.8.3. Exte- 

4. Administrative and support personnel shall be per- rior wall installations for individual ESS units not exceeding 
mitted in areas within the buildings that do not con- 20 kWh shall be in accordance with Section 1207.8.4. 


tain ESS, provided that: 
NONDEDICATED-USE BUILDINGS? 


- 2. Occupants in the rooms and areas containing ESS 
are limited to personnel that operate, maintain, ser- 
vice, test and repair the ESS and other energy sys- 
tems. 


TABLE 1207.7 
INDOOR ESS INSTALLATIONS 


COMPLIANCE REQUIRED 
DEDICATED-USE BUILDINGS? 
4 
x 


san Gmbh bersanead Nas asian BEA Tmislviiibeston | 


Smoke and autonatofie detector? Sid? 
MAGN [Yoram 


: , 

: , 

: 

| 

es! 

Yes 


Technology specific protection 


NA = Not Allowed. 

a. See Section 1207.7.1. 

b. See Section 1207.7.2. 

c. Where approved by the fire code official, fire suppression systems are permitted to be omitted in dedicated-use buildings located more than 100 feet (30.5 m) 
from buildings, lot lines, public ways, stored combustible materials, hazardous materials, high-piled stock and other exposure hazards. 

d. Where approved by the fire code official, alarm signals are not required to be transmitted to a central station, proprietary or remote station service in 
accordance with NFPA 72, or a constantly attended location where local fire alarm annunciation is provided and trained personnel are always present. 

e. Lead-acid and nickel-cadmium battery systems installed in Group U buildings and structures less than 1,500 square feet (139 m’) under the exclusive control 
of communications utilities, and operating at less than 50 VAC and 60 VDC in accordance with NFPA 76, are not required to have an approved automatic 
smoke or fire detection system. 
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TABLE 1207.8 
OUTDOOR ESS INSTALLATIONS? 


t, 
¥ 
COMPLIANCE REQUIRED 
= a REMOTE INSTALLATIONS? INSTALLATIONS NEAR EXPOSURES? 
Yes 


All ESS installations 1207.4 Yes Les ote wa 


Yes 
Yes! 


Yes 
Yes 


Yes 
Yes 


a. See Section 1207.8.1. 

b. See Section 1207.8.2. 

c. Where approved by the fire code official, fire suppression systems are permitted to be omitted. 

d. In outdoor walk-in units, spacing is not required between ESS units and the walls of the enclosure. 


1207.8.1 Remote outdoor installations. For the purpose 
of Table 1207.8, remote outdoor installations include ESS 
located more than 100 feet (30 480 mm) from buildings, 
lot lines, public ways, stored combustible materials, 
hazardous materials, high-piled stock and other exposure 
hazards. 


1207.8.2 Installations near exposures. For the purpose of 
Table 1207.8, installations near exposures include all 
outdoor ESS installations that do not comply with Section 
1207.8.1 remote outdoor location requirements. 


1207.8.3 Clearance to exposures. ESS located outdoors 
shall be separated by a minimum of 10 feet (3048 mm) 
from the following exposures: 


1. Lot lines. 

. Public ways. 

. Buildings. 

. Stored combustible materials. 
. Hazardous materials. 

. High-piled stock. 

. Other exposure hazards. 
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Exceptions: 


1. Clearances are permitted to be reduced to 3 feet 
(914 mm) where a 1-hour free-standing fire bar- 
rier suitable for exterior use and extending 5 feet 


3. Clearances to buildings are permitted to be 
reduced to 3 feet (914 mm) where a weatherproof 
enclosure constructed of noncombustible materi- 
als is provided over the ESS, and it has been 
demonstrated that a fire within the enclosure will 
not ignite combustible materials outside the 
enclosure based on large-scale fire testing com- 
plying with Section 1207.1.5. 


1207.8.4 Exterior wall installations. ESS shall be permit- 
ted to be installed outdoors on exterior walls of buildings 
when all of the following conditions are met: 


1. The maximum energy capacity of individual ESS 
units shall not exceed 20 kWh. 


2. The ESS shall comply with applicable requirements 
in Section 1207. 


3. The ESS shall be installed in accordance with the 
manufacturer’s instructions and their listing. 


4, Individual ESS units shall be separated from each 
other by at least 3 feet (914 mm). 


5. The ESS shall be separated from doors, windows, 
operable openings into buildings or HVAC inlets by 
at least 5 feet (1524 mm). 


Exception: Where approved, smaller separation 
distances in Items 4 and 5 shall be permitted based on 
large-scale fire testing complying with Section 1207.1.5. 


1207.9 Special installations. Rooftop and open parking 
garage ESS installations shall comply with Sections 1207.9. 1 
through 1207.9.6. 


(1524 mm) above and 5 feet (1524 mm) beyond 
the physical boundary of the ESS installation is 
provided to protect the exposure. 


2. Clearances to buildings are permitted to be 
reduced to 3 feet (914 mm) where noncombusti- 
ble exterior walls with no openings or combusti- 
ble overhangs are provided on the wall adjacent 
to the ESS and the fire-resistance rating of the 
exterior wall is a minimum of 2 hours. 
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1207.9.1 Rooftop installations. For the purpose of Table 
1207.9, rooftop ESS installations are those located on the 
roofs of buildings. 


1207.9.2 Open parking garage installations. For the 
purpose of Table 1207.9, open parking garage ESS instal- 
lations are those located in a structure or portion of a 
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TABLE 1207.9 
SPECIAL ESS INSTALLATIONS 


COMPLIANCE REQUIRED 
ROOFTOPS?* OPEN PARKING GARAGES? 
es 


eee te ir eon | 
SA es Ce, 
| 
3 
Fala BG eee 


Technology specific protection 1207.6 PA ee 


a. See Section 1207.9.1. 
b. See Section 1207.9.2. 


es 
es 
es 
es 
es 
es 
No 
es 
es 
Yes 
Yes 


structure that complies with Section 406.5 of the Califor- 
nia Building Code. 


1207.9.3 Clearance to exposures. ESS located on roof- 
tops and in open parking garages shall be separated by a 
minimum of 10 feet (3048 mm) from the following 
exposures: 


1. Buildings, except the building on which rooftop ESS 
is mounted. 


2. Any portion of the building on which a rooftop sys- 
tem is mounted that is elevated above the rooftop on 
which the system is installed. 


. Lot lines. 

. Public ways. 

. Stored combustible materials. 

. Locations where motor vehicles can be parked. 
. Hazardous materials. 
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. Other exposure hazards. 
Exceptions: 


1. Clearances are permitted to be reduced to 3 feet 
(914 mm) where a 1|-hour free-standing fire bar- 
rier suitable for exterior use and extending 5 feet 
(1524 mm) above and 5 feet (1524 mm) beyond 
the physical boundary of the ESS installation is 
provided to protect the exposure. 


2. Clearances are permitted to be reduced to 3 feet 
(914 mm) where a weatherproof enclosure con- 
structed of noncombustible materials is provided 
over the ESS, and it has been demonstrated that a 
fire within the enclosure will not ignite combusti- 
ble materials outside the enclosure based on 
large-scale fire testing complying with Section 
1207.1.5. 
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1207.9.4 Fire suppression systems. ESS located in walk- 
in units on rooftops or in walk-in units in open parking 
garages shall be provided with automatic fire suppression 
systems within the ESS enclosure in accordance with 
Section 1207.5.5. Areas containing ESS other than walk- 
in units in open parking structures on levels not open 
above to the sky shall be provided with an automatic fire 
suppression system complying with Section 1207.5.5. 


Exception: A fire suppression system is not required in 
open parking garages if large-scale fire testing comply- 
ing with Section 1207.1.5 is provided that shows that a 
fire will not impact the exposures in Section 1207.9.3. 


1207.9.5 Rooftop installations. ESS and associated 
equipment that are located on rooftops and not enclosed by 
building construction shall comply with the following: 


1. Stairway access to the roof for emergency response 
and fire department personnel shall be provided 
either through a bulkhead from the interior of the 
building or a stairway on the exterior of the building. 


2. Service walkways at least 5 feet (1524 mm) in width 
shall be provided for service and emergency person- 
nel from the point of access to the roof to the system. 


3. ESS and associated equipment shall be located from 
the edge of the roof a distance equal to at least the 
height of the system, equipment or component but 
not less than 5 feet (1524 mm). 


4, The roofing materials under and within 5 feet (1524 
mm) horizontally from an ESS or associated equip- 
ment shall be noncombustible or shall have a Class 
A rating when tested in accordance with ASTM 
E108 or UL 790. 


5. A Class I standpipe outlet shall be installed at an 
approved location on the roof level of the building 
or in the stairway bulkhead at the top level. 
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6. The ESS shall be the minimum of 10 feet (3048 
mm) from the fire service access point on the roof- 
top. 

1207.9.6 Open parking garages. ESS and associated 
equipment that are located in open parking garages shall 
comply with all of the following: 


1. ESS shall not be located within 50 feet (15 240 mm) 
of air inlets for building HVAC systems. 


Exception: This distance shall be permitted to be 
reduced to 25 feet (7620 mm) if the automatic 
fire alarm system monitoring the radiant-energy 
sensing detectors de-energizes the ventilation 
system connected to the air intakes upon detec- 
tion of fire. 


2. ESS shall not be located within 25 feet (7620 mm) 
of exits leading from the attached building where 
located on a covered level of the parking structure 
not directly open to the sky above. 


3. An approved fence with a locked gate or other 
approved barrier shall be provided to keep the gen- 
eral public at least 5 feet (1524 mm) from the outer 
enclosure of the ESS. 


1207.10 Mobile ESS equipment and operations. Mobile 
ESS equipment and operations shall comply with Sections 
1207.10.1 through 1207.10.7.7. 


o 


TABLE 1207.10 
MOBILE ENERGY STORAGE SYSTEMS (ESS) 


1207.5.5 
120722 


. See Section 1207.10.2. 
. Mobile operations on wheeled vehicles and trailers shall not be required to 


comply with Section 1207.4.4 seismic and structural load requirements. 


. Fire suppression system connections to the water supply shall be 


permitted to use approved temporary connections. 


. In walk-in units, spacing is not required between ESS units and the walls 


of the enclosure. 


. Alarm signals are not required to be transmitted to an approved location 


for mobile ESS deployed 30 days or less, 


1207.10.1 Charging and storage. For the purpose of 
Section 1207.10, charging and storage covers the opera- 
tion where mobile ESS are charged and stored so they are 
ready for deployment to another site, and where they are 
charged and stored after a deployment. 


1207.10.2 Deployment. For the purpose of Section 
1207.10, deployment covers operations where mobile ESS 
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are located at a site other than the charging and storage site 
and are being used to provide power. : 


1207.10.3 Permits. Construction and operational permits 
shall be provided for charging and storage of mobile ESS 
and operational permits shall be provided for deployment 
of mobile ESS as required by Section 1207.1.2. 


1207.10.4 Construction documents. Construction docu- 
ments complying with Section 1207.1.3 shall be provided 
with the construction permit application for mobile ESS 
charging and storage locations. 


1207.10.4.1 Deployment documents. The following 
information shall be provided with the operation permit 
applications for mobile ESS deployments: 


1. Relevant information for the mobile ESS equip- 
ment and protection measures in the construction 
documents required by Section 1207.1.3. 


2. Location and layout diagram of the area in which 
the mobile ESS is to be deployed, including a 
scale diagram of all nearby exposures. 


3. Location and content of signage, including no 
smoking signs. 


4. Description of fencing to be provided around the 
ESS, including locking methods. 


5. Details on fire suppression, smoke and automatic 
fire detection, system monitoring, thermal man- 
agement, exhaust ventilation and explosion con- 
trol, if provided. 


6. For deployment, the intended duration of opera- 
tion, including anticipated connection and dis- 
connection times and dates. 


7. Location and description of local staging stops 
during transit to the deployment site. See Section 
1267 407 Se 


8. Description of the temporary wiring, including 
connection methods, conductor type and size, and 
circuit overcurrent protection to be provided. 


9. Description of how fire suppression system con- 
nections to water supplies or extinguishing agents 
are to be provided. . 


10. Contact information for personnel who are 
responsible for maintaining and servicing the 
equipment, and responding to emergencies as 
required by Section 1207.1.6.1. 


1207.10.5 Approved locations. Locations where mobile 
ESS are charged, stored and deployed shall be restricted to 
the locations established on the construction and opera- 
tional permits. 


1207.10.6 Charging and storage. Installations where 
mobile ESS are charged and stored shall be treated as 
permanent ESS indoor or outdoor installations, and shall 
comply with the following sections, as applicable: 


1. Indoor charging and storage shall comply with Sec- 
tion 1207.7. 
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2. Outdoor charging and storage shall comply with 
Section 1207.8. 


3. Charging and storage on rooftops and in open park- 

ing garages shall comply with Section 1207.9. 

Exceptions: 

1. Electrical connections shall be permitted to be 
made using temporary wiring complying with the 
manufacturer’s instructions, the UL 9540 listing 
and the California Electrical Code. 


2. Fire suppression system connections to the water 
supply shall be permitted to use approved tempo- 
rary connections. 


1207.10.7 Deployed mobile ESS _ requirements. 
Deployed mobile ESS equipment and operations shall 
comply with this section and Table 1207.10. 


1207.10.7.1 Duration. The duration of mobile ESS 
deployment shall not exceed 30 days. 


Exceptions: 


1. Mobile ESS deployments that provide power 
for durations longer than 30 days shall comply 
with Section 1207.10.6. 


2. Mobile ESS deployments shall not exceed 180 
days unless additional operational permits are 
obtained. 


~ 1207.10.7.2 Restricted locations. Deployed mobile 
ESS operations shall not be located indoors, in covered 
parking garages, on rooftops, below grade or under 
building overhangs. 


1207.10.7.3 Clearance to exposures. Deployed mobile 
ESS shall be separated by a minimum of 10 feet (3048 
mm) from the following exposures: 


. Public ways. 

. Buildings. 

. Stored combustible materials. 
. Hazardous materials. 

. High-piled storage. 
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. Other exposure hazards. 


Deployed mobile ESS shall be separated by a mini- 
mum of 50 feet (15 240 mm) from public seating areas 
and from tents, canopies and membrane structures with 
an occupant load of 30 or more. 


1207.10.7.4 Electrical connections. Electrical connec- 
tions shall be made in accordance with the 
manufacturer’s instructions and the UL 9540 listing. 
Temporary wiring for electrical power connections 
shall comply with the California Electrical Code. 
Fixed electrical wiring shall not be provided. 


1207.10.7.5 Local staging. Mobile ESS in transit from 
the charging and storage location to the deployment 
location and back shall not be parked within 100 feet 
(30 480 mm) of an occupied building for more than 1 
hour during transit, unless specifically approved by the 
fire code official when the permit is issued. 
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1207.10.7.6 Fencing. An approved fence with a locked 
gate or other approved barrier shall be provided to keep 
the general public at least 5 feet (1524 mm) from the 
outer enclosure of a deployed mobile ESS. 


1207.10.7.7 Smoking. Smoking shall be prohibited 
within 10 feet (3048 mm) of mobile ESS. Signs shall be 
posted in accordance with Section 310. 


1207.11 ESS in Group R-3 and R-4 occupancies. ESS in 
Group R-3 and R-4 occupancies shall be installed and main- 
tained in accordance with Sections 1207.11.1 through 
1207.11.9. The temporary use of an owner or occupant’s 
electric-powered vehicle as an ESS shall be in accordance 
with Section 1207.11.10. 


1207.11.1 Equipment listings. ESS shall be listed and 
labeled in accordance with UL 9540. ESS listed and 
labeled solely for utility or commercial use shall not be 
used for residential applications. 


Exception: Where approved, repurposed unlisted 
battery systems from electric vehicles are allowed to be 
installed outdoors or in detached dedicated cabinets 
located not less than 5 feet (1524 mm) from exterior 
walls, property lines and public ways. 


1207.11.2 Installation. ESS shall be installed in accor- 
dance with the manufacturer’s instructions and their 
listing. 
1207.11.2.1 Spacing. Individual units shall be sepa- 
rated from each other by at least 3 feet (914 mm) of 
spacing unless smaller separation distances are docu- 
mented to be adequate based on large-scale fire testing 
complying with Section 1207.1.5. 


1207.11.3 Location. ESS shall be installed only in the 
following locations: 


1. Detached garages and detached accessory structures. 


2. Attached garages separated from the dwelling unit 
living space and sleeping units in accordance with 
Section R302.6. 


3. Outdoors or on the exterior side of the exterior walls 
located not less than 3 feet (914 mm) from doors 
and windows directly entering the dwelling unit. 


4. Enclosed utility closets, basements, storage or utility 
spaces within dwelling units with finished or non- 
combustible walls and ceilings. Walls and ceilings 
of unfinished wood-framed construction shall be 
provided with not less than */,-inch (15.9 mm) Type 
X gypsum wallboard. 


ESS shall not be installed in sleeping rooms, closets, 
spaces opening directly into sleeping rooms or in habit- 
able spaces of dwelling units. 

1207.11.4 Energy ratings. Individual ESS units shall 
have a maximum rating of 20 kWh. The aggregate rating 
structure shall not exceed: 

1. 40 kWh within utility closets and storage or utility 

spaces. 


2. 80 kWh in attached or detached garages and 
detached accessory structures. 
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3. 80 kWh on exterior walls. 
4, 80 kWh outdoors on the ground. 


ESS installations exceeding the permitted individual or 
aggregate ratings shall be installed in accordance with 
Sections 1207.1 through 1207.9 of the California Fire 
Code. 


1207.11.5 Electrical installation. ESS shall be installed 
in accordance with the California Electrical Code. Invett- 
ers shall be listed and labeled in accordance with UL 1741 
or provided as part of the UL 9540 listing. Systems 
connected to the utility grid shall use inverters listed for 
utility interaction. 


1207.11.6 Fire detection. ESS installed in Group R-3 and 
R-4 occupancies shall comply with the following: 


J. Rooms and areas within dwellings units, sleeping 
units, basements and attached garages in which ESS 
are installed shall be protected by smoke alarms in 
accordance with Section 907. 2.11. 


2. A listed heat alarm interconnected to the smoke 
alarms shall be installed in locations within dwelling 
units, sleeping units and attached garages where 
smoke alarms cannot be installed based on their list- 
ing. 

1207.11.7 Protection from impact. ESS installed in a 
location subject to vehicle damage in accordance with 
Section 1207.11.7.1 or 1207.11.7.2 shall be provided 
with impact protection in accordance with Section 
L2 ORT: 


1207.11.7.1 Garages. Where an ESS is installed in the 
normal driving path of vehicle travel within a garage, 
impact protection complying with Section 1207.11.7.3 
shall be provided. The normal driving path is a space 
between the garage vehicle opening and the interior 
face of the back wall to a height of 48 inches (1219 mm) 
above the finished floor. The width of the normal driv- 
ing path shall be equal to the width of the garage door 
opening. Impact protection shall also be provided for 
ESS installed at either of the following locations (See 
Figure 1207.11.7.1): 


1. On the interior face of the back wall and located 
within 36 inches (914 mm) to the left or to the 
right of the normal driving path. 


2. On the interior face of a side wall and located 
within 24 inches (609 mm) (from the back wall 
and within 36 inches (914 mm) of the normal 
driving path. 


Exception: Where the clear height of the vehicle 
garage opening is 7 feet 6 inches (2286 mm) or less, 
ESS installed not less than 36 inches (914 mm) above 
finished floor are not subject to vehicle impact 
protection requirements. 


1207.11.7.2 Other locations subject to vehicle impact. 
Where an ESS is installed in a location other than as 
defined in Section 1207.11.7.1, and is subject to vehicle 
damage, impact protection shall be provided in accor- 
dance with Section 1207.11.7.3. 
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1207.11.7.3 Impact protection options. Where ESS is 
required to be protected from impact in accordance with 
Section 1207.11.7.1 or 1207.11.7.2, such Bigkecdan shall 
comply with one of the following: 


1. Bollards constructed in accordance with one of the 
following: 
1.1. Minimum 48 inches (1219 mm) in length by 
3 inches (76 mm) in diameter Schedule 80 
steel pipe embedded in a concrete pier not 
less than 12 inches (304 mm) deep and 6 
inches (152 mm) in diameter, with at least 
36 inches (914 mm) of pipe exposed, filled 
with concrete and spaced at a maximum 
interval of 5 feet (1524 mm). Each bollard 
shall be located not less than 6 inches (152 
mm) from an ESS. 


1.2. Minimum 36 inches (914 mm) in height by 
3 inches (76 mm) in diameter Schedule 80 
steel pipe fully welded to a minimum 8-inch 
(203 mm) by '/,-inch (6.4 mm) thick steel 
plate and bolted to a concrete floor by 
means of 4'/,-inch (13 mm) concrete 
anchors with 3-inch (76 mm) minimum 
embedment. Spacing shall not be greater 
than 60 inches (1524 mm), and each bol- 
lard shall be located not less than 6 inches 
(152 mm) from the ESS. 


1.3. Pre-manufactured steel pipe bollards shall 
be filled with concrete and anchored in 
accordance with the manufacturer's installa- 
tion instructions, with spacing not greater 
than 60 inches (1524 mm), and each bollard 
shall be located not less than 6 inches (152 
mm) from the ESS. 


2. Wheel barriers constructed in accordance with one 
of the following: 


2.1. Four inches (102 mm) in height by 5 inches 
(127 mm) in width by 70 inches (1778 mm) 
in length wheel barrier made of concrete or 
polymer, anchored to the concrete floor not 
less than every 36 inches (914 mm) and 
located not less than 54 inches (1372 mm) 
from the ESS. Minimum 3'/,-inch (89 mm) 
diameter concrete anchors with a 3-inch (76 
mm) embedment per barrier shall be used. 
Spacing between barriers shall be no 
greater than 36 inches (914 mm). 


2.2. Pre-manufactured wheel barriers shall be 
anchored in accordance with the manufac- 
turer’s installation instructions. 


3. Approved method designed to resist a 2,000-pound 
(8899 Newtons) impact in the direction of travel at 
24 inches (608 mm) above grade. 


1207.11.8 Ventilation. Indoor installations of ESS that 
include batteries that produce hydrogen or other flamma- 
ble gases during charging shall be provided with exhaust 
ventilation in accordance with Section 1207.6.1. 
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1207.11.9 Toxic and highly toxic gas. ESS that have the or detached garage or outside shall comply with the vehi- 
potential to release toxic or highly toxic gas during cle manufacturer’s instructions and the California 
charging, discharging and normal use conditions shall not Electrical Code. 


be installed within Group R-3 or R-4 occupancies, 


1207.11.10 Electric vehicle use. The temporary use of an 
owner or occupant’s electric-powered vehicle to power a 
dwelling unit or sleeping unit while parked in an attached 
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Part |V—Special Occupancies and Operations 


CHAPTER 20 
AVIATION FACILITIES 


User note: 


About this chapter: Chapter 20 specifies minimum requirements for the fire-safe operation of airports, heliports and helistops. The princi- 
pal nonflight operational hazards associated with aviation involve fuel, facilities and operations. Therefore, safe use of flammable and 
combustible liquids during fueling and maintenance operations is emphasized. Availability of portable Class B:C-rated fire extinguishers for 


prompt control or suppression of incipient fires is required. 


SECTION 2001 
GENERAL 


2001.1 Scope. Airports, heliports, helistops and aircraft 
hangars shall be in accordance with this chapter. 


2001.2 Regulations not covered. Regulations not specifi- 
cally contained herein pertaining to airports, aircraft 
maintenance, aircraft hangars and appurtenant operations 
shall be in accordance with nationally recognized standards. 


2001.3 Permits. For permits to operate aircraft-refueling 
vehicles, application of flammable or combustible finishes 
and hot work, see Section 105.5. 


SECTION 2002 
DEFINITIONS 


2002.1 Definitions. The following terms are defined in 
Chapter 2: 


AIRCRAFT OPERATION AREA (AOA). 


AIRPORT. 
HELIPORT. 
HELISTOP. 
SECTION 2003 
GENERAL PRECAUTIONS 


2003.1 Sources of ignition. Open flames, flame-producing 
devices and other sources of ignition shall not be permitted 
in a hangar, except in approved locations or in any location 
within 50 feet (15 240 mm) of an aircraft-fueling operation. 


2003.2 Smoking. Smoking shall be prohibited in aircraft- 
refueling vehicles, aircraft hangars and aircraft operation 
areas used for cleaning, paint removal, painting operations or 
fueling. “No Smoking” signs shall be provided in accor- 
dance with Section 310. 


Exception: Designated and approved smoking areas. 


2003.3 Housekeeping. The aircraft operation area (AOA) 
and related areas shall be kept free from combustible debris 
at all times. 
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2003.4 Fire department access. Fire apparatus access 
roads shall be provided and maintained in accor- 
dance with Chapter 5. Fire apparatus access roads 
and aircraft parking positions shall be designed in 
a manner so as to preclude the possibility of fire 
vehicles traveling under any portion of a parked 
aircraft. 


2003.5 Dispensing of flammable and combustible liquids. 
The dispensing, transferring and storage of flammable and 
combustible liquids shall be in accordance with this chapter 
and Chapter 57. Aircraft motor vehicle fuel-dispensing facil- 
ities shall be in accordance with Chapter 23. 


2003.6 Combustible storage. Combustible materials stored 
in aircraft hangars shall be stored in approved locations and 
containers. 


2003.7 Hazardous material storage. Hazardous materials 
shall be stored in accordance with Chapter 50. 


SECTION 2004 
AIRCRAFT MAINTENANCE 


2004.1 Transferring flammable and combustible liquids. 
Flammable and combustible liquids shall not be dispensed 
into or removed from a container, tank, vehicle or aircraft 
except in approved locations. 


2004.2 Application of flammable and combustible liquid 
finishes. The application of flammable or Class I] combusti- 
ble liquid finishes is prohibited unless both of the following 
conditions are met: 


1. The application of the liquid finish is accomplished in 
an approved location. 


2. The application methods and procedures are in accor- 
dance with Chapter 24. 


2004.3 Cleaning parts. Class IA flammable liquids shall not 
be used to clean aircraft, aircraft parts or aircraft engines. 
Cleaning with other flammable and combustible liquids shall 
be in accordance with Section 5705.3.6. 


2004.4 Spills. Sections 2004.4.1 through 2004.4.3 shall 
apply to spills of flammable and combustible liquids and 
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other hazardous materials. Fuel spill control shall also 
comply with Section 2006.11. 


2004.4.1 Cessation of work. Activities in the affected 
area not related to the mitigation of the spill shall cease 
until the spilled material has been removed or the hazard 
has been mitigated. 


2004.4.2 Vehicle movement. Aircraft or other vehicles 
shall not be moved through the spill area until the spilled 
material has been removed or the hazard has been 
mitigated. 


2004.4.3 Mitigation. Spills shall be reported, documented 
and mitigated in accordance with the provisions of this 
chapter and Section 5003.3. 


2004.5 Running engines. Aircraft engines shall not be run in 
aircraft hangars except in approved engine test areas. 


2004.6 Open flame. Repairing of aircraft requiring the use of 
open flames, spark-producing devices or the heating of parts 
above 500°F (260°C) shall only be done outdoors or in an 
area complying with the provisions of the California Building 
Code for a Group F-1 occupancy. 


2004.7 Other aircraft maintenance. Maintenance, repairs, 
modifications, or construction performed on aircraft not 
addressed elsewhere in this code shall be conducted in accor- 
dance with NFPA 410. 


SECTION 2005 
PORTABLE FIRE EXTINGUISHERS 


2005.1 General. Portable fire extinguishers suitable for flam- 
mable or combustible liquid and electrical-type fires shall be 
provided as specified in Sections 2005.2 through 2005.6 and 
Section 906. Extinguishers required by this section shall be 
inspected and maintained in accordance with Section 906. 


2005.2 On towing vehicles. Vehicles used for towing aircraft 
shall be equipped with not less than one listed portable fire 
extinguisher complying with Section 906 and having a mini- 
mum rating of 20-B:C. 


2005.3 On welding apparatus. Welding apparatus shall be 
equipped with not less than one listed portable fire extin- 
guisher complying with Section 906 and having a minimum 
rating of 2-A:20-B:C. 


2005.4 On aircraft fuel-servicing tank vehicles. Aircraft 
fuel-servicing tank vehicles shall be equipped with not less 
than two listed portable fire extinguishers complying with 
Section 906, each having a minimum rating of 20-B:C. A 
portable fire extinguisher shall be provided with ready access 
from either side of the vehicle. 


2005.5 On hydrant fuel-servicing vehicles. Hydrant fuel- 
servicing vehicles shall be equipped with not less than one 
listed portable fire extinguisher complying with Section 906 
and having a minimum rating of 20-B:C. 


2005.6 At fuel-dispensing stations. Portable fire extinguish- 
ers at fuel-dispensing stations shall be located such that 
pumps or dispensers are not more than 75 feet (22 860 mm) 
from one such extinguisher. Fire extinguishers shall be 
provided as follows: 
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1. Where the open-hose discharge capacity of the fueling 
system is not more than 200 gallons per minute (13 
L/s), not less than two listed portable fire extinguishers 
complying with Section 906 and having a minimum 
rating of 20-B:C shall be provided. 


2. Where the open-hose discharge capacity of the fueling 
system is more than 200 gallons per minute (13 L/s) but 
not more than 350 gallons per minute (22 L/s), not less 
than one listed wheeled extinguisher complying with 
Section 906 and having a minimum extinguishing rat- 
ing of 80-B:C, and a minimum agent capacity of 125 
pounds (57 kg), shall be provided. 


3. Where the open-hose discharge capacity of the fueling 
system is more than 350 gallons per minute (22 L/s), 
not less than two listed wheeled extinguishers comply- 
ing with Section 906 and having a minimum rating of 
80-B:C each, and a minimum capacity agent of 125 
pounds (57 kg) each, shall be provided. 


2005.7 Fire extinguisher access. Access to portable fire 
extinguishers required by this chapter shall be maintained at 
all times. Where necessary, provisions shall be made to clear 
accumulations of snow, ice and other forms of weather- 
induced obstructions. 


2005.7.1 Cabinets. Cabinets and enclosed compartments 
used to house portable fire extinguishers shall be clearly 
marked with the words “FIRE EXTINGUISHER” in 
letters not less than 2 inches (51 mm) high, Cabinets and 
compartments shall be provided with ready access at all 
times. 


2005.8 Reporting use. Use of a fire extinguisher under any 
circumstances shall be immediately reported to the manager 
of the airport and the fire code official. 


SECTION 2006 
AIRCRAFT FUELING 


2006.1 Aircraft motor vehicle fuel-dispensing facilities. 
Aircraft motor vehicle fuel-dispensing facilities shall be in 
accordance with Chapter 23. 


2006.2 Airport fuel systems. Airport fuel systems shall be 
designed and constructed in accordance with NFPA 407. 


2006.3 Construction of aircraft-fueling vehicles and acces- 
sories. Aircraft-fueling vehicles shall comply with this 
section and shall be designed and constructed in accordance 
with NFPA 407. 


2006.3.1 Transfer apparatus. Aircraft-fueling vehicles 
shall be equipped and maintained with an approved trans- 
fer apparatus. 


2006.3.1.1 Internal combustion type. Where such 
transfer apparatus is operated by an individual unit of 
the internal-combustion-motor type, such power unit 
shall be located as remotely as practicable from pumps, 
piping, meters, air eliminators, water separators, hose 
reels and similar equipment, and shall be housed in a 
separate compartment from any of the aforementioned 
items. The fuel tank in connection therewith shall be 
suitably designed and installed, and the maximum fuel 
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capacity shall not exceed 5 gallons (19 L) where the 
tank is installed on the engine. The exhaust pipe, 
muffler and tail pipe shall be shielded. 


2006.3.1.2 Gear operated. Where operated by gears or 
chains, the gears, chains, shafts, bearings, housing and 
all parts thereof shall be of an approved design and 
shall be installed and maintained in an approved 
manner. 


2006.3.1.3 Vibration isolation. Flexible connections 
for the purpose of eliminating vibration are allowed if 
the material used therein is designed, installed and 
maintained in an approved manner, provided that such 
connections do not exceed 24 inches (610 mm) in 
length. 


2006.3.2 Pumps. Pumps of a positive-displacement type 
shall be provided with a bypass relief valve set at a pres- 
sure of not more than 35 percent in excess of the normal 
working pressure of such unit. Such units shall be 
equipped and maintained with a pressure gauge on the 
discharge side of the pump. 


2006.3.3 Dispensing hoses and nozzles. Hoses shall be 
designed for the transferring of hydrocarbon liquids and 
shall not be any longer than necessary to provide efficient 
fuel-transfer operations. Hoses shall be equipped with an 
approved shutoff nozzle. Fuel-transfer nozzles shall be 
self-closing and designed to be actuated by hand pressure 
only. Notches and other devices shall not be used for hold- 
ing a nozzle valve handle in the open position. Nozzles 
shall be equipped with a bonding cable complete with 
proper attachment for aircraft to be serviced. 


2006.3.4 Protection of electrical equipment. Electric 
wiring, switches, lights and other sources of ignition, 
where located in a compartment housing piping, pumps, 
air eliminators, water separators, hose reels or similar 
equipment, shall be enclosed in a vapor-tight housing. 
Electrical motors located in such a compartment shall be 
of a type approved for use as specified in the California 
Electrical Code. 


2006.3.5 Venting of equipment compartments. 
Compartments housing piping, pumps, air eliminators, 
water separators, hose reels and similar equipment shall be 
adequately ventilated at floor level or within the floor 
itself. 


2006.3.6 Accessory equipment. Ladders, hose reels and 
similar accessory equipment shall be of an approved type 
and constructed substantially as follows: 


1. Ladders constructed of noncombustible material are 
allowed to be used with or attached to aircraft-fuel- 
ing vehicles, provided that the manner of attachment 
or use of such ladders is approved and does not con- 
stitute an additional fire or accident hazard in the 
operation of such fueling vehicles. 


2. Hose reels used in connection with fueling vehicles 
shall be constructed of noncombustible materials 
and shall be provided with a packing gland or other 
device that will preclude fuel leakage between reels 
and fuel manifolds. 
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2006.3.7 Electrical bonding provisions. Transfer appara- 
tus shall be metallically interconnected with tanks, chassis, 
axles and springs of aircraft-fueling vehicles. 


2006.3.7.1 Bonding cables. Aircraft-fueling vehicles 
shall be provided and maintained with a substantial 
heavy-duty electrical cable of sufficient length to be 
bonded to the aircraft to be serviced. Such cable shall 
be metallically connected to the transfer apparatus or 
chassis of the aircraft-fueling vehicle on one end and 
shall be provided with a suitable metal clamp on the 
other end, to be fixed to the aircraft. 


2006.3.7.2 Bonding cable protection. The bonding 
cable shall be bare or have a transparent protective 
sleeve and be stored on a reel or in a compartment 
provided for no other purpose. It shall be carried in 
such a manner that it will not be subjected to sharp 
kinks or accidental breakage under conditions of 
general use. 


2006.3.8 Smoking. Smoking in aircraft-fueling vehicles is 
prohibited. Signs to this effect shall be conspicuously 
posted in the driver’s compartment of all fueling vehicles. 


2006.3.9 Smoking equipment. Smoking equipment such 
as cigarette lighters and ash trays shall not be provided in 
aircraft-fueling vehicles. 


2006.4 Operation, maintenance and use of aircraft-fueling 
vehicles. The operation, maintenance and use of aircraft-fuel- 
ing vehicles shall be in accordance with Sections 2006.4. 1 
through 2006.4.4 and other applicable provisions of this 
chapter. 


2006.4.1 Proper maintenance. Aircraft-fueling vehicles 
and all related equipment shall be properly maintained and 
kept in good repair. Accumulations of oil, grease, fuel and 
other flammable or combustible materials is prohibited. 
Maintenance and servicing of such equipment shall be 
accomplished in approved areas. 


2006.4.2 Vehicle integrity. Tanks, pipes, hoses, valves 
and other fuel delivery equipment shall be maintained leak 
free at all times. 


2006.4.3 Removal from service. Aircraft-fueling vehicles 
and related equipment that are in violation of Section 
2006.4.1 or 2006.4.2 shall be immediately defueled and 
removed from service and shall not be returned to service 
until proper repairs have been made. 


2006.4.4 Operators. Aircraft-fueling vehicles that are 
operated by a person, firm or corporation other than the 
permittee or the permittee’s authorized employee shall be 
provided with a legible sign visible from outside the vehi- 
cle showing the name of the person, firm or corporation 
operating such unit. 


2006.5 Fueling and defueling. Aircraft-fueling and defuel- 
ing operations shall be in accordance with Sections 2006.5.1 
through 2006.5.5. 


2006.5.1 Positioning of aircraft-fueling vehicles. 
Aircraft-fueling vehicles shall not be located, parked or 
permitted to stand in a position where such unit would 
obstruct egress from an aircraft should a fire occur during 
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fuel-transfer operations. Aircraft-fueling vehicles shall not 
be located, parked or permitted to stand under any portion 
of an aircraft. 


Exception: Aircraft-fueling vehicles shall be allowed 
to be located under aircraft wings during underwing 
fueling of turbine-engine powered aircraft. 


2006.5.1.1 Fueling vehicle egress. A clear path shall 
be maintained for aircraft-fueling vehicles to provide 
for prompt and timely egress from the fueling area. 


2006.5.1.2 Aircraft vent openings. A clear space of 
not less than 10 feet (3048 mm) shall be maintained 
between aircraft fuel-system vent openings and any 
part or portion of an aircraft-fueling vehicle. 


2006.5.1.3 Parking. Prior to leaving the cab, the 
aircraft-fueling vehicle operator shall ensure that the 
parking brake has been set. Not less than two chock 
blocks not less than 5 inches by 5 inches by 12 inches 
(127 mm by 127 mm by 305 mm) in size and dished to 
fit the contour of the tires shall be utilized and posi- 
tioned in such a manner as to preclude movement of the 
vehicle in any direction. 


2006.5.2 Electrical bonding. Aircraft-fueling vehicles 
shall be electrically bonded to the aircraft being fueled or 
defueled. Bonding connections shall be made prior to 
making fueling connections and shall not be disconnected 
until the fuel-transfer operations are completed and the 
fueling connections have been removed. 


Where a hydrant service vehicle or cart is used for fuel- 
ing, the hydrant coupler shall be connected to the hydrant 
system prior to bonding the fueling equipment to the air- 
craft. 


2006.5.2.1 Conductive hose. In addition to the bond- 
ing cable required by Section 2006.5.2, conductive 
hose shall be used for all fueling operations. 


2006.5.2.2 Bonding conductors on transfer nozzles. 
Transfer nozzles shall be equipped with approved 
bonding conductors that shall be clipped or otherwise 
positively engaged with the bonding attachment 
provided on the aircraft adjacent to the fuel tank cap 
prior to removal of the cap. 


Exception: In the case of overwing fueling where an 
appropriate bonding attachment adjacent to the fuel 
fill port has not been provided on the aircraft, the 


use such fueling vehicles in accordance with minimum 
safety requirements. ; 


2006.5.3.1 Fueling hazards. Fuel-servicing personnel 
shall know and understand the hazards associated with 
each type of fuel dispensed by the airport fueling- 
system operator. 


2006.5.3.2 Fire safety training. Employees of fuel 
agents who fuel aircraft, accept fuel shipments or other- 
wise handle fuel shall receive approved fire safety 
training. 
2006.5.3.2.1 Fire extinguisher training. Fuel- 
servicing personnel shall receive approved training 
in the operation of fire-extinguishing equipment. 


2006.5.3.2.2 Records. The airport fueling-system 
operator shall maintain records of all training admin- 
istered to its employees. 


2006.5.4 Transfer personnel. During fuel-transfer opera- 
tions, a qualified person shall be in control of each transfer 
nozzle and another qualified person shall be in immediate 
control of the fuel-pumping equipment to shut off or other- 
wise control the flow of fuel from the time fueling 
operations are begun until they are completed. 


Exceptions: 


1. For underwing refueling, the person stationed at 
the point of fuel intake is not required. 


2. For overwing refueling, the person stationed at 
the fuel-pumping equipment shall not be required 
where the person at the fuel-dispensing device is 
within 75 feet (22 800 mm) of the emergency 
shutoff device; is not on the wing of the aircraft 
and has a clear and unencumbered path to the 
fuel-pumping equipment; and the fuel-dispensing 
line does not exceed 50 feet (15 240 mm) in 
length. 


The fueling operator shall monitor the panel of the fuel- 
ing equipment and the aircraft control panel during pres- 
sure fueling or shall monitor the fill port during overwing 
fueling. 


2006.5.5 Fuel flow control. Fuel flow-control valves shall 
be operable only by the direct hand pressure of the opera- 
tor. Removal of the operator’s hand pressure shall cause 
an immediate cessation of the flow of fuel. 


2006.6 Emergency fuel shutoff. Emergency fuel shutoff 
controls and procedures shall comply with Sections 2006.6.1 
through 2006.6.4. 


fueling operator shall touch the fuel tank cap with the 
nozzle spout prior to removal of the cap. The nozzle 


shall be kept in contact with the fill port until fueling 
is completed. 


2006.5.2.3 Funnels. Where required, metal funnels are 
allowed to be used during fueling operations. Direct 
contact between the fueling receptacle, the funnel and 
the fueling nozzle shall be maintained during the fuel- 
ing operation. 


2006.5.3 Training. Aircraft-fueling vehicles shall be 
attended and operated only by persons instructed in meth- 
ods of proper use and operation and who are qualified to 


2006.6.1 Controls. Emergency fuel shutoff controls shall 
be provided with ready access at all times when the fuel- 
ing system is being operated. 


2006.6.2 Notification of the fire department. The fuel- 
ing-system operator shall establish a procedure by which 
the fire department will be notified in the event of an acti- 
vation of an emergency fuel shutoff control. 


2006.6.3 Determining cause. Prior to reestablishment of 
normal fuel flow, the cause of fuel shutoff conditions shall 
be determined and corrected. 
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2006.6.4 Testing. Emergency fuel shutoff devices shall be 
operationally tested at intervals not exceeding three 
months. The fueling-system operator shall maintain test- 
ing records. 


2006.7 Protection of hoses. Before an aircraft-fueling vehi- 
cle is moved, fuel-transfer hoses shall be properly placed on 
the approved reel or in the compartment provided, or stored 
on the top decking of the fueling vehicle if proper height rail 
is provided for security and protection of such equipment. 
Fuel-transfer hose shall not be looped or draped over any part 
of the fueling vehicle, except as herein provided. Fuel-trans- 
fer hose shall not be dragged when such fueling vehicle is 
moved from one fueling position to another. 


2006.8 Loading and unloading. Aircraft-fueling vehicles 
shall be loaded only at an approved loading rack. Such load- 
ing racks shall be in accordance with Section 5706.5.1.12. 


Exceptions: 


1. Aircraft-refueling units are allowed to be loaded 
from the fuel tanks of an aircraft during defueling 
operations. 


2. Fuel transfer between tank vehicles is allowed to be 
performed in accordance with Section 5706.6 where 
the operation is not less than 200 feet (60 960 mm) 
from an aircraft. 


The fuel cargo of such units shall be unloaded only by 
approved transfer apparatus into the fuel tanks of aircraft, 
underground storage tanks or approved gravity storage tanks. 


2006.9 Passengers. Passenger traffic is allowed during the 
time fuel-transfer operations are in progress, provided that the 
following provisions are strictly enforced by the owner of the 
aircraft or the owner’s authorized employee: 


1. Smoking and producing an open flame in the cabin of 
the aircraft or the outside thereof within 50 feet (15 240 
mm) of such aircraft shall be prohibited. 

A qualified employee of the aircraft owner shall be 
responsible for seeing that the passengers are not 
allowed to smoke when remaining aboard the aircraft 
or while going across the ramp from the gate to such 
aircraft, or vice versa. 


2. Passengers shall not be permitted to linger about the 
plane, but shall proceed directly between the loading 
gate and the aircraft. 


3. Passenger loading stands or walkways shall be left in 
loading position until all fuel-transfer operations are 
completed. 


4, Fuel-transfer operations shall not be performed on the 
main exit side of any aircraft containing passengers 
except when the owner of such aircraft or a capable and 
qualified employee of such owner remains inside the 
aircraft to direct and assist the escape of such passen- 
gers through regular and emergency exits in the event 
fire should occur during fuel-transfer operations. 


2006.10 Sources of ignition. Smoking and producing open 
flames within 50 feet (15 240 mm) of a point where fuel is 
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being transferred shall be prohibited. Electrical and motor- 
driven devices shall not be connected to or disconnected from 
an aircraft at any time fueling operations are in progress on 
such aircraft. 


2006.11 Fuel spill prevention and procedures. Fuel spill 
prevention and the procedures for handling spills shall 
comply with Sections 2006.11.1 through 2006.11.7. 


2006.11.1 Fuel-servicing equipment maintenance. 
Aircraft fuel-servicing equipment shall be maintained and 
kept free from leaks. Fuel-servicing equipment that 
malfunctions or leaks shall not be continued in service. 


2006.11.2 Transporting fuel nozzles. Fuel nozzles shall 
be carried utilizing appropriate handles. Dragging fuel 
nozzles along the ground shall be prohibited. 


2006.11.3 Drum fueling. Fueling from drums or other 
containers having a capacity greater than 5 gallons (19 L) 
shall be accomplished with the use of an approved pump. 


2006.11.4 Fuel spill procedures. The fueling-system 
operator shall establish procedures to follow in the event 
of a fuel spill. These procedures shall be comprehensive 
and shall provide for all of the following: 


1. Upon observation of a fuel spill, the aircraft-fueling 
operator shall immediately stop the delivery of fuel 
by releasing hand pressure from the fuel flow-con- 
trol valve. 


2. Failure of the fuel control valve to stop the contin- 
ued spillage of fuel shall be cause for the activation 
of the appropriate emergency fuel shutoff device. 


3. A supervisor for the fueling-system operator shall 
respond to the fuel spill area immediately. 


2006.11.5 Notification of the fire department. The fire 
department shall be notified of any fuel spill that is consid- 
ered a hazard to people or property or which meets one or 
more of the following criteria: 


1. Any dimension of the spill is greater than 10 feet 
(3048 mm). 


2. The spill area is greater than 50 square feet (4.65 
m’). 
3. The fuel flow is continuous in nature. 


2006.11.6 Investigation required. An investigation shall 
be conducted by the fueling-system operator of all spills 
requiring notification of the fire department. The investi- 
gation shall provide conclusive proof of the cause and 
verification of the appropriate use of emergency proce- 
dures. Where it is determined that corrective measures are 
necessary to prevent future incidents of the same nature, 
they shall be implemented immediately. 


2006.11.7 Multiple fuel delivery vehicles. Simultaneous 
delivery of fuel from more than one aircraft-fueling vehi- 
cle to a single aircraft-fueling manifold is prohibited 
unless proper backflow prevention devices are installed to 
prevent fuel flow into the tank vehicles. 
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2006.12 Aircraft engines and heaters. Operation of aircraft 
onboard engines and combustion heaters shall be terminated 
prior to commencing fuel-servicing operations and shall 
remain off until the fuel-servicing operation is completed. 


Exception: In an emergency, a single jet engine is allowed 
to be operated during fuel servicing where all of the 
following conditions are met: 


1. The emergency shall have resulted from an onboard 
failure of the aircraft’s auxiliary power unit. 


2. Restoration of auxiliary power to the aircraft by 
ground support services is not available. 


3. The engine to be operated is either at the rear of the 
aircraft or on the opposite side of the aircraft from 
the fuel-servicing operation. 


4, The emergency operation is in accordance with a 
written procedure approved by the fire code official. 


2006.13 Vehicle and equipment restrictions. During 
aircraft-fueling operations, only the equipment actively 
involved in the fueling operation is allowed within 50 feet (15 
240 mm) of the aircraft being fueled. Other equipment shall 
be prohibited in this area until the fueling operation is 
complete. 


A clear space of not less than 10 feet (3048 mm) shall be 
maintained between aircraft fuel-system vent openings and 
any part or portion of aircraft-servicing vehicles or equip- 
ment. 


Exception: Aircraft-fueling operations utilizing single- 
point refueling with a sealed, mechanically locked fuel 
line connection and the fuel is not a Class I flammable 
liquid. 
2006.13.1 Overwing fueling. Vehicles or equipment shall 
not be allowed beneath the trailing edge of the wing when 
aircraft fueling takes place over the wing and the aircraft 
fuel-system vents are located on the upper surface of the 
wing. 
2006.14 Electrical equipment. Electrical equipment, includ- 
ing but not limited to, battery chargers, ground or auxiliary 
power units, fans, compressors or tools, shall not be operated, 
nor shall they be connected or disconnected from their power 
source, during fuel-servicing operations. 


2006.14.1 Other equipment. Electrical or other spark- 
producing equipment shall not be used within 10 feet 
(3048 mm) of fueling equipment, aircraft fill or vent 
points, or spill areas unless that equipment is intrinsically 
safe and approved for use in an explosive atmosphere. 


2006.15 Open flames. Open flames and open-flame devices 
are prohibited within 50 feet (15 240 mm) of any aircraft 
fuel-servicing operation or fueling equipment. 

2006.15.1 Other areas. The fire code official is autho- 


rized to establish other locations where open flames and 
open-flame devices are prohibited. 


2006.15.2 Matches and lighters. Personnel assigned to 
and engaged in fuel-servicing operations shall not carry 
matches or lighters on or about their person. Matches or 
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lighters shall be prohibited in, on or about aircraft-fueling 
equipment. ; 


2006.16 Lightning procedures. The fire code official is 
authorized to require the airport authority and the fueling- 
system operator to establish written procedures to follow 
when lightning flashes are detected on or near the airport. 
These procedures shall establish criteria for the suspension 
and resumption of aircraft-fueling operations. 


2006.17 Fuel-transfer locations. Aircraft fuel-transfer oper- 
ations shall be prohibited indoors. 


Exception: In aircraft hangars built in accordance with the 
provisions of the California Building Code for Group F-1 
occupancies, aircraft fuel-transfer operations are allowed 
where either of the following conditions exist: 


1. Necessary to accomplish aircraft fuel-system main- 
tenance operations. Such operations shall be per- 
formed in accordance with nationally recognized 
standards. 


2. The fuel being used has a flash point greater than 
100°F (37.8°C). 


2006.17.1 Position of aircraft. Aircraft being fueled shall 
be positioned such that any fuel system vents and other 
fuel tank openings are not less than: 


1. Twenty-five feet (7620 mm) from buildings or 
structures other than jet bridges. 


2. Fifty feet (15 240 mm) from air intake vents for 
boiler, heater or incinerator rooms. 


2006.17.2 Fire equipment access. Access for fire service 
equipment to aircraft shall be maintained during fuel- 
servicing operations. 


2006.18 Defueling operations. The requirements for fueling 
operations contained in this section shall also apply to aircraft 
defueling operations. Additional procedures shall be estab- 
lished by the fueling-system operator to prevent overfilling of 
the tank vehicle used in the defueling operation. 


2006.19 Maintenance of aircraft-fueling hose. Aircraft- 
fueling hoses shall be maintained in accordance with Sections 
2006.19.1 through 2006.19.4. 


2006.19.1 Inspections. Hoses used to fuel. or defuel 
aircraft shall be inspected periodically to ensure their 
serviceability and suitability for continued service. The 
fuel service operator shall maintain records of all tests and 
inspections performed on fueling hoses. Hoses found to be 
defective or otherwise damaged shall be immediately 
removed from service. 


2006.19.1.1 Daily inspection. Each hose shall be 
inspected daily. This inspection shall include a 
complete visual scan of the exterior for evidence of 
damage, blistering or leakage. Each coupling shall be 
inspected for evidence of leaks, slippage or 
misalignment. 


2006.19.1.2 Monthly inspection. A more thorough 
inspection, including pressure testing, shall be accom- 
plished for each hose on a monthly basis. This 
inspection shall include examination of the fuel deliv- 
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ery inlet screen for rubber particles, which indicates 
problems with the hose lining. 


2006.19.2 Damaged hose. Hose that has been subjected to 
severe abuse shall be immediately removed from service. 
Such hoses shall be hydrostatically tested prior to being 
returned to service. 


2006.19.3 Repairing hose. Hoses are allowed to be 
repaired by removing the damaged portion and recoupling 
the undamaged end. When recoupling hoses, only 
couplings designed and approved for the size and type of 
hose in question shall be used. Hoses repaired in this 
manner shall be visually inspected and hydrostatically 
tested prior to being placed back in service. 


2006.19.4 New hose. New hose shall be visually inspected 
prior to being placed into service. 


2006.20 Aircraft fuel-servicing vehicles parking. Unat- 
tended aircraft fuel-servicing vehicles shall be parked in areas 
that provide for both the unencumbered dispersal of vehicles 
in the event of an emergency and the control of leakage such 
that adjacent buildings and storm drains are not contaminated 
by leaking fuel. 


2006.20.1 Parking area design. Parking areas for tank 
vehicles shall be designed and utilized such that a clear- 
ance of 10 feet (3048 mm) is maintained between each 
parked vehicle for fire department access. In addition, a 
minimum clearance of 50 feet (15 240 mm) shall be main- 
tained between tank vehicles and parked aircraft and 
structures other than those used for the maintenance or 
garaging of aircraft fuel-servicing vehicles. 


2006.21 Radar equipment. Aircraft fuel-servicing opera- 
tions shall be prohibited while the weather-mapping radar of 
that aircraft is operating. 


Aircraft fuel-servicing or other operations in which flam- 
mable liquids, vapors or mists could be present shall not be 
conducted within 300 feet (91 440 mm) of an operating air- 
craft surveillance radar. 


Aircraft fuel-servicing operations shall not be conducted 
within 300 feet (91 440 mm) of airport flight traffic surveil- 
lance radar equipment. 

Aircraft fuel-servicing or other operations in which flam- 
mable liquids, vapors or mists could be present shall not be 
conducted within 100 feet (30 480 mm) of airport ground 
traffic surveillance radar equipment. 


2006.21.1 Direction of radar beams. The beam from 
ground radar equipment shall not be directed toward fuel 
storage or loading racks. 


Exceptions: 


1. Fuel storage and loading racks in excess of 300 
feet (91 440 mm) from airport flight traffic sur- 
veillance equipment. 


2. Fuel storage and loading racks in excess of 100 
feet (30 480 mm) from airport ground traffic sur- 
veillance equipment. 
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SECTION 2007 
HELISTOPS AND HELIPORTS 


2007.1 General. Helistops and heliports shall be maintained 
in accordance with Sections 2007.2 through 2007.8. Helis- 
tops and heliports on buildings shall be constructed in 
accordance with the California Building Code. 


2007.2 Clearances. The touchdown area shall be surrounded 
on all sides by a clear area having minimum average width at 
roof level of 15 feet (4572 mm) and not less than 5 feet (1524 
mm) at any point. The clear area shall be maintained. 


2007.3 Flammable and Class II combustible liquid spill- 
age. Landing areas on structures shall be maintained so as to 
confine flammable or Class II combustible liquid spillage to 
the landing area itself, and provisions shall be made to drain 
such spillage away from exits or stairways serving the heli- 
copter landing area or from a structure housing such exit or 
stairway. 


2007.4 Exits. Exits and stairways shall be maintained in 
accordance with Section 412.7 of the California Building 
Code. 


2007.5 Standpipe systems. A building with a rooftop helis- 
top or heliport shall be provided with a Class | or III 
standpipe system extended to the roof level on which the 
helistop or heliport is located. All portions of the helistop and 
heliport area shall be within 150 feet (45 720 mm) of a 2'/,~ 
inch (63.5 mm) outlet on the standpipe system. 


2007.6 Foam protection. Foam fire-protection capabilities 
shall be provided for rooftop heliports. Such systems shall be 
designed, installed and maintained in accordance with the 
applicable provisions of Sections 903, 904 and 905. 


2007.7 Fire extinguishers. Not less than one portable fire 
extinguisher having a minimum 80-B:C rating shall be 
provided for each permanent takeoff and landing area and for 
the aircraft parking areas. Installation, inspection and mainte- 
nance of these extinguishers shall be in accordance with 
Section 906. 


2007.8 Federal approval. Before operating helicopters from 
helistops and heliports, approval shall be obtained from the 
Federal Aviation Administration. 
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CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
CHAPTER 21 — DRY CLEANING 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications.) 


, psc-| SFM | HCD | DSA | — OSHPD | 
mano [oS aa race a a aa || oe 
ERIE ST VSI 02 17" stele te df oy) il lie ee fe a SS a i Gin a a Aa A MD 


Adopt Entire Chapter as 
amended (amended 
sections listed below) 
Adopt only those 
sections that are listed 
below 

[California Code of 
Regulations, Title 19, 
Division 1] 


BE I pel sol oll allege WW 
VEEN As ses wall ct alleen el hl a dS NNN UGA CGS Vin), Eda sR WW DR 
ak 4 alton eal ee Mewilele 2a eal end hase tla aE haa Wl a Uda EH 


* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division | text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same. 
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CHAPTER 21 
DRY CLEANING 


User note: 


About this chapter: Chapter 21 provides provisions that are intended to reduce hazards associated with use of flammable and combustible 
dry cleaning solvents. These materials, like all volatile organic chemicals, generate significant quantities of static electricity and are thus read- 
ily ignitable. Many flammable and nonflammable dry cleaning solvents also possess health hazards when involved in a fire. 


SECTION 2101 
GENERAL 


2101.1 Scope. Dry cleaning plants and their operations shall 
comply with the requirements of this chapter. 


2101.1.1 Compliance alternate for dry cleaning plants. 
Dry cleaning plants shall be permitted to comply with the 
provisions of NFPA 32 in its entirety as an acceptable 
alternative to the requirements of this chapter. 


2101.2 Permit required. Permits shall be required as set 
forth in Section 105.5. 


SECTION 2102 
DEFINITIONS 


2102.1 Definitions. The following terms are defined in Chap- 
ter 2; 


DRY CLEANING. 
DRY CLEANING PLANT. 
DRY CLEANING ROOM. 
DRY CLEANING SYSTEM. 
SOLVENT OR LIQUID CLASSIFICATIONS. 
Class I solvents. 
Class II solvents. 
Class IIIA solvents. 
Class IIIB solvents. 
Class IV solvents. 


SECTION 2103 
CLASSIFICATIONS 


2103.1 Solvent classification. Dry cleaning solvents shall be 
classified according to their flash points as follows: 


1. Class I solvents are liquids having a flash point below 
100°F (38°C). 


2. Class II solvents are liquids having a flash point at or 
above 100°F (38°C) and below 140°F (60°C). 


3. Class IIIA solvents are liquids having a flash point at or 
above 140°F (60°C) and below 200°F (93°C), 
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4, Class IIIB solvents are liquids having a flash point at or 
above 200°F (93°C). 


5. Class IV solvents are liquids classified as nonflamma- 
ble. 


2103.2 Classification of dry cleaning plants and systems. 
Dry cleaning plants and systems shall be classified based on 
the solvents used as follows: 


. Type I—systems using Class I solvents. 

. Type Il—systems using Class II solvents. 

. Type III-A—systems using Class IIIA solvents. 
. Type III-B—systems using Class HIB solvents. 


Man BW NO 


. Type I1V—systems using Class IV solvents in which 
dry cleaning is not conducted by the public. 


6. Type V—systems using Class IV solvents in which dry 
cleaning is conducted by the public. 


Spotting and pretreating operations conducted in accor- 
dance with Section 2106 shall not change the type of the dry 
cleaning plant. 


2103.2.1 Multiple solvents. Dry cleaning plants using 
more than one class of solvent for dry cleaning shall be 
classified based on the numerically lowest solvent class. 


2103.3 Design. The occupancy classification, design and 
construction of dry cleaning plants shall comply with the 
applicable requirements of the California Building Code. 


SECTION 2104 
GENERAL REQUIREMENTS 


2104.1 Prohibited use. Type I dry cleaning plants shall be 
prohibited. Limited quantities of Class I solvents stored and 
used in accordance with this section shall not be prohibited in 
dry cleaning plants. 


2104.2 Building services. Building services and systems 
shall be designed, installed and maintained in accordance 
with this section and Chapter 6. 


2104.2.1 Ventilation. Ventilation shall be provided in 
accordance with Section 502 of the California Mechanical 
Code and DOL 29 CFR Part 1910.1000, where applicable. 
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2104.2.2 Heating. In Type II dry cleaning plants, heating 
shall be by indirect means using steam, hot water or hot oil 
only. 


2104.2.3 Electrical wiring and equipment. Electrical 
wiring and equipment in dry cleaning rooms or other loca- 
tions subject to flammable vapors shall be installed in 
accordance with the California Electrical Code. 


2104.2.4 Bonding and grounding. Storage tanks, treat- 
ment tanks, filters, pumps, piping, ducts, dry cleaning 
units, stills, tumblers, drying cabinets and other such 
equipment, where not inherently electrically conductive, 
shall be bonded together and grounded. Isolated equip- 
ment shall be grounded. 


SECTION 2105 
OPERATING REQUIREMENTS 


2105.1 General. The operation of dry cleaning systems shall 
comply with the requirements of Sections 2105.1.1 through 
2105.3. 


2105.1.1 Written instructions. Written instructions 
covering the proper installation and safe operation and use 
of equipment and solvent shall be given to the buyer. 


2105.1.1.1 Type I, IfI-A, IN1-B and IV systems. In 
Type II, I-A, HI-B and IV dry cleaning systems, 
machines shall be operated in accordance with the 
operating instructions furnished by the machinery 
manufacturer. Employees shall be instructed as to the 
hazards involved in their departments and in the work 
they perform. 


2105.1.1.2 Type V systems. Operating instructions for 
customer use of Type V dry cleaning systems shall be 
conspicuously posted in a location near the dry clean- 
ing unit. A telephone number shall be provided for 
emergency assistance. 


2105.1.2 Equipment identification. The manufacturer 
shall provide nameplates on dry cleaning machines indi- 
cating the class of solvent for which each machine is 
designed. 


2105.1.3 Open systems prohibited. Dry cleaning by 
immersion and agitation in open vessels shall be 
prohibited. 


2105.1.4 Prohibited use of solvent. The use of solvents 
with a flash point below that for which a machine is 
designed or listed shall be prohibited. 


2105.1.5 Equipment maintenance and housekeeping. 
Proper maintenance and operating practices shall be 
observed in order to prevent the leakage of solvent or the 
accumulation of lint. The handling of waste material 
generated by dry cleaning operations and the maintenance 
of facilities shall comply with the provisions of this 
section. 


2105.1.5.1 Floors. Class I and II liquids shall not be 
used for cleaning floors. 


21-4 


2105.1.5.2 Filters. Filter residue and other residues 
containing solvent shall be handled and disposed of in 
covered metal containers. 


2105.1.5.3 Lint. Lint and refuse shall be removed from 
traps daily, deposited in approved waste cans, removed 
from the premises, and disposed of safely. At all other 
times, traps shall be held securely in place. 


2105.1.5.4 Customer areas. In Type V dry cleaning 
systems, customer areas shall be kept clean. 


2105.2 Type II systems. Special operating requirements for 
Type II dry cleaning systems shall comply with the provi- 
sions of Sections 2105.2.1 through 2105.2.3. 


2105.2.1 Inspection of materials. Materials to be dry 
cleaned shall be searched thoroughly and foreign materi- 
als, including matches and metallic substances, shall be 
removed. 


2105.2.2 Material transfer. In removing materials from 
the washer, provisions shall be made for minimizing the 
dripping of solvent on the floor. Where materials are trans- 
ferred from a washer to a drain tub, a nonferrous metal 
drip apron shall be placed so that the apron rests on the. 
drain tub and the cylinder of the washer. 


2105.2.3 Ventilation. A mechanical ventilation system 
that is designed to exhaust 1 cubic foot of air per minute 
for each square foot of floor area [0.0058 m?/(s x m°)] 
shall be installed in dry cleaning rooms and in drying 
rooms. The ventilation system shall operate automatically 
when the dry cleaning equipment is in operation and shall 
have manual controls at an approved location. 


2105.3 Type IV and V systems. Type IV and V dry cleaning 
systems shall be provided with an automatically activated 
exhaust ventilation system to maintain an air velocity of not 
less than 100 feet per minute (0.51 m/s) through the loading 
door when the door is opened. Such systems for dry cleaning 
equipment shall comply with the California Mechanical 
Code. 


Exception: Dry cleaning units are not required to be 
provided with exhaust ventilation where an exhaust hood 
is installed immediately outside of and above the loading 
door and operates at an airflow rate as follows: 

Q= 100 x4,p (Equation 21-1) 
where: 

QO = flow rate exhausted through the hood, cubic feet per 

minute (m?/s), 

A, = area of the loading door, square feet (m’). 


SECTION 2106 
SPOTTING AND PRETREATING 


2106.1 General. Spotting and pretreating operations and 
equipment shall comply with the provisions of Sections 
2106.2 through 2106.5. 


2106.2 Class I solvents. The maximum quantity of Class I 
solvents permitted at any work station shall be 1 gallon (4 L). 
Spotting or prespotting shall be permitted to be conducted 
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with Class I solvents where they are stored in and dispensed 
from approved safety cans or in sealed DOT-approved metal 
shipping containers of not more than 1-gallon (4 L) capacity. 


2106.2.1 Spotting and prespotting. Spotting and prespot- 
ting shall be permitted to be conducted with Class I 
solvents where dispensed from plastic containers of not 
more than | pint (0.5 L) capacity. 


2106.3 Class II and III solvents. Scouring, brushing, and 
spotting and pretreating shall be permitted to be conducted 
with Class II or III solvents. The maximum quantity of Class 
II or III solvents permitted at any work station shall be 1 
gallon (4 L). In other than Group H-2 occupancy, the aggre- 
gate quantities of solvents shall not exceed the maximum 
allowable quantity per control area for use-open system. 


2106.3.1 Spotting tables. Scouring, brushing or spotting 
tables on which articles are soaked in solvent shall have a 
liquid-tight top with a curb on all sides not less than 1 inch 
(25 mm) high. The top of the table shall be pitched to 
ensure thorough draining to a 1'/,-inch (38 mm) drain 
connected to an approved container. 


2106.3.2 Special handling. Where approved, articles that 
cannot be washed in the usual washing machines are 
allowed to be cleaned in scrubbing tubs. Scrubbing tubs 
shall comply with the following: 


1. Only Class II or III liquids shall be used. 


- 2. The total amount of solvent used in such open con- 
tainers shall not exceed 3 gallons (11 L). 


3. Scrubbing tubs shall be secured to the floor. 


4. Scrubbing tubs shall be provided with permanent 
1'/,-inch (38 mm) drains. Such drain shall be pro- 
vided with a trap and shall be connected to an 
approved container. 


2106.3.3 Ventilation. Scrubbing tubs, scouring, brushing 
or spotting operations shall be located such that solvent 
vapors are captured and exhausted by the ventilating 
system. 


2106.3.4 Bonding and grounding. Metal scouring, brush- 
ing and spotting tables and scrubbing tubs shall be 
permanently and effectively bonded and grounded. 


2106.4 Type IV systems. Flammable and combustible 
liquids used for spotting operations shall be stored in 
approved safety cans or in sealed DOTn-approved shipping 
containers of not more than 1 gallon (4 L) in capacity. Aggre- 
gate amounts shall not exceed 10 gallons (38 L). 


2106.5 Type V systems. Spotting operations using flamma- 
ble or combustible liquids are prohibited in Type V dry 
cleaning systems. 


SECTION 2107 
DRY CLEANING SYSTEMS 


2107.1 General equipment requirements. Dry cleaning 
systems, including dry cleaning units, washing machines, 
stills, drying cabinets, tumblers and their appurtenances, 
including pumps, piping, valves, filters and solvent coolers, 
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shall be installed and maintained in accordance with NFPA 
32. The construction of buildings in which such systems are 
located shall comply with the requirements of this section and 
the California Building Code. 


2107.2 Type If systems. Type II dry cleaning and solvent 
tank storage rooms shall not be located below grade or above 
the lowest floor level of the building and shall comply with 
Sections 2107.2.1 through 2107.2.3. 


Exception: Solvent storage tanks installed underground, 
in vaults or in special enclosures in accordance with Chap- 
tet.57. 


2107.2.1 Fire-fighting access. Type II dry cleaning plants 
shall be located so that access is provided and maintained 
from one side for fire-fighting and fire control purposes in 
accordance with Section 503. 


2107.2.2 Number of means of egress. Type II dry clean- 
ing rooms shall have not less than two means of egress 
doors located at opposite ends of the room, not less than 
one of which shall lead directly to the outside. 


2107.2.3. Spill control and secondary containment. 
Curbs, drains or other provisions for spill control and 
secondary containment shall be provided in accordance 
with Section 5004.2 to collect solvent leakage and fire 
protection water and direct it to a safe location. 


2107.3 Solvent storage tanks. Solvent storage tanks for 
Class II, NIA and IIIB liquids shall conform to the require- 
ments of Chapter 57 and be located underground or outside, 
above ground. 


Exception: As provided in NFPA 32 for inside storage or 
treatment tanks. 


SECTION 2108 
FIRE PROTECTION 


2108.1 General. Where required by this section, fire protec- 
tion systems, devices and equipment shall be installed, 
inspected, tested and maintained in accordance with Chapter 
9, 


2108.2 Automatic sprinkler system. An automatic sprinkler 
system shall be installed in accordance with Section 903.3.1.1 
throughout dry cleaning plants containing Type II, Type III-A 
or Type III-B dry cleaning systems. 


Exceptions: 


1. An automatic sprinkler system shall not be required 
in Type III-A dry cleaning plants where the aggre- 
gate quantity of Class III-A solvent in dry cleaning 
machines and storage does not exceed 330 gallons 
(1250 L) and dry cleaning machines are equipped 
with a feature that will accomplish any one of the 
following: 


1.1. Prevent oxygen concentrations from reach- 
ing 8 percent or more by volume. 


1.2. Keep the temperature of the solvent not less 
than 30°F (16.7°C) below the flash point. 
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1.3. Maintain the solvent vapor concentration at 
a level lower than 25 percent of the lower 
explosive limit (LEL). 


1.4. Utilize equipment approved for use in Class 
I, Division 2, hazardous locations in accor- 
dance with the California Electrical Code. 


1.5. Utilize an integrated dry-chemical, clean 
agent or water-mist automatic fire-extin- 
guishing system designed in accordance 
with Chapter 9. 


2. An automatic sprinkler system shall not be required 
in Type III-B dry cleaning plants where the aggre- 
gate quantity of Class III-B solvent in dry cleaning 
machines and storage does not exceed 3,300 gallons 
(12 490 L). 


2108.3 Automatic fire-extinguishing systems. Type II dry 
cleaning units, washer-extractors, and drying tumblers in 
Type II dry cleaning plants shall be provided with an 
approved automatic fire-extinguishing system installed and 
maintained in accordance with Chapter 9. 


Exception: Where approved, a manual steam jet not less 
than */, inch (19 mm) with a continuously available steam 
supply at a pressure not less than 15 pounds per square 
inch gauge (psig) (103 kPa) is allowed to be substituted 
for the automatic fire-extinguishing system. 


2108.4 Portable fire extinguishers. Portable fire extinguish- 
ers shall be selected, installed and maintained in accordance 
with this section and Section 906. Not fewer than two 2- 
A:10-B:C portable fire extinguishers shall be provided near 
the doors inside dry cleaning rooms containing Type II, Type 
III-A and Type III-B dry cleaning systems. 
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CHAPTER 22 
COMBUSTIBLE DUST-PRODUCING OPERATIONS 


User note: 


About this chapter: Chapter 22 provides requirements that seek to reduce the likelihood of dust explosions by managing the hazards of ignit- 
able suspensions of combustible dusts associated with a variety of operations including woodworking, mining, food processing, agricultural 
commodity storage and handling and pharmaceutical manufacturing, among others. This chapter provides various requirements to control 
ignition sources, use properly listed and designed dust collection systems, maintain good housekeeping practices and provide proper training 
to those involved in these processes. Appropriate standards are referenced to deal with the specific dust hazards. 


SECTION 2201 
GENERAL 


2201.1 Scope. The equipment, processes and operations 
involving dust explosion hazards and use or handling of 
combustible dust shall comply with the provisions of this 
chapter. 


Exceptions: 

1. Storage and use of consumer materials in Group B 
or R occupancies. 

2. Storage and use of commercially packaged materials 
in Group M occupancies. 

3. Materials displayed in original packaging in Group 
M occupancies and intended as building materials or 
for personal or household use. 


4. Storage of sealed containers of combustible dust at 
facilities not associated with an operation that uses, 
handles or generates combustible dust. 


5. Materials stored or used in farm buildings or similar 
occupancies intended for on-premises agricultural 
purposes. 


2201.2 Permits. Permits shall be required for combustible 
dust-producing operations as set forth in Section 105.5. 


SECTION 2202 
DEFINITIONS 


2202.1 Definition. The following terms are defined in Chap- 
ten2: 


COMBUSTIBLE DUST. 
DUST COLLECTION SYSTEM. 


SECTION 2203 
DUST EXPLOSION PREVENTION 


2203.1 Critical depth layer. The maximum dust layer on all 
surfaces, including but not limited to walls, ceilings, beams, 
equipment, furniture, pipes and ducts, shall not exceed the 
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critical depth layer specified in Table 2203.1. The critical 
depth layer is permitted to be adjusted for explosion hazard 
where further evaluated in accordance with one of the 
following: 


1. Section 7.2.1.3 of NFPA 654. 
2. Section 4.1.3.3 of NFPA 664 for wood flour. 


Accumulated combustible dust shall be collected by one of 
the methods listed in Section 2203.5. 


TABLE 2203.1 
CRITICAL DEPTH LAYER 


TYPE OF DUST CRITICAL DEPTH LAYER (INCHES) 


Wood flour 


All other dusts 


For SI: 1 inch = 25.4 mm. 


2203.2 Dust-producing and dust-handling equipment. 
Dust-producing equipment and dust-handling equipment, 
including but not limited to vacuums, dust collection systems, 
dryers, mixers, blenders, separators, conveyors, storage 
containers, silos or other similar devices, shall be listed and 
shall be maintained in accordance with the manufacturer’s 
recommended standards. 


2203.2.1 Signages and markings. Signages and markings 
shall be provided in accordance with Sections 2203.2.1.1 
through 2203.2.1.3. 


2203.2.1.1 Deflagration vent discharge area mark- 
ings. Where dust collection systems and other 
equipment, systems or system components are provided 
with deflagration vents, the area within the deflagration 
vent’s discharge area shall be marked in an approved 
manner. 


2203.2.1.2 Caution signs. Signs that read as follows 
shall be posted near the dust-containing equipment with 
deflagration vents: 


CAUTION: THIS EQUIPMENT CAN 
CONTAIN EXPLOSIVE DUST. 
KEEP OUTSIDE THE MARKED AREA 
WHILE EQUIPMENT IS OPERATING. 
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2203.2.1.3 Warning signs. Where dust collection 
systems and other equipment, systems or system 
components are provided with deflagration vents, vent 
closures shall be clearly marked as follows: 


WARNING: EXPLOSION RELIEF 
DEVICE. STAY CLEAR. 


2203.3 Dust-collection and dust-conveying systems. Dust- 
collection and dust-conveying systems shall be in accordance 
with Sections 2203.3.1 through 2203.3.3. 


2203.3.1 Dust-collection systems. Dust-collection 
systems shall be designed to collect dust emissions from 
dust-producing equipment at the point of generation. Dust- 
collection systems shall be in accordance with Section 511 
of the California Mechanical Code. 


Exception: Closed systems using listed equipment and 
designed in accordance with manufacturer’s recom- 
mendations and specifications, where cleanouts are 
provided in accordance with Section 2203.3.3. 


Heating, ventilation, and air conditioning (HVAC) sys- 
tems shall not be used as the means to collect dusts from 
localized sources. 


2203.3.1.1 Location. Dust collectors shall be located 
outside of buildings. 


Exceptions: 


1. Dust collectors inside buildings complying 
with Section 511 of the California Mechanical 
Code. 


2. Wet-type dust collectors specifically listed for 
the type of dust conveyed shall be permitted 
inside buildings where in accordance with the 
manufacturer’s instructions and specifications. 

3. Dust collectors designed to specific NFPA 
standards listed in Table 2205.1 for the spe- 
cific type of dust conveyed. 

2203.3.1.2 Minimum conveying velocities. The mini- 
mum velocities within ducts used as part of the dust 
collection system shall be in accordance with Table 
2203:38:2; 


TABLE 2203.3.1.2 
MINIMUM CONVEYING VELOCITIES 


Fine light dust such as cotton, lint and wood 2.000 
flour (100 mesh and under) ; 
Dry dust such as fine rubber molding powder 2,500 
Average dust such as sawdust, grinding dust 3.500 
and coal dust ; 
Heavy dust such as metal turnings, including 4.000 
aluminum and magnesium powder 4 


For SI: 1 foot per minute = 0.00508 m/s. 


2203.3.2 Plastic ducts and conveying systems. Plastic, 
fiberglass, other nonconductive ducts, duct liners or pipes 
shall not be used as part of ducts and coriveying systems. 
Ductwork utilizing a combustible lining shall be permitted 
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only in high-impact areas and where approved. Flexible 
hose shall be permitted if designed and installed in accor- 
dance with the following requirements: 


1. Manufactured of static dissipative construction. 
2. Used only for connections and isolation purposes. 
3. Limited to 18 inches (457 mm) in length. 

4, Properly grounded. 


2203.3.3 Cleanouts. Openings in enclosed equipment and 
conveyors shall be provided to allow access to all parts of 
the equipment and conveyors to permit inspection, clean- 
ing, maintenance and the effective use of portable fire 
extinguishers or hose streams. Cleanouts for ducts used as 
part of the dust-collection system shall be in accordance 
with the California Mechanical Code. 


2203.4 Sources of ignition. Sources of ignition shall be 
controlled in accordance with Sections 2203.4.1 through 
2203.4.9.5. 


2203.4.1 Classified electrical. Classified electrical shall 
be in accordance with the California Electrical Code. 
Electrical motors and electrical components of the equip- 
ment shall not be installed in the dust-laden airstream 
unless listed for Class II, Division 1, locations. 


2203.4.2 Static electricity. Bonding and grounding is 
required to minimize accumulation of static electric charge 
in the following locations: 


1. Dust-producing equipment. 
2. Dust-collection system. 


3. Pneumatic dust-conveying systems conveying com- 
bustible dust from one location to another, combus- 
tible dust conveyors, piping and conductive 
components. Conveying systems include transport 
modes such as railcars, hopper cars, boxcars, tank 
cars and trucks into which or from which commodi- 
ties or products are pneumatically conveyed. 


4. Conveying systems using metallic piping. 


2203.4.3 Hot works. Hot work and similar spark-produc- 
ing operations shall not be conducted in or adjacent to 
combustible dust-producing areas unless precautions have 
been taken to provide safety. Hot work shall be permitted 
only in safe, designated areas in accordance with Chapter 
35. Hot work is prohibited on equipment that is operating. 


2203.4.3.1 Signs. Conspicuous signs with the follow- 
ing warning shall be posted in the vicinity of 
combustible dust-producing areas or in the vicinity of 
combustible dust use: 


NO WELDING. THE USE OF WELDING 

OR CUTTING EQUIPMENT IN OR NEAR 
THIS AREA IS DANGEROUS BECAUSE 
OF FIRE AND EXPLOSION HAZARDS. 


WELDING AND CUTTING SHALL BE 


DONE ONLY UNDER THE SUPERVISION 
OF THE PERSON IN CHARGE. 
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2203.4.4 Hot surfaces and hot equipment. In areas 
where a dust explosion hazard or dust flash fire hazard 
exists, the temperature (in degrees Celsius) of external 
surfaces shall be maintained below 80 percent of the lower 
of the dust-surface ignition temperature or the dust-cloud 
ignition temperature for worst-case dusts. External 
surfaces shall include but are not limited to: 


1, Compressors, 

. Steam, water or process piping. 
. Ducts. 

. Conveyors. 
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. Process equipment. 


Where steam pipes or hot surfaces occur in dust-pro- 
ducing or dust-handling areas, accumulation of dust on the 
surfaces shall be minimized by an approved method. 


Exception: Drying apparatus listed for the intended use 
and installed in accordance with the manufacturer’s 
instructions. 


2203.4.5 Powered industrial trucks. Powered industrial 
trucks used in electrically classified areas shall be listed 
for such use. » 


2203.4.6 Smoking prohibited. Smoking shall be prohib- 
ited in or adjacent to dust-producing or dust-handling 
areas. “No Smoking” signs complying with Section 310 
shall be conspicuously posted in such areas. Smoking shall 
be permitted only in designated areas. 


2203.4.7 Spark-producing devices. Spark-producing 
devices shall not be located within 20 feet (6096 mm) of 
areas requiring classified electrical unless separated by a 
permanent partition. 


2203.4.8 Self-heating materials. Materials in silos and 
other large storage piles of particulates prone to self-heat- 
ing shall be in accordance with Section 9.4.11 of NFPA 
652. 


2203.4.9 Open flames and fuel-fired equipment. Open 
flames and fuel-fired equipment shall be in accordance 
with Sections 2203.4.9.1 through 2203.4.9.5. 


2203.4.9.1 Release of airborne combustible dust. 
Production, maintenance or repair activities that have 
the potential to release or force combustible dust to 
become airborne shall not be conducted within 35 feet 
(11 m) of an open flame or pilot flame. 


2203.4.9.2 Space heaters. Fuel-fired space heaters 
drawing local ambient air shall not be located within 
electrically classified areas. Space-heating appliances 
in dust-producing or dust-handling areas shall be 
located where not subject to the accumulation of depos- 
its of combustible dust. 


2203.4.9.3 Equipment listing. Fuel-fired process 
equipment shall be listed for its intended use and shall 
be operated and maintained in accordance with the 
manufacturer’s instructions. 


2203.4.9.4 Inspection and preventive maintenance. 
Inspection and maintenance of fuel-fired process equip- 


2022 CALIFORNIA FIRE CODE 


COMBUSTIBLE DUST-PRODUCING OPERATIONS 


ment shall include verification that significant 
combustible dust accumulations do not exist within or 
around the equipment. 


2203.4.9.5 Sources of combustion air. In Class II 
electrically classified locations, heating units shall be 
provided with a source of combustion air ducted 
directly from the building exterior or from an unclassi- 
fied location. 


2203.5 Housekeeping. Accumulation of combustible dust on 
surfaces inside buildings shall be maintained below the criti- 
cal depth layer in Section 2203.1. Pressurized air or similar 
methods shall not be used to remove dust from surfaces. 
Accumulated combustible dust shall be collected by one of 
the following methods: 


1. Portable vacuum cleaners listed for use in Class I, 
Group G, Division 1, atmospheres as defined in the 
California Electrical Code. 


2. Dust collection systems. 


3. Other approved means that will not place combustible 
dust into suspension in air. 


Exception: Forced-air or similar methods shall be permit- 
ted to remove dust in accordance with NFPA 652, NFPA 
654 or NFPA 664. 


2203.6 Standard operational procedures. Dust-producing 
equipment and all associated equipment, including dust- 
collection equipment, shall be maintained in accordance with 
the manufacturer’s instructions and specifications and appli- 
cable codes. The inspection, testing and maintenance 
program shall include the following, as applicable: 


1. Fire and explosion protection and prevention equip- 
ment, as applicable, in accordance with the appropriate 
NFPA standards. 


2. Dust-control equipment. 
3. Control of potential ignition sources. 


4. Electrical, process and mechanical equipment, includ- 
ing applicable process interlocks. 


5. Lubrication of bearings for dust-collection, dust-han- 
dling and dust-producing equipment. 


6. Additional maintenance in accordance with the manu- 
facturer’s instructions and specifications for dust-col- 
lection, dust-handling and dust-producing equipment. 


Records shall be kept of maintenance and repairs per- 
formed. The standard operating procedures shall be submitted 
to the fire code official for review and approval. The written 
standard operating procedures shall be signed by the person 
responsible for facility operations. 


2203.7 Emergency response plan. A written emergency 
response plan shall be developed for preventing, preparing 
for and responding to work-related emergencies, including 
but not limited to fire and explosion. The following informa- 
tion shall be developed into the plan: 


1. Identification of dust hazards. 


2. Identification and location of all utilities to affected 
areas. 
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3. Site plans or floor plans locating utility shutoff con- 
trols, including water, gas and power. 


4. The potential for explosion. 


5. Locations of fire-extinguishing equipment compatible 
with the hazards present. 


6. Any additional information required by the fire code 
official. 


2203.8 Training. The plans and procedures required in 
Sections 2203.5, 2203.6 and 2203.7 shall be approved by the 
fire code official. The plans and procedures shall be reviewed 
annually and updated as required by process changes. Initial 
and annual refresher training shall be provided to employees 
who are involved in operating, maintaining and supervising 
facilities that handle combustible dust. Initial and annual 
refresher training shall include: 


1. Workplace hazards. 


2. General orientation, plant diagrams and plant safety 
rules. 


3. Process description or flowchart. 


4, Equipment operation, safe startup and shutdown, and 
response to hazard conditions or an incident. 


5. The location and use of all related fire and explosion 
protection and prevention systems. 


6. Equipment maintenance requirements and practices, 
including visual inspections of conveyors and ducts. 


7. Housekeeping requirements, including the maintenance 
of the critical depth layer in Section 2203.1. 


8. Emergency response plans as required in Section 
2203.7. 


The employer shall maintain records of initial and annual 
training and review. 


SECTION 2204 
DUST EXPLOSION SCREENING TESTS 


2204.1 Combustibility and explosivity tests. Where 
combustibility or explosivity screening tests are required to 
analyze the combustible dust as part of compliance with 
Section 104.8 and Section 414.1.3 of the California Building 
Code, they shall be in accordance with Section 5.4 of NFPA 
652. 


2204.2 Samples. Representative samples for the screening 
test shall be obtained in accordance with Section 5.5 of NFPA 
652. 


SECTION 2205 ‘ 
STANDARDS 


2205.1 Specific hazards standards. The fire code. official is 
authorized to enforce additional industry- or material-specific 
provisions of the codes and standards listed in Table 2205.1 
to prevent and control dust explosions, as applicable. 


TABLE 2205.1 
EXPLOSION PROTECTION STANDARDS 


NFPA 61 Standard for the Prevention of Fires and Dust Explo- 

; sions in Agricultural and Food Processing Facilities 

NEPA 68 Standard on Explosion Protection by Deflagration 
Venting 


NFPA 69 Standard on Explosion Prevention Systems 


NFPA 70 National Electrical Code 
NFPA 77 Recommended Practice on Static Electricity 


NFPA 85 Boiler and Combustion System Hazards Code 


NEPA 120 ea for Fire Prevention and Control in Coal 


NFPA 484 Standard for Combustible Metals 


Standard for Prevention of Fire and Dust Explosions 
NFPA 654 | from the Manufacturing, Processing and Handling 


of Combustible Particulate Solids 


NFPA 655 Standard for the Prevention of Sulfur Fires and 
Explosions 

NEPA 664 Standard for the Prevention of Fires and Explosions 
in Wood Processing and Woodworking Facilities 


2205.1.1 Dust hazard analysis. If a dust hazard analysis 
(DHA) is required by the fire code official for new or 
existing facilities and operations, it shall be in accordance 
with NFPA 652. The DHA for existing facilities shall be 
in accordance with Section 7.1.1 of NFPA 652. 
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CHAPTER 23 
MOTOR FUEL-DISPENSING FACILITIES AND REPAIR GARAGES 


User note: 


About this chapter: Chapter 23 sets forth regulations for motor fuel-dispensing stations and repair garages. It addresses both liquid and 
gaseous motor fuels associated with automotive, marine, aircraft and fleet vehicle motor fuel-dispensing facilities. The repair garage provi- 
sions specifically address hazards associated with the different types of fuel used, including flammable and combustible liquids, hydrogen, 


LPG, LNG and CNG. 


SECTION 2301 
GENERAL 


2301.1 Scope. Automotive motor fuel-dispensing facilities, 
marine motor fuel-dispensing facilities, fleet vehicle motor 
fuel-dispensing facilities, aircraft motor-vehicle fuel-dispens- 
ing facilities and repair garages shall be in accordance with 
this chapter and the California Building Code, International 
Fuel Gas Code and California Mechanical Code. Such opera- 
tions shall include both those that are open to the public and 
private operations. 


2301.2 Permits. Permits shall be required as set forth in 
Section 105.5. 


2301.3 Construction documents. Construction documents 
shall be submitted for review and approval prior to the instal- 
lation or construction of automotive, marine or fleet vehicle 
motor fuel-dispensing facilities and repair garages in accor- 
dance with Section 106.1. 


2301.4 Indoor motor fuel-dispensing facilities. Motor fuel- 
dispensing facilities located inside buildings shall comply 
with the California Building Code and NFPA 30A. 


2301.4.1 Protection of floor openings in indoor motor 
fuel-dispensing facilities. Where motor fuel-dispensing 
facilities are located inside buildings and the dispensers 
are located above spaces within the building, openings 
beneath dispensers shall be sealed to prevent the flow of 
leaked fuel to lower building spaces. 


2301.5 Electrical. Electrical wiring and equipment shall be 
suitable for the locations in which they are installed and shall 
comply with Section 603, NFPA 30A and the California 
Electrical Code. 

2301.6 Heat-producing appliances. Heat-producing appli- 
ances shall be suitable for the locations in which they are 
installed and shall comply with NFPA 30A and the /nterna- 
tional Fuel Gas Code or the California Mechanical Code. 


SECTION 2302 
DEFINITIONS 


2302.1 Definitions. The following terms are defined in Chap- 
ter 2: 


AIRCRAFT MOTOR-VEHICLE FUEL-DISPENSING 
FACILITY. 
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ALCOHOL-BLENDED FUELS. 

AUTOMOTIVE MOTOR FUEL-DISPENSING 
FACILITY. 

DISPENSING DEVICE, OVERHEAD TYPE. 

FLEET VEHICLE MOTOR FUEL-DISPENSING 
FACILITY. 

LIQUEFIED NATURAL GAS (LNG). 

MARINE MOTOR FUEL-DISPENSING FACILITY. 

REPAIR GARAGE. 

SELF-SERVICE MOTOR FUEL-DISPENSING 
FACILITY. 

TANK IN AN UNDERGROUND AREA. 


SECTION 2303 
LOCATION OF DISPENSING DEVICES 


2303.1 Location of dispensing devices. Dispensing devices 
shall be located as follows: 


1. Ten feet (3048 mm) or more from lot lines. 


2. Ten feet (3048 mm) or more from buildings having 
combustible exterior wall surfaces or buildings having 
noncombustible exterior wall surfaces that are not part 
of a |-hour fire-resistance-rated assembly or buildings 
having combustible overhangs. 


Exception: Canopies constructed in accordance with the 
California Building Code providing weather protection 
for the fuel islands. 


3. Such that all portions of the vehicle being fueled will be 
on the premises of the motor fuel-dispensing facility. 


4. Such that the nozzle, where the hose is fully extended, 
will not reach within 5 feet (1524 mm) of building 
openings. 

5. Twenty feet (6096 mm) or more from fixed sources of 
ignition. 

6. Such that fuel dispensing is in view of the attendant at 


attended self-service motor fuel-dispensing facilities, as 
required by Section 2304,2.4. 


2303.1,1 Protection of dispensing devices. Where 
dispensing devices are mounted at grade, they shall be 
protected at each end with a minimum of two concrete 
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filled steel posts, 6 inches (152 mm) in diameter, having a 
minimum 3-foot-deep (914 mm) footing not less than 15 
inches (38 mm) in diameter and projecting above grade at 
a minimum of 3 feet (914 mm) and be located not less than 
4 feet (1219 mm) nor more than 5 feet (1524 mm) from 
fuel dispensers or point-of-sale devices, or equivalent 
means approved by the fire chief. 


2303.2 Emergency disconnect switches. An approved emer- 
gency disconnect switch shall be provided at an approved 
location to stop the transfer of fuel to the fuel dispensers in 
the event of a fuel spill or other emergency. The emergency 
disconnect switch for exterior fuel dispensers shall be 
provided with ready access and shall be located within 100 
feet (30 480 mm) of, but not less than 20 feet (6096 mm) 
from, the fuel dispensers. For interior fuel-dispensing opera- 
tions, the emergency disconnect switch shall be provided 
with ready access and be installed at an approved location. 
Such devices shall be distinctly labeled as: “EMERGENCY 
FUEL SHUTOFF.” Signs shall be provided in approved 
locations. 


2303.2.1 Height. The height of the emergency disconnect 
switch shall be not less than 42 inches (1067 mm) and not 
more than 48 inches (1219 mm) measured vertically, from 
the floor level to the activating button. 


SECTION 2304 
DISPENSING OPERATIONS 


2304.1 Supervision of dispensing. The dispensing of fuel at 
motor fuel-dispensing facilities shall be conducted by a quali- 
fied attendant or shall be under the supervision of a qualified 
attendant at all times or shall be in accordance with Section 
2304.3. 


2304.2 Attended self-service motor fuel-dispensing facili- 
ties. Attended self-service motor fuel-dispensing facilities 
shall comply with Sections 2304.2.1 through 2304.2.5. 
Attended self-service motor fuel-dispensing facilities shall 
have not less than one qualified attendant on duty while the 
facility is open for business. The attendant’s primary function 
shall be to supervise, observe and control the dispensing of 
fuel. The attendant shall prevent the dispensing of fuel into 
containers that do not comply with Section 2304.4.1, control 
sources of ignition, give immediate attention to accidental 
spills or releases, and be prepared to use fire extinguishers. 


2304.2.1 Special-type dispensers. Approved special- 
dispensing devices and systems such as, but not limited to, 
card- or coin-operated and remote-preset types, are 
allowed at motor fuel-dispensing facilities provided that 
there is not less than one qualified attendant on duty while 
the facility is open to the public. Remote preset-type 
devices shall be set in the “off” position while not in use 
so that the dispenser cannot be activated without the 
knowledge of the attendant. 


2304.2.2 Emergency controls. Approved emergency 
controls shall be provided in accordance with Section 
2303.2. 
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2304.2.3 Operating instructions. Dispenser operating 
instructions shall be conspicuously posted in approved 
locations on every dispenser. 


2304.2.4 Obstructions to view. The attendant shall have a 
direct line of sight to observe fuel-dispensing operations at 
all times. Obstructions shall not be placed between the 
dispensing area and the attendant. 


Exception: Video monitoring systems shall be permit- 
ted to supplement direct line of sight supervision where 
approved by the fire code official. 


2304.2.5 Communications. The attendant shall be able to 
communicate with persons in the dispensing area at all 
times. An approved method of communicating with the 
fire department shall be provided for the attendant. 


2304.3 Unattended self-service motor fuel-dispensing 
facilities. Unattended self-service motor fuel-dispensing 
facilities shall comply with Sections 2304.3.1 through 
2304.3.7. 


2304.3.1 General. Where approved, unattended self- 
service motor fuel-dispensing facilities are allowed. As a 
condition of approval, the owner or operator shall provide, 
and be accountable for, daily site visits, regular equipment 
inspection and maintenance. 


2304.3.2 Dispensers. Dispensing devices shall comply 
with Section 2306.7. Dispensing devices operated by the 
insertion of coins or currency shall not be used unless 
approved. 


2304.3.3 Emergency controls. Approved emergency 
controls shall be provided in accordance with Section 
2303.2. Emergency controls shall be of a type that is only 
manually resettable. 


2304.3.4 Operating instructions. Dispenser operating 
instructions shall be conspicuously posted in approved 
locations on every dispenser and shall indicate the location 
of the emergency controls required by Section 2304.3.3. 


2304.3.5 Emergency procedures. An approved emer- 
gency procedures sign, in addition to the signs required by 
Section 2305.6, shall be posted in a conspicuous location 
and shall read: 
IN CASE OF FIRE, SPILL OR RELEASE 
1. USE EMERGENCY PUMP SHUTOFF 
2. REPORT THE ACCIDENT! 
FIRE DEPARTMENT TELEPHONE NO. 
FACILITY ADDRESS 
2304.3.6 Communications. A telephone not requiring a 
coin to operate or other approved, clearly identified means 
to notify the fire department shall be provided on the site 
in a location approved by the fire code official. 
2304.3.7 Quantity limits. Dispensing equipment used at 
unsupervised locations shall comply with one of the 
following: 
1. Dispensing devices shall be programmed or set to 


limit uninterrupted fuel delivery to 25 gallons (95 L) 
and require a manual action to resume delivery. 
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2. The amount of fuel being dispensed shall be limited 
in quantity by a preprogrammed card as approved. 


2304.4 Dispensing into portable containers. The dispensing 
of flammable or combustible liquids into portable approved 
containers shall comply with Sections 2304.4.1 through 
2304.4.3. 


2304.4.1 Approved containers required. Class I, II and 
IIIA liquids shall not be dispensed into a portable 
container unless such container does not exceed a 6-gallon 
(22.7 L) capacity, is listed or of approved material and 
construction, and has a tight closure with a screwed or 
spring-loaded cover so designed that the contents can be 
dispensed without spilling. Liquids shall not be dispensed 
into portable or cargo tanks. 


2304.4.2 Nozzle operation. A hose nozzle valve used for 
dispensing Class I liquids into a portable container shall be 
in compliance with Section 2306.7.6 and be manually held 
open during the dispensing operation. 


2304.4.3 Location of containers being filled. Portable 
containers shall not be filled while located inside the 
trunk, passenger compartment or truck bed of a vehicle. 


SECTION 2305 
OPERATIONAL REQUIREMENTS 


2305.1 Tank filling operations for Class I, II or III liquids. 
Delivery operations to tanks for Class I, II or II liquids shall 
comply with Sections 2305.1.1 through 2305.1.3 and the 
applicable requirements of Chapter 57. 


2305.1.1 Delivery vehicle location. Where liquid delivery 
to above-ground storage tanks is accomplished by posi- 
tive-pressure operation, tank vehicles shall be positioned 
not less than 25 feet (7620 mm) from tanks receiving 
Class I liquids and 15 feet (4572 mm) from tanks receiv- 
ing Class II and IIIA liquids, measured from the tank to 
the nearest unloading valve on the tank vehicle. 


2305.1.2 Tank capacity calculation. The driver, operator 
or attendant of a tank vehicle shall, before making delivery 
to a tank, determine the unfilled, available capacity of such 
tank by an approved gauging device. 


2305.1.3 Tank fill connections. Delivery of flammable 
liquids to tanks more than 1,000 gallons (3785 L) in 
capacity shall be made by means of approved liquid- and 
vapor-tight connections between the delivery hose and 
tank fill pipe. Where tanks are equipped with any type of 
vapor recovery system, all connections required to be 
made for the safe and proper functioning of the particular 
vapor recovery process shall be made. Such connections 
shall be made liquid and vapor tight and remain connected 
throughout the unloading process. Vapors shall not be 
discharged at grade level during delivery. 


2305.2 Equipment maintenance and inspection. Motor 
fuel-dispensing facility equipment shall be maintained in 
proper working order at all times in accordance with Sections 
2305.2.1 through 2305.2.5. 
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2305.2.1 Inspections. Flammable and combustible liquid 
fuel-dispensing and containment equipment shall be peri- 
odically inspected where required by the fire code official 
to verify that the equipment is in proper working order and 
not subject to leakage. Records of inspections shall be 
maintained. 


2305.2.2 Repairs and service. The fire code official is 
authorized to require damaged or unsafe containment and 
dispensing equipment to be repaired or serviced in an 
approved manner. 


2305.2.3 Dispensing devices. Where maintenance to 
Class I liquid dispensing devices becomes necessary and 
such maintenance could allow the accidental release or 
ignition of liquid, the following precautions shall be taken 
before such maintenance is begun: 


1. Only persons knowledgeable in performing the 
required maintenance shall perform the work. 


2. Electrical power to the dispensing device and pump 
serving the dispenser shall be shut off at the main 
electrical disconnect panel. 


3. The emergency shutoff valve at the dispenser, where 
installed, shall be closed. 


4, Vehicle traffic and unauthorized persons shall be 
prevented from coming within 12 feet (3658 mm) of 
the dispensing device. 


2305.2.4 Emergency shutoff valves. Automatic emer- 
gency shutoff valves required by Section 2306.7.4 shall be 
checked not less than once per year by manually tripping 
the hold-open linkage. 


2305.2.5 Leak detectors. Leak detection devices required 
by Section 2306.7.7.1 shall be checked and tested not less 
than annually in accordance with the manufacturer’s spec- 
ifications to ensure proper installation and operation. 


2305.3 Spill control. Provisions shall be made to prevent 
liquids spilled during dispensing operations from flowing 
into buildings. Acceptable methods include, but shall not be 
limited to, grading driveways, raising doorsills or other 
approved means. 


2305.4 Sources of ignition. Smoking and open flames shall 
be prohibited in areas where fuel is dispensed. The engines of 
vehicles being fueled shall be shut off during fueling. Electri- 
cal equipment shall be in accordance with the California 
Electrical Code. 


2305.5 Fire extinguishers. Approved portable fire extin- 
guishers complying with Section 906 with a minimum rating 
of 2-A:20-B:C shall be provided and located such that an 
extinguisher is not more than 75 feet (22 860 mm) from 
pumps, dispensers or storage tank fill-pipe openings. 


2305.6 Warning signs. Warning signs shall be conspicu- 
ously posted within sight of each dispenser in the fuel- 
dispensing area and shall state the following: 


1. No smoking. 
2. Shut off motor. 


3. Discharge your static electricity before fueling by 
touching a metal surface away from the nozzle. 
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4. To prevent static charge, do not reenter your vehicle receipts and inventory on hand. Where there is more 
while gasoline is pumping. than one system consisting of tanks serving separate 
pumps or dispensers for a product, the reconciliation 


; —back 
Spa a at ad A ce LS Ca Soest eS shall be ascertained separately for each tank-system. A 


immediately. : ; 
f . 400 consistent or accidental loss of product shall be imme- 
6. It is unlawful and dangerous to dispense gasoline into diately reported to the fire code official. 
URaDDONS Ste met ; 2306.2.2 Above-ground tanks located inside buildings. 
7. No filling of portable containers in or on a motor vehi- Above-ground tanks for the storage of Class I, II and IIIA 
cle. Place container on ground before filling, liquid fuels are allowed to be located in buildings. Such 
2305.7 Control of brush and debris. Fenced and diked areas tanks shall be located in special enclosures complying 
surrounding above-ground tanks shall be kept free from vege- with Section 2306.2.6, in a liquid storage room or a liquid 
tation, debris and other material that is not necessary to the storage warehouse complying with Chapter 57, or shall be 
proper operation of the tank and piping system. listed and labeled as protected above-ground tanks in 
Weeds, grass, brush, trash and other combustible materials accordance with UL 2085. 
shall be kept not less than 10 feet (3048 mm) from fuel-han- 2306.2.3 Above-ground tanks located outdoors, above 
dling equipment. grade. Above-ground tanks shall not be used for the stor- 


age of Class I, II or III liquid motor fuels, except as 
provided by this section. 
SECTION 2306 
FLAMMABLE AND COMBUSTIBLE LIQUID MOTOR 
FUEL-DISPENSING FACILITIES 


1. Above-ground tanks used for outdoor, above-grade 
storage of Class I liquids shall be listed and labeled 
as protected above-ground tanks in accordance with 


2306.1 General. Storage of flammable and combustible UL 2085 and shall be in accordance with Chapter 
liquids shall be in accordance with Chapter 57 and Sections 57. Such tanks shall be located in accordance with 
2306.2 through 2306.6.3. Table 2306.2.3. 
2306.2 Method of storage. Approved methods of storage for 2. Above-ground tanks used for outdoor, above-grade 
Class I, II and III liquid fuels at motor fuel-dispensing facili- storage of Class II or IIIA liquids shall be listed and 
ties shall be in accordance with Sections 2306.2.1 through labeled as protected above-ground tanks in accor- 
2306.2.6. dance with UL 2085 and shall be installed in accor- 
2306.2.1 Underground tanks. Underground tanks for the dance with Chapter 57. Tank locations shall be in 
storage of Class I, II and IIIA liquid fuels shall comply accordance with Table 2306.2.3. 
with Chapter 57. Exception: Other above-ground tanks that 
2306.2.1.1 Inventory control for underground tanks. comply with Chapter 57 where approved by the 
Accurate daily inventory records shall be maintained fire code official. 
and reconciled on underground fuel storage tanks for 3. Tanks containing fuels shall not exceed 12,000 gal- 
indication of possible leakage from tanks and piping. lons (45 420 L) in individual capacity or 48,000 gal- 
The records shall include records for each product lons (181 680 L) in aggregate capacity. Installations 
showing daily reconciliation between sales, use, with the maximum allowable aggregate capacity 


TABLE 2306.2.3 
MINIMUM SEPARATION REQUIREMENTS FOR ABOVE-GROUND TANKS 


MINIMUM DISTANCE 
FROM LOT LINE 


MINIMUM 


MINIMUM 


DISTANCE FROM MINIMUM 
INDIVIDUAL TANK NEAREST DISTANCE FROM oy uc cael BE a ineciene? MINIMUM DISTANCE 
TANK TYPE CAPACITY IMPORTANT | NEARESTFUEL | iciupiNG THE | OF ANY PUBLIC BETWEEN TANKS 
(gallons) SAMEPROPERTY HAMM Jn CFEC SUE BIDE DF (feet) 
A PUBLIC WAY 
(feet) 


Less than or equal - 
ground tanks 
Separate —_—— 
=e for each tank 


Tanks in vaults 0—20,000 


loners [AT 


For SI: 1 foot = 304.8 mm, | gallon = 3.785 L. 
a. At fleet vehicle motor fuel-dispensing facilities, a minimum separation distance is not required. 


b. Underground vaults shall be located such that they will not be subject to loading from nearby structures, or they shall be designed to accommodate applied 
loads from existing or future structures that can be built nearby. 


c. For Class IIB liquids in protected above-ground tanks, a minimum separation distance is not required. 
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shall be separated from other such installations by 
not less than 100 feet (30 480 mm). 


4, Tanks located at farms, construction projects or rural 
areas shall comply with Section 5706.2. 


5. Above-ground tanks used for outdoor, above-grade 
storage of Class IIIB liquid motor fuel shall be listed 
and labeled in accordance with UL 142 or listed and 
labeled as protected above-ground tanks in accor- 
dance with UL 2085 and shall be installed in accor- 
dance with Chapter 57. Tank locations shall be in 
accordance with Table 2306.2.3. 


2306.2.4 Above-ground tanks located in above-grade 
vaults or below-grade vaults. Above-ground tanks used 
for storage of Class I, II or IIIA liquid motor fuels are 
allowed to be installed in vaults located above grade or 
below grade in accordance with Section 5704.2.8 and shall 
comply with Sections 2306.2.4.1 and 2306.2.4.2. Tanks in 
above-grade vaults shall also comply with Table 2306.2.3. 


2306.2.4.1 Tank capacity limits. Tanks storing Class I 
and Class II liquids at an individual site shall be limited 
to a maximum individual capacity of 15,000 gallons 
(56 775 L) and an aggregate capacity of 48,000 gallons 
(181 680 L). 


2306.2.4.2 Fleet vehicle motor fuel-dispensing facili- 
ties. Tanks storing Class II and Class IIA liquids at a 
fleet vehicle motor fuel-dispensing facility shall be 
limited to a maximum individual capacity of 20,000 
gallons (75 700 L) and an aggregate capacity of 80,000 
gallons (302 800 L). 


2306.2.5 Portable tanks. Where approved by the fire 
code official, portable tanks are allowed to be temporarily 
used in conjunction with the dispensing of Class I, II or II 
liquids into the fuel tanks of motor vehicles or motorized 
equipment on premises not normally open to the public. 
The approval shall include a definite time limit. 


2306.2.6 Special enclosures. Where installation of tanks 
in accordance with Section 5704.2.11 is impractical, or 
because of property or building limitations, tanks for 
liquid motor fuels are allowed to be installed in buildings 
in special enclosures in accordance with all of the 
following: 


1. The special enclosure shall be liquid tight and vapor 
tight. 
2. The special enclosure shall not contain backfill. 


3. Sides, top and bottom of the special enclosure shall 
be of reinforced concrete not less than 6 inches (152 
mm) thick, with openings for inspection through the 
top only. 


4. Tank connections shall be piped or closed such that 
neither vapors nor liquid can escape into the 
enclosed space between the special enclosure and 
any tanks inside the special enclosure. 


5. Means shall be provided whereby portable equip- 
ment can be employed to discharge to the outside 
any vapors that might accumulate inside the special 
enclosure should leakage occur. 
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6. Tanks containing Class I, II or IIIA liquids inside a 
special enclosure shall not exceed 6,000 gallons (22 
710 L) in individual capacity or 18,000 gallons (68 
130 L) in aggregate capacity. 


7. Each tank within special enclosures shall be sur- 
rounded by a clear space of not less than 3 feet (910 
mm) to allow for maintenance and inspection. 


2306.3 Security. Above-ground tanks for the storage of 
liquid motor fuels shall be safeguarded from public access or 
unauthorized entry in an approved manner. 


2306.4 Physical protection. Guard posts complying with 
Section 312 or other approved means shall be provided to 
protect above-ground tanks against impact by a motor vehicle 
unless the tank is listed as a protected above-ground tank with 
vehicle impact protection. 


2306.5 Secondary containment. Above-ground tanks shall 
be provided with drainage control or diking in accordance 
with Chapter 57. Drainage control and diking is not required 
for listed secondary containment tanks. Secondary contain- 
ment systems shall be monitored either visually or 
automatically. Enclosed secondary containment systems shall 
be provided with emergency venting in accordance with 
Section 2306.6.2.5. 


2306.6 Piping, valves, fittings and ancillary equipment for 
use with flammable or combustible liquids. The design, 
fabrication, assembly, testing and inspection of piping, 
valves, fittings and ancillary equipment for use with flamma- 
ble or combustible liquids shall be in accordance with 
Chapter 57 and Sections 2306.6.1 through 2306.6.3. 


2306.6.1 Protection from damage. Piping shall be 
located such that it is protected from physical damage. 


2306.6.2 Piping, valves, fittings and ancillary equip- 
ment for above-ground tanks for Class I, II and III 
liquids. Piping, valves, fittings and ancillary equipment 
for above-ground tanks storing Class I, II and III liquids 
shall comply with Sections 2306.6.2.1 through 2306.6.2.6. 


2306.6.2.1 Tank openings. Tank openings for above- 
ground tanks shall be through the top only. 


2306.6.2.2 Fill-pipe connections. The fill pipe for 
above-ground tanks shall be provided with a means for 
making a direct connection to the tank vehicle’s fuel- 
delivery hose so that the delivery of fuel is not exposed 
to the open air during the filling operation. Where any 
portion of the fill pipe exterior to the tank extends 
below the level of the top of the tank, a check valve 
shall be installed in the fill pipe not more than 12 inches 
(305 mm) from the fill-hose connection. 


2306.6.2.3 Overfill protection. Overfill protection 
shall be provided for above-ground flammable and 
combustible liquid storage tanks in accordance with 
Sections 5704.2.7.5.8 and 5704.2.9.7.5. 


2306.6.2.4 Siphon prevention. An approved anti- 
siphon method shall be provided in the piping system to 
prevent flow of liquid by siphon action. 


2306.6.2.5 Emergency relief venting. Above-ground 
storage tanks, tank compartments and enclosed second- 
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ary containment spaces shall be provided with 
emergency relief venting in accordance with Chapter 
aT. 


2306.6.2.6 Spill containers. A spill container having a 
capacity of not less than 5 gallons (19 L) shall be 
provided for each fill connection. For tanks with a top 
fill connection, spill containers shall be noncombustible 
and shall be fixed to the tank and equipped with a 
manual drain valve that drains into the primary tank. 
For tanks with a remote fill connection, a portable spill 
container is allowed. 


2306.6.2.7 Piping for tanks in underground areas. 
Piping systems connected to a tank in an underground 
area shall also comply with Section 5703.6. 2.2. 


2306.6.3 Piping, valves, fittings and ancillary equip- 
ment for underground tanks. Piping, valves, fittings and 
ancillary equipment for underground tanks shall comply 
with Chapter 57 and NFPA 30A. 


2306.7 Fuel-dispensing systems for flammable or combus- 
tible liquids. The design, fabrication and installation of fuel- 
dispensing systems for flammable or combustible liquid fuels 
shall be in accordance with Sections 2306.7.1 through 
2306.7.9.2.4. Alcohol-blended fuel-dispensing systems shall 
also comply with Section 2306.8. 


2306.7.1 Listed equipment. Electrical equipment, 
dispensers, hose, nozzles and submersible or subsurface 
pumps used in fuel-dispensing systems shall be listed. 


2306.7.2 Fixed pumps required. Class I and II liquids 
shall be transferred from tanks by means of fixed pumps 
designed and equipped to allow control of the flow and 
prevent leakage or accidental discharge. 


2306.7.3 Mounting of dispensers. Dispensing devices, 
except those installed on top of a protected above-ground 
tank that qualifies as vehicle-impact resistant, shall be 
protected against physical damage by mounting on a 
concrete island 6 inches (152 mm) or more in height, or 
shall be protected in accordance with Section 312. 
Dispensing devices shall be installed and securely fastened 
to their mounting surface in accordance with the dispenser 
manufacturer’s instructions. Dispensing devices installed 
indoors shall be located in an approved position where 
they cannot be struck by an out-of-control vehicle 
descending a ramp or other slope. 


2306.7.3.1 Additional impact protection. The fire 
code official is authorized to require additional impact 
protection in accordance with Section 312 where 
dispensing devices are located in areas near parking 
areas, multiple dispensing devices, highway on- and 
off-ramps, and other areas where there is a higher 
potential for vehicle impacts. 


2306.7.4 Dispenser emergency shutoff valve. An 
approved automatic emergency shutoff valve designed to 
close in the event of a fire or impact shall be properly 
installed in the liquid supply line at the base of each 
dispenser supplied by a remote pump. The valve shall be 
installed so that the shear groove is flush with or within '/, 
inch (12.7 mm) of the top of the concrete dispenser island 
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and there is clearance provided for maintenance purposes 
around the valve body and operating parts. The valve shall 
be installed at the liquid supply line inlet of each over- 
head-type dispenser. Where installed, a vapor return line 
located inside the dispenser housing shall have a shear 
section or approved flexible connector for the liquid 
supply line emergency shutoff valve to function. Emer- 
gency shutoff valves shall be installed and maintained in 
accordance with the manufacturer’s instructions, tested at 
the time of initial installation and not less than yearly 
thereafter in accordance with Section 2305.2.4. 


2306.7.5 Dispenser hose. Dispenser hoses shall be not 
more than 18 feet (5486 mm) in length unless otherwise 
approved. Dispenser hoses shall be listed and approved. 
When not in use, hoses shall be reeled, racked or otherwise 
protected from damage. 


2306.7.5.1 Emergency breakaway devices. Dispenser 
hoses for Class I and II liquids shall be equipped with a 
listed emergency breakaway device designed to retain 
liquid on both sides of a breakaway point. Such devices 
shall be installed and maintained in accordance with the 
manufacturer’s instructions. Where hoses are attached 
to hose-retrieving mechanisms, the emergency break- 
away device shall be located between the hose nozzle 
and the point of attachment of the hose-retrieval mech- 
anism to the hose. 


2306.7.6 Fuel delivery nozzles. A listed automatic-clos- 
ing-type hose nozzle valve with or without a latch-open 
device shall be provided on island-type dispensers used for 
dispensing Class I, II or III liquids. 


Overhead-type dispensing units shall be provided with 
a listed automatic-closing-type hose nozzle valve without 
a latch-open device. The design of the system shall be such 
that the hose nozzle valve will close automatically in the 
event the valve is released from a fill opening or upon 
impact with a driveway. 


Any latch-open device determined to be inoperative by 
the fire code official shall be repaired or replaced within 
48 hours after notification. 


Exception: A _ listed automatic-closing-type hose 
nozzle valve with latch-open device is allowed to be 
used on overhead-type dispensing units where the 
design of the system is such that the hose nozzle valve 
will close automatically in the event the valve is 
released from a fill opening or upon impact with a 
driveway. 


2306.7.6.1 Special requirements for nozzles. Where 
dispensing of Class I, II or If liquids is performed, a 
listed automatic-closing-type hose nozzle valve shall be 
used incorporating all of the following features: 


1. The hose nozzle valve shall be equipped with an 
integral latch-open device. 


2. Where the flow of product is normally controlled 
by devices or equipment other than the hose noz- 
zle valve, the hose nozzle valve shall not be capa- 
ble of being opened unless the delivery hose is 
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pressurized. If pressure to the hose is lost, the 
nozzle shall close automatically. 


Exception: Vapor recovery nozzles incorpo- 
rating insertion interlock devices designed to 
achieve shutoff on disconnect from the vehicle 
fill pipe. 


3. The hose nozzle shall be designed such that the 
nozzle is retained in the fill pipe during the filling 
operation. 


4. The system shall include listed equipment with a 
feature that causes or requires the closing of the 
hose nozzle valve before the product flow can be 
resumed or before the hose nozzle valve can be 
replaced in its normal position in the dispenser. 


2306.7.7 Remote pumping systems. Remote pumping 
systems for liquid fuels shall comply with Sections 
2306.7.7.1 and 2306.7.7.2. 


2306.7.7.1 Leak detection. Where remote pumps are 
used to supply fuel dispensers, each pump shall have 
installed on the discharge side a listed leak detection 
device that will detect a leak in the piping and dispens- 
ers and provide an indication. A leak detection device 
is not required if the piping from the pump discharge to 
under the dispenser is above ground and visible. 


2306.7.7.2 Location. Remote pumps installed above 
grade, outside of buildings, shall be located not less 
than 10 feet (3048 mm) from lines of adjoining prop- 
erty that can be built on and not less than 5 feet (1524 
mm) from any building opening. Where an outside 
pump location is impractical, pumps are permitted to be 
installed inside buildings as provided for dispensers in 
Section 2301.4 and Chapter 57. Pumps shall be 
substantially anchored and protected against physical 
damage. 


2306.7.8 Gravity and pressure dispensing. Flammable 
liquids shall not be dispensed by gravity from tanks, 
drums, barrels or similar containers. Flammable or 
combustible liquids shall not be dispensed by a device 
operating through pressure within a storage tank, drum or 
container. 


2306.7.9 Vapor-recovery and _ vapor-processing 
systems. Vapor-recovery and vapor-processing systems 
shall be in accordance with Sections 2306.7.9.1 through 
2306.7.9.2.4. 


2306.7.9.1 Vapor-balance systems. Vapor-balance 
systems shall comply with Sections 2306.7.9.1.1 
through 2306.7.9.1.5. 


2306.7.9.1.1 Dispensing devices. Dispensing 
devices incorporating provisions for vapor recovery 
shall be listed and labeled. Where existing listed or 
labeled dispensing devices are modified for vapor 
recovery, such modifications shall be listed by report 
by a nationally recognized testing laboratory. The 
listing by report shall contain a description of the 
component parts used in the modification and recom- 
mended method of installation on _ specific 
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dispensers. Such report shall be made available on 
request of the fire code official. 


Means shall be provided to shut down fuel dis- 
pensing in the event the vapor return line becomes 
blocked. 


2306.7.9.1.2 Vapor-return line closeoff. An accept- 
able method shall be provided to close off the vapor 
return line from dispensers when the product is not 
being dispensed. 


2306.7.9.1.3 Piping. Piping in vapor-balance 
systems shall be in accordance with Sections 5703.6, 
5704.2.9 and 5704.2.11. Nonmetallic piping shall be 
installed in accordance with the manufacturer’s 
instructions. 


Existing and new vent piping shall be in accor- 
dance with Sections 5703.6 and 5704.2. Vapor 
return piping shall be installed in a manner that 
drains back to the tank, without sags or traps in 
which liquid can become trapped. If necessary, 
because of grade, condensate tanks are allowed in 
vapor return piping. Condensate tanks shall be 
designed and installed so that they can be drained 
without opening. 


2306.7.9.1.4 Flexible joints and shear joints. Flex- 
ible joints shall be installed in accordance with 
Section 5703.6.9. 


An approved shear joint shall be rigidly mounted 
and connected by a union in the vapor return piping 
at the base of each dispensing device. The shear 
joint shall be mounted flush with the top of the sur- 
face on which the dispenser is mounted. 


2306.7.9.1.5 Testing. Vapor return lines and vent 
piping shall be tested in accordance with Section 
5703.6.3. 


2306.7.9.2 Vapor-processing systems. Vapor-process- 
ing systems shall comply with Sections 2306.7.9.2.1 
through 2306.7.9.2.4. 


2306.7.9.2.1 Equipment. Equipment in vapor- 
processing systems, including hose nozzle valves, 
vapor pumps, flame arresters, fire checks or systems 
for prevention of flame propagation, controls and 
vapor-processing equipment, shall be individually 
listed for the intended use in a specified manner. 


Vapor-processing systems that introduce air into 
the underground piping or storage tanks shall be 
provided with equipment for prevention of flame 
propagation that has been tested and listed as suit- 
able for the intended use. 


2306.7.9.2.2 Location. Vapor-processing equipment 
shall be located at or above grade. Sources of ignition 
shall be located not less than 50 feet (15 240 mm) 
from fuel-transfer areas and not less than 18 inches 
(457 mm) above tank fill openings and tops of 
dispenser islands. Vapor-processing units shall be 
located not less than 10 feet (3048 mm) from the 
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nearest building or lot line of a property that can be 
built on. 


Exception: Where the required distances to 
buildings, lot lines or fuel-transfer areas cannot 
be obtained, means shall be provided to protect 
equipment against fire exposure. Acceptable 
means shall include but not be limited to either of 
the following: 


1. Approved protective enclosures, which 
extend not less than 18 inches (457 mm) 
above the equipment, constructed of fire- 
resistant or noncombustible materials. 


2. Fire protection using an approved water- 
spray system. 


2306.7.9.2.2.1 Distance from dispensing 
devices. Vapor-processing equipment shall be 
located not less than 20 feet (6096 mm) from 
dispensing devices. 


2306.7.9.2.2.2 Physical protection. Vapor- 
processing equipment shall be protected against 
physical damage by guardrails, curbs, protective 
enclosures or fencing. Where approved protec- 
tive enclosures are used, approved means shall be 
provided to ventilate the volume within the 
enclosure to prevent pocketing of flammable 
vapors. 


2306.7.9.2.2.3 Downslopes. Where a downslope 
exists toward the location of the vapor-processing 
unit from a fuel-transfer area, the fire code offi- 
cial is authorized to require additional separation 
by distance and height. 


2306.7.9.2.3 Installation. Vapor-processing units 
shall be securely mounted on concrete, masonry or 
structural steel supports on concrete or other 
noncombustible foundations. Vapor-recovery and 
vapor-processing equipment is allowed to be 
installed on roofs where approved. 


2306.7.9.2.4 Piping. Piping in a mechanical-assist 
system shall be in accordance with Section 5703.6. 


2306.8 Alcohol-blended fuel-dispensing operations. The 
design, fabrication and installation of alcohol-blended fuel- 
dispensing systems shall be in accordance with Section 
2306.7 and Sections 2306.8.1 through 2306.8.6. 


2306.8.1 Listed equipment. Dispensers shall be listed in 
accordance with UL 87A. Hoses, nozzles, breakaway 
fittings, swivels, flexible connectors or dispenser emer- 
gency shutoff valves, vapor recovery systems, leak 
detection devices and pumps used in alcohol-blended fuel- 
dispensing systems shall be listed for the specific purpose. 


2306.8.2 Compatibility. Dispensers shall be used only 
with the fuels for which they have been listed and that are 
marked on the product. Field-installed components includ- 
ing hose assemblies, breakaway fittings, swivel connectors 
and hose nozzle valves shall be provided in accordance 
with the listing and the marking on the unit. 
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2306.8.3 Change of system contents. Fuel-dispensing 
systems subject to change in contents from gasoline to 
alcohol-blended fuels shall be subject to fire code official 
review and approval prior to commencing dispensing 
operations. : 


2306.8.4 Facility identification. Facilities dispensing 
alcohol-blended fuels shall be identified by an approved 
means. 


2306.8.5 Marking. Dispensers shall be marked in an 
approved manner to identify the types of alcohol-blended 
fuels to be dispensed. 


2306.8.6 Maintenance and inspection. Equipment shall 
be maintained and inspected in accordance with Section 
2305.2. 


SECTION 2307 
LIQUEFIED PETROLEUM GAS MOTOR 
FUEL-DISPENSING FACILITIES 


2307.1 General. Motor fuel-dispensing facilities for lique- 
fied petroleum gas (LP-gas) fuel shall be in accordance with 
this section and Chapter 61. 


2307.2 Approvals. Storage vessels and equipment used for 
the storage or dispensing of LP-gas shall be approved or 
listed in accordance with Sections 2307.2.1 and 2307.2.2. 


2307.2.1 Approved equipment. Containers, pressure 
relief devices (including pressure relief valves), pressure 
regulators and piping for LP-gas shall be approved. 


2307.2.2 Listed equipment. Hoses, hose connections, 

vehicle fuel connections, dispensers, LP-gas pumps and 

electrical equipment used for LP-gas shall be listed. 
2307.3 Attendants. Motor fuel-dispensing operations for LP- 
gas shall be conducted by qualified attendants or in accor- 
dance with Section 2307.7 by persons trained in the proper 
handling of LP-gas. 
2307.4 Location of dispensing operations and equipment. 
The point of transfer for LP-gas dispensing operations shall 
be separated from buildings and other exposures in accor- 
dance with the following: 

1. Not less than 25 feet (7620 mm) from buildings where 
the exterior wall is not part of a fire-resistance-rated 
assembly having a rating of | hour or greater. 

2. Not less than 25 feet (7620 mm) from combustible 
overhangs on buildings, measured from a vertical line 
dropped from the face of the overhang at a point nearest 
the point of transfer. 

3. Not less than 25 feet (7620 mm) from the lot line of 
property that can be built on. 

4, Not less than 25 feet (7620 mm) from the centerline of 
the nearest mainline railroad track. 

5. Not less than 10 feet (3048 mm) from public streets, 
highways, thoroughfares, sidewalks and driveways. 
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6. Not less than 10 feet (3048 mm) from buildings where 
the exterior wall is part of a fire-resistance-rated assem- 
bly having a rating of | hour or greater. 


Exception: The point of transfer for LP-gas dispensing 
operations need not be separated from canopies that are 
constructed in accordance with the California Building 
Code and that provide weather protection for the dispens- 
ing equipment. 


LP-gas containers shall be located in accordance with 
Chapter 61. LP-gas storage and dispensing equipment shall 
be located outdoors. 


2307.5 Additional requirements for LP-gas dispensers 
and equipment. LP-gas dispensers and related equipment 
shall comply with the following provisions: 


1. Pumps shall be fixed in place and shall be designed to 
allow control of the flow and to prevent leakage and 
accidental discharge. 


2. Dispensing devices installed within 10 feet (3048 mm) 
of where vehicle traffic occurs shall be protected 
against physical damage by mounting on a concrete 
island 6 inches (152 mm) or more in height, or shall be 
protected in accordance with Section 312. 


3. Dispensing devices shall be securely fastened to their 
mounting surface in accordance with the dispenser 
manufacturer’s instructions. 


2307.6 Installation of LP-gas dispensing devices and 
equipment. The installation and operation of LP-gas dispens- 
ing systems shall be in accordance with Sections 2307.6.1 
through 2307.6.4 and Chapter 61. LP-gas dispensers and 
dispensing stations shall be installed in accordance with the 
manufacturer’s specifications and their listing. 


2307.6.1 Product control valves. The dispenser system 
piping shall be protected from uncontrolled discharge in 
accordance with the following: 


1. Where mounted on a concrete base, a means shall be 
provided and installed within '/, inch (12.7 mm) of 
the top of the concrete base that will prevent flow 
from the supply piping in the event that the dis- 
penser is displaced from its mounting. 


2. A manual shutoff valve and an excess flow-control 
check valve shall be located in the liquid line 
between the pump and the dispenser inlet where the 
dispensing device is installed at a remote location 
and is not part of a complete storage and dispensing 
unit mounted on a common base. 


3. An excess flow-control check valve or an emer- 
gency shutoff valve shall be installed in or on the 
dispenser at the point at which the dispenser hose is 
connected to the liquid piping. 


4. A listed automatic-closing type hose nozzle valve 
with or without a latch-open device shall be pro- 
vided on island-type dispensers. 


2307.6.2 Hoses. Hoses and piping for the dispensing of 
LP-gas shall be provided with hydrostatic relief valves. 
The hose length shall not exceed 18 feet (5486 mm). An 
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approved method shall be provided to protect the hose 
against mechanical damage. 


2307.6.3 Emergency breakaway devices. Dispenser 
hoses shall be equipped with a listed emergency break- 
away device designed to retain liquid on both sides of the 
breakaway point. Where hoses are attached to hose- 
retrieving mechanisms, the emergency breakaway device 
shall be located such that the breakaway device activates 
to protect the dispenser from being displaced. 


2307.6.4 Vehicle impact protection. Where installed 
within 10 feet of vehicle traffic, LP-gas storage containers, 
pumps and dispensers shall be protected in accordance 
with Section 2307.5, Item 2. 


2307.7 Public fueling of motor vehicles. Self-service LP- 
gas dispensing systems, including key, code and card lock 
dispensing systems, shall be limited to the filling of perma- 
nently mounted containers providing fuel to the LP-gas 
powered vehicle. 


The requirements for self-service LP-gas dispensing sys- 
tems shall be in accordance with the following: 


1. The arrangement and operation of the transfer of 
product into a vehicle shall be in accordance with 
this section and Chapter 61. 


2. The system shall be provided with an emergency 
shutoff switch located within 100 feet (30 480 mm) 
of, but not less than 20 feet (6096 mm) from, dis- 
pensers. 


3. The owner of the LP-gas motor fuel-dispensing 
facility or the owner’s designee shall provide for the 
safe operation of the system and the training of 
users, 


4, The dispenser and hose-end valve shall release not 
more than '/, fluid ounce (4 cc) of liquid to the atmo- 
sphere upon breaking the connection with the fill 
valve on the vehicle. 


5. Portable fire extinguishers shall be provided in 
accordance with Section 2305.5. 


6. Warning signs shall be provided in accordance with 
Section 2305.6. 


7. The area around the dispenser shall be maintained in 
accordance with Section 2305.7. 


2307.8 Overfilling. LP-gas containers shall not be filled with 
LP-gas in excess of the volume determined using the fixed 
maximum liquid level gauge installed on the container, the 
volume determined by the overfilling prevention device 
installed on the container or the weight determined by the 
required percentage of the water capacity marked on the 
container. 


SECTION 2308 
COMPRESSED NATURAL GAS MOTOR 
FUEL-DISPENSING FACILITIES 


2308.1 General. Motor fuel-dispensing facilities for 
compressed natural gas (CNG) fuel shall be in accordance 
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with this section, Chapter 53 and Section 413 of the /nterna- 
tional Fuel Gas Code. 


2308.2 Approvals. Storage vessels and equipment used for 
the storage, compression or dispensing of CNG shall be 
approved or listed in accordance with Sections 2308.2.1 
| through 2308.2.4. 


2308.2.1 Approved equipment. Containers, compressors, 
pressure relief devices (including pressure relief valves), 
and pressure regulators and piping used for CNG shall be 
approved. 


2308.2.2 Listed equipment. Hoses, hose connections, 
dispensers and electrical equipment used for CNG shall be 
listed. Vehicle-fueling connections shall be listed and 
labeled. 


2308.2.3 Residential fueling appliance (RFA), Residen- 
tial fueling appliances shall be listed and installed in 
accordance with the installation requirements of 
CSA/ANSI NGV 5.1, manufacturer’s installation instruc- 
tions and Section 413 of the /nternational Fuel Gas Code. 
The capacity of an RFA shall not exceed 5 cubic feet per 
minute (0.14 m*/min) of natural gas, 


2308.2.4 Vehicle fueling appliance (VFA). Nonresiden- 
tial fueling appliances shall be listed and installed in 
accordance with the installation requirements of 
CSA/ANSI NGV 5.2, manufacturer’s installation instruc- 
tions and the requirements of Section 413 of the 
International Fuel Gas Code for VFAs. The capacity of 
the VFA shall not exceed 10 cubic feet per minute (0.28 
m?/min) of natural gas. 


2308.3 Location of dispensing operations and equipment. 
Compression, storage and dispensing equipment shall be 
located above ground, outdoors. 


Exceptions: 


1. Compression, storage or dispensing equipment shall 
be allowed in buildings of noncombustible construc- 
tion, as set forth in the California Building Code, 
that are unenclosed for three-quarters or more of the 
perimeter. 


2. Compression, storage and dispensing equipment 
shall be allowed indoors or in vaults in accordance 
with Chapter 53. 


2308.3.1 Location on property. In addition to the 
requirements of Section 2303.1, compression, storage and 
dispensing equipment not located in vaults complying 
with Chapter 53 shall be installed as follows: 


1. Not beneath power lines. 


2. Ten feet (3048 mm) or more from the nearest build- 
ing or lot line that could be built on, public street, 
sidewalk or source of ignition. 


Exception: Dispensing equipment need not be 
separated from canopies that are constructed in 
accordance with the California Building Code 
and that provide weather protection for the 
dispensing equipment. 
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3. Twenty-five feet (7620 mm) or more from the near- 
est rail of any railroad track and 50 feet (15 240 mm) 
or more from the nearest rail of any railroad main 
track or any railroad or transit line where power for 
train propulsion is provided by an outside electrical 
source, such as third rail or overhead catenary. 


4, Fifty feet (15 240 mm) or more from the vertical 
plane below the nearest overhead wire of a trolley 
bus line. 


2308.4 Private fueling of motor vehicles. Self-service 
CNG-dispensing systems, including key, code and card lock 
dispensing systems, shall be limited to the filling of perma- 
nently mounted fuel containers on CNG-powered vehicles. 


In addition to the requirements in Section 2305, the owner 
of a self-service CNG motor fuel-dispensing facility shall 
ensure the safe operation of the system and the training of 
users. 


2308.5 Pressure regulators. Pressure regulators shall be 
designed and installed or protected so that their operation will 
not be affected by the elements (freezing rain, sleet, snow or 
ice), mud or debris. The protection is allowed to be an inte- 
gral part of the regulator. 


2308.6 Valves. Gas piping to equipment shall be provided 
with a remote, manual shutoff valve that is provided with 
ready access. 


2308.7 Emergency shutdown control. An emergency shut- 
down control shall be located within 75 feet (22 860 mm) of, 
but not less than 25 feet (7620 mm) from, dispensers and 
shall be provided in the compressor area. Upon activation, the 
emergency shutdown system shall automatically shut off the 
power supply to the compressor and close valves between the 
main gas supply and the compressor and between the storage 
containers and dispensers. 


2308.8 Discharge of CNG from motor vehicle fuel storage 
containers. The discharge of CNG from motor vehicle fuel 
cylinders for the purposes of maintenance, cylinder certifica- 
tion, calibration of dispensers or other activities shall be in 
accordance with Sections 2308.8.1 through 2308.8.1.2.6. 


2308.8.1 Methods of discharge. The discharge of CNG 
from motor vehicle fuel cylinders shall be accomplished 
through a closed transfer system in accordance with 
Section 2308.8.1.1 or an approved method of atmospheric 
venting in accordance with Section 2308.8.1.2. 


2308.8.1.1 Closed transfer system. A documented 
procedure that explains the logical sequence for 
discharging the cylinder shall be provided to the fire 
code official for review and approval. The procedure 
shall include what actions the operator will take in the 
event of a low-pressure or high-pressure natural gas 
release during the discharging activity. A drawing illus- 
trating the arrangement of piping, regulators and 
equipment settings shall be provided to the fire code 
official for review and approval. The drawing shall 
illustrate the piping and regulator arrangement and 
shall be shown in spatial relation to the location of the 
compressor, storage vessels and emergency shutdown 
devices. 
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2308.8.1.2 Atmospheric venting. Atmospheric vent- 
ing of CNG shall comply with Sections 2308.8.1.2.1 
through 2308.8.1.2.6. 


2308.8.1.2.1 Plans and specifications. A drawing 
illustrating the location of the vessel support, piping, 
the method of grounding and bonding, and other 
requirements specified herein shall be provided to 
the fire code official for review and approval. 


2308.8.1.2.2 Cylinder stability. A method of rigidly 
supporting the vessel during the venting of CNG 
shall be provided. The selected method shall provide 
not less than two points of support and shall prevent 
the horizontal and lateral movement of the vessel. 
The system shall be designed to prevent the move- 
ment of the vessel based on the highest gas-release 
velocity through valve orifices at the vessel’s rated 
pressure and volume. The structure or appurtenance 
shall be constructed of noncombustible materials. 


2308.8.1.2.3 Separation. The structure or appurte- 
nance used for stabilizing the cylinder shall be 
separated from the site equipment, features and expo- 
sures and shall be located in accordance with Table 
2308.8.1.2.3. 


TABLE 2308.8.1.2.3 
SEPARATION DISTANCE FOR ATMOSPHERIC VENTING OF CNG 


CNG compressor and storage vessels 


For SI; 1 foot = 304.8 mm. 


2308.8.1.2.4 Grounding and bonding. The struc- 
ture or appurtenance used for supporting the cylinder 
shall be grounded in accordance with the California 
Electrical Code. The cylinder valve shall be bonded 
prior to the commencement of venting operations. 


2308.8.1.2.5 Vent tube. A vent tube that will divert 
the gas flow to the atmosphere shall be installed on 
the cylinder prior to commencement of the venting 
and purging operation. The vent tube shall be 
constructed of pipe or tubing materials approved for 
use with CNG in accordance with Chapter 53. 


The vent tube shall be capable of dispersing the 
gas not less than 10 feet (3048 mm) above grade 
level. The vent tube shall not be provided with a rain 
cap or other feature that would limit or obstruct the 
gas flow. 


At the connection fitting of the vent tube and the 
CNG cylinder, a listed bidirectional detonation 
flame arrester shall be provided. 


2022 CALIFORNIA FIRE CODE 


MOTOR FUEL-DISPENSING FACILITIES AND REPAIR GARAGES 


2308.8.1.2.6 Signage. Approved “No Smoking” 
signs complying with Section 310 shall be posted 
within 10 feet (3048 mm) of the cylinder support 
structure or appurtenance. Approved “Cylinder Shall 
Be Bonded” signs shall be posted on the cylinder 
support structure or appurtenance. 


SECTION 2309 
HYDROGEN MOTOR FUEL-DISPENSING 
AND GENERATION FACILITIES 


2309.1 General. Hydrogen motor fuel-dispensing and gener- 
ation facilities shall be in accordance with this section, 
Chapter 58 and NFPA 2. Where a fuel-dispensing facility 
includes a repair garage, the repair operation shall comply 
with Section 2311. 


2309.2 Equipment. Equipment used for the generation, 
compression, storage or dispensing of hydrogen shall be 
designed for the specific application in accordance with 
Sections 2309.2.1 through 2309.2.3. 


2309.2.1 Approved equipment. Cylinders, containers and 
tanks; pressure relief devices, including pressure valves; 
hydrogen vaporizers; pressure regulators; and piping used 
for gaseous hydrogen systems shall be designed and 
constructed in accordance with Chapters 53, 55 and 58. 


2309.2.2 Listed or approved equipment. Hoses, hose 
connections, compressors, hydrogen generators, dispens- 
ers, motor-fueling connections and electrical equipment 
used for hydrogen shall be listed or approved for use with 
hydrogen. 


2309.2.3 Electrical equipment. Electrical installations 
shall be in accordance with the California Electrical Code. 


2309.3 Location on property. In addition to the require- 
ments of Section 2303.1, dispensing equipment shall be 
located in accordance with Sections 2309.3.1 through Section 
2309.3.2. 


2309.3.1 Location of operations and equipment. Gener- 
ation, compression, storage and dispensing equipment 
shall be located in accordance with Sections 2309.3.1.1 
through 2309.3.1.5.5. 


2309.3.1.1 Outdoors. Generation, compression or stor- 
age equipment shall be allowed outdoors in accordance 
with Chapter 58 and NFPA 2. 


2309.3.1.2 Indoors. Generation, compression, storage 
and dispensing equipment shall be located in indoor 
rooms or areas constructed in accordance with the 
requirements of the California Building Code, the 
International Fuel Gas Code, the California Mechani- 
cal Code and NFPA 2. 


2309.3.1.2.1 Maintenance. Gaseous hydrogen 
systems and detection devices shall be maintained in 
accordance with the manufacturer’s instructions. 


2309.3.1.2.2 Smoking. Smoking shall be prohibited 
in hydrogen cutoff rooms. “No Smoking” signs shall 
be provided at all entrances to hydrogen fuel gas 
rooms, 
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2309.3.1.2.3 Ignition source control. Open flames, 
flame-producing devices and other sources of igni- 
tion shall be controlled in accordance with Chapter 
58. 


2309.3.1.2.4 Housekeeping. Hydrogen fuel gas 
rooms shall be kept free from combustible debris and 
storage. 


2309.3.1.3 Gaseous hydrogen storage. Storage of 
gaseous hydrogen shall be in accordance with Chapters 
53 and 58. 


2309.3.1.4 Liquefied hydrogen storage. Storage of 
liquefied hydrogen shall be in accordance with Chap- 
ters 55 and 58. 


2309.3.1.5 Canopy tops. Gaseous hydrogen compres- 
sion and storage equipment located on top of motor 
fuel-dispensing facility canopies shall be in accordance 
with Sections 2309,3.1.5.1 through 2309.3.1.5.5, Chap- 
ters 53 and 58, and the /nternational Fuel Gas Code. 


2309.3.1.5.1 Construction. Canopies shall be 
constructed in accordance with the motor fuel- 
dispensing facility canopy requirements of Section 
406.7 of the California Building Code. 


2309.3.1.5.2 Fire-extinguishing systems. Fuel- 
dispensing areas under canopies shall be equipped 
throughout with an approved automatic sprinkler 
system in accordance with Section 903.3.1.1. The 
design of the sprinkler system shall be not less than 
that required for Extra Hazard Group 2 occupancies. 
Operation of the sprinkler system shall activate the 
emergency functions of Sections 2309.3.1.5.3 and 
2309.3.1.5.4. 


2309.3.1.5.3 Emergency discharge. Operation of 
the automatic sprinkler system shall activate an auto- 
matic emergency discharge system, which will 
discharge the hydrogen gas from the equipment on 
the canopy top through the vent pipe system. 


2309.3.1.5.4 Emergency shutdown control. Opera- 
tion of the automatic sprinkler system shall activate 
the emergency shutdown control required by Section 
2309.5.3. 


2309.3.1.5.5 Signage. Approved signage having 2- 
inch (51 mm) block letters shall be affixed at 
approved locations on the exterior of the canopy 
structure stating: “CANOPY TOP HYDROGEN 
STORAGE.” 


2309.3.2 Canopies. Dispensing equipment need not be 
separated from canopies of Type I or II construction that 
are constructed in a manner that prevents the accumulation 
of hydrogen gas and in accordance with Section 406.7 of 
the California Building Code. 


2309.4 Dispensing into motor vehicles at hydrogen motor 
fuel-dispensing facilities. Hydrogen motor fuel-dispensing 
systems, including key, code and card lock dispensing 
systems, shall be limited to the filling of permanently 
mounted motor vehicle fuel tanks on hydrogen-powered 
vehicles. 
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In addition to the requirements in Section 2311, the owner 
of a hydrogen motor fuel-dispensing facility shall provide for 
the safe operation of the system by complying with this code 
and the fueling protocols in NFPA 2 and through the institution 
of a fire safety plan submitted in accordance with Section 404, 
the training of employees and operators who use and maintain 
the system in accordance with Section 406, and provisions for 
hazard communication in accordance with Section 407. 


Exception: Filling of nonpermanently mounted storage 
containers or tanks for motor fuel-dispensing system test- 
ing purposes is permitted. 


2309.4.1 Dispensing systems. Dispensing systems shall 
be equipped with an overpressure protection device set at 
not greater than 140 percent of the service pressure of the 
fueling nozzle it supplies. 


2309.5 Safety precautions. Safety precautions at hydrogen 
motor fuel-dispensing and generation facilities shall be in 
accordance with Sections 2309.5.1 through 2309.5.3.1. 


2309.5.1 Protection from vehicles. Guard posts or other 
approved means shall be provided to protect hydrogen 
storage systems and use areas subject to vehicular damage 
in accordance with Section 312. 


2309.5.1.1 Vehicle fueling pad. The vehicle shall be 
fueled on noncoated concrete or other approved paving 
material having a resistance not exceeding | megohm 
as determined by the methodology specified in EN 
1081. 


2309.5.2 Emergency shutoff valves. A manual emergency 
shutoff valve shall be provided to shut down the flow of gas 
from the hydrogen supply to the piping system. 


2309.5.2.1 Identification. Manual emergency shutoff 
valves shall be identified and the location shall be 
clearly visible, accessible and indicated by means of a 
sign. 
2309.5.3 Emergency shutdown controls. In addition to 
the manual emergency shutoff valve required by Section 
2309,5.2, a remotely located, manually activated emer- 
gency shutdown control shall be provided. An emergency 
shutdown control shall be located within 75 feet (22 860 
mm) of, but not less than 25 feet (7620 mm) from, 
dispensers and hydrogen generators. 


2309,5.3.1 System requirements. Activation of the 
emergency shutdown control shall automatically shut 
off the power supply to all hydrogen storage, compres- 
sion and dispensing equipment; shut off natural gas or 
other fuel supply to the hydrogen generator; and close 
valves between the main supply and the compressor 
and between the storage containers and dispensing 
equipment, 


2309.6 Repairs, purging, defueling and discharge. The 
repair, purging, defueling or discharge activities associated 
with hydrogen motor fuel-dispensing and generation systems, 
storage tanks and the installation of the systems shall be in 
accordance with Chapters 53 and 58 and NFPA 2. 


Exception: The motor vehicle fuel tank and the fuel 
supply piping from the motor vehicle fuel tank to the 
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engine compartment on a motor vehicle or forklift unless 
the fuel tank is required to be defueled in accordance with 
Section 2311.8.11. 


2309.6.1 Documented procedure. A documented proce- 
dure that explains the logic sequence for defueling or 
discharging operations shall be maintained on-site and 
shall be provided to the fire code official upon request. 
The procedure shall include what actions the operator is 
required to take in the event of a low-pressure or high- 
pressure hydrogen release during discharging activity. 
Schematic design documents shall be maintained on-site, 
illustrating the arrangement of piping, regulators and 
equipment settings. The schematic shall illustrate the 
piping and regulator arrangement and shall be shown in 
spatial relation to the location of the vehicle being defu- 
eled and, if applicable, to the compressor, storage vessels 
and emergency shutdown devices. 


SECTION 2310 
MARINE MOTOR FUEL-DISPENSING FACILITIES 


2310.1 General. The construction of marine motor fuel- 
dispensing facilities shall be in accordance with the Califor- 
nia Building Code and NFPA 30A. The storage of Class I, Il 
or IIIA liquids at marine motor fuel-dispensing facilities shall 
be in accordance with this chapter and Chapter 57. 


2310.2 Storage and handling. The storage and handling of 
Class I, Il or INA liquids at marine motor fuel-dispensing 
facilities shall be in accordance with Sections 2310.2.1 
through 2310.2.3. 


2310.2.1 Class I, If or IIIA liquid storage. Class I, I or 
IIIA liquids stored inside buildings used for marine motor 
fuel-dispensing facilities shall be stored in approved 
containers or portable tanks. Storage of Class I liquids 
shall not exceed 10 gallons (38 L). 


Exception: Storage in liquid storage rooms in accor- 
dance with Section 5704.3.7, 


2310.2.2 Class II or IIIA liquid storage and dispensing. 
Class II or IIA liquids stored or dispensed inside build- 
ings used for marine motor fuel-dispensing facilities shall 
be stored in and dispensed from approved containers or 
portable tanks. Storage of Class II and IIA liquids shall 
not exceed 120 gallons (454 L). 


2310.2.3 Heating equipment. Heating equipment 
installed in Class I, II or IIA liquid storage or dispensing 
areas shall comply with Section 2301.6. 


2310.3 Dispensing. The dispensing of liquid fuels at marine 
motor fuel-dispensing facilities shall comply with Sections 
2310.3.1 through 2310.3.5. 


2310.3.1 General. Wharves, piers or floats at marine 
motor fuel-dispensing facilities shall be used exclusively 
for the dispensing or transfer of petroleum products to or 
from marine craft, except that transfer of essential ship 
stores is allowed. 


2310.3.2 Supervision. Marine motor fuel-dispensing 
facilities shall have an attendant or supervisor who is fully 
aware of the operation, mechanics and hazards inherent to 
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fueling of boats on duty whenever the facility is open for 
business. The attendant’s primary function shall be to 
supervise, observe and control the dispensing of Class I, II 
or IIA liquids or flammable gases. 


2310.3.3 Hoses and nozzles. Dispensing of Class I, II or 
IIIA liquids into the fuel tanks of marine craft shall be by 
means of an approved-type hose equipped with a listed 
automatic-closing nozzle without a latch-open device. 


Hoses used for dispensing or transferring Class I, II or 
IIIA liquids, when not in use, shall be reeled, racked or 
otherwise protected from mechanical damage. 


2310.3.4 Portable containers. Dispensing of Class I, II or 
INIA liquids into containers, other than fuel tanks, shall be 
in accordance with Section 2304.4.1. 


2310.3.5 Liquefied petroleum gas. Liquefied petroleum 
gas cylinders shall not be filled at marine motor fuel- 
dispensing facilities unless approved. Approved storage 
facilities for LP-gas cylinders shall be provided. See also 
Section 2307. 


2310.4 Fueling of marine vehicles at other than approved 
marine motor fuel-dispensing facilities. Fueling of floating 
marine craft at other than a marine motor fuel-dispensing 
facility shall comply with Sections 2310.4.1 and 2310.4.2. 


2310.4.1 Class I liquid fuels. Fueling of floating marine 
craft with Class I fuels at other than a marine motor fuel- 
dispensing facility is prohibited. 

2310.4.2 Class II or III liquid fuels. Fueling of floating 
marine craft with Class II or III fuels at other than a 
marine motor fuel-dispensing facility shall be in accor- 
dance with all of the following: 


1. The premises and operations shall be approved by 
the fire code official. 


2. Tank vehicles and fueling operations shall comply 
with Section 5706.6. 


3. The dispensing nozzle shall be of the listed auto- 
matic-closing type without a latch-open device. 


4, Nighttime deliveries shall be made only in lighted 
areas. 


5, The tank vehicle flasher lights shall be in operation 
while dispensing. 

6, Fuel expansion space shall be left in each fuel tank 
to prevent overflow in the event of temperature 
increase. 


2310.5 Fire prevention regulations. General fire safety 
regulations for marine motor fuel-dispensing facilities shall 
comply with Sections 2310.5.1 through 2310.5.7. 


2310.5.1 Housekeeping. Marine motor fuel-dispensing 
facilities shall be maintained in a neat and orderly manner. 
Accumulations of rubbish or waste oils in excessive 
amounts shall be prohibited. 


2310.5.2 Spills. Spills of Class I, Il or IIIA liquids at or on 
the water shall be reported immediately to the fire depart- 
ment and jurisdictional authorities. 
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2310.5.3 Rubbish containers. Containers with tight- 
fitting or self-closing lids shall be provided for temporary 
storage of combustible debris, rubbish and waste material. 
The rubbish containers shall be constructed entirely of 
materials that comply with any one of the following: 


1. Noncombustible materials. 


2. Materials that meet a peak rate of heat release not 
exceeding 300 kW/m’ when tested in accordance 
with ASTM E1354 at an incident heat flux of 50 
kW/m?’ in the horizontal orientation. 


2310.5.4 Marine vessels and craft. Vessels or craft shall 
not be made fast to fuel docks serving other vessels or 
craft occupying a berth at a marine motor fuel-dispensing 
facility. 

2310.5.5 Sources of ignition. Construction, maintenance, 
repair and reconditioning work involving the use of open 
flames, arcs or spark-producing devices shall not be 
performed at marine motor fuel-dispensing facilities or 
within 50 feet (15 240 mm) of the dispensing facilities, 
including piers, wharves or floats, except for emergency 
repair work approved in writing by the fire code official. 
Fueling shall not be conducted at the pier, wharf or float 
during the course of such emergency repairs. 


2310.5.5.1 Smoking. Smoking or open flames shall be 
prohibited within 50 feet (15 240 mm) of fueling opera- 
tions. “No Smoking” signs complying with Section 310 
shall be posted conspicuously about the premises. Such 
signs shall have letters not less than 4 inches (102 mm) 
in height on a background of contrasting color. 


2310.5.6 Preparation of tanks for fueling. Boat owners 
and operators shall not offer their craft for fueling unless 
the tanks being filled are properly vented to dissipate 
fumes to the outside atmosphere. 


2310.5.7 Warning signs. Warning signs shall be promi- 
nently displayed at the face of each wharf, pier or float at 
such elevation as to be clearly visible from the decks of 
marine craft being fueled. Such signs shall have letters not 
less than 3 inches (76 mm) in height on a background of 
contrasting color bearing the following or approved equiv- 
alent wording: 


WARNING 
NO SMOKING—STOP ENGINE WHILE FUELING, 
SHUT OFF ELECTRICITY 


DO NOT START ENGINE UNTIL AFTER BELOW 
DECK SPACES ARE VENTILATED. 


2310.6 Fire protection. Fire protection features for marine 
motor fuel-dispensing facilities shall comply with Sections 
2310.6.1 through 2310.6.4. 


2310.6.1 Standpipe hose stations. Fire hose, where 
provided, shall be enclosed within a cabinet, and hose 
stations shall be labeled: “FIRE HOSE—EMERGENCY 
USE ONLY.” 


2310.6.2 Obstruction of fire protection equipment. 
Materials shall not be placed on a pier in such a manner as 
to obstruct access to fire-fighting equipment or piping 
system control valves. 
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2310.6.3 Access. Where the pier is designed for vehicular 
traffic, an unobstructed roadway to the shore end of the 
wharf shall be maintained for access by fire apparatus. 


2310.6.4 Portable fire extinguishers. Portable fire extin- 
guishers in accordance with Section 906, each having a 
minimum rating of 20-B:C, shall be provided as follows: 


1. One on each float. 


2. One on the pier or wharf within 25 feet (7620 mm) 
of the head of the gangway to the float, unless the 
office is within 25 feet (7620 mm) of the gangway 
or is on the float and an extinguisher is provided 
thereon. 


SECTION 2311 
REPAIR GARAGES 


2311.1 General. Repair garages shall comply with this 
section and the California Building Code. Repair garages for 
vehicles that use more than one type of fuel shall comply with 
the applicable provisions of this section for each type of fuel 
used. 


Where a repair garage includes a motor fuel-dispensing 
facility, the fuel-dispensing operation shall comply with the 
requirements of this chapter for motor fuel-dispensing facili- 
ties. 


2311.2 Storage and use of flammable and combustible 
liquids. The storage and use of flammable and combustible 
liquids in repair garages shall comply with Chapter 57 and 
Sections 2311.2.1 through 2311.2.4. 


2311.2.1 Cleaning of parts. Cleaning of parts shall be 
conducted in listed and approved parts-cleaning machines 
in accordance with Chapter 57. 


2311.2.2 Waste oil, motor oil and other Class IIIB 
liquids. Waste oil, motor oil and other Class IIB liquids 
shall be stored in approved tanks or containers, which are 
allowed to be stored and dispensed from inside repair 
garages. 


2311.2.2.1 Tank location. Tanks storing Class IIIB 
liquids in repair garages are allowed to be located at, 
below or above grade, provided that ge drainage 
or containment is provided. 


2311.2.2.2 Liquid classification. Crankcase drainings 
shall be classified as Class IITB liquids unless otherwise 
determined by testing. 


2311.2.3 Drainage and disposal of liquids and oil- 
soaked waste. Garage floor drains, where provided, shall 
drain to approved oil separators or traps discharging to a 
sewer in accordance with the California Plumbing Code. 
Contents of oil separators, traps and floor drainage 
systems shall be collected at sufficiently frequent intervals 
and removed from the premises to prevent oil from being 
carried into the sewers. 


2311.2.3.1 Disposal of liquids. Crankcase drainings 
and liquids shall not be dumped into sewers, streams or 
on the ground, but shall be stored in approved tanks or 
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containers in accordance with Chapter 57 until 
removed from the premises. 


2311.2.3.2 Disposal of oily waste. Self-closing metal 
cans shall be used for oily waste. 


2311.2.4 Spray finishing. Spray finishing with flammable 
or combustible liquids shall comply with Chapter 24. 


2311.3 Sources of ignition. Sources of ignition shall not be 
located within 18 inches (457 mm) of the floor and shall 
comply with Chapters 3 and 35. 


2311.3.1 Equipment. Appliances and equipment installed 
in a repair garage shall comply with the provisions of the 
California Building Code, the California Mechanical 
Code and the California Electrical Code. 


2311.3.2 Smoking. Smoking shall not be allowed in repair 
garages except in approved locations. 


2311.4 Below-grade areas. Pits and below-grade work areas 
in repair garages shall comply with Sections 2311.4.1 
through 2311.4.3. 


2311.4.1 Construction. Pits and below-grade work areas 
shall be constructed in accordance with the California 
Building Code. 


2311.4.2 Means of egress. Pits and below-grade work 
areas shall be provided with means of egress in accordance 
with Chapter 10. 


2311.4.3 Ventilation. Where Class I liquids or LP-gas are 
stored or used within a building having a basement or pit 
wherein flammable vapors could accumulate, the base- 
ment or pit shall be provided with mechanical ventilation 
in accordance with the California Mechanical Code, at a 
minimum rate of 1'/, cubic feet per minute per square foot 
(cfim/ft*) [0.008 m?/(s x m?)] to prevent the accumulation 
of flammable vapors. 


2311.5 Vehicles powered by liquefied petroleum gas (LP- 
gas). Vehicles powered by LP-gas and the servicing of vehi- 
cles powered by LP-gas shall be in compliance with this 
chapter, Chapter 61 of this code and NFPA 58. 


2311.6 Vehicles powered by liquefied natural gas (LNG) 
and compressed natural gas (CNG). LNG vehicles and 
CNG vehicles shall comply with Sections 2311.6.1 and 
2311.6.2, as applicable. 


2311.6.1 Liquefied natural gas (LNG). LNG vehicle fuel 
system pressure shall be measured and recorded prior to 
entering the repair facility. The maximum allowable 
system pressure shall be not more than 170 psig (1172 
kPa). Pressure greater than 170 psig (1172 kPa) shall be 
reduced by operating the vehicle or limited venting 
outdoors, as required. 


2311.6.2 Compressed natural gas (CNG). CNG vehicle 
fuel system pressure and the ambient temperature shall be 
measured and recorded prior to entering the repair facility. 
Pressure greater than the indicated maximum pressure in 
accordance with Table 2311.6.2 shall be reduced by defu- 
eling the vehicle. 
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TABLE 2311.6.2 
TEMPERATURE COMPENSATED CYLINDER 
PRESSURE TABLE* 
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100° 
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1,919 
1,753 


For SI: °C = (°F — 32)/1.8, 1 psig = 6.895 kPa. 
a. 3,600 psi service pressure calculated from the standard gas composition 
used to create the gasoline gallon equivalent (GGE). 


2311.7 Fire extinguishers. Fire extinguishers shall be 
provided in accordance with Section 906. | 


2311.8 Repair garages for vehicles fueled by lighter-than- 
air fuels. The room, motor vehicle repair booth or motor 
vehicle repair space containing repair garage activities for the 
conversion or repair of vehicles that use CNG, LNG, hydro- 
gen or other lighter-than-air motor fuels shall be in 
accordance with Sections 2311.8 through 2311.8.11 in addi- 
tion to the other requirements of Section 2311. Repair 
garages for the repair of vehicles that use hydrogen fuel shall 
be in accordance with this code and NFPA 2. 


Exceptions: 


1. Repair garages where work is conducted only on 
vehicles where the motor vehicle fuel tank and sys- 
tem have been defueled and the motor vehicle fuel 
tank has been purged with nitrogen gas, and where 
standard operating procedures to document and 
maintain the fueling status throughout repair opera- 
tions are approved. 


2. Repair garages where work is not performed on the 
fuel system and is limited to exchange of parts and 
maintenance not requiring open flame or welding on 
the CNG-, LNG-, hydrogen- or other lighter-than- 
air-fueled motor vehicle. Movement of a subassem- 
bly on which the motor vehicle fuel tank remains 
mounted to allow access to other parts of the vehicle 
that are not a portion of the fuel system shall be per- 
mitted. 
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3. Repair garages for hydrogen-fueled vehicles where 
work is not performed on the motor vehicle fuel tank 
and is limited to the exchange of parts and mainte- 
nance not requiring open flame or welding on the 
hydrogen-fueled vehicle. During the work, the entire 
hydrogen fuel system shall contain less than 400 
cubic feet (11.3 m’*) of hydrogen. 


4. Repair garages for natural-gas-fueled vehicles where 
work is not being performed on the motor vehicle 
fuel tank, and is limited to the exchange of parts and 
maintenance not requiring open flame or welding on 
the natural-gas-fueled vehicle. During the work, the 
natural gas in the motor vehicle fuel tank shall con- 
tain a pressure of not more than 250 psi at 70°F 
(1724 kPa at 21°C). 


2311.8.1 Preparation of vehicles for repair. For vehicles 
powered by gaseous fuels, the fuel shutoff valves shall be 
closed prior to repairing any portion of the vehicle fuel 
system. 


Vehicles powered by gaseous fuels in which the fuel 
system has been damaged shall be inspected and evaluated 
for fuel system integrity prior to being brought into the 
repair garage. The inspection shall include testing of the 
entire fuel delivery system for leakage. 


2311.8.2 Repair garages used for the repair of hydro- 
gen-fueled vehicles. Repair garages used for the repair of 
hydrogen-fueled vehicles shall be provided with an 
approved exhaust ventilation system in accordance with 
the California Mechanical Code and Chapter 6 of NFPA 
oh 


2311.8.3 Motor vehicle repair rooms. Motor vehicle 
repair rooms shall be enclosed with not less than 1-hour 
fire barriers constructed in accordance with Section 707 of 
the California Building Code, or horizontal assemblies 
constructed in accordance with Section 711 of the Califor- 
nia Building Code, or both, with 1-hour-rated opening 
protectives. 


2311.8.4 Motor vehicle repair booths. The design and 
construction of motor vehicle repair booths shall be in 
accordance with Sections 2311.8.4.1 through 2311.8.4.4. 


2311.8.4.1 Construction. Motor vehicle repair booths 
shall be constructed of approved noncombustible mate- 
rials. Where walls or ceiling assemblies are constructed 
of sheet metal, single-skin assemblies shall be not thin- 
ner than 0.0478 inch (18 gage) (1.2 mm) and each sheet 
of double-skin assemblies shall be not thinner than 
0.0359 inch (20 gage) (0.9 mm). Structural sections of 
motor vehicle repair booths shall be sealed in an 
approved manner. 


2311.8.4.2 Surfaces. The interior surfaces of motor 
vehicle repair booths shall be constructed to permit the 
free passage of exhaust air from all parts of the interior. 


2311.8.4.3 Means of egress. Means of egress shall be 
provided in accordance with Chapter 10. 
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Exception: Means of egress doors from premanufac- 
tured motor vehicle repair booths shall be not less 
than 30 inches (762 mm) in width by 80 inthes (2032 
mm) in height. 


2311.8.4.4 Clear space. Motor vehicle repair booths 
shall be installed so that all parts of the booth be 
provided with ready access for cleaning. A clear area of 
not less than 3 feet (914 mm) wide shall be maintained 
on all sides of the motor vehicle repair booth. This clear 
area shall be kept free of any storage or combustible 
construction. 


Exceptions: 


1. This requirement shall not prohibit locating a 
motor vehicle repair booth closer than 3 feet 
(914 mm) to or directly against an interior par- 
tition, wall or floor/ceiling assembly that has a 
fire-resistance rating of not less than 1 hour, 
provided that the motor vehicle repair booth 
can be adequately maintained and cleaned. 


2. This requirement shall not prohibit locating a 
motor vehicle repair booth closer than 3 feet 
(914 mm) to an exterior wall or a roof assem- 
bly, provided that the wall or roof is con- 
structed of noncombustible material and the 
motor vehicle repair booth can be adequately 
maintained and cleaned. 


2311.8.5 Motor vehicle repair spaces. Where such 
spaces are not separately enclosed, noncombustible spray 
curtains shall be provided to restrict the spread of flamma- 
ble gases. 


2311.8.6 Fire protection. Motor vehicle repair booths or 
spaces installed in a room or area protected by an auto- 
matic sprinkler system shall have the protection extended 
to include the inside of the motor vehicle repair booth or 
space. 


2311.8.7 Fire extinguishers. Portable fire extinguishers 
complying with Section 906 shall be provided for motor 
vehicle repair rooms, motor vehicle repair booths or motor 
vehicle repair spaces. 


2311.8.8 Exhaust ventilation system. Repair garages 
used for the repair of CNG, LNG, or other lighter-than-air 
motor fuels other than hydrogen shall be provided with an 
approved mechanical ventilation system. The mechanical 
exhaust ventilation system shall be in accordance with the 
California Mechanical Code and Sections 2311.8.8.1 and 
2311.8.8.2. 


Exception: Where approved by the fire code official, 
natural ventilation shall be permitted in lieu of mechan- 
ical exhaust ventilation. 


2311.8.8.1 Design. For indoor locations, air supply 
inlets and exhaust outlets for mechanical ventilation 
shall be arranged to provide uniformly distributed air 
movement with inlets uniformly arranged on walls near 
floor level and outlets at the high point of the room in 
walls or the roof. 
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Failure of the ventilation system shall cause the 
fueling system to shut down. 


The exhaust ventilation rate shall be not less than 1 
cubic foot per minute (0.03 m*/minute) per 12 cubic 
feet (34 m’) of room volume. 


2311.8.8.2 Operation. The mechanical exhaust venti- 
lation system shall operate continuously. 


Exceptions: 


1. Mechanical exhaust ventilation systems that 
are interlocked with a gas detection system 
designed in accordance with Sections 
2311.8.9 through 2311.8.9.2. 


2. Mechanical exhaust ventilation systems in 
repair garages that are used only for repair of 
vehicles fueled by liquid fuels or odorized 
gases, such as CNG, where the ventilation sys- 
tem is electrically interlocked with the lighting 
circuit. 


2311.8.9 Gas detection system. Repair garages used for 
repair of vehicles fueled by nonodorized gases, including, 
but not limited to, hydrogen and nonodorized LNG, shall 
be provided with a gas detection system that complies 
with Section 916. The gas detection system shall be 
designed to detect leakage of nonodorized gaseous fuel. 
Where lubrication or chassis service pits are provided in 
garages used for repairing nonodorized LNG-fueled vehi- 
cles, gas sensors shall be provided in such pits. 


2311.8.9.1 System activation. Activation of the gas 
detection alarm shall result in all of the following: 


1. Initiation of local audible and visual alarms in 
approved locations. 


2. Deactivation of heating systems located in the 
repair garage. 


3. Activation of the mechanical exhaust ventilation 
system, where the ventilation system is inter- 
locked with gas detection. 


2311.8.9.2 Failure of the gas detection system. Fail- 
ure of the gas detection system shall automatically 
deactivate the heating system, activate the mechanical 
exhaust ventilation system where the system is inter- 
locked with the gas detection system and cause a 
trouble signal to sound in an approved location. 


2311.8.10 Classified electrical area. Areas within 18 
inches (450 mm) of a ceiling within a motor vehicle repair 
room or motor vehicle repair booth shall be designed and 
installed in accordance with the requirements for Class I, 
Division 2, classified locations, as set forth in the Califor- 
nia Electrical Code. 


Exceptions: 


1. Rooms with exhaust ventilation of not less than 1 
cubic foot per minute per square foot (0.3 m*/ 
min/m’) of floor area, with suction taken from a 
point within 18 inches (450 mm) of the highest 
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point in the ceiling in repair garages for vehicles 
that use CNG, liquefied natural gas (LNG) or 
other lighter-than-air motor fuels. 


2. Rooms used for the repair of hydrogen-fueled 
vehicles that have an approved exhaust ventila- 
tion system in accordance with the California 
Mechanical Code and NFPA 2. 


2311.8.11 Defueling equipment required at vehicle 
maintenance and repair facilities. Facilities for repairing 
or replacing hydrogen fuel tanks on hydrogen-fueled vehi- 
cles shall have equipment to defuel vehicle storage tanks. 
Where work must be performed on a motor vehicle’s fuel 
tank for the purpose of maintenance, repair or cylinder 
certification, defueling and purging shall be conducted in 
accordance with Section 2309.6 and NFPA 2. 
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CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
CHAPTER 24 — FLAMMABLE FINISHES 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications.) 


Adopt Entire Chapter 
Adopt Entire Chapter as 

amended (amended 

sections listed below) 

Adopt only those 

sections that are 

listed below 

[California Code of 

Regulations, Title 19, 

Division 1] 


OER Soa ee Aces hide ale hl hs] PROBE PPE Pep ee 
a0 Pee We Mamie nem letelieiae |e 10) ce 1 | ERB NMAING GT ACI YT 
EE LT i EN Pa A FM ON 2S FE Pe DD 


* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division 1 text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same. 
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CHAPTER 24 
FLAMMABLE FINISHES 


User note: 


About this chapter: Chapter 24 provides requirements that govern operations where flammable or combustible finishes are applied by 
spraying, dipping, powder coating or flow-coating processes. As with all operations involving flammable or combustible liquids and combusti- 
ble dusts or vapors, controlling ignition sources and methods of reducing or controlling flammable vapors or combustible dusts at or near 


these operations are emphasized. 


SECTION 2401 
GENERAL 


2401.1 Scope. This chapter shall apply to locations or areas 
where any of the following activities are conducted: 


1. The application of flammable finishes to articles or 
materials by means of spray apparatus. 


2. The application of flammable finishes by dipping or 
immersing articles or materials into the contents of 
tanks, vats or containers of flammable or combustible 
liquids for coating, finishing, treatment or similar pro- 
cesses. 


3. The application of flammable finishes by applying 

combustible powders to articles or materials utilizing 

- powder spray guns, electrostatic powder spray guns, 
fluidized beds or electrostatic fluidized beds. 


4, Floor surfacing or finishing operations using Class I or 
II liquids in areas exceeding 350 square feet (32.5 m’). 


5. The application of flammable finishes consisting of 
dual-component coatings or Class I or II liquids where 
applied by brush or roller in quantities exceeding 1 gal- 
lon (4 L). 


2401.2 Nonapplicability. This chapter shall not apply to 
spray finishing utilizing flammable or combustible liquids 
that do not sustain combustion, including: 


1. Liquids that do not have a fire point when tested in 
accordance with ASTM D92. 


2. Liquids with a flashpoint greater than 95°F (35°C) in a 
water-miscible solution or dispersion with a water and 
inert (noncombustible) solids content of more than 80 
percent by weight. 


2401.3 Permits. Permits shall be required as set forth in 
Sections 105.5 and 105.6. 


SECTION 2402 
DEFINITIONS 


2402.1 Definitions. The following terms are defined in Chap- 
ter 2: 


DETEARING. 
DIP TANK. 
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ELECTROSTATIC FLUIDIZED BED. 
FLAMMABLE FINISHES. 
FLAMMABLE VAPOR AREA. 
FLUIDIZED BED. 

LIMITED SPRAYING SPACE. 
RESIN APPLICATION AREA. 

ROLL COATING, 

SPRAY BOOTH. 

SPRAY ROOM. 

SPRAYING SPACE. 


SECTION 2403 
PROTECTION OF OPERATIONS 


2403.1 General. Operations covered by this chapter shall be 
protected as required by Sections 2403.2 through 2403.4.4. 


2403.2 Sources of ignition. Protection against sources of 
ignition shall be provided in accordance with Sections 
2403.2.1 through 2403.2.8. 


2403.2.1 Electrical wiring and equipment. Electrical 
wiring and equipment shall comply with this chapter and 
the California Electrical Code. 


2403.2.1.1 Flammable vapor areas. Electrical wiring 
and equipment in flammable vapor areas shall be of an 
explosionproof type approved for use in such hazard- 
ous locations. Such areas shall be considered to be 
Class I, Division 1, or Class II, Division 1, hazardous 
locations in accordance with the California Electrical 
Code. 


2403.2.1.2 Areas subject to deposits of residues. 
Electrical equipment, flammable vapor areas or drying 
operations that are subject to splashing or dripping of 
liquids shall be specifically approved for locations 
containing deposits of readily ignitable residue and 
explosive vapors. 


Exceptions: 


1. This provision shall not apply to wiring in 
rigid conduit, threaded boxes or fittings not 
containing taps, splices or terminal connec- 
tions. 
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2. This provision shall not apply to electrostatic 
equipment allowed by Section 2407. 


In resin application areas, electrical wiring and 
equipment that is subject to deposits of combustible 
residues shall be listed for such exposure and shall be 
installed as required for hazardous (classified) loca- 
tions. Electrical wiring and equipment not subject to 
deposits of combustible residues shall be installed as 
required for ordinary hazard locations. 


2403.2.1.3 Areas adjacent to spray booths. Electrical 
wiring and equipment located outside of, but within 3 
feet (914 mm) of openings in a spray booth or a spray 
room, shall be approved for Class I, Division 2. or 
Class II, Division 2, hazardous locations, whichever is 
applicable. 


2403.2.1.4 Areas subject to overspray deposits. Elec- 
trical equipment in flammable vapor areas located such 
that deposits of combustible residues could readily 
accumulate thereon shall be specifically approved for 
locations containing deposits of readily ignitable resi- 
due and explosive vapors in accordance with the 
California Electrical Code. 


Exceptions: 
1. Wiring in rigid conduit. 


2. Boxes or fittings not containing taps, splices 
or terminal connections. 


3. Equipment allowed by Sections 2404 and 
2407 and Chapter 30. 


2403.2.2 Open flames and sparks. Open flames and 
spark-producing devices shall not be located in flammable 
vapor areas and shall not be located within 20 feet (6096 
mm) of such areas unless separated by a permanent 
partition. 


Exception: Drying and baking apparatus complying 
with Section 2404.6.1.2. 


2403.2.3 Hot surfaces. Heated surfaces having a tempera- 
ture sufficient to ignite vapors shall not be located in 
flammable vapor areas. Space-heating appliances, steam 
pipes or hot surfaces in a flammable vapor area shall be 
located such that they are not subject to accumulation of 
deposits of combustible residues. 


Exception: Drying apparatus complying with Section 
2404.6.1.2. 


2403.2.4 Equipment enclosures. Equipment or apparatus 
that is capable of producing sparks or particles of hot 
metal that would fall into a flammable vapor area shall be 
totally enclosed. 


2403.2.5 Grounding. Metal parts of spray booths, exhaust 
ducts and piping systems conveying Class I or II liquids 
shall be electrically grounded in accordance with the Cali- 
fornia Electrical Code. Metallic parts located in resin 
application areas, including but not limited to exhaust 
ducts, ventilation fans, spray application equipment, work- 
pieces and piping, shall be electrically grounded. 
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2403.2.6 Smoking prohibited. Smoking shall be prohib- 
ited in flammable vapor areas and hazardous materials 
storage rooms associated with flammable finish processes. 
“No Smoking” signs complying with Section 310 shall be 
conspicuously posted in such areas. : 


2403.2.7 Welding warning signs. Welding, cutting and 
similar spark-producing operations shall not be conducted 
in or adjacent to flammable vapor areas or dipping or coat- 
ing operations unless precautions have been taken to 
provide safety. Conspicuous signs with the following 
warning shall be posted in the vicinity of flammable vapor 
areas, dipping operations and paint storage rooms: 


NO WELDING 
THE USE OF WELDING OR CUTTING 
EQUIPMENT IN OR NEAR THIS AREA 
IS DANGEROUS BECAUSE OF FIRE 
AND EXPLOSION HAZARDS. WELDING 
AND CUTTING SHALL BE DONE ONLY 
UNDER THE SUPERVISION OF THE 
PERSON IN CHARGE. 


2403.2.8 Powered industrial trucks. Powered industrial 
trucks used in electrically classified areas shall be listed 
for such use. 


2403.3 Storage, use and handling of flammable and 
combustible liquids. The storage, use and handling of flam- 
mable and combustible liquids shall be in accordance with 
this section and Chapter 57. 


2403.3.1 Use, Containers supplying spray nozzles shall be 
of a closed type or provided with metal covers that are 
kept closed. Containers not resting on floors shall be on 
noncombustible supports or suspended by wire cables. 
Containers supplying spray nozzles by gravity flow shall 
not exceed 10 gallons (37.9 L) in capacity. 


2403.3.2 Valves. Containers and piping to which a hose or 
flexible connection is attached shall be provided with a 
shutoff valve at the connection. Such valves shall be kept 
shut when hoses are not in use. 


2403.3.3 Pumped liquid supplies. Where flammable or 
combustible liquids are supplied to spray nozzles by posi- 
tive displacement pumps, pump discharge lines shall be 
provided with an approved relief valve discharging to 
pump suction or a safe detached location. 


2403.3.4 Liquid transfer. Where a flammable mixture is 
transferred from one portable container to another, a bond 
shall be provided between the two containers. Not less 
than one container shall be grounded. Piping systems for 
Class I and II liquids shall be permanently grounded. 


2403.3.5 Class I liquids as solvents. Class I liquids used as 
solvents shall be used in spray gun and equipment cleaning 
machines that have been listed and approved for such 
purpose or shall be used in spray booths or spray rooms in 
accordance with Sections 2403.3.5.1 and 2403.3.5.2. 


2403.3.5.1 Listed devices. Cleaning machines for 
spray guns and equipment shall not be located in areas 
open to the public and shall be separated from ignition 
sources in accordance with their listings or by a 
distance of 3 feet (914 mm), whichever is greater. The 
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quantity of solvent used in a machine shall not exceed 
the design capacity of the machine. 


2403.3.5.2 Within spray booths and spray rooms. 
Where solvents are used for cleaning spray nozzles and 
auxiliary equipment within spray booths and spray 
rooms, the ventilating equipment shall be operated 
during cleaning. 


2403.3.6 Class II and HI liquids. Solvents used outside 
of spray booths, spray rooms or listed and approved spray 
gun and equipment cleaning machines shall be restricted 
to Class II and III liquids. 


2403.4 Operations and maintenance. Flammable vapor 
areas, exhaust fan blades and exhaust ducts shall be kept free 
from the accumulation of deposits of combustible residues. 
Where excessive residue accumulates in such areas, spraying 
operations shall be discontinued until conditions are 
corrected. 


2403.4.1 Tools. Scrapers, spuds and other tools used for 
cleaning purposes shall be constructed of nonsparking 
materials. 


2403.4.2 Residue. Residues removed during cleaning and 
debris contaminated with residue shall be immediately 
removed from the premises and properly disposed. 


2403.4.3 Waste cans. Approved metal waste cans 
equipped with self-closing lids shall be provided wherever 
rags or waste are impregnated with finishing material. 
Such rags and waste shall be deposited therein immedi- 
ately after being utilized. The contents of waste cans shall 
be properly disposed of not less than once daily and at the 
end of each shift. 


2403.4.4 Solvent recycling. Solvent distillation equip- 
ment used to recycle and clean dirty solvents shall comply 
with Section 5705.4. 


SECTION 2404 
SPRAY FINISHING 


2404.1 General. The application of flammable or combusti- 
ble liquids by means of spray apparatus in continuous or 
intermittent processes shall be in accordance with the require- 
ments of Sections 2403 and 2404.2 through 2404.9.4. 


2404.2 Location of spray-finishing operations. Spray- 
finishing operations conducted in buildings used for Group 
A, E, I or R occupancies shall be located in a spray room 
protected with an approved automatic sprinkler system 
installed in accordance with Section 903.3.1.1 and separated 
vertically and horizontally from the remainder of the building 
by fire barrier walls and horizontal assemblies with not less 
than a |-hour fire-resistance rating in accordance with the 
California Building Code. In other occupancies, spray-finish- 
ing operations shall be conducted in a spray room, spray 
booth or limited spraying space approved for such use. 


Exceptions: 


1. Automobile undercoating spray operations and 
spray-on automotive lining operations conducted in 
areas with approved natural or mechanical ventila- 
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tion shall be exempt from the provisions of Section 
2404 when approved and where utilizing Class IIIA 
or IIIB combustible liquids. 


2. In buildings other than Group A, E, I or R occupan- 
cies, approved limited spraying space in accordance 
with Section 2404.9, 


3. Resin application areas used for manufacturing of 
reinforced plastics complying with Section 2409 
shall not be required to be located in a spray room, 
spray booth or spraying space. 


2404.3 Design and construction. Design and construction of 
spray rooms, spray booths and spray spaces shall be in accor- 
dance with Sections 2404.3.1 through 2404.3.3.1. 


2404.3.1 Spray rooms. Spray rooms shall be constructed 
and designed in accordance with Section 416 of the Cali- 
fornia Building Code and Section 2404.3.2 of this code, 
and shall comply with Sections 2404.4 through 2404.8 of 
this code. 


2404.3.2 Floor. Combustible floor construction in spray 
rooms shall be covered by approved, noncombustible, 
nonsparking material, except where combustible cover- 
ings, including but not limited to thin paper or plastic and 
strippable coatings, are utilized over noncombustible 
materials to facilitate cleaning operations in spray rooms. 


2404.3.3 Spray booths. The design and construction of 
spray booths shall be in accordance with Sections 
2404.3.3.1 through 2404.3.3.6, Sections 2404.4 through 
2404.8 and NFPA 33. 


2404.3.3.1 Construction. Spray booths shall be 
constructed of approved noncombustible materials. 
Aluminum shall not be used. Where walls or ceiling 
assemblies are constructed of sheet metal, single-skin 
assemblies shall be not thinner than 0.0478 inch (18 
gage) (1.2 mm) and each sheet of double-skin assem- 
blies shall be not thinner than 0.0359 inch (20 gage) 
(0.9 mm). Structural sections of spray booths are 
allowed to be sealed with latex-based or similar caulks 
and sealants. 


2404.3.3.2 Surfaces. The interior surfaces of spray 
booths shall be smooth; shall be constructed so as to 
permit the free passage of exhaust air from all parts of 
the interior, and to facilitate washing and cleaning; and 
shall be designed to confine residues within the booth. 
Aluminum shall not be used. 


2404.3.3.3 Floor. Combustible floor construction in 
spray booths shall be covered by approved, noncom- 
bustible, nonsparking material, except where 
combustible coverings, including but not limited to thin 
paper or plastic and strippable coatings, are utilized 
over noncombustible materials to facilitate cleaning 
operations in spray booths. 


2404.3.3.4 Means of egress. Means of egress shall be 
provided in accordance with Chapter 10, 


Exception: Means of egress doors from premanufac- 
tured spray booths shall be not less than 30 inches 
(762 mm) in width by 80 inches (2032 mm) in height. 
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2404.3.3.5 Clear space. Spray booths shall be installed 
so that all parts of the booth are able to be accessed for 
cleaning. A clear space of not less than 3 feet (914 mm) 
shall be maintained on all sides of the spray booth. This 
clear space shall be kept free of any storage or combus- 
tible construction. 


Exceptions: 


1, This requirement shall not prohibit locating a 
spray booth closer than 3 feet (914 mm) to or 
directly against an interior partition, wall or 
floor/ceiling assembly that has a fire-resis- 
tance rating of not less than | hour, provided 
that the spray booth can be adequately main- 
tained and cleaned. 


2. This requirement shall not prohibit locating a 
spray booth closer than 3 feet (914 mm) to an 
exterior wall or a roof assembly, provided that 
the wall or roof is constructed of noncombus- 
tible material and the spray booth can be ade- 
quately maintained and cleaned. 


2404.3.3.6 Size. The aggregate area of spray booths in 
a building shall not exceed the lesser of 10 percent of 
the area of any floor of a building or the basic area 
allowed for a Group H-2 occupancy without area 
increases, as set forth in the California Building Code. 


Exception: One individual booth not exceeding 500 
square feet (46 m’). 


2404.3.4 Spraying spaces. Spraying spaces shall be 
designed and constructed in accordance with the Califor- 
nia Building Code, and Section 2404.3.4.1 and Sections 
2404.4 through 2404.8 of this code. 


2404.3.4.1 Floor. Combustible floor construction in 
spraying spaces shall be covered by approved, noncom- 
bustible, nonsparking material, except where 
combustible coverings, such as thin paper or plastic and 
strippable coatings, are utilized over noncombustible 
materials to facilitate cleaning operations in spraying 
spaces. 


2404.4 Fire protection. Spray booths and spray rooms shall 
be protected by an approved automatic fire-extinguishing 
system complying with Chapter 9. Protection shall extend to 
exhaust plenums, exhaust ducts and both sides of dry filters 
where such filters are used. 


2404.4.1 Fire extinguishers. Portable fire extinguishers 
complying with Section 906 shall be provided for spraying 
areas in accordance with the requirements for an extra 
(high) hazard occupancy, 


2404.5 Housekeeping, maintenance and storage of 
hazardous materials. Housekeeping, maintenance, storage 
and use of hazardous materials shall be in accordance with 
Sections 2403.3, 2403.4, 2404.5.1 and 2404.5.2. 


2404.5.1 Different coatings. Spray booths, spray rooms 
and spraying spaces shall not be alternately utilized for 
different types of coating materials where the combination 
of materials is conducive to spontaneous ignition, unless 


all deposits of one material are removed from the booth, 
room or space and exhaust ducts prior to spraying with a 
different material. ; 


2404.5.2 Protection of sprinklers. Automatic sprinklers 
installed in flammable vapor areas shall be protected from 
the accumulation of residue from spraying operations in an 
approved manner. Bags used as a protective covering shall 
be 0.003-inch-thick (0.076 mm) polyethylene or cello- 
phane or shall be thin paper. Automatic sprinklers 
contaminated by overspray particles shall be replaced with 
new automatic sprinklers. 


2404.6 Sources of ignition. Control of sources of ignition 
shall be in accordance with Section 2403.2 and Sections 
2404.6.1 through 2404.6.2.4. 


2404.6.1 Drying operations. Spray booths and spray 
rooms shall not be alternately used for the purpose of 
drying by arrangements or methods that could cause an 
increase in the surface temperature of the spray booth or 
spray room except in accordance with Sections 2404.6.1.1 
and 2404.6.1.2. Except as specifically provided in this 
section, drying or baking units utilizing a heating system 
having open flames or that are capable of producing sparks 
shall not be installed in a flammable vapor areas. 


2404.6.1.1 Spraying procedure. The spraying proce- 
dure shall use low-volume spray application. 


2404.6.1.2 Drying apparatus. Fixed drying apparatus 
shall comply with this chapter and the applicable provi- 
sions of Chapter 30. Where recirculation ventilation is 
provided in accordance with Section 2404.7.2, the heat- 
ing system shall not be within the recirculation air path. 


2404.6.1.2.1 Interlocks. The spraying apparatus, 
drying apparatus and ventilating system for the spray 
booth or spray room shall be equipped with inter- 
locks arranged to accomplish all of the following: 


1. Prevent operation of the spraying apparatus 
while drying operations are in progress. 


2. Where the drying apparatus is located in the 
spray booth or spray room, prevent operation 
of the drying apparatus until a timed purge of 
spray vapors from the spray booth or spray 
room is complete. This purge time shall be 
based on completing not fewer than four air 
changes of spray booth or spray room volume 
or for a period of not less than 3 minutes, 
whichever is greater. 


3. Have the ventilating system maintain a safe 
atmosphere within the spray booth or spray 
room during the drying process and automati- 
cally shut off drying apparatus in the event of 
a failure of the ventilating system. 


4, Shut off the drying apparatus automatically if 
the air temperature within the booth exceeds 
200°F (93°C). 


2404.6.1.2.2 Portable infrared apparatus. Where a 
portable infrared drying apparatus is used, electrical 
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wiring and portable infrared drying equipment shall 
comply with the California Electrical Code. Electri- 
cal equipment located within 18 inches (457 mm) of 
floor level shall be approved for Class I, Division 2, 
hazardous locations. Metallic parts of drying appara- 
tus shall be electrically bonded and grounded. During 
spraying operations, portable drying apparatus and 
electrical connections and wiring thereto shall not be 
located within spray booths, spray rooms or other 
areas where spray residue would be deposited 
thereon. 


2404.6.2 Illumination. Where spraying spaces, spray 
rooms or spray booths are illuminated through glass panels 
or other transparent materials, only fixed luminaires shall 
be utilized as a source of illumination. 


2404.6.2.1 Glass panels. Panels for luminaires or for 
observation shall be of heat-treated glass, wired glass or 
hammered wire glass and shall be sealed to confine 
vapors, mists, residues, dusts and deposits to the flam- 
mable vapor area. Panels for luminaires shall be 
separated from the luminaire to prevent the surface 
temperature of the panel from exceeding 200°F (93°C), 


2404.6.2.2 Exterior luminaires. Luminaires attached 
to the walls or ceilings of a flammable vapor area, but 
outside of any classified area and separated from the 
flammable vapor areas by vapor-tight glass panels, 
Shall be suitable for use in ordinary hazard locations. 

_ Such luminaires shall be serviced from outside the 
flammable vapor areas. 


2404.6.2.3 Integral luminaires. Luminaires that are an 
integral part of the walls or ceiling of a flammable 
vapor area are allowed to be separated from the flam- 
mable vapor area by glass panels that are an integral 
part of the luminaire, Such luminaires shall be listed for 
use in Class I, Division 2, or Class IJ, Division 2, loca- 
tions, whichever is applicable, and shall be suitable for 
accumulations of deposits of combustible residues. 
Such luminaires are allowed to be serviced from inside 
the flammable vapor area. 


2404.6.2.4 Portable electric lamps. Portable electric 
lamps shall not be used in flammable vapor areas 
during spraying operations. Portable electric lamps 
used during cleaning or repairing operations shall be of 
a type approved for hazardous locations. 


2404.7 Ventilation. Mechanical ventilation of flammable 
vapor areas shall be provided in accordance with Section 
502.7 of the California Mechanical Code. 


2404.7.1 Operation. Mechanical ventilation shall be kept 
in operation at all times while spraying operations are 
being conducted and for a sufficient time thereafter to 
allow vapors from drying coated articles and finishing 
material residue to be exhausted. Spraying equipment 
shall be interlocked with the ventilation of the flammable 
vapor areas such that spraying operations cannot be 
conducted unless the ventilation system is in operation. 
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2404.7.2 Recirculation. Air exhausted from spraying 
operations shall not be recirculated. 


Exceptions: 


1. Air exhausted from spraying operations is 
allowed to be recirculated as makeup air for 
unmanned spray operations, provided that all of 
the following conditions exist: 


1.1. The solid particulate has been removed. 


1.2. The vapor concentration is less than 25 
percent of the LFL. 


1.3. Approved equipment is used to monitor 
the vapor concentration. 


1.4. When the vapor concentration exceeds 
25 percent of the LFL, both of the fol- 
lowing shall occur: 


1.4.1. An alarm shall sound. 


1.4.2. Spray operations shall auto- 
matically shut down. 


1.5. In the event of shutdown of the vapor 
concentration monitor, 100 percent of 
the air volume specified in the Califor- 
nia Mechanical Code is automatically 
exhausted. 


2. Air exhausted from spraying operations is 
allowed to be recirculated as makeup air to 
manned spraying operations where all of the con- 
ditions provided in Exception | are included in 
the installation and documents have been pre- 
pared to show that the installation does not pose a 
life safety hazard to personnel inside the spray 
booth, spraying space or spray room. 


2404.7.3 Air velocity. The ventilation system shall be 
designed, installed and maintained so that the flammable 
contaminants are diluted in noncontaminated air to main- 
tain concentrations in the exhaust airflow below 25 
percent of the contaminant’s lower flammable limit (LFL). 
In addition, the spray booth shall be provided with 
mechanical ventilation so that the average air velocity 
through openings is in accordance with Sections 
2404.7.3.1 and 2404.7.3.2. 


2404.7.3.1 Open-face or open-front spray booth. For 
spray application operations conducted in an open-face 
or open-front spray booth, the ventilation system shall 
be designed, installed and maintained so that the aver- 
age air velocity into the spray booth through all 
openings is not less than 100 feet per minute (0.51 m/s). 


Exception: For fixed or automated electrostatic 
spray application equipment, the average air velocity 
into the spray booth through all openings shall be not 
less than SO feet per minute (0.25 m/s). 


2404.7.3,2 Enclosed spray booth or spray room with 
openings for product conveyance. For spray applica- 
tion operations conducted in an enclosed spray booth or 
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spray room with openings for product conveyance, the 
ventilation system shall be designed, installed and 
maintained so that the average air velocity into the 
spray booth through openings is not less than 100 feet 
per minute (0.51 m/s). 


Exceptions: 


1. For fixed or automated electrostatic spray 
application equipment, the average air veloc- 
ity into the spray booth through all openings 
shall be not less than 50 feet per minute (0.25 
m/s). 


2. Where methods are used to reduce cross drafts 
that can draw vapors and overspray through 
openings from the spray booth or spray room, 
the average air velocity into the spray booth or 
spray room shall be that necessary to capture 
and confine vapors and overspray to the spray 
booth or spray room. 


2404.7.4 Ventilation obstruction. Articles being sprayed 
shall be positioned in a manner that does not obstruct 
collection of overspray. 


2404.7.5 Independent ducts. Each spray booth and spray 
room shall have an independent exhaust duct system 
discharging to the outside. 


Exceptions: 


1. Multiple spray booths having a combined frontal 
area of 18 square feet (1.67 m’) or less are 
allowed to have a common exhaust where identi- 
cal spray finishing material is used in each booth. 
If more than one fan serves one booth, fans shall 
be interconnected such that all fans will operate 
simultaneously. 


2. Where treatment of exhaust is necessary for air 
pollution control or for energy conservation, 
ducts shall be allowed to be manifolded if all of 
the following conditions are met: 


2.1, The sprayed materials used are compati- 
ble and will not react or cause ignition of 
the residue in the ducts. 


2.2. Nitrocellulose-based finishing material 
shall not be used. 


2.3. A filtering system shall be provided to 
reduce the amount of overspray carried 
into the duct manifold. 


2.4, Automatic sprinkler protection shall be 
provided at the junction of each booth 
exhaust with the manifold, in addition to 
the protection required by this chapter. 


2404.7.6 Termination point. The termination point for 
exhaust ducts discharging to the atmosphere shall be not 
less than the following distances: 


6 feet (1829 mm) from exterior walls and roofs; 30 
feet (9144 mm) from combustible walls or openings 
into the building that are in the direction of the 
exhaust discharge; 10 feet (3048 mm) above adjoin- 
ing grade. : 


2. Other product-conveying outlets: 10 feet (3048 mm) 
from the lot line; 3 feet (914 mm) from exterior 
walls and roofs; 10 feet (3048 mm) from openings 
into the building; 10 feet (3048 mm) above adjoin- 
ing grade. 


2404.7.7 Fan motors and belts. Electric motors driving 
exhaust fans shall not be placed inside booths or ducts. 
Fan rotating elements shall be nonferrous or nonsparking 
or the casing shall consist of, or be lined with, such mate- 
rial. Belts shall not enter the duct or booth unless the belt 
and pulley within the duct are tightly enclosed. 


2404.7.8 Filters. Air intake filters that are part of a wall or 
ceiling assembly shall be listed as Class I or II in accor- 
dance with UL 900. Exhaust filters shall be required. 


2404.7.8.1 Supports. Supports and holders for filters 
shall be constructed of noncombustible materials. 


2404.7.8.2 Attachment. Overspray collection filters 
shall be readily removable and able to be accessed for 
cleaning or replacement. 


2404.7.8.3 Maintaining air velocity. Visible gauges, 
audible alarms or pressure-activated devices shall be 
installed to indicate or ensure that the required air 
velocity is maintained. 


2404.7.8.4 Filter rolls. Spray booths equipped with a 
filter roll that is automatically advanced when the air 
velocity is reduced to less than 100 feet per minute 
(0.51 m/s) shall be arranged to shut down the spraying 
operation if the filter roll fails to advance automatically. 


2404.7.8.5 Filter disposal. Discarded filter pads shall 
be immediately removed to a safe, detached location or 
placed in a noncombustible container with a tight- 
fitting lid and disposed of properly. 


2404.7.8.6 Spontaneous ignition. Spray booths using 
dry filters shall not be used for spraying materials that 
are highly susceptible to spontaneous heating and igni- 
tion. Filters shall be changed prior to spraying materials 
that could react with other materials previously 
collected. An example of a potentially reactive combi- 
nation includes lacquer when combined with varnishes, 
stains or primers. 


2404.7.8.7 Waterwash spray booths. Waterwash 
spray booths shall be of an approved design so as to 
prevent excessive accumulation of deposits in ducts 
and residue at duct outlets. Such booths shall be 
arranged so that air and overspray are drawn through a 
continuously flowing water curtain before entering an 
exhaust duct to the building exterior. 


1. Ducts conveying explosive or flammable vapors, 
fumes or dusts: 30 feet (9144 mm) from the lot line; 
10 feet (3048 mm) from openings into the building; 


2404.8 Interlocks. Interlocks for spray application finishes 
shall be in accordance with Sections 2404.8.1 through 
2404.8.2. 
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2404.8.1 Automated spray application operations. 
Where protecting automated spray application operations, 
automatic fire-extinguishing systems shall be equipped 
with an approved interlock feature that will, upon 
discharge of the system, automatically stop the spraying 
operations and workpiece conveyors into and out of the 
flammable vapor areas. Where the building is equipped 
with a fire alarm system, discharge of the automatic fire- 
extinguishing system shall also activate the building alarm 
notification appliances. 


2404.8.1.1 Alarm station. A manual fire alarm and 
emergency system shutdown station shall be installed 
to serve each flammable vapor area. When activated, 
the station shall accomplish the functions indicated in 
Section 2404.8.1. 


2404.8.1.2 Alarm station location. Not less than one 
manual fire alarm and emergency system shutdown 
station shall be provided with ready access for operat- 
ing personnel. Where access to this station is likely to 
involve exposure to danger, an additional station shall 
be located adjacent to an exit from the area. 


2404.8.2 Ventilation interlock prohibited. Air makeup 
and flammable vapor area exhaust systems shall not be 
interlocked with the fire alarm system and shall remain in 
operation during a fire alarm condition. 


Exception: Where the type of fire-extinguishing 
system used requires such ventilation to be discontin- 

- ued, air makeup and exhaust systems shall shut down 
and dampers shall close. 


2404.9 Limited spraying spaces. Limited spraying spaces 
shall comply with Sections 2404.9.1 through 2404.9.4. 


2404.9.1 Job size. The aggregate surface area to be 
sprayed shall not exceed 9 square feet (0.84 m’). 


2404.9.2 Frequency. Spraying operations shall not be of a 
continuous nature. 


2404.9.3 Ventilation. Positive mechanical ventilation 
providing not fewer than six complete air changes per hour 
shall be installed. Such system shall meet the requirements 
of this code for handling flammable vapor areas. Explo- 
sion venting is not required. 


2404.9.4 Electrical wiring. Electrical wiring within 10 
feet (3048 mm) of the floor and 20 feet (6096 mm) hori- 
zontally of the limited spraying space shall be designed for 
Class I, Division 2 locations in accordance with the Cali- 
fornia Electrical Code. 


SECTION 2405 
DIPPING OPERATIONS 


2405.1 General. Dip-tank operations shall comply with the 
requirements of Section 2403 and Sections 2405.2 through 
2405.11. 


2405.2 Location of dip-tank operations. Dip-tank opera- 
tions conducted in buildings used for Group A, I or R 
occupancies shall be located in a room designed for that 
purpose, equipped with an approved automatic sprinkler 
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system and separated vertically and horizontally from other 
areas in accordance with the California Building Code. 


2405.3 Construction of dip tanks. Dip tanks shall be 
constructed in accordance with Sections 2405.3.1 through 
2405.3.4.3 and NFPA 34. Dip tanks, including drain boards, 
shall be constructed of noncombustible material and their 
supports shall be of heavy metal, reinforced concrete or 
masonry. 


2405.3.1 Overflow. Dip tanks greater than 150 gallons 
(568 L) in capacity or 10 square feet (0.93 m’) in liquid 
surface area shall be equipped with a trapped overflow 
pipe leading to an approved location outside the building. 
The bottom of the overflow connection shall be not less 
than 6 inches (152 mm) below the top of the tank. 


2405.3.2 Bottom drains. Dip tanks greater than 500 
gallons (1893 L) in liquid capacity shall be equipped with 
bottom drains that are arranged to automatically and 
manually drain the tank quickly in the event of a fire 
unless the viscosity of the liquid at normal atmospheric 
temperature makes this impractical. Access to the manual 
operation shall be from a safe location. Where gravity 
flow is not practicable, automatic pumps shall be 
provided. Such drains shall be trapped and discharged to a 
closed, vented salvage tank or to an approved outside 
location. 


Exception: Dip tanks containing Class IIIB combusti- 
ble liquids where the liquids are not heated above room 
temperature and the process area is protected by auto- 
matic sprinklers. 


2405.3.3 Dipping liquid temperature control. Protection 
against the accumulation of vapors, self-ignition and 
excessively high temperatures shall be provided for 
dipping liquids that are heated directly or heated by the 
surfaces of the object being dipped. 


2405.3.4 Dip-tank covers. Dip-tank covers allowed by 
Section 2405.4.1 shall be capable of manual operation and 
shall be automatic closing by approved automatic-closing 
devices designed to operate in the event of a fire. 
2405.3.4.1 Construction. Covers shall be constructed 
of noncombustible material or be of a tin-clad type with 
enclosing metal applied with locked joints. 
2405.3.4.2 Supports. Chain or wire rope shall be 
utilized for cover supports or operating mechanisms. 
2405.3.4.3 Closed covers. Covers shall be kept closed 
when tanks are not in use. 
2405.4 Fire protection. Dip-tank operations shall be 
protected in accordance with Sections 2405.4.1 through 
2405.4.2. 
2405.4.1_ Fixed fire-extinguishing equipment. An 
approved automatic fire-extinguishing system or dip-tank 
cover in accordance with Section 2405.3.4 shall be 
provided for the following dip tanks: 


1. Dip tanks less than 150 gallons (568 L) in capacity 
or 10 square feet (0.93 m’) in liquid surface area. 
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2. Dip tanks containing a liquid with a flash point 
below 110°F (43°C) used in such manner that the 
liquid temperature could equal or be greater than its 
flash point from artificial or natural causes, and hav- 
ing both a capacity of more than 10 gallons (37.9 L) 
and a liquid surface area of more than 4 square feet 
(0.37 m’). 


2405.4.1.1 Fire-extinguishing system. An approved 
automatic fire-extinguishing system shall be provided 
for dip tanks with a 150-gallon (568 L) or more capac- 
ity or 10 square feet (0.93 m’) or larger in a liquid 
surface area. Fire-extinguishing system design shall be 
in accordance with NFPA 34. 


2405.4.2 Portable fire extinguishers. Areas in the vicin- 
ity of dip tanks shall be provided with portable fire 
extinguishers complying with Section 906 and suitable for 
flammable and combustible liquid fires as specified for 
extra (high) hazard occupancies. 


2405.5 Housekeeping, maintenance and storage of 
hazardous materials. Housekeeping, maintenance, storage 
and use of hazardous materials shall be in accordance with 
Sections 2403.3 and 2403.4. 


2405.6 Sources of ignition. Control of sources of ignition 
shall be in accordance with Section 2403.2. 


2405.7 Ventilation of flammable vapor areas. Flammable 
vapor areas shall be provided with mechanical ventilation 
adequate to prevent the dangerous accumulation of vapors. 
Required ventilation systems shall be arranged such that the 
failure of any ventilating fan shall automatically stop the 
dipping conveyor system. 


2405.8 Conveyor interlock. Dip tanks utilizing a conveyor 
system shall be arranged such that in the event of a fire, the 
conveyor system shall automatically cease motion and the 
required tank bottom drains shall open. 


2405.9 Hardening and tempering tanks. Hardening and 
tempering tanks shall comply with Sections 2405.3 through 
2405.3.3, 2405.9.4 and 2405.8, but shall be exempt from 
other provisions of Section 2405. 


2405.9.1 Location. Tanks shall be located as far as practi- 
cal from furnaces and shall not be located on or near 
combustible floors. 


2405.9.2 Hoods. Tanks shall be provided with a noncom- 
bustible hood and vent or other approved venting means, 
terminating outside of the structure to serve as a vent in 
case of a fire. Such vent ducts shall be treated as flues and 
proper clearances shall be maintained from combustible 
materials. 


2405.9.3 Alarms. Tanks shall be equipped with a high- 
temperature limit switch arranged to sound an alarm when 
the temperature of the quenching medium reaches 50°F 
(10°C) below the flash point. 


2405.9.4 Fire protection. Hardening and tempering tanks 
greater than 500 gallons (1893 L) in capacity or 25 square 
feet (2.3 m’) in liquid surface area shall be protected by an 
approved automatic fire-extinguishing system complying 
with Chapter 9. 
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2405.9.5 Use of air pressure. Air under pressure shall not 
be used to fill or agitate oil in tanks. 


2405.10 Flow-coating operations. Flow-coating’ operations 
shall comply with the requirements for dip tanks. The area of 
the sump and any areas on which paint flows shall be consid- 
ered to be the area of a dip tank. 


2405.10.1 Paint supply. Paint shall be supplied by a grav- 
ity tank not exceeding 10 gallons (38 L) in capacity or by 
direct low-pressure pumps arranged to shut down automat- 
ically in case of a fire by means of approved heat-actuated 
devices. 


2405.11 Roll-coating operations. Roll-coating operations 
shall comply with Section 2405.10. In roll-coating operations 
utilizing flammable or combustible liquids, sparks from static 
electricity shall be prevented by electrically bonding and 
grounding all metallic rotating and other parts of machinery 
and equipment and by the installation of static collectors, or 
by maintaining a conductive atmosphere such as a high rela- 
tive humidity. 


SECTION 2406 
POWDER COATING 


2406.1 General. Operations using finely ground particles of 
protective finishing material applied in dry powder form by a 
fluidized bed, an electrostatic fluidized bed, powder spray 
guns or electrostatic powder spray guns shall comply with 
Sections 2406.2 through 2406.7. In addition, Section 2407 
shall apply to fixed electrostatic equipment used in powder 
coating operations. 


2406.2 Location. Powder coating operations shall be 
conducted in enclosed powder coating rooms, enclosed 
powder coating facilities that are ventilated or ventilated 
spray booths. 


2406.3 Construction of powder coating rooms and booths. 
Powder coating rooms shall be constructed of noncombusti- 
ble materials. Spray booths shall be constructed in 
accordance with Section 2404.3.3. 


Exception: Listed spray-booth assemblies that are 
constructed of other materials shall be allowed. 


2406.4 Fire protection. Areas used for powder coating shall 
be protected by an approved automatic fire-extinguishing 
system complying with Chapter 9. 


2406.4.1 Additional protection for fixed systems. Auto- 
mated powder application equipment shall be protected by 
the installation of an approved, supervised flame detection 
apparatus that shall react to the presence of flame within 
0.5 second and shall accomplish all of the following: 


1. Shutting down of energy supplies (electrical and 
compressed air) to conveyor, ventilation, applica- 
tion, transfer and powder collection equipment. 


2. Closing of segregation dampers in associated 
ductwork to interrupt airflow from application 
equipment to powder collectors. 


3. Activation of an alarm that is audible throughout the 
powder coating room or booth. 
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2406.4.2 Fire extinguishers. Portable fire extinguishers 
complying with Section 906 shall be provided for areas 
used for powder coating in accordance with the require- 
ments for an extra-hazard occupancy. 


2406.5 Operation and maintenance. Powder coating areas 
shall be kept free from the accumulation of powder coating 
dusts, including horizontal surfaces such as ledges, beams, 
pipes, hoods, booths and floors. 


2406.5.1 Cleaning. Surfaces shall be cleaned in such a 
manner so as to avoid scattering dusts to other places or 
creating dust clouds. Vacuum sweeping equipment shall 
be of a type approved for use in hazardous locations. 


2406.6 Sources of ignition. Control of sources of ignition 
shall be in accordance with Section 2403.2 and Sections 
2406.6.1 through 2406.6.4. 


2406.6.1 Drying, curing and fusion equipment. Drying, 
curing and fusion equipment shall comply with Chapter 
30. 


2406.6.2 Spark-producing metals. Iron or spark-produc- 
ing metals shall be prevented from being introduced into 
the powders being applied by magnetic separators, filter- 
type separators or by other approved means. 


2406.6.3 Preheated parts. When parts are heated prior to 
coating, the temperature of the parts shall not exceed the 
ignition temperature of the powder to be used. 


2406.6.4 Grounding and bonding. Precautions shall be 
taken to minimize the possibility of ignition by static elec- 
trical sparks through static bonding and grounding, where 
possible, of powder transport, application and recovery 
equipment. 


2406.7 Ventilation. Exhaust ventilation shall be sufficient to 
maintain the atmosphere below one-half the minimum explo- 
sive concentration for the material being applied. 
Nondeposited, air-suspended powders shall be removed 
through exhaust ducts to the powder recovery system. 


SECTION 2407 
ELECTROSTATIC APPARATUS 


2407.1 General. Electrostatic apparatus and devices used in 
connection with paint-spraying and paint-detearing opera- 
tions shall be of an approved type. 


2407.2 Location and clear space. A space of not less than 
twice the sparking distance shall be maintained between 
goods being painted or deteared and electrodes, electrostatic 
atomizing heads or conductors. The equipment manufac- 
turer’s operating instructions shall be consulted to determine 
the sparking distance of the equipment involved. A sign stat- 
ing the sparking distance shall be conspicuously posted near 
the assembly. 


Exception: Portable electrostatic paint-spraying apparatus 
listed for use in Class I, Division 1, locations. 


2407.3 Construction of equipment. Electrodes and electro- 
static atomizing heads shall be of approved construction, 
rigidly supported in permanent locations and effectively insu- 
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lated from ground. Insulators shall be nonporous and 
noncombustible. 


Exception: Portable electrostatic paint-spraying apparatus 
listed for use in Class I, Division 1, locations. 


2407.3.1 Barriers. Booths, fencing, railings or guards 
shall be placed about the equipment such that either by 
their location or character, or both, isolation of the process 
is maintained from plant storage and personnel. Railings, 
fencing and guards shall be of conductive material, 
adequately grounded, and not less than 5 feet (1524 mm) 
from processing equipment. 


Exception: Portable electrostatic paint-spraying appa- 
ratus listed for use in Class I, Division 1, locations. 


2407.4 Fire protection. Areas used for electrostatic spray 
finishing with fixed equipment shall be protected with an 
approved automatic fire-extinguishing system complying 
with Chapter 9 and Section 2407.4.1. 


2407.4.1 Protection for automated liquid electrostatic 
spray application equipment. Automated liquid electro- 
static spray application equipment shall be protected by 
the installation of an approved, supervised flame detection 
apparatus that shall, in the event of ignition, react to the 
presence of flame within 0.5 second and shall accomplish 
all of the following: 


1. Activation of a local alarm in the vicinity of the 
spraying operation and activation of the building 
alarm system, if such a system is provided. 


2. Shutting down of the coating material delivery sys- 
tem. 


3. Termination of all spray application operations. 


4. Stopping of conveyors into and out of the flammable 
vapor areas. 


5. Disconnection of power to the high-voltage ele- 
ments in the flammable vapor areas and disconnec- 
tion of power to the system. 


2407.5 Housekeeping, maintenance and storage of 
hazardous materials. Housekeeping, maintenance, storage 
and use of hazardous materials shall be in accordance with 
Sections 2403.3, 2403.4 and Sections 2407.5.1 and 2407.5.2. 


2407.5.1 Maintenance. Insulators shall be kept clean and 
dry. Drip plates and screens subject to paint deposits shall 
be removable and taken to a safe place for cleaning. 
Grounds and bonding means for the paint-spraying appa- 
ratus and all associated equipment shall be periodically 
cleaned and maintained free of overspray. 


2407.5.2 Signs. Signs shall be posted to provide the 
following information: 


1. Designate the process zone as dangerous with 
respect to fire and accident. 


2. Identify the grounding requirements for all electri- 
cally conductive objects in the flammable vapor 
area, including persons. 


3. Restrict access to qualified personnel only. 
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2407.6 Sources of ignition. Transformers, power packs, 
control apparatus and all other electrical portions of the 
equipment, except high-voltage grids and electrostatic atom- 
izing heads and connections, shall be located outside of the 
flammable vapor areas or shall comply with Section 2403.2. 


2407.7 Ventilation. The flammable vapor area shall be venti- 
lated in accordance with Section 2404.7. 


2407.8 Emergency shutdown. Electrostatic apparatus shall 
be equipped with automatic controls operating without time 
delay to disconnect the power supply to the high-voltage 
transformer and signal the operator under any of the follow- 
ing conditions: 


1. Stoppage of ventilating fans or failure of ventilating 
equipment from any cause. 


2. Stoppage of the conveyor carrying articles past the 
high-voltage grid. 


3. Occurrence of a ground or an imminent ground at any 
point of the high-voltage system. 


4, Reduction of clearance below that required in Section 
2407.2. 


2407.9 Ventilation interlock. Hand electrostatic equipment 
shall be interlocked with the ventilation system for the spray- 
ing area so that the equipment cannot be operated unless the 
ventilating system is in operation. 


SECTION 2408 
ORGANIC PEROXIDES AND 
DUAL-COMPONENT COATINGS 


2408.1 General. Spraying operations involving the use of 
organic peroxides and other dual-component coatings shall 
be in accordance with the requirements of Section 2403 and 
Sections 2408.2 through 2408.5. 


2408.2 Use of organic peroxide coatings. Spraying opera- 
tions involving the use of organic peroxides and other dual- 
component coatings shall be conducted in approved sprin- 
klered spray booths complying with Section 2404.3.3. 


2408.3 Equipment. Spray guns and related handling equip- 
ment used with organic peroxides shall be of a type 
manufactured for such use. 


2408.3.1 Pressure tanks. Separate pressure vessels and 
inserts specifically for the application shall be used for the 
resin and for the organic peroxide, and shall not be inter- 
changed. Organic peroxide pressure tank inserts shall be 
constructed of stainless steel or polyethylene. 


2408.4 Housekeeping, maintenance, storage and use of 
hazardous materials. Housekeeping, maintenance, storage 
and use of hazardous materials shall be in accordance with 
Sections 2403.3 and 2403.4 and Sections 2408.4.1 through 
2408.4.7. 


2408.4.1 Contamination prevention. Organic peroxide 
initiators shall not be contaminated with foreign 
substances. 


2408.4.2 Spilled material. Spilled organic peroxides shall 
be promptly removed and any residue thereof promptly 
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eliminated. Spilled material absorbed by using a noncom- ¢ 
bustible absorbent shall be promptly disposed of in — 
accordance with the manufacturer’s recommendation. 


2408.4.3 Residue control. Materials shall not be contami- 
nated by dusts and overspray residues resulting from the 
sanding or spraying of finishing materials containing 
organic peroxides. 


2408.4.4 Handling. Handling of organic peroxides shall 
be conducted in a manner that avoids shock and friction 
that produces decomposition and violent reaction hazards. 


2408.4.5 Mixing. Organic peroxides shall not be mixed 
directly with accelerators or promoters. 


2408.4.6 Personnel qualifications. Personnel working 
with organic peroxides and dual-component coatings shall 
be specifically trained to work with these materials. 


2408.4.7 Storage. The storage of organic peroxides shall 
comply with Chapter 62. 


2408.5 Sources of ignition. Only nonsparking tools shall be 
used in areas where organic peroxides are stored, mixed or 
applied. 


SECTION 2409 
INDOOR MANUFACTURING 
OF REINFORCED PLASTICS 


2409.1 General. Indoor manufacturing processes involving 
spray or hand application of reinforced plastics and using 
more than 5 gallons (19 L) of resin in a 24-hour period shall 
be in accordance with Sections 2409.2 through 2409.6.1. 


2409.2 Resin application equipment. Equipment used for 
spray application of resin shall be installed and used in accor- 
dance with Section 2408 and Sections 2409.3 through 
2409.6.1. 


2409.3 Fire protection. Resin application areas shall be 
protected by an automatic sprinkler system. The sprinkler 
system design shall be not less than that required for Ordinary 
Hazard, Group 2, with a minimum design area of 3,000 
square feet (279 m’). Where the materials or storage arrange- 
ments are required by other regulations to be provided with a 
higher level of sprinkler system protection, the higher level of 
sprinkler system protection shall be provided. 


2409.4 Housekeeping, maintenance, storage and use of 
hazardous materials. Housekeeping, maintenance, storage 
and use of hazardous materials shall be in accordance with 
Sections 2403.3 and 2403.4 and Sections 2409.4.1 through 
2409.4.3. 


2409.4.1 Handling of excess catalyzed resin. A noncom- 
bustible, open-top container shall be provided for disposal 
of excess catalyzed resin. Excess catalyzed resin shall be 
drained into the container while still in the liquid state. 
Enough water shall be provided in the container to main- 
tain a minimum 2-inch (51 mm) water layer over the 
contained resin. 


2409.4.2 Control of overchop. In areas where chopper 
guns are used, exposed wall and floor surfaces shall be 
covered with paper, polyethylene film or other approved 
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material to allow for removal of overchop. Overchop shall 
be allowed to cure for not less than 4 hours prior to 
removal. 


2409.4.2.1 Disposal. Following removal, used wall and 
floor covering materials required by Section 2409.4.2 
shall be placed in a noncombustible container and 
removed from the facility. 


2409.4.3 Storage and use of hazardous materials. Stor- 
age and use of organic peroxides shall be in accordance 
with Section 2408 and Chapter 62. Storage and use of 
flammable and combustible liquids shall be in accordance 
with Chapter 57. Storage and use of unstable (reactive) 
materials shall be in accordance with Chapter 66. 


2409.5 Sources of ignition in resin application areas. 
Sources of ignition in resin application areas shall comply 
with Section 2403.2. 


2409.6 Ventilation. Mechanical ventilation shall be provided 
throughout resin application areas in accordance with Section 
2404.7. The ventilation rate shall be adequate to maintain the 
concentration of flammable vapors in the resin application 
area at or below 25 percent of the LFL. 


Exception: Mechanical ventilation is not required for 
buildings that have 75 percent of the perimeter 
unenclosed. 


2409.6.1 Local ventilation. Local ventilation shall be 
provided inside of workpieces where personnel will be 
under or inside of the workpiece. 


SECTION 2410 
FLOOR SURFACING AND FINISHING OPERATIONS 


2410.1 Scope. Floor surfacing and finishing operations 
exceeding 350 square feet (33 m’) and using Class I or II 
liquids shall comply with Sections 2410.2 through 2410.5. 


2410.2 Mechanical system operation. Heating, ventilation 
and air-conditioning systems shall not be operated during 
resurfacing or refinishing operations or within 4 hours of the 
application of flammable or combustible liquids. 


2410.3 Business operation. Floor surfacing and finishing 
operations shall not be conducted while an establishment is 
open to the public. 


2410.4 Ignition sources. The power shall be shut down to all 
electrical sources of ignition within the flammable vapor 
area, unless those devices are classified for use in Class I, 
Division 1, hazardous locations. 


2410.5 Ventilation. To prevent the accumulation of flamma- 
ble vapors, mechanical ventilation at a minimum rate of 1 
cubic foot per minute per square foot [0.00508 m? /(s x m’)] 
of area being finished shall be provided. Such exhaust shall 
be by approved temporary or portable means. Vapors shall be 
exhausted to the exterior of the building. 
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CHAPTER 25 
FRUIT AND CROP RIPENING 


User note: 


About this chapter: Chapter 25 provides guidance that is intended to reduce the likelihood of explosions resulting from improper use or 
handling of ethylene gas used for crop ripening and coloring processes. This is accomplished by regulating ethylene gas generation, regulat- 
ing storage and distribution systems and controlling ignition sources. Design and construction of facilities for fruit and crop ripening are 
regulated by the California Building Code to reduce the impact of potential accidents to people and buildings. 


SECTION 2501 
GENERAL 


2501.1 Scope. Ripening processes where ethylene gas is 
introduced into a room to promote the ripening of fruits, 
vegetables and other crops shall comply with this chapter. 


Exception: Mixtures of ethylene and one or more inert 
gases in concentrations that prevent the gas from reaching 
greater than 25 percent of the lower explosive limit (LEL) 
when released to the atmosphere. 


2501.2 Permits. Permits shall be required as set forth in 
Section 105.5. 


2501.3 Ethylene generators. Approved ethylene generators 
shall be operated and maintained in accordance with Section 
2506. 


SECTION 2502 
DEFINITIONS 


2502.1 Terms defined in Chapter 2. Words and terms used 
in this chapter and defined in Chapter 2 shall have the mean- 
ings ascribed to them as defined therein. 


SECTION 2503 
ETHYLENE GAS 


2503.1 Location. Ethylene gas shall be discharged only into 
approved rooms or enclosures designed and constructed for 
this purpose. 

2503.2 Dispensing. Valves controlling discharge of ethylene 
shall provide positive and fail-closed control of flow and 
shall be set to limit the concentration of gas in air below 
1,000 parts per million (ppm). 


SECTION 2504 
SOURCES OF IGNITION 


2504.1 Ignition prevention. Sources of ignition shall be 
controlled or protected in accordance with this section and 
Chapter 3. 


2504.2 Electrical wiring and equipment. Electrical wiring 
and equipment, including luminaires, shall be approved for 
use in Class I, Division 2, Group C hazardous (classified) 
locations. 
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2504.3 Static electricity. Containers, piping and equipment 
used to dispense ethylene shall be bonded and grounded to 
prevent the discharge of static sparks or arcs. 


2504.4 Lighting. Lighting shall be by approved electric 
lamps or luminaires only. 


2504.5 Heating. Heating shall be by indirect means utilizing 
low-pressure steam, hot water or warm air. 


Exception: Electric or fuel-fired heaters approved for use 
in hazardous (classified) locations and that are installed 
and operated in accordance with the applicable provisions 
of the California Electrical Code, the California Mechani- 
cal Code or the California Plumbing Code. 


SECTION 2505 
COMBUSTIBLE WASTE 


2505.1 Housekeeping. Empty boxes, cartons, pallets and 
other combustible waste shall be removed from ripening 
rooms or enclosures and disposed of at regular intervals in 
accordance with Chapter 3. 


SECTION 2506 
ETHYLENE GENERATORS 


2506.1 Ethylene generators. Ethylene generators shall be 
listed and labeled by an approved testing laboratory, 
approved by the fire code official and used only in approved 
rooms in accordance with the ethylene generator manufac- 
turer’s instructions. The listing evaluation shall include 
documentation that the concentration of ethylene gas does not 
exceed 25 percent of the lower explosive limit (LEL). 


2506.2 Ethylene generator rooms. Ethylene generators shall 
be used in rooms having a volume of not less than 1,000 
cubic feet (28 m*). Rooms shall have air circulation to ensure 
even distribution of ethylene gas and shall be free from 
sparks, open flames or other ignition sources. 


SECTION 2507 
WARNING SIGNS 


2507.1 Where required. Approved warning signs indicating 
the danger involved and necessary precautions shall be 
posted on all doors and entrances to the premises. 
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CHAPTER 26 
FUMIGATION AND INSECTICIDAL FOGGING 


User note: 


About this chapter: Chapter 26 regulates fumigation and insecticidal fogging operations that use toxic pesticide chemicals to kill insects, 
rodents and other vermin. Fumigants and insecticidal fogging agents pose little hazard if properly applied; however, the inherent toxicity of all 
these agents and the potential flammability of some make special precautions necessary when they are used. Requirements of this chapter 
are intended to protect both the public and fire fighters from hazards associated with these products. 


SECTION 2601 
GENERAL 


2601.1 Scope. Fumigation and insecticidal fogging opera- 
tions within buildings, structures and spaces shall comply 
with this chapter. 


2601.2 Permits. Permits shall be required as set forth in 
Section 105.5. 


SECTION 2602 
DEFINITIONS 


2602.1 Definitions. The following terms are defined in Chap- 
ter 2: 


FUMIGANT. 
FUMIGATION. 
INSECTICIDAL FOGGING. 


SECTION 2603 
FIRE SAFETY REQUIREMENTS 


2603.1 General. Buildings, structures and spaces in which 
fumigation and insecticidal fogging operations are conducted 
shall comply with the fire protection and safety requirements 
of Sections 2603.2 through 2603.7. 


2603.2 Sources of ignition. Fires, open flames and similar 
sources of ignition shall be eliminated from the space under 
fumigation or insecticidal fogging. Heating, where needed, 
shall be of an approved type. 


2603.2.1 Electricity. Electricity in any part of the build- 
ing, structure or space where operation of switches or 
electrical devices, equipment or systems could serve as a 
source of ignition shall be shut off. 


Exception: Circulating fans that have been specifically 
designed for utilization in hazardous atmospheres and 
installed in accordance with the California Electrical 
Code. 


2603.2.2 Electronic devices. Electronic devices, includ- 
ing portable equipment and cellular phones, shall be shut 
off. Telephone lines shall be disconnected from 
telephones. 
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2603.2.3 Duration. Sources of ignition shall be shut off 
during the fumigation activity and remain shut off until the 
ventilation required in Section 2603.6 is completed. 


2603.3 Notification. The fire code official and fire chief shall 
be notified in writing not less than 48 hours before the build- 
ing, structure or space is to be closed in connection with the 
utilization of any toxic or flammable fumigant. Notification 
shall give the location of the enclosed space to be fumigated 
or fogged, the occupancy, the fumigants or insecticides to be 
utilized, the person or persons responsible for the operation, 
and the date and time at which the operation will begin. Writ- 
ten notice of any fumigation or insecticidal fogging operation 
shall be given to all affected occupants of the building, struc- 
ture or space in which such operations are to be conducted 
with sufficient advance notice to allow the occupants to evac- 
uate the building, structure or space. Such notice shall inform 
the occupants as to the purposes, anticipated duration and 
hazards associated with the fumigation or insecticidal 
fogging operation. 


2603.3.1 Warning signs. Approved warning signs 
indicating the danger, type of chemical involved 
and necessary precautions shall be posted on all 
doors and entrances to the affected building, struc- 
ture or space and on all gangplanks and ladders 
from the deck, pier or land to a ship. Such notices 
shall be printed in red ink on a white background. 
Letters in the headlines shall be not less than 2 
inches (51 mm) in height and shall state the date 
and time of the operation, the name and address of 
the person, the name of the operator in charge, and 
a warning stating that the affected building, struc- 
ture or space shall be vacated not less than 1 hour 
before the operation begins and shall not be reen- 
tered until the danger signs have been removed by 
the proper authorities. 


2603.3.2 Breathing apparatus. Persons engaged in the 
business of fumigation or insecticidal fogging shall main- 
tain and have available approved protective breathing 
apparatus. 


2603.3.3 Watch personnel. During the period fumigation 
is in progress, except where fumigation is conducted in a 
gastight vault or tank, a responsible watchperson shall 
remain on duty at the entrance or entrances to the enclosed 
fumigated space until after the fumigation is completed 


26-3 


FUMIGATION AND INSECTICIDAL FOGGING 


and the building, structure or space is properly ventilated 
and safe for occupancy. Sufficient watchers shall be 
provided to prevent persons from entering the enclosed 
space under fumigation without being observed. 


2603.3.4 Evacuation during fumigation. Occupants of 
the building, structure or space to be fumigated, except the 
personnel conducting the fumigation, shall be evacuated 
from such building, structure or space prior to commenc- 
ing fumigation operations. 


2603.3.5 Evacuation during insecticidal fogging opera- 
tions. Occupants in the building, structure or space to be 
fogged, except the personnel conducting the insecticidal 
fogging operations, shall be evacuated from such building, 
structure or space prior to commencing fogging 
operations. 


2603.4 Insecticidal fogging liquids. Insecticidal fogging 
liquids with a flash point below 100°F (38°C) shall not be 
utilized. 


2603.5 Sealing of buildings, structures and spaces. Paper 
and other similar materials that do not meet the flame propa- 
gation performance criteria of Test Method 1 or Test Method 
2, as appropriate, of NFPA 701 shall not be used to wrap or 
cover a building, structure or space in excess of that required 
for the sealing of cracks, casements and similar openings. 


2603.5.1 Maintenance of openings. All openings to the 
building, structure or space to be fumigated or fogged 
shall be kept securely closed during such operation. 


2603.6 Venting and cleanup. At the end of the exposure 
period, fumigators shall safely and properly ventilate the 
premises and contents; properly dispose of fumigant contain- 
ers, residues, debris and other materials used for such 
fumigation; and clear obstructions from gas-fired appliance 
vents. 


2603.7 Flammable fumigants restricted. The use of carbon 
disulfide and hydrogen cyanide shall be restricted to agricul- 
tural fumigation. 
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CHAPTER 27 
SEMICONDUCTOR FABRICATION FACILITIES 


User note: 


About this chapter: Chapter 27 provides requirements that are intended to control hazards associated with the manufacture of electrical 
circuit boards or microchips, commonly called semiconductors. Though the finished product possesses no unusual hazards, materials 
commonly associated with semiconductor manufacturing are often quite hazardous and include flammable liquids, pyrophoric and flammable 
gases, toxic substances and corrosives. The requirements of this chapter are concerned with both life safety and property protection. 
However, the fire code official should recognize that the risk of extraordinary property damages is far more common than the risk of personal 
injuries from fire. Section 415.11 of the California Building Code a/so addresses these facilities that are classified as Group H-5 occupancies. 


SECTION 2701 
GENERAL 


2701.1 Scope. Semiconductor fabrication facilities and 
comparable research and development areas classified as 
Group H-5 shall comply with this chapter and the California 
Building Code. The use, storage and handling of hazardous 
materials in Group H-5 shall comply with this chapter, other 
applicable provisions of this code and the California Building 
Code. 


2701.2 Application. The requirements set forth in this chap- 
ter are requirements specific only to Group H-5 and shall be 
applied as exceptions or additions to applicable requirements 
set forth elsewhere in this code. 


2701.3 Multiple hazards. Where a material poses multiple 
hazards, all hazards shall be addressed in accordance with 
Section 5001.1. 


2701.4 Existing buildings and existing fabrication areas. 
Existing buildings and existing fabrication areas shall comply 
with this chapter, except that transportation and handling of 
HPM in corridors and enclosures for stairways and ramps 
shall be allowed where in compliance with Section 2705.3.2 
and the California Building Code. 


2701.5 Permits. Permits shall be required as set forth in 
Section 105.5. 


SECTION 2702 
DEFINITIONS 


2702.1 Definitions. The following terms are defined in Chap- 
ter 2: 


EMERGENCY CONTROL STATION. 
FABRICATION AREA. 

GAS DETECTION SYSTEM. 

HAZARDOUS PRODUCTION MATERIAL (HPM). 
HPM. 

HPM ROOM. 

PASS-THROUGH. 

SEMICONDUCTOR FABRICATION FACILITY. 
SERVICE CORRIDOR. 
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TOOL. 
WORKSTATION. 


SECTION 2703 
GENERAL SAFETY PROVISIONS 


2703.1 Emergency control station. An emergency control 
station shall be provided in accordance with Sections 
2703.1.1 through 2703.1.3. 


2703.1.1 Location. The emergency control station shall be 
located on the premises at an approved location outside the 
fabrication area. 


2703.1.2 Staffing. Trained personnel shall continuously 
staff the emergency control station. 


2703.1.3 Signals. The emergency control station shall 
receive signals from emergency equipment and alarm and 
detection systems. Such emergency equipment and alarm 
and detection systems shall include, but not be limited to, 
the following where such equipment or systems are 
required to be provided either in this chapter or elsewhere 
in this code: 


1. Automatic sprinkler system alarm and monitoring 
systems. 


. Manual fire alarm systems. 
. Emergency alarm systems. 
. Gas detection systems. 

. Smoke detection systems. 

. Emergency power systems. 
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. Automatic detection and alarm systems for pyro- 
phoric liquids and Class 3 water-reactive liquids 
required by Section 2705.2.3.4. 


8. Exhaust ventilation flow alarm devices for pyro- 
phoric liquids and Class 3 water-reactive liquids and 
cabinet exhaust ventilation systems required by Sec- 
tion 2705.2.3.4. 


2703.2 Systems, equipment and processes. Systems, equip- 
ment and processes shall be in accordance with Sections 
2703.2.1 through 2703.2.3.2. 
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2703.2.1 Application. Systems, equipment and processes 
shall include, but not be limited to, containers, cylinders, 
tanks, piping, tubing, valves and fittings. 


2703.2.2 General requirements. In addition to the 
requirements in Section 2703.2, systems, equipment and 
processes shall comply with Section 5003.2, other applica- 
ble provisions of this code, the California Building Code 
and the California Mechanical Code. 


2703.2.3 Additional requirements for HPM supply 
piping. In addition to the requirements in Section 2703.2, 
HPM supply piping and tubing for HPM gases and liquids 
shall comply with this section. 


2703.2.3.1 General requirements. The requirements 
set forth in Section 5003.2.2.2 shall apply to supply 
piping and tubing for HPM gases and liquids. 


2703.2.3.2 Health-hazard ranking 3 or 4 HPM. 
Supply piping and tubing for HPM gases and liquids 
having a health-hazard ranking of 3 or 4 shall be 
welded throughout, except for connections located 
within a ventilation enclosure if the material is a gas, or 
an approved method of drainage or containment 
provided for connections if the material is a liquid. 


2703.3 Construction requirements. Construction of semi- 
conductor fabrication facilities shall be in accordance with 
Sections 2703.3.1 through 2703.3.9. 


2703.3.1 Fabrication areas. Construction and location of 
fabrication areas shall comply with the California Building 
Code. 


2703.3.2 Pass-throughs in exit access corridors. Pass- 
throughs in exit access corridors shall be constructed in 
accordance with the California Building Code. 


2703.3.3 Liquid storage rooms. Liquid storage rooms 
shall comply with Chapter 57 and the California Building 
Code. 


2703.3.4 HPM rooms. HPM rooms shall comply with the 
California Building Code. 


2703.3.5 Gas cabinets. Gas cabinets shall comply with 
Section 5003.8.6. 


2703.3.6 Exhausted enclosures. Exhausted enclosures 
shall comply with Section 5003.8.5. 


2703.3.7 Gas rooms. Gas rooms shall comply with 
Section 5003.8.4. 


2703.3.8 Service corridors. Service corridors shall 
comply with Section 2705.3 and the California Building 
Code. 


2703.3.9 Cabinets containing pyrophoric liquids or 
water-reactive Class 3 liquids. Cabinets in fabrication 
areas containing pyrophoric liquids or Class 3 water-reac- 
tive liquids in containers or in amounts greater than '/, 
gallon (2 L) shall comply with Section 2705.2.3.4. 


2703.4 Emergency plan. An emergency plan shall be estab- 
lished as set forth in Section 403.6.1. 
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2703.5 Maintenance of equipment, c 
processes. Maintenance of equipment, machinery and 


t 


processes shall comply with Section 5003.2.6. * 


2703.6 Security of areas. Areas shall be secured in accor- 
dance with Section 5003.9.2. ; 


2703.7 Electrical wiring and equipment. Electrical wiring 
and equipment in HPM facilities shall comply with Sections 
2703.7.1 through 2703.7.3. 


2703.7.1 Fabrication areas. Electrical wiring and equip- 
ment in fabrication areas shall comply with the California 
Electrical Code. 


2703.7.2 Workstations. Electrical equipment and devices 
within 5 feet (1524 mm) of workstations in which flamma- 
ble or pyrophoric gases or flammable liquids are used shall 
comply with the California Electrical Code for Class I, 
Division 2 hazardous locations. Workstations shall not be 
energized without adequate exhaust ventilation in accor- 
dance with Section 2703.14. 


Exception: Class I, Division 2 hazardous electrical 
equipment is not required where the air removal from 
the workstation or dilution will prevent the accumula- 
tion of flammable vapors and fumes on a continuous 
basis. 


2703.7.3 Hazardous production material (HPM) 
rooms, gas rooms and liquid storage rooms. Electrical 
wiring and equipment in HPM rooms, gas rooms and 
liquid storage rooms shall comply with the California 
Electrical Code. 


2703.8 Corridors and enclosures for stairways and ramps. 
Hazardous materials shall not be used or stored in corridors 
or enclosures for stairways and ramps. 


2703.9 Service corridors. Hazardous materials shall not be 
used in an open-system use condition in service corridors. 


2703.10 Automatic sprinkler system. An approved auto- 
matic sprinkler system shall be provided in accordance with 
Sections 2703.10.1 through 2703.10.5 and Chapter 9. 


2703.10.1 Workstations and tools. The design of the 
sprinkler system in the area shall take into consideration 
the spray pattern and the effect on the equipment. 


2703.10.1.1 Combustible workstations. A sprinkler 
head shall be installed within each branch exhaust 
connection or individual plenums of workstations of 
combustible construction. The sprinkler head in the 
exhaust connection or plenum shall be located not more 
than 2 feet (610 mm) from the point of the duct connec- 
tion or the connection to the plenum. Where necessary 
to prevent corrosion, the sprinkler head and connecting 
piping in the duct shall be coated with approved or 
listed corrosion-resistant materials. Access to the sprin- 
kler head shall be provided for periodic inspection. 


Exceptions: 


1. Approved alternative automatic fire-extin- 
guishing systems are allowed. Activation of 
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such systems shall deactivate the related pro- 
cessing equipment. 


2. Process equipment that operates at tempera- 
tures exceeding 932°F (500°C) and is pro- 
vided with automatic shutdown capabilities 
for hazardous materials. 


3. Exhaust ducts 10 inches (254 mm) or less in 
diameter from flammable gas storage cabinets 
that are part of a workstation. 


4. Ducts listed or approved for use without inter- 
nal automatic sprinkler protection. 


2703.10.1.2 Combustible tools. Where the horizontal 
surface of a combustible tool is obstructed from ceiling 
sprinkler discharge, automatic sprinkler protection that 
covers the horizontal surface of the tool shall be 
provided. 


Exceptions: 


1. An automatic gaseous fire-extinguishing local 
surface application system shall be allowed as 
an alternative to sprinklers. Gaseous-extin- 
guishing systems shall be actuated by infrared 
(IR) or ultraviolet/infrared (UV/IR) optical 
detectors. 


2. Tools constructed of materials that are listed 
as Class 1 or Class 2 in accordance with UL 
2360 or approved for use without internal fire- 
extinguishing system protection. 


2703.10.2 Gas cabinets and exhausted enclosures. An 
approved automatic sprinkler system shall be provided in 
gas cabinets and exhausted enclosures containing HPM 
compressed gases. 


Exception: Gas cabinets located in an HPM room other 
than those cabinets containing pyrophoric gases. 


2703.10.3 Pass-throughs in existing exit access corri- 
dors. Pass-throughs in existing exit access corridors shall 
be protected by an approved automatic sprinkler system. 


2703.10.4 Exhaust ducts for HPM. An approved auto- 
matic sprinkler system shall be provided in exhaust ducts 
conveying gases, vapors, fumes, mists or dusts generated 
from HPM in accordance with this section and the Califor- 
nia Mechanical Code. 


2703.10.4.1 Metallic and noncombustible nonmetal- 
lic exhaust ducts. An approved automatic sprinkler 
system shall be provided in metallic and noncombusti- 
ble nonmetallic exhaust ducts where all of the 
following conditions apply: 


1. Where the largest cross-sectional diameter is 
equal to or greater than 10 inches (254 mm). 


2. The ducts are within the building. 


3. The ducts are conveying flammable gases, vapors 
or fumes. 


2703.10.4.2 Combustible nonmetallic exhaust ducts. 
An approved automatic sprinkler system shall be 
provided in combustible nonmetallic exhaust ducts 
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where the largest cross-sectional diameter of the duct is 
equal to or greater than 10 inches (254 mm). 


Exceptions: 


1, Ducts listed or approved for applications with- 
out automatic sprinkler system protection. 


2. Ducts not more than 12 feet (3658 mm) in 
length installed below ceiling level. 


2703.10.4.3 Exhaust connections and plenums of 
combustible workstations. Automatic fire-extinguish- 
ing system protection for exhaust connections and 
plenums of combustible workstations shall comply 
with Section 2703.10.1.1. 


2703.10.4.4 Exhaust duct sprinkler system require- 
ments. Automatic sprinklers installed in exhaust duct 
systems shall be hydraulically designed to provide 0.5 
gallon per minute (gpm) (1.9 L/min) over an area 
derived by multiplying the distance between the sprin- 
klers in a horizontal duct by the width of the duct. 
Minimum discharge shall be 20 gpm (76 L/min) per 
sprinkler from the five hydraulically most remote 
sprinklers. 


2703.10.4.4.1 Sprinkler head locations. Automatic 
sprinklers shall be installed at 12-foot (3658 mm) 
intervals in horizontal ducts and at changes in direc- 
tion. In vertical runs, automatic sprinklers shall be 
installed at the top and at alternate floor levels. 


2703.10.4.4.2 Control valve. A separate indicating 
control valve shall be provided for sprinklers 
installed in exhaust ducts. 


2703.10.4.4.3 Drainage. Drainage shall be provided 
to remove sprinkler water discharged in exhaust 
ducts. 


2703.10.4.4.4 Corrosive atmospheres. Where 
corrosive atmospheres exist, exhaust duct sprinklers 
and pipe fittings shall be manufactured of corrosion- 
resistant materials or coated with approved materials. 


2703.10.4.4.5 Maintenance and inspection. Access 
to sprinklers in exhaust ducts shall be provided for 
periodic inspection and maintenance. 


2703.10.5 Sprinkler alarms and supervision. Automatic 
sprinkler systems shall be electrically supervised and 
provided with alarms in accordance with Chapter 9. Auto- 
matic sprinkler system alarm and supervisory signals shall 
be transmitted to the emergency control station. 


2703.11 Manual fire alarm system. A manual fire alarm 
system shall be installed throughout buildings containing a 
Group H-5 occupancy. Activation of the alarm system shall 
initiate a local alarm and transmit a signal to the emergency 
control station. Manual fire alarm systems shall be designed 
and installed in accordance with Section 907. 


2703.12 Emergency alarm system. Emergency alarm 
systems shall be provided in accordance with Sections 
2703.12.1 through 2703.12.3, Section 5004.9 and Section 
5005.4.4. The maximum allowable quantity per control area 
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provisions of Section 5004.1 shall not apply to emergency 
alarm systems required for HPM. 


2703.12.1 Where required. Emergency alarm systems 
shall be provided in the areas indicated in Sections 
2703.12.1.1 through 2703.12.1.3. 


2703.12.1.1 Service corridors. An approved emer- 
gency alarm system shall be provided in service 
corridors, with not less than one alarm device in the 
service corridor. 


2703.12.1.2 Corridors and interior exit stairways 
and ramps. Emergency alarms for corridors, interior 
exit stairways and ramps and exit passageways shall 
comply with Section 5005.4.4. 


2703,12.1.3 Liquid storage rooms, HPM rooms and 
gas rooms. Emergency alarms for liquid storage 
rooms, HPM rooms and gas rooms shall comply with 
Section 5004.9, 


2703.12.2 Alarm-initiating devices. An approved emer- 
gency telephone system, local alarm manual pull stations, 
or other approved alarm-initiating devices are allowed to 
be used as emergency alarm-initiating devices. 


2703.12.3 Alarm signals. Activation of the emergency 
alarm system shall sound a local alarm and transmit a 
signal to the emergency control station. 


2703.13 Gas detection systems. A gas detection system 
complying with Section 916 shall be provided for HPM gases 
where the physiological warning threshold level of the gas is 
at a higher level than the accepted permissible exposure limit 
(PEL) for the gas and for flammable gases in accordance with 
Sections 2703.13.1 through 2703.13.2.2. 


2703.13.1 Where required. A gas detection system shall 
be provided in the areas identified in Sections 2703.13.1.1 
through 2703.13.1.4. 


2703.13.1.1 Fabrication areas, A gas detection system 
shall be provided in fabrication areas where HPM gas is 
used in the fabrication area. 


2703.13.1.2 HPM rooms. A gas detection system shall 
be provided in HPM rooms where HPM gas is used in 
the room. 


2703.13.1.3 Gas cabinets, exhausted enclosures and 
gas rooms. A gas detection system shall be provided in 
gas cabinets and exhausted enclosures for HPM gas. A 
gas detection system shall be provided in gas rooms 
where HPM gases are not located in gas cabinets or 
exhausted enclosures. 


2703.13.1.4 Corridors. Where HPM gases are trans- 
ported in piping placed within the space defined by the 
walls of a corridor and the floor or roof above the corri- 
dor, a gas detection system shall be provided where 
piping is located and in the corridor. 


Exception: A gas detection system is not required 
for occasional transverse crossings of the corridors 
by supply piping that is enclosed in a ferrous pipe or 
tube for the width of the corridor. 


2703.13.2 Gas detection system operation. The gas 
detection system shall be capable of monitoring the room, 
area or equipment in which the HPM gas is located at or 
below all the following gas concentrations: 


1. Immediately dangerous to life and health (IDLH) 
values where the monitoring point is within an 
exhausted enclosure, ventilated enclosure or gas 
cabinet. 


2. Permissible exposure limit (PEL) levels where the 
monitoring point is in an area outside an exhausted 
enclosure, ventilated enclosure or gas cabinet. 


3. For flammable gases, the monitoring detection thresh- 
old level shall be vapor concentrations in excess of 25 
percent of the lower flammable limit (LFL) where the 
monitoring is within or outside an exhausted enclo- 
sure, ventilated enclosure or gas cabinet. 


4, Except as noted in this section, monitoring for 
highly toxic and toxic gases shall also comply with 
Chapter 60. 


2703.13.2.1 Alarms. The gas detection system shall 
initiate a local alarm and transmit a signal to the emer- 
gency control station when a short-term hazard 
condition is detected. The alarm shall be both visible 
and audible and shall provide warning both inside and 
outside the area where the gas is detected. The audible 
alarm shall be distinct from all other alarms. 


2703.13,2.2 Shut off of gas supply. The gas detection 
system shall automatically close the shutoff valve at the 
source on gas supply piping and tubing related to the 
system being monitored for which gas is detected when 
a short-term hazard condition is detected. Automatic 
closure of shutoff valves shall comply with the 
following: 


1. Where the gas-detection sampling point initiating 
the gas detection system alarm is within a gas 
cabinet or exhausted enclosure, the shutoff valve 
in the gas cabinet or exhausted enclosure for the 
specific gas detected shall automatically close. 


2. Where the gas-detection sampling point initiating 
the gas detection system alarm is within a room 
and compressed gas containers are notin gas cab- 
inets or exhausted enclosure, the shutoff valves 
on all gas lines for the specific gas detected shall 
automatically close. 


3. Where the gas-detection sampling point initiating 
the gas detection system alarm is within a piping 
distribution manifold enclosure, the shutoff valve 
supplying the manifold for the compressed gas 
container of the specific gas detected shall auto- 
matically close. 


Exception: Where the gas-detection sampling point 
initiating the gas detection system alarm is at the use 
location or within a gas valve enclosure of a branch 
line downstream of a piping distribution manifold, 
the shutoff valve for the branch line located in the 
piping distribution manifold enclosure shall automat- 
ically close. 
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2703.14 Exhaust ventilation systems for HPM. Exhaust 
ventilation systems and materials for exhaust ducts utilized 
for the exhaust of HPM shall comply with Sections 2703.14.1 
through 2703.14.3, other applicable provisions of this code, 
the California Building Code and the California Mechanical 
Code. 


2703.14.1 Where required. Exhaust ventilation systems 
shall be provided in the following locations in accordance 
with the requirements of this section and the California 
Building Code: 


1. Fabrication areas: Exhaust ventilation for fabrication 
areas shall comply with the California Building 
Code. The fire code official is authorized to require 
additional manual control switches. 


2. Workstations: A ventilation system shall be pro- 
vided to capture and exhaust gases, fumes and 
vapors at workstations. 


3. Liquid storage rooms: Exhaust ventilation for liquid 
storage rooms shall comply with Section 5004.3.1 
and the California Building Code. 


4. HPM rooms: Exhaust ventilation for HPM rooms 
shall comply with Section 5004.3.1 and the Califor- 
nia Building Code. 


5. Gas cabinets: Exhaust ventilation for gas cabinets 
shall comply with Section 5003.8.6.2. The gas cabi- 
net ventilation system is allowed to connect to a 
workstation ventilation system. Exhaust ventilation 
for gas cabinets containing highly toxic or toxic 
gases shall also comply with Chapter 60. 


6. Exhausted enclosures: Exhaust ventilation for 
exhausted enclosures shall comply with Section 
5003.8.5.2. Exhaust ventilation for exhausted enclo- 
sures containing highly toxic or toxic gases shall 
also comply with Chapter 60. 


7. Gas rooms: Exhaust ventilation for gas rooms shall 
comply with Section 5003.8.4.2. Exhaust ventilation 
for gas rooms containing highly toxic or toxic gases 
shall also comply with Chapter 60. 


8. Cabinets containing pyrophoric liquids or Class 3 
water-reactive liquids: Exhaust ventilation for cabi- 
nets in fabrication areas containing pyrophoric liq- 
uids or Class 3 water-reactive liquids shall be as 
required in Section 2705.2.3.4. 


2703.14.2 Penetrations. Exhaust ducts penetrating fire 
barriers constructed in accordance with Section 707 of the 
California Building Code or horizontal assemblies 
constructed in accordance with Section 711 of the Califor- 
nia Building Code shall be contained in a shaft of 
equivalent fire-resistance-rated construction. Exhaust 
ducts shall not penetrate fire walls. Fire dampers shall not 
be installed in exhaust ducts. 


2703.14.3 Treatment systems. Treatment systems for 
highly toxic and toxic gases shall comply with Chapter 60. 
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2703.15 Emergency power system. An emergency power 
system shall be provided in Group H-5 occupancies in accor- 
dance with Section 1203. The emergency power system shall 
supply power automatically to the electrical systems speci- 
fied in Section 2703.15.1 when the normal supply system is 
interrupted. 


2703.15.1 Required electrical systems. Emergency 
power shall be provided for electrically operated equip- 
ment and connected control circuits for the following 
systems: 


1. HPM exhaust ventilation systems. 

HPM gas cabinet ventilation systems. 

HPM exhausted enclosure ventilation systems. 
HPM gas room ventilation systems. 

HPM gas detection systems. 

Emergency alarm systems. 

Manual fire alarm systems. 
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Automatic sprinkler system monitoring and alarm 
systems, 


9. Automatic alarm and detection systems for pyro- 
phoric liquids and Class 3 water-reactive liquids 
required in Section 2705.2.3.4. 


10. Flow alarm switches for pyrophoric liquids and 
Class 3 water-reactive liquids cabinet exhaust ven- 
tilation systems required in Section 2705.2.3.4. 


11. Electrically operated systems required elsewhere 
in this code or in the California Building Code 
applicable to the use, storage or handling of 
HPM. 


2703.15.2 Exhaust ventilation systems. Exhaust ventila- 
tion systems are allowed to be designed to operate at not 
less than one-half the normal fan speed on the emergency 
power system where it is demonstrated that the level of 
exhaust will maintain a safe atmosphere. 


2703.16 Sub-atmospheric pressure gas systems. Sub-atmo- 
spheric pressure gas systems (SAGS) shall be in accordance 
with NFPA 318. 


SECTION 2704 
STORAGE 


2704.1 General. Storage of hazardous materials shall comply 
with Section 2703 and this section and other applicable provi- 
sions of this code. 


2704.2 Fabrication areas. Hazardous materials storage and 
the maximum quantities of hazardous materials in use and 
storage allowed in fabrication areas shall be in accordance 
with Sections 2704.2.1 through 2704.2.2.1. 


2704.2.1 Location of HPM storage in fabrication areas. 
Storage of HPM in fabrication areas shall be within 
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approved or listed storage cabinets, gas cabinets, 
exhausted enclosures or within a workstation as follows: 


1. Flammable and combustible liquid storage cabinets 
shall comply with Section 5704.3.2. 


2. Hazardous materials storage cabinets shall comply 
with Section 5003.8.7. 


3. Gas cabinets shall comply with Section 5003.8.6. 
Gas cabinets for highly toxic or toxic gases shall 
also comply with Section 6004.1.2. 


4. Exhausted enclosures shall comply with Section 
5003.8.5. Exhausted enclosures for highly toxic or 
toxic gases shall also comply with Section 6004.1.3. 


5. Workstations shall comply with Section 2705.2.3. 


2704.2.2 Maximum aggregate quantities in fabrication 
areas. The aggregate quantities of hazardous materials 
stored or used in a single fabrication area shall be limited 
as specified in this section. 


Exception: Fabrication areas containing quantities of 
hazardous materials not exceeding the maximum 
allowable quantities per control area established by 
Sections 5003.1.1, 5704.3.4 and 5704.3.5. 


2704,2.2.1 Storage and use in fabrication areas. The 
maximum quantities of hazardous materials stored or 
used in a single fabrication area shall not exceed the 
quantities set forth in Table 2704.2.2.1. 


2704.3 Indoor storage outside of fabrication areas. The 
indoor storage of hazardous materials outside of fabrication 
areas shall be in accordance with Sections 2704.3.1 through 
2704.3.3. 


2704.3.1 HPM storage. The indoor storage of HPM in 
quantities greater than those listed in Sections 5003.1.1 
and 5704.3.4 shall be in a room complying with the 
requirements of the California Building Code and this 
code for a liquid storage room, HPM room or gas room as 
appropriate for the materials stored. 


2704.3.2 Other hazardous materials storage. The indoor 
storage of other hazardous materials shall comply with 
Sections 5001, 5003 and 5004 and other applicable provi- 
sions of this code. 


2704.3.3 Separation of incompatible hazardous materi- 
als. Incompatible hazardous materials in storage shall be 
separated from each other in accordance with Section 
5003.9.8. 


SECTION 2705 
USE AND HANDLING 


2705.1 General. The use and handling of hazardous materi- 
als shall comply with this section, Section 2703 and other 
applicable provisions of this code. 


2705.2 Fabrication areas. The use of hazardous materials in 
fabrication areas shall be in accordance with Sections 
2705.2.1 through 2705.2.3.4. * 


2705.2.1 Location of HPM in use in fabrication areas. 
Hazardous production materials in use in fabrication areas 
shall be within approved or listed gas cabinets, exhausted 
enclosures or a workstation. 


2705.2.2 Maximum aggregate quantities in fabrication 
areas. The aggregate quantities of hazardous materials in 
a single fabrication area shall comply with Section 
2704.2.2 and Table 2704.2.2.1. The quantity of HPM in 
use at a workstation shall not exceed the quantities listed 
in Table 2705.2.2. 


2705.2.3 Workstations. Workstations in fabrication areas 
shall be in accordance with Sections 2705.2.3.1 through 
2705.2.3.4. 


2705.2.3.1 Construction. Workstations in fabrication 
areas shall be constructed of materials compatible with 
the materials used and stored at the workstation. The 
portion of the workstation that serves as a cabinet for 
HPM gases, Class I flammable liquids or Class II or 
Class IIIA combustible liquids shall be noncombustible 
and, if of metal, shall be not less than 0.0478-inch (18 
gage) (1.2 mm) steel. 


2705.2.3.2 Protection of vessels. Vessels containing 
hazardous materials located in or connected to a work- 
station shall be protected as follows: 


1. HPM: Vessels containing HPM shall be protected 
from physical damage and shall not project from 
the workstation. 


2. Hazardous cryogenic fluids, gases and liquids: 
Hazardous cryogenic fluid, gas and liquid vessels 
located within a workstation shall be protected 
from seismic forces in an approved manner in 
accordance with the California Building Code. 


3. Compressed gases: Protection for compressed 
gas vessels shall also comply with Section 
530325: 


4, Cryogenic fluids: Protection for cryogenic fluid 
vessels shall also comply with Section 5503.5. 


2705.2.3.3 Drainage and containment’ for HPM 
liquids. Each workstation utilizing HPM liquids shall 
have all of the following: 


1, Drainage piping systems connected to a compati- 
ble system for disposition of such liquids. 


2. The work surface provided with a slope or other 
means for directing spilled materials to the con- 
tainment or drainage system. 


3. An approved means of containing or directing 
spilled or leaked liquids to the drainage system. 
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TABLE 2704.2.2.1 
QUANTITY LIMITS FOR HAZARDOUS MATERIALS IN A SINGLE FABRICATION AREA IN GROUP H-5* 


SOLIDS LIQUIDS GAS 
HAZARD CATEGORY (pounds per square foot) (gallons per square foot) | (cubic feet @ NTP per square foot) 


Physical-Hazard Materials 


Combustible dust Not Applicable Not Applicable 


Combustible fiber 
Loose 
Baled 


Combustible liquid 
Class II 0.01 
Class INA Not Applicable 0.02 Not Applicable 
Class IIIB Not Limited 
Combination Class I, II and IIIA 0.04 

Cryogenic gas 
Flammable Not Applicable Not Applicable 
Oxidizing 


Note b 
Notes b and c 


Not Applicable Not Applicable 


Flammable gas 
Gaseous 
Liquefied 


Not Applicable Not Applicable 


Flammable liquid 
Class IA 
Class IB 
Class IC 
Combination Class IA, IB and IC 
Combination Class I, II and IIIA 


Flammable solid 0.001 Not Applicable Not Applicable 


Organic peroxide 
Unclassified detonable Note b 
Class I Note b 
Class II 0.025 Not Applicable Not Applicable 
Class IIT 04 
Class IV Not Limited 
Class V Not Limited 
Oxidizing gas 
Gaseous 
Liquefied 
Combination of gaseous and liquefied 


Not Applicable Not Applicable 


Not Applicable Not Applicable 


Oxidizer 
Class 4 
Class 3 
Class 2 
Class 1 
Combination Class 1, 2, 3 


Unstable (reactive) 


Not Applicable 


Class 4 Note b Note b Note b 
Class 3 0.025 0.0025 Note b 
Class 2 0.1 0.01 Note b 
Class 1 Not Limited Not Limited Not Limited 


Water reactive 


Class 3 0.01! 0.00125 . 

bl 
Class 2 0.25 0,025 Sore eat 
Class | Not Limited Not Limited 


(continued) 
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TABLE 2704.2.2.1—continued - 
QUANTITY LIMITS FOR HAZARDOUS MATERIALS IN A SINGLE FABRICATION AREA IN GROUP H-5? 


SOLIDS LIQUIDS GAS 
HAZARD CATEGURY (pounds per square foot) (gallons per square foot) (cubic feet @ NTP per square foot) 


Health-Hazard Materials 


For SI: 1 pound = 0.454 kg, 1 pound per square foot = 4.882 kg/m’, 1 gallon per square foot = 40.7 L/m’, 1 cubic foot @ NTP/square foot = 0.305 m’ @ NTP/m’, 

1 cubic foot = 0.02832 m’. 

a. Hazardous materials within piping shall not be included in the calculated quantities. 

b. Quantity of hazardous materials in a single fabrication area shall not exceed the maximum allowable quantities per control area in Tables 5003.1.1(1) and 
5003.1.1(2). 

c, Densely packed baled cotton that complies with the packing requirements of ISO 8115 shall not be included in this material class. 

d. The aggregate quantity of flammable, pyrophoric, toxic and highly toxic gases shall not exceed the greater of 0.2 cubic feet at NITP/square foot or 9,000 cubic 
feet at NTP. 

e. The aggregate quantity of pyrophoric gases in the building shall not exceed the amounts set forth in Table 5003.8.2. 

| f. Quantity of Class 3 water-reactive solids in a single tool shall not exceed 1 pound. 


2705.2.3.4 Pyrophoric solids, liquids and Class 3 3.3. Low-flow or static pressure conditions 
water-reactive liquids. Pyrophoric liquids and Class 3 shall send an alarm to the on-site emer- 
water-reactive liquids in containers greater than 0,5- gency control station. The alarm shall be 
gallon (2 L) but not exceeding 5.3-gallon (20 L) capac- both visual and audible. 
ity and pyrophoric solids in containers greater than 4.4 A. Cabinet spill containment: Spill containment 
pounds (2 kg) but not exceeding 44 pounds (20 kg) shall be Bide in each Nes with the spill 
shall be allowed at workstations where located inside containment capable of holding the contents of 
cabinets and the following conditions are met: the aggregate amount of liquids in containers in 
1. Maximum amount per cabinet: The maximum each cabinet. 
amount per cabinet shall be limited to 5.3 gallons 5, Valves: Valves in supply piping between the 
(20 L) of liquids and 44 pounds (20 kg) of total product containers in gear iet eh the worksta- 
liquids and solids. tion served by the containers shall fail in the 
2. Cabinet construction: Cabinets shall be con- closed position upon power failure, loss of 
structed in accordance with the following: exhaust ventilation and upon actuation of the fire 
2.1. Cabinets shall be constructed of not less control system. 
than 0.097-inch (2.5 mm) (12 gage) 6. Fire detection system: Each cabinet shall be 
steel, equipped with an automatic fire detection system 
2.2. Cabinets shall be permitted to have self- complying with the following conditions: 
closing limited access ports or noncom- 6.1. Automatic detection system: UV/IR, 
bustible windows that provide access to high-sensitivity smoke detection 
equipment controls. (HSSD) or other approved detection sys- 
2.3. Cabinets shall be provided with self- or seaprcbaige geen eS er Y A Lt 
manual-closing doors. Manual-closing Bet 
doors shall be equipped with a door 6.2. Automatic shutoff: Activation of the 
switch that will initiate local audible and detection system shall automatically 
visual alarms when the door is in the close the shutoff valves at the source on 
open position. the liquid supply. 
3. Cabinet exhaust ventilation system: An exhaust 6.3. Alarms and signals: Activation of the 
ventilation system shall be provided for cabinets detection system shall initiate a local 
and shall comply with the following: alarm within the fabrication area and 


transmit a signal to the emergency con- 
trol station. The alarms and signals shall 
be both visual and audible. 


3.1. The system shall be designed to operate 
at a negative pressure in relation to the 
surrounding area. 

2705.3 Transportation and handling. The transportation 

SYS? . and handling of hazardous materials shall comply with 

dita aargiae poibiya obi nea he Sections 2705.3.1 through 2705.3.4.1 and other applicable 

dads provisions of this code. 


3.2, The system shall be equipped with mon- 
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TABLE 2705.2.2 
MAXIMUM QUANTITIES OF HPM AT A WORKSTATION? 


STATE 
Flammable, highly toxic, pyrophoric and Gas Combined aggregate volume of all cylinders at a workstation shall not exceed 
toxic combined an internal cylinder volume of 39.6 gallons or 5.29 cubic feet 


Liquid 15 gallons*? 
Flammable : 
oli 


was Combined aggregate volume of all cylinders at a workstation shall not exceed 
an internal cylinder volume of 39.6 gallons or 5.29 cubic feet 


Use-open system: 25 gallons? 


Corrosive Biotec 


Use-closed system: 150 gallons? ° 


Solid 20 pounds*? 
Liquid 15 gallons*® 
Highly toxic : wtitbo S 


Solid 5 pounds* 


Gan Combined aggregate volume of all cylinders at a workstation shall not exceed 
ws an internal cylinder volume of 39.6 gallons or 5.29 cubic feet 
Oxidizer Use-open system: 12 gallons” Use-closed system: 60 gallons? 


Solid 20 pounds*> 


ropnoric 


Use-open system: 15 gallons? 
: Liquid 
Toxic Use-closed system: 60 gallons? 


Unstable reactive Class 3 - 


Water-reactive Class 3 ; 
See Table 2704.2.2.1 
For SI: 1 pound = 0.454 kg, 1 gallon = 3.785 L. 


a. Maximum allowable quantities shall be increased 100 percent for closed system operations. Where Note b applies, the increase for both notes shall be allowed. 

b. Quantities shall be allowed to be increased 100 percent where workstations are internally protected with an approved automatic fire-extinguishing or 
suppression system complying with Chapter 9. Where Note a applies, the increase for both notes shall be allowed. Where Note e applies, the maximum 
increase allowed for both Notes b and ¢ shall not exceed 100 percent. 

c. Allowed only in workstations that are internally protected with an approved automatic fire-extinguishing or fire protection system complying with Chapter 9 
and compatible with the reactivity of materials in use at the workstation. 

d. The quantity limits apply only to materials classified as HPM. 

e, Quantities shall be allowed to be increased 100 percent for nonflammable, noncombustible corrosive liquids where the materials of construction for 
workstations are listed or approved for use without internal fire-extinguishing or suppression system protection. Where Note b applies, the maximum increase 
allowed for both Notes b and e shall not exceed 100 percent. 

f. A maximum quantity of 5.3 gallons of liquids and 44 pounds of total liquids and solids shall be allowed at a workstation where conditions are in accordance 
with Section 2705.2.3.4. 


2705.3.1 Corridors and enclosures for stairways and buildings, HPM is allowed to be transported in existing 
ramps. Corridors and enclosures for exit stairways and corridors where such corridors comply with Section 
ramps in new buildings or serving new fabrication areas 5003.10 of this code and Section 415.11.2 of the Cali- 
shall not contain HPM, except as permitted in corridors by fornia Building Code. 
Section 415.11.7.4 of the California Building Code and 2705.3.2.2 HPM transport in corridors and enclo- 
Section 2705.3.2 of this code. sures for stairways and ramps. Nonproduction HPM 
2705.3.2 Transport in corridors and enclosures for is allowed to be transported in corridors and enclosures 
stairways and ramps. Transport in corridors and enclo- for stairways and ramps where utilized for mainte- 
sures for stairways and ramps shall be in accordance with nance, lab work and testing when the transportation is 
Sections 2705.3.2.1 through 2705.3.3. in accordance with Section 5003.10. 
2705.3.2.1 Fabrication area alterations. Where exist- 2705.3.3 Service corridors. Where a new fabrication area 
ing fabrication areas are altered or modified in existing is constructed, a service corridor shall be provided where 
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it is necessary to transport HPM from a liquid storage ic 
room, HPM room, gas room or from the outside of a build- . 

ing to the perimeter wall of a fabrication area. Service 
corridors shall be designed and constructed in accordance 
with the California Building Code. 


2705.3.4 Carts and trucks. Carts and trucks used to trans- 
port HPM in corridors and enclosures for stairways and 
ramps shall comply with Section 5003.10.3. 


2705.3.4.1 Identification. Carts and trucks shall be 
marked to indicate the contents. 


G 


. 
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CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
CHAPTER 28 — LUMBER YARDS AND AGRO-INDUSTRIAL, 
SOLID BIOMASS AND WOODWORKING FACILITIES 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications.) 
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Adopt cola Chapter 


sections Anup below) 


Adopt only those 
sections that are 
listed below 
[California Code of 
Regulations, Title 19, 
Division 1] 
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* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division 1 text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same. 
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CHAPTER 28 


LUMBER YARDS AND AGRO-INDUSTRIAL, SOLID BIOMASS AND 
WOODWORKING FACILITIES 


User note: 


About this chapter: Chapter 28 provides requirements that are intended to prevent fires and explosions, facilitate fire control and reduce 
exposures to and from facilities storing, selling or processing wood and forest products, including sawdust, wood chips, shavings, bark mulch, 
shorts, finished planks, sheets, posts, poles, timber and raw logs and the hazard they represent once ignited. Also included are solid biomass 
feedstock and raw products associated with agro-industrial facilities and the outdoor storage of pallets at pallet manufacturing and recycling 
facilities. This chapter requires active and passive fire protection features to reduce on- and off-site exposures, limit fire size and development 


and facilitate fire fighting by employees and the fire service. 


SECTION 2801 
GENERAL 


2801.1 Scope. The storage, manufacturing and processing of 
solid biomass feedstock, timber, lumber, plywood, veneers 
and agro-industrial byproducts shall be in accordance with 
this chapter. 


2801.2 Permit. Permits shall be required as set forth in 
Section 105.5. 


SECTION 2802 
DEFINITIONS 


2802.1 Definitions. The following terms are defined in Chap- 
tet 2: 


AGRO-INDUSTRIAL. 

BIOMASS. 

COLD DECK. 

FINES. 

HOGGED MATERIALS. 
PLYWOOD AND VENEER MILLS. 
RAW PRODUCT. 

SOLID BIOFUEL. 

SOLID BIOMASS FEEDSTOCK. 
STATIC PILES. 

TIMBER AND LUMBER PRODUCTION FACILITIES. 


SECTION 2803 
GENERAL REQUIREMENTS 


2803.1 Open yards. Open yards required by the California 
Building Code shall be maintained around structures. 


2803.2 Dust control. Equipment or machinery located inside 
buildings that generates or emits combustible dust shall be 
provided with an approved dust collection and exhaust 
system installed in accordance with Chapter 22 and the Cali- 
fornia Mechanical Code. Equipment or systems that are used 
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to collect, process or convey combustible dusts shall be 
provided with an approved explosion control system. 


2803.2.1 Explosion venting. Where a dust explosion 
hazard exists in equipment rooms, buildings or other 
enclosures, such areas shall be provided with explosion 
(deflagration) venting or an approved explosion suppres- 
sion system complying with Section 911. 


2803.3 Waste removal. Sawmills, planning mills and other 
woodworking plants shall be equipped with a waste removal 
system that will collect and remove sawdust and shavings. 
Such systems shall be installed in accordance with Chapter 
22 and the California Mechanical Code. 


Exception: Manual waste removal where approved. 


2803.3.1 Housekeeping. Provisions shall be made for a 
systematic and thorough cleaning of the entire plant at 
sufficient intervals to prevent the accumulations of 
combustible dust and spilled combustible or flammable 
liquids. 

2803.3.2 Metal scrap. Provision shall be made for sepa- 
rately collecting and disposing of any metal scrap so that 
such scrap will not enter the wood handling or processing 
equipment. 


2803.4 Electrical equipment. Electrical wiring and equip- 
ment shall comply with the California Electrical Code. 


2803.5 Control of ignition sources. Protection from ignition 
sources shall be provided in accordance with Sections 
2803.5.1 through 2803.5.3. 


2803.5.1 Cutting and welding. Cutting and welding shall 
comply with Chapter 35. 


2803.5.2 Static electricity. Static electricity shall be 
prevented from accumulating on machines and equipment 
subject to static electricity buildup by permanent ground- 
ing and bonding wires or other approved means. 


2803.5.3 Smoking. Where smoking constitutes a fire 
hazard, the fire code official is authorized to order the 
owner or occupant to post approved “No Smoking” signs 
complying with Section 310. The fire code official is 
authorized to designate specific locations where smoking 
is allowed. 
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2803.6 Fire apparatus access roads. Fire apparatus access 
roads shall be provided for buildings and facilities in accor- 
dance with Section 503. 


2803.7 Access plan. Where storage pile configurations could 
change because of changes in product operations and 
processing, the access plan shall be submitted for approval 
where required by the fire code official. 


SECTION 2804 
FIRE PROTECTION 


2804.1 General. Fire protection in timber and lumber 
production mills, plywood and veneer mills and agro-indus- 
trial facilities shall comply with Sections 2804.2 through 
2804.4. 


2804.2 Fire alarms. An approved means for transmitting 
alarms to the fire department shall be provided in timber and 
lumber production mills and plywood and veneer mills. 


2804.2.1 Manual fire alarms. A manual fire alarm 
system complying with Section 907.2 shall be installed in 
areas of timber and lumber production mills and for 
plywood and veneer mills that contain product dryers. 


Exception: Where dryers or other sources of ignition 
are protected by a supervised automatic sprinkler 
system complying with Section 903. 


2804.3 Portable fire extinguishers or standpipes and hose. 
Portable fire extinguishers or standpipes and hose supplied 
from an approved water system shall be provided within a 50- 
foot (15 240 mm) distance of travel from any machine 
producing shavings or sawdust. Portable fire extinguishers 
shall be provided in accordance with Section 906 for extra- 
high hazards. 


2804.4 Automatic sprinkler systems. Automatic sprinkler 
systems shall be installed in accordance with Section 
903.3.1.1, 


SECTION 2805 
PLYWOOD, VENEER AND 
COMPOSITE BOARD MILLS 


2805.1 General. Plant operations of plywood, veneer and 
composite board mills shall comply with Sections 2805.2 and 
2805.3. 


2805.2 Dryer protection. Dryers shall be protected through- 
out by an approved, automatic deluge water-spray 
suppression system complying with Chapter 9. Deluge heads 
shall be inspected quarterly for pitch buildup. Deluge heads 
shall be flushed during regular maintenance for functional 
operation. Manual activation valves shall be located within 
75 feet (22 860 mm) of the drying equipment. 


2805.3 Thermal oil-heating systems. Facilities that use heat 
transfer fluids to provide process equipment heat through 
piped, indirect heating systems shall comply with this code 
and NFPA 664. 
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SECTION 2806 ° 
LOG STORAGE AREAS 


2806.1 General. Log storage areas shall comply with 
Sections 2806.2 and 2806.3. 


2806.2 Cold decks. Cold decks shall not exceed 500 feet 
(152.4 m) in length, 300 feet (91 440 mm) in width and 20 
feet (6096 mm) in height. Cold decks shall be separated from 
adjacent cold decks or other exposures by not less than 100 
feet (30 480 mm). 


Exception: The size of cold decks shall be determined by 
the fire code official where the decks are protected by 
special fire protection including, but not limited to, addi- 
tional fire flow, portable turrets and deluge sets, and 
hydrant hose houses equipped with approved fire-fighting 
equipment capable of reaching the entire storage area in 
accordance with Chapter 9. 


2806.3 Pile stability. Log and pole piles shall be stabilized 
by approved means. 


SECTION 2807 
STORAGE OF WOOD CHIPS AND HOGGED 
MATERIALS ASSOCIATED WITH TIMBER AND 
LUMBER PRODUCTION FACILITIES 


2807.1 General. The storage of wood chips and hogged 
materials associated with timber and lumber production 
facilities shall comply with Sections 2807.2 through 2807.5. 


2807.2 Size of piles. Piles shall not exceed 60 feet (18 288 
mm) in height, 300 feet (91 440 mm) in width and 500 feet 
(152 m) in length. Piles shall be separated from adjacent 
piles or other exposures by approved fire apparatus access 
roads. 


Exception: The fire code official is authorized to allow 
the pile size to be increased where additional fire protec- 
tion is provided in accordance with Chapter 9. The 
increase shall be based on the capabilities of the system 
installed. 


2807.3 Pile fire protection. Automatic sprinkler protection 
shall be provided in conveyor tunnels and combustible enclo- 
sures that pass under a pile. Combustible or enclosed 
conveyor systems shall be equipped with an approved auto- 
matic sprinkler system. 


2807.4 Material-handling equipment. Approved material- 
handling equipment shall be readily available for moving 
wood chips and hogged material. 


2807.5 Emergency plan. The owner or operator shall 
develop a plan for monitoring, controlling and extinguishing 
spot fires. The plan shall be submitted to the fire code official 
for review and approval. 


2022 CALIFORNIA FIRE CODE 


® 


LUMBER YARDS AND AGRO-INDUSTRIAL, SOLID BIOMASS AND WOODWORKING FACILITIES 


SECTION 2808 
STORAGE AND PROCESSING OF WOOD CHIPS, 
HOGGED MATERIALS, FINES, COMPOST, SOLID 
BIOMASS FEEDSTOCK AND RAW PRODUCT 
ASSOCIATED WITH YARD WASTE, AGRO- 
INDUSTRIAL AND RECYCLING FACILITIES 


2808.1 General. The storage and processing of wood chips, 
hogged materials, fines, compost, solid biomass feedstock 
and raw product produced from yard waste, debris and agro- 
industrial and recycling facilities shall comply with Sections 
2808.2 through 2808.10. 


2808.2 Storage site. Storage sites shall be level and on solid 
ground, elevated soil lifts or other all-weather surface. Sites 
shall be thoroughly cleaned before transferring wood prod- 
ucts to the site. 


2808.3 Size of piles. Piles shall not exceed 25 feet (7620 mm) 
in height, 150 feet (45 720 mm) in width and 250 feet (76 200 
mm) in length. Stackable products shall not be stacked in 
excess of 25 feet (7620 mm) in height, 80 feet (24 384 mm) 
in width and 250 feet (76 200 mm) in length. 


2808.3.1 Increase in pile or stack size. Piles or stackable 
products are permitted to be increased beyond the dimen- 
sions in Section 2808.3 provided that a written fire 
protection plan is approved by the fire code official. The 
fire protection plan shall include, but not be limited to, the 
following: 


1. Contact information for after-hours response by 
facility personnel. 


2. Storage yard areas and material-handling equip- 
ment selection, pile design and arrangement shall 
be based on sound safety and fire protection 
principles. 


3. Fire apparatus access roads around the piles or 
stacks and access roads to the top of piles, if appli- 
cable, shall be established, identified and 
maintained. 


4, The potential for spontaneous heating shall be 
evaluated and provisions made to control the 
temperature of the piles. Methods for monitoring 
the internal temperature of the pile shall be 
provided. 


5. Routine yard inspections shall be conducted by 
trained personnel. 


6. A means for early fire detection and reporting to 
the public fire department shall be provided. 


7. Facilities and equipment needed by the fire depart- 
ment for fire extinguishment shall be provided, 
including a water supply in compliance with 
Section 507 and heavy equipment necessary to 
move material. 


8. A de-inventory plan shall be utilized to remove 
alternating piles or stacked products in a manner to 
increase the separation distances between the 
remaining piles or stacks. 
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9. The increased pile size shall be based on the capa- 
bilities of the installed fire protection systems and 
features, 


10. A controlled burn area shall be provided on-site 
for smoldering or damaged product. 


2808.4 Pile separation. Piles or stacked product shall be 
separated from buildings, property lines and adjacent piles or 
stacks by a distance of not less than one and one-half times 
the height of the pile or stack. The distance between rows 
shall be a minimum of 30 feet (9144 mm). Approved fire 
apparatus access roads shall be provided within the separa- 
tion space in accordance with Section 503. 


2808.5 Combustible waste. The storage, accumulation and 
handling of combustible materials and control of vegetation 
shall comply with Chapter 3. 


2808.6 Static pile protection. Static piles shall be monitored 
by an approved means to measure temperatures within the 
static piles. Internal pile temperatures shall be monitored and 
recorded weekly. Such records shall be maintained. An oper- 
ational plan indicating procedures and schedules for the 
inspection, monitoring and restricting of excessive internal 
temperatures in static piles shall be submitted to the fire code 
official for review and approval. 


2808.7 Pile fire protection. Automatic sprinkler protection 
shall be provided in conveyor tunnels and combustible enclo- 
sures that pass under a pile. Combustible conveyor systems 
and enclosed conveyor systems shall be equipped with an 
approved automatic sprinkler system. 


2808.8 Fire extinguishers. Portable fire extinguishers 
complying with Section 906 and with a minimum rating of 4- 
A:60-B:C shall be provided on all vehicles and equipment 
operating on piles and at all processing equipment. 


2808.9 Material-handling equipment. Approved material- 
handling equipment shall be available for moving wood 
chips, hogged material, wood fines and raw product during 
fire-fighting operations. 


2808.10 Emergency plan. The owner or operator shall 
develop a plan for monitoring, controlling and extinguishing 
spot fires and submit the plan to the fire code official for 
review and approval. 


SECTION 2809 
EXTERIOR STORAGE OF FINISHED LUMBER 
AND SOLID BIOFUEL PRODUCTS 


2809.1 General. Exterior storage of finished lumber and 
solid biofuel products shall comply with Sections 2809.2 
through 2809.5, 


2809.2 Size of piles. Exterior storage shall be arranged to 
form stable piles with a maximum height of 20 feet (6096 
mm). Piles shall not exceed 150,000 cubic feet (4248 m’) in 
volume. 


2809.3 Fire apparatus access roads. Fire apparatus access 
roads in accordance with Section 503 shall be located so that 
a maximum grid system unit of 50 feet by 150 feet (15 240 
mm by 45 720 mm) is established. 
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2809.4 Security. Permanent storage areas shall be 
surrounded with an approved fence. Fences shall be not less 
than 6 feet (1829 mm) in height. 


Exceptions: 


1. Lumber piles inside of buildings and production 
mills for lumber, plywood and veneer. 


2. Solid biofuel piles inside of buildings and agro- 
industrial processing facilities for solid biomass 
feedstock. 

2809.5 Fire protection. An approved hydrant and hose 
system or portable fire-extinguishing equipment suitable for 
the fire hazard involved shall be provided for open storage 
yards. Hydrant and hose systems shall be installed in accor- 
dance with NFPA 24. Portable fire extinguishers complying 
with Section 906 shall be located so that the distance of travel 
from the nearest unit does not exceed 75 feet (22 860 mm). 


SECTION 2810 
OUTDOOR STORAGE OF PALLETS AT PALLET 
MANUFACTURING AND RECYCLING FACILITIES 


2810.1 General. The outside storage of wood pallets and 
wood composite pallets on the same site as a pallet manufac- 
turing or pallet recycling facility shall comply with Sections 
2810.2 through 2810.11. 


2810.2 Site plan. Each site shall maintain a current site plan. 
The site plan shall be submitted to the fire code official for 
approval and contain all of the following: 


1. Lot lines. 
2. Utilities. 
3. Size, location and type of construction of the build- 
ings on the property. 
4. Presence of the fire protection systems. 
5. Water supply sources for fire-fighting purposes. 
6. Location of hazardous material storage areas. 
7. Location of pallet storage. 
8. Equipment protected with a dust collection system, 
9. Fire apparatus access roads. 
10. Designated smoking areas. 
11. Location of fire alarm control panels. 


2810.3 Fire prevention plan. The owner or owner’s autho- 
rized representative shall submit a fire prevention plan for 
review and approval by the fire code official that includes all 
of the following: 


1. Frequency of walk-through inspections to verify com- 
pliance with the plan. 


2. Hot work permit program in accordance with Chapter 
ast 


3, Preventative maintenance program for equipment asso- 
ciated with pallet activities. 


4. Inspection, testing and maintenance of fire protection 
systems in accordance with Chapter 9. 


2810.4 Fire safety and evacuation plan. The owner or | 


owner’s authorized representative shall prepare, and train 
employees in an approved fire safety and evacuation plan in 
accordance with Chapter 4. 


2810.5 Security management plan. The owner or owner’s 
authorized representative shall prepare a security manage- 
ment plan based on a security risk assessment and shall make 
the plan and assessment available to the fire code official 
upon request. 


2810.6 Clearance to property line. Stacks of pallets shall 
not be stored within 0.75 times the stack height or 8 feet 
(2438 mm) of the property line, whichever is greater, or shall 
comply with Section 2810.11. 


2810.7 Clearance to important buildings. Stacks of pallets 
shall not be stored within 0.75 times the stack height of any 
important building on site, or shall comply with Section 
2810.11. 


2810.8 Height. Pallet stacks shall not exceed 20 feet (6096 
mm) in height. 


2810.9 Fire flow. Fire-flow requirements for the site shall be 
determined by the fire code official. 


2810.10 Portable fire extinguishers. Portable fire extin- 
guishers shall be selected, installed and maintained in 
accordance with Section 906. 


2810.11 Alternative approach. Where approved by the fire 
code official, pallet stacks are permitted to be located closer 
to a property line or structure than as required by Sections 
2810.6 and 2810.7 where additional fire protection is 
provided, including, but not limited to, the following: 


1. The storage yard areas and materials-handling equip- 
ment selection, design, and arrangement are based on 
an approved risk assessment. 


2. Automatic fire detection that transmits an alarm to a 
supervising station in accordance with NFPA 72. 


3. Fire apparatus access roads around all storage areas. 
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CHAPTER 29 
MANUFACTURE OF ORGANIC COATINGS 


User note: 


About this chapter: Chapter 29 regulates materials and processes associated with the manufacture of paints as well as bituminous, asphal- 
tic and other diverse compounds formulated to protect buildings, machines and objects from the effects of weather, corrosion and hostile 
environmental exposures. Paint for decorative, architectural and industrial uses comprises the bulk of organic coating production. Painting 
and processes related to the manufacture of nonflammable and noncombustible or water-based products are exempt from the provisions of 
this chapter. The application of organic coatings is covered by Chapter 24. Elimination of ignition sources, maintenance of fire protection 
equipment and isolation or segregation of hazardous operations are emphasized. 


SECTION 2901 
GENERAL 


2901.1 Scope. Organic coating manufacturing processes shall 
comply with this chapter, except that this chapter shall not 
apply to processes manufacturing nonflammable or water- 
thinned coatings or to operations applying coating materials. 


2901.2 Permits. Permits shall be required as set forth in 
Section 105.5. 


2901.3 Maintenance. Structures and their service equipment 
shall be maintained in accordance with this code and NFPA 
a. 


SECTION 2902 
DEFINITION 


2902.1 Definition. The following term is defined in Chapter 
2s 


ORGANIC COATING. 


SECTION 2903 
GENERAL PRECAUTIONS 


2903.1 Building features. Manufacturing of organic coatings 
shall be done only in buildings that do not have pits or 
basements. 


2903.2 Location. Organic coating manufacturing operations 
and operations incidental to or connected with organic coat- 
ing manufacturing shall not be located in buildings having 
other occupancies. 


2903.3 Fire-fighting access. The fire department shall be 
able to access the organic coating manufacturing operations 
from not less than one side for the purpose of fire control. 
Approved aisles shall be maintained for the unobstructed 
movement of personnel and fire suppression equipment. 


2903.4 Fire protection systems. Fire protection systems 
shall be installed, maintained, periodically inspected and 
tested in accordance with Chapter 9. 


2903.5 Portable fire extinguishers. Not less than one porta- 
ble fire extinguisher complying with Section 906 for extra 
hazard shall be provided in organic coating areas. 
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2903.6 Open flames. Open flames and direct-fired heating 
devices shall be prohibited in areas where flammable vapor- 
air mixtures exist. 


2903.7 Smoking. Smoking shall be prohibited in accordance 
with Section 310. 


2903.8 Power equipment. Power-operated equipment and 
industrial trucks shall be of a type approved for the location. 


2903.9 Tank maintenance. The cleaning of tanks and 
vessels that have contained flammable or combustible liquids 
shall be performed under the supervision of persons knowl- 
edgeable of the fire and explosion potential. 


2903.9.1 Repairs. Where necessary to make repairs 
involving hot work, the work shall be authorized by the 
responsible individual before the work begins. 


2903.9.2 Empty containers. Empty flammable or 
combustible liquid containers shall be removed to a 
detached, outside location and, if not cleaned on the prem- 
ises, the empty containers shall be removed from the plant 
as soon as practical. 


2903.10 Drainage. Drainage facilities shall be provided to 
direct flammable and combustible liquid leakage and fire 
protection water to an approved location away from the 
building, any other structure, storage area or adjoining 
premises. 


2903.11 Alarm system. An approved fire alarm system shall 
be provided in accordance with Section 907. 


SECTION 2904 
ELECTRICAL EQUIPMENT AND PROTECTION 


2904.1 Wiring and equipment. Electrical wiring and equip- 
ment shall comply with this chapter and shall be installed in 
accordance with the California Electrical Code. 


2904.2 Hazardous locations. Where Class I liquids are 
exposed to the air, the design of equipment and ventilation of 
structures shall be such as to limit the Class I, Division 1, 
locations to the following: 


1. Piping trenches. 
2. The interior of equipment. 
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3. The immediate vicinity of pumps or equipment loca- 
tions, such as dispensing stations, open centrifuges, 
plate and frame filters, opened vacuum filters, change 
cans and the surfaces of open equipment. The immedi- 
ate vicinity shall include a zone extending from the 
vapor liberation point 5 feet (1524 mm) horizontally in 
all directions and vertically from the floor to a level 3 
feet (914 mm) above the highest point of vapor libera- 
tion. 


2904.2.1 Other locations. Locations within the confines 
of the manufacturing room where Class I liquids are 
handled shall be Class I, Division 2, except locations indi- 
cated in Section 2904.2. 


2904.2.2 Ordinary equipment. Ordinary electrical equip- 
ment, including switchgear, shall be prohibited, except 
where installed in a room maintained under positive pres- 
sure with respect to the hazardous area. The air or other 
media utilized for pressurization shall be obtained from a 
source that will not cause any amount or type of flamma- 
ble vapor to be introduced into the room. 


2904.3 Bonding. Equipment including, but not limited to, 
tanks, machinery and piping shall be bonded and connected 
to a ground where an ignitable mixture is capable of being 
present. 


2904.3.1 Piping. Electrically isolated sections of metallic 
piping or equipment shall be grounded or bonded to the 
other grounded portions of the system. 


2904.3.2 Vehicles. Tank vehicles loaded or unloaded 
through open connections shall be grounded and bonded to 
the receiving system. 


2904.3.3 Containers. Where a flammable mixture is 
transferred from one portable container to another, a bond 
shall be provided between the two containers, and one 
shall be grounded. 


2904.4 Ground. Metal framing of buildings shall be 
grounded with resistance of not more than 5 ohms, 


SECTION 2905 
PROCESS STRUCTURES 


2905.1 Design. Process structures shall be designed and 
constructed in accordance with the California Building Code. 


2905.2 Fire apparatus access. Fire apparatus access 
complying with Section 503 shall be provided for the purpose 
of fire control to not less than one side of organic coating 
manufacturing operations. 


2905.3 Drainage. Drainage facilities shall be provided in 
accordance with Section 2903.10 where topographical condi- 
tions are such that flammable and combustible liquids are 
capable of flowing from the organic coating manufacturing 
operation so as to constitute a fire hazard to other premises. 


2905.4 Explosion control. Explosion control shall be 
provided in areas subject to potential deflagration hazards as 
indicated in NFPA 35. Explosion control shall be provided in 
accordance with Section 911. 
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2905.5 Ventilation. Enclosed structures in which Class I 
liquids are processed or handled shall be ventilated at a rate 
of not less than | cubic foot per minute per square foot 
[0.00508 m?/(s x m’)] of solid floor area. Ventilation shall be 
accomplished by exhaust fans that take suction at floor levels 
and discharge to a safe location outside the structure. 
Noncontaminated intake air shall be introduced in such a 
manner that all portions of solid floor areas are provided with 
continuous uniformly distributed air movement. 


2905.6 Heating. Heating provided in hazardous areas shall 
be by indirect means. Ignition sources such as open flames or 
electrical heating elements, except as provided for in Section 
2904, shall not be permitted within the structure. 


SECTION 2906 
PROCESS MILLS AND KETTLES 


2906.1 Mills. Mills, operating with close clearances, which 
process flammable and heat-sensitive materials, such as nitro- 
cellulose, shall be located in a detached building or in a 
noncombustible structure without other occupancies. The 
amount of nitrocellulose or other flammable material brought 
into the area shall not be more than the amount required for a 
batch. 


2906.2 Mixers. Mixers shall be of the enclosed type or, 
where of the open type, shall be provided with properly fitted 
covers. Where flow is by gravity, a shutoff valve shall be 
installed as close as practical to the mixer, and a control valve 
shall be provided near the end of the fill pipe. 


2906.3 Open kettles. Open kettles shall be located in an 
outside area provided with a protective roof; in a separate 
structure of noncombustible construction; or separated from 
other areas by a noncombustible wall having a fire-resistance 
rating of not less than 2 hours. 


2906.4 Closed kettles. Contact-heated kettles containing 
solvents shall be equipped with safety devices that, in case of 
a fire, will turn off the process heat, turn on the cooling 
medium and inject inert gas into the kettle. 


2906.4.1 Vaporizer location. The vaporizer section of 
heat-transfer systems that heat closed kettles containing 
solvents shall be remotely located. 


2906.5 Kettle controls. The kettle and thin-down tank shall 
be instrumented, controlled and interlocked so that any fail- 
ure of the controls will result in a safe condition. The kettle 
shall be provided with a pressure-rupture disc in addition to 
the primary vent. The vent piping from the rupture disc shall 
be of minimum length and shall discharge to an approved 
location. The thin-down tank shall be adequately vented. 
Thinning operations shall be provided with an adequate vapor 
removal system. 


SECTION 2907 
PROCESS PIPING 


2907.1 Design. Piping, valves and fittings shall be designed 
for the working pressures and structural stresses to which the 


2022 CALIFORNIA FIRE CODE 


piping, valves and fittings will be subjected, and shall be of 
steel or other material approved for the service intended. 


2907.2 Valves. Valves shall be of an indicating type. Termi- 
nal valves on remote pumping systems shall be of the dead- 
man type, shutting off both the pump and the flow of solvent. 


2907.3 Support. Piping systems shall be supported 
adequately and protected against physical damage. Piping 
shall be pitched to avoid unintentional trapping of liquids, or 
approved drains shall be provided. 


2907.4 Connectors. Approved flexible connectors shall be 
installed where vibration exists or frequent movement is 
necessary. Hose at dispensing stations shall be of an approved 
type. 

2907.5 Tests. Before being placed in service, all piping shall 
be free of leaks when tested for not less than 30 minutes at 
not less than 1.5 times the working pressure or not less than 5 
pounds per square inch gauge (psig) (35 kPa) at the highest 
point in the system. 


SECTION 2908 
RAW MATERIALS IN PROCESS AREAS 


2908.1 Nitrocellulose quantity. The amount of nitrocellu- 
lose brought into the operating area shall not exceed the 
amount required for a work shift. Nitrocellulose spillage shall 
be promptly swept up and disposed of properly. 


2908.2 Organic peroxides quantity. Organic peroxides 
brought into the operating area shall be in the original ship- 
ping container. When in the operating area, the organic 
peroxide shall not be placed in locations exposed to ignition 
sources, heat or mechanical shocks. 


SECTION 2909 
RAW MATERIALS AND FINISHED PRODUCTS 


2909.1 General. The storage, handling and use of flammable 
and combustible liquids in process areas shall be in accor- 
dance with Chapter 57. 


2909.2 Tank storage. Tank storage for flammable and 
combustible liquids located inside of structures shall be 
limited to storage areas at or above grade that are separated 
from the processing area in accordance with the California 
Building Code. Processing equipment containing flammable 
and combustible liquids and storage in quantities essential to 
the continuity of the operations shall not be prohibited in the 
processing area. 


2909.3 Tank vehicle. Tank car and tank vehicle loading and 
unloading stations for Class I liquids shall be separated from 
the processing area, other plant structures, nearest lot line of 
property that can be built on or public thoroughfare by a 
minimum clear distance of 25 feet (7620 mm). 


2909.3.1 Loading. Loading and unloading structures and 
platforms for flammable and combustible liquids shall be 
designed and installed in accordance with Chapter 57. 


2909.3.2 Safety. Tank cars for flammable liquids shall be 
unloaded such that the safety to persons and property is 
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ensured. Tank vehicles for flammable and combustible 
liquids shall be loaded and unloaded in accordance with 
Chapter 57. 


2909.4 Nitrocellulose storage. Nitrocellulose storage shall 
be located on a detached pad or in a separate structure or a 
room enclosed in accordance with the California Building 
Code. The nitrocellulose storage area shall not be utilized for 
any other purpose. Electrical wiring and equipment installed 
in storage areas adjacent to process areas shall comply with 
Section 2904.2. 


2909.4.1 Containers. Nitrocellulose shall be stored in 
closed containers. Barrels shall be stored on end and not 
more than two tiers high. Barrels or other containers of 
nitrocellulose shall not be opened in the main storage 
structure but at the point of use or other location intended 
for that purpose. 


2909.4.2 Spills. Spilled nitrocellulose shall be promptly 
wetted with water and disposed of by use or burning in the 
open at an approved detached location. 


2909.5 Organic peroxide storage. The storage of organic 
peroxides shall be in accordance with Chapter 62. 


2909.5.1 Size. The size of the package containing organic 
peroxide shall be selected so that, as nearly as practical, 
full packages are utilized at one time. Spilled peroxide 
shall be promptly cleaned up and disposed of as specified 
by the supplier. 


2909.6 Finished products. Finished products that are flam- 
mable or combustible liquids shall be stored outside of 
structures, in a separate structure, or in a room separated from 
the processing area in accordance with the California Build- 
ing Code. The storage of finished products shall be in tanks or 
closed containers in accordance with Chapter 57. 
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CHAPTER 30 
INDUSTRIAL OVENS 


User note: 


About this chapter: Chapter 30 addresses the fuel supply, ventilation, emergency shutdown equipment, fire protection and the operation and 
maintenance of industrial ovens, which are sometimes referred to as industrial heat enclosures or industrial furnaces. Compliance with this 
chapter is intended to reduce the likelihood of fires involving industrial ovens, which are usually the result of the fuel in use or volatile vapors 
given off by the materials being heated, or to manage the impact if a fire should occur. 


SECTION 3001 
GENERAL 


3001.1 Scope. This chapter shall apply to the installation and 
operation of industrial ovens and furnaces. Industrial ovens 
and furnaces shall comply with the applicable provisions of 
the International Fuel Gas Code, the California Mechanical 
Code, NFPA 86 and this chapter. The terms “ovens” and 
“furnaces” are used interchangeably in this chapter. 


3001.2 Permits. Permits shall be required as set forth in 
Sections 105.5 and 105.6. 


SECTION 3002 
DEFINITIONS 


3002.1 Definitions. The following terms are defined in Chap- 
tet 2: 


FURNACE CLASS A. 
FURNACE CLASS B. 
FURNACE CLASS C. 
FURNACE CLASS D. 


SECTION 3003 
LOCATION 


3003.1 Ventilation. Enclosed rooms or basements containing 
industrial ovens or furnaces shall be provided with combus- 
tion air in accordance with the /nternational Fuel Gas Code 
and the California Mechanical Code, and with ventilation air 
in accordance with the California Mechanical Code. 


3003.2 Exposure. When locating ovens, oven heaters and 
related equipment, the possibility of fire resulting from over- 
heating or from the escape of fuel gas or fuel oil and the 
possibility of damage to the building and injury to persons 
resulting from explosion shall be considered. 


3003.3 Ignition source. Industrial ovens and furnaces shall 
be located so as not to pose an ignition hazard to flammable 
vapors or mists or combustible dusts. 


3003.4 Temperatures. Roofs and floors of ovens shall be 
insulated and ventilated to prevent temperatures at combusti- 
ble ceilings and floors from exceeding 160°F (71°C). 
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SECTION 3004 
FUEL PIPING 


3004.1 Fuel-gas piping. Fuel-gas piping serving industrial 
ovens shall comply with the /mternational Fuel Gas Code. 
Piping for other fuel sources shall comply with this section. 


3004.2 Shutoff valves. Each industrial oven or furnace shall 
be provided with an approved manual fuel shutoff valve in 
accordance with the /nternational Fuel Gas Code or the Cali- 
fornia Mechanical Code. 


3004.2.1 Fuel supply lines. Valves for fuel supply lines 
shall be located within 6 feet (1829 mm) of the appliance 
served. 


Exception: Where approved and the valve is located in 
the same general area as the appliance served. 


3004.3 Valve position. The design of manual fuel shutoff 
valves shall incorporate a permanent feature that visually 
indicates the open or closed position of the valve. Manual 
fuel shutoff valves shall not be equipped with removable 
handles or wrenches unless the handle or wrench can only be 
installed parallel with the fuel line when the valve is in the 
open position. 


SECTION 3005 

INTERLOCKS 
3005.1 Shut down. Interlocks shall be provided for Class A 
ovens so that conveyors or sources of flammable or combus- 
tible materials shall shut down if either the exhaust or 
recirculation air supply fails. 


SECTION 3006 
FIRE PROTECTION 


3006.1 Required protection. Class A and B ovens that 
contain, or are utilized for the processing of, combustible 
materials shall be protected by an approved automatic fire- 
extinguishing system complying with Chapter 9. 


Exceptions: 
1. Small tabletop ovens used in laboratory facilities. 


2. Nonwalk-in ovens that are less than 4 feet (1219 
mm) in length and width. 
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3006.2 Fixed fire-extinguishing systems. Fixed fire-extin- 
guishing systems shall be provided for Class C or D ovens to 
protect against such hazards as overheating, spillage of 
molten salts or metals, quench tanks, ignition of hydraulic oil 
and escape of fuel. It shall be the user’s responsibility to 
consult with the fire code official concerning the necessary 
requirements for such protection. 


3006.3 Fire extinguishers. Portable fire extinguishers 
complying with Section 906 shall be provided not closer than 
15 feet (4572 mm) or not more than 50 feet (15 240 mm) or in 
accordance with NFPA 10. This shall apply to the oven and 
related equipment. 


SECTION 3007 
OPERATION AND MAINTENANCE 


3007.1 Furnace system information. An approved, clearly 
worded, and prominently displayed safety design data form 
or manufacturer’s nameplate shall be provided stating the 
safe operating condition for which the furnace system was 
designed, built, altered or extended. 


3007.2 Oven nameplate. Safety data for Class A solvent 
atmosphere ovens shall be furnished on the manufacturer’s 
nameplate. The nameplate shall provide the following design 
data: 


1. The solvent used. 


2. The number of gallons (L) used per batch or per hour of 
solvent entering the oven. 


3. The required purge time. 
4. The oven operating temperature. 


5. The exhaust blower rating for the number of gallons (L) 
of solvent per hour or batch at the maximum operating 
temperature. 


Exception: For low-oxygen ovens, the maximum allow- 
able oxygen concentration shall be included in place of the 
exhaust blower ratings. 


3007.3 Training. Operating, maintenance and supervisory 
personnel shall be thoroughly instructed and trained in the 
operation of ovens or furnaces. 


3007.4 Equipment maintenance. Equipment shall be main- 
tained in accordance with the manufacturer’s instructions. 
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* The California Code of Regulations (CCR), Title 19, Division | provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division 1 text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division | remain the same. 
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CHAPTER 31 


TENTS, TEMPORARY SPECIAL EVENT 
STRUCTURES AND OTHER MEMBRANE STRUCTURES 


User note: 


About this chapter: Chapter 31 provides requirements that are intended to protect temporary as well as permanent tents and air-supported 
and other membrane structures and temporary stage special event structures from fire and similar hazards. The provisions regulate structure 
location and access, anchorage, egress, heat-producing equipment, hazardous materials and operations, combustible vegetation, ignition 
sources, and waste accumulation. This is accomplished through requiring regular inspections and certifying continued compliance with fire 
safety regulations. This chapter also addresses outdoor assembly events, which are not limited to those events with tents or other membrane 
structures, but are regulated due to the number of people, density of those people and hazards associated with large outdoor events related 


to egress, fire hazards from cooking and other related concerns. 


SECTION 3101 
GENERAL 


3101.1 Scope. Tents, temporary special event structures and 
membrane structures shall comply with this chapter. The 
provisions of Section 3103 are applicable only to temporary 
tents and membrane structures. The provisions of Sections 
3104 and 3106 are applicable to temporary and permanent 
tents and membrane structures. The provisions of Section 
3105 are applicable to temporary special event structures. The 
provisions of Section 3106 are applicable to inflatable 
amusement devices. The provisions of Section 3107 are appli- 
cable to outdoor assembly events. Other temporary structures 
shall comply with the California Building Code. 


These building standards govern the use of tents, awnings 
or other fabric enclosures, including membrane (air-sup- 
ported and air-inflated) structures and places of assemblage, 
in or under which 10 or more persons may gather for any 
lawful purpose. 


Exceptions: 


1, Tents, awnings or other fabric enclosures used to 
cover or enclose private swimming pools and simi- 
lar facilities on the premises of private one- and 
two-family dwellings. 


2. Tents used to conduct committal services on the 
ground of a cemetery. 


3. Tents, awnings or other fabric enclosures erected 
and used within a sound stage, or other similar 
structural enclosure which is equipped with an over- 
head automatic sprinkler system. 


4. Tensioned membrane roof materials supported by 
rigid frames or installed on a mast and cable system 
provided such structures conform to the require- 
ments of one of the types of construction as 
described in these regulations. 


5. Fabric structures which are part of mobile homes, 
recreational vehicles or commercial coaches gov- 
erned by the provisions of Division 13, Part 2, 
Health and Safety Code (Department of Housing 
and Community Development). 


2022 CALIFORNIA FIRE CODE 


[California Code of Regulations, Title 19, Division 1, 
§$303.(a) and (b)] Scope. 


(a) The provisions of California Code of Regulations, Title 
19, Division 1, Chapter 2 apply to the sale, offering for 
sale, manufacture for sale, rental and use of tents within 
this state. 


(b) For building standards relating to tents and membrane 
structures, see California Code of Regulations, Title 24, 
Part 9. 


3101.2 Alternate means of protection. When approved by the 
enforcing agency, exceptions to the provisions of these build- 
ing standards may be permitted, provided alternate means of 
protection which are at least equal to these regulations in 
quality, strength, effectiveness, fire resistance, durability and 
safety are provided. 


3101.3 Labor camps. Tents used in labor camps for the hous- 
ing of employees shall have tight wooden floors raised at 
least 4 inches (102 mm) above ground level having base- 
boards on all sides to a height of at least 6 inches (152 mm) 
or shall have concrete slabs with finished surface at least 4 
inches (102 mm) above grade having baseboards on all sides 
to a height of at least 6 inches (152 mm). 


Electrical installations serving and installed within tents 
shall comply with the applicable requirements of the Califor- 
nia Electrical Code. 


Tents shall not be considered suitable sleeping places 
when it is found necessary to provide heating facilities in 
order to maintain a minimum temperature of 60°F (33.3°C) 
within such tent during the period of occupancy. 


Note: See Section 17008 of the Health and Safety Code for 
definition of labor camp. 


SECTION 3102 
DEFINITIONS 


3102.1 Definitions. The following terms are defined in Chap- 
tem2; 


AIR-INFLATED STRUCTURE. 


TENTS, TEMPORARY SPECIAL EVENT STRUCTURES AND OTHER MEMBRANE STRUCTURES 


AIR-SUPPORTED STRUCTURE. 

MEMBRANE STRUCTURE. 

TEMPORARY SPECIAL EVENT STRUCTURE. 
TENT. 


SECTION 3103 
TEMPORARY TENTS AND 
MEMBRANE STRUCTURES 


3103.1 General. Tents and membrane structures used for 
temporary periods shall comply with this section and Section 
3106. Other temporary structures erected for a period of 180 
days or less shall comply with the California Building Code. 


3103.2 Approval required. Tents and membrane structures 
having an area in excess of 400 square feet (37 m’) shall not 
be erected, operated or maintained for any purpose without 
first obtaining a permit and approval from the fire code 
official. 


Exceptions: 


1. Tents used exclusively for recreational camping pur- 
poses. 


2. Tents open on all sides that comply with all of the 
following: 


2.1. Individual tents having a maximum size of 
700 square feet (65 m’). 


2.2. The aggregate area of multiple tents placed 
side by side without a fire break clearance of 
12 feet (3658 mm), not exceeding 700 
square feet (65 m’) total. 


2.3. A minimum clearance of 12 feet (3658 mm) 
to all structures and other tents. 


3103.3 Outdoor assembly event. For the purposes of this 
chapter, an outdoor assembly event shall include a circus, 
carnival, tent show, theater, skating rink, dance hall or other 
place of assembly in or under which persons gather for any 
purpose. 
3103.3.1 Special amusement area. Tents and other 
membrane structures erected as a special amusement area 
shall be equipped with an automatic sprinkler system in 
accordance with Section 914.7.1. 


3103.4 Permits. Permits shall be required as set forth in 
Sections 105.5 and 105.6. 


3103.5 Use period. Temporary tents, air-supported, air- 
inflated or tensioned membrane structures shall not be 
erected for a period of more than 180 days within a 12-month 
period on a single premises. 


3103.6 Construction documents. A detailed site and floor 
plan for tents or membrane structures with an occupant load 
of 50 or more shall be provided with each application for 
approval. The tent or membrane structure floor plan shall 
indicate details of the means of egress facilities, seating 
capacity, arrangement of the seating and location and type of 
heating and electrical equipment. The construction docu- 
ments shall include an analysis of structural stability. 
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3103.7 Inspections. The entire tent, air-supported, air- 
inflated or tensioned membrane structure system shall be 
inspected at regular intervals, but not less than two times per 
permit use period, by the permittee, owner or agent to deter- 
mine that the installation is maintained in accordance with 
this chapter. 


Exception: Permit use periods of less than 30 days. 


3103.7.1 Inspection report. Where required by the fire 
code official, an inspection report shall be provided and 
shall consist of maintenance, anchors and _ fabric 
inspections, 


3103.8 Access, location and parking. Access, location and 
parking for temporary tents and membrane structures shall be 
in accordance with this section. 


3103.8.1 Access. Fire apparatus access roads shall be 
provided in accordance with Section 503. 


3103.8.2 Location. Tents or membrane structures shall 
not be located within 20 feet (6096 mm) of lot lines, build- 
ings, other tents or membrane structures, parked vehicles 
or internal combustion engines. For the purpose of deter- 
mining required distances, support ropes and guy wires 
shall be considered as part of the temporary membrane 
structure or tent. 


Exceptions: 


1. Separation distance between membrane struc- 
tures and tents not used for cooking is not 
required where the aggregate floor area does not 
exceed 15,000 square feet (1394 m7). 


2. Membrane structures or tents need not be sepa- 
rated from buildings where all of the following 
conditions are met: 


2.1. The aggregate floor area of the mem- 
brane structure or tent shall not exceed 
10,000 square feet (929 m’). 


2.2. The aggregate floor area of the building 
and membrane structure or tent shall not 
exceed the allowable floor area includ- 
ing increases as indicated in the Califor- 
nia Building Code. 


2.3. Required means of egress are provided 
for both the building and the membrane 
structure or tent including travel dis- 
tances, 


2.4. Fire apparatus access roads are provided 
in accordance with Section 503. 


3. When approved by the enforcing agency, tents may 
be located in or on permanent buildings provided 
such use does not constitute an undue hazard. 


3103.8.3 Location of structures in excess of 15,000 
square feet in area. Membrane structures having an area 
of 15,000 square feet (1394 m’) or more shall be located 
not less than 50 feet (15 240 mm) from any other tent or 
structure as measured from the sidewall of the tent or 
membrane structure unless joined together by a corridor. 
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3103.8.4 Membrane structures on buildings. Membrane 
structures that are erected on buildings, balconies, decks or 
other structures shall be regulated as permanent membrane 
structures in accordance with Section 3102 of the Califor- 
nia Building Code. 


3103.8.5 Connecting corridors. Tents or membrane 
structures are allowed to be joined together by means of 
corridors, Exit doors shall be provided at each end of such 
corridor. On each side of such corridor and approximately 
opposite each other, there shall be provided openings not 
less than 12 feet (3658 mm) wide. 


3103.8.6 Fire break. An unobstructed fire break passage- 
way or fire road not less than 12 feet (3658 mm) wide and 
free from guy ropes or other obstructions shall be main- 
tained on all sides of all tents and membrane structures 
unless otherwise approved by the fire code official. 


3103.9 Structural stability and anchorage required. Tents 
or membrane structures and their appurtenances shall be 
designed and installed to withstand the elements of weather 
and prevent collapsing. Documentation of structural stability 
shall be furnished to the fire code official. 


3103.9.1 Tents and membrane structures greater than 
one story. Tents and membrane structures exceeding one 
story shall be designed and constructed to comply with 
Sections 1606 through 1609 of the California Building 
Code. 


3103.9.2 Tents and membrane structures greater than 
7,500 square feet. Tents and membrane structures greater 
than 7,500 square feet (697 m7) shall be designed and 
constructed to comply with Sections 1606 through 1609 of 
the California Building Code. 


3103.9.3 Tents and membrane structures with an occu- 
pant load greater than 1,000. Tents and membrane 
structures with an occupant capacity greater than 1,000 
persons shall be designed and constructed to comply with 
Sections 1606 through 1609 of the California Building 
Code. 


3103.9.4 Water-filled vessels. Water-filled vessels shall 
not be used to anchor a tent or membrane structure unless 
approved and in accordance with the tent or membrane 
structure manufacturer ’s instructions. 


3103.10 Temporary air-supported and _air-inflated 
membrane structures. Temporary air-supported and air- 
inflated membrane structures shall be in accordance with 
Sections 3103.10.1 through 3103.10.4. 


3103.10.1 Door operation. During high winds exceeding 
50 miles per hour (22 m/s) or in snow conditions, the use 
of doors in air-supported structures shall be controlled to 
avoid excessive air loss. Doors shall not be left open. 


3103.10.2 Fabric envelope design and construction. 
Air-supported and air-inflated structures shall have the 
design and construction of the fabric envelope and the 
method of anchoring in accordance with Architectural 
Fabric Structures Institute FSAAS. 


3103.10.3 Blowers. An air-supported structure used as a 
place of assembly shall be furnished with not less than 
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two blowers, each of which has adequate capacity to 
maintain full inflation pressure with normal leakage. The 
design of the blower shall be so as to provide integral 
limiting pressure at the design pressure specified by the 
manufacturer. 


3103.10.4 Auxiliary inflation systems. Places of public 
assembly for more than 200 persons shall be furnished 
with an auxiliary inflation system capable of powering a 
blower with the capacity to maintain full inflation pressure 
with normal leakage in accordance with Section 3103.10.3 
for a minimum duration of 4 hours. The auxiliary inflation 
system shall be either a fully automatic auxiliary engine- 
generator set or a supplementary blower powered by an 
internal combustion engine that shall be automatic in oper- 
ation. The system shall be capable of automatically 
operating the required blowers at full power within 60 
seconds of a commercial power failure. 


3103.11 Seating arrangements. Seating in tents or 
membrane structures shall be in accordance with Chapter 10. 


3103.12 Means of egress. Means of egress for temporary 
tents and membrane structures shall be in accordance with 
Sections 3103.12.1 through 3103.12.8. 


3103.12.1 Distribution. Exits shall be spaced at approxi- 
mately equal intervals around the perimeter of the tent or 
membrane structure, and shall be located such that all 
points are 100 feet (30 480 mm) or less from an exit. 


3103.12.2 Number. Tents or membrane structures or a 
usable portion thereof shall have not less than one exit and 
not less than the number of exits required by Table 
3103.12.2. The total width of means of egress in inches 
(mm) shall be not less than the total occupant load served 
by a means of egress multiplied by 0.2 inches (5 mm) per 
person. 


3103.12.3 Exit openings from tents. Exit openings from 
tents shall remain open unless covered by a flame-resistant 
curtain. The curtain shall comply with the following 
requirements: 


1. Curtains shall be free sliding on a metal support. The 
support shall be not less than 80 inches (2032 mm) 
above the floor level at the exit. The curtains shall be 
so arranged that, when open, no part of the curtains 
obstructs the exit. 


2. Curtains shall be of a color, or colors, that contrasts 
with the color of the tent. 


3103.12.4 Doors. Exit doors shall swing in the direction of 
exit travel. To avoid hazardous air and pressure loss in air- 
supported membrane structures, such doors shall be auto- 
matic closing against operating pressures. Opening force 
at the door edge shall not exceed 15 pounds (66 N). 


3103,12.5 Aisle. The width of aisles without fixed seating 
shall be in accordance with the following: 


1. In areas serving employees only, the minimum aisle 
width shall be 24 inches (610 mm) but not less than 
the width required by the number of employees 
served. 
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TABLE 3103.12.2 
MINIMUM NUMBER OF MEANS OF EGRESS AND MEANS OF EGRESS WIDTHS i 
FROM TEMPORARY MEMBRANE STRUCTURES AND TENTS 


10 to 199 


1,000 to 1,999 


For SI: 1 inch = 25.4 mm. 


MINIMUM WIDTH OF EACH MEANS OF MINIMUM WIDTH OF EACH MEANS OF 
OCCUPANT LOAD MINIMUM NUMBER OF MEANS EGRESS (inches) EGRESS (inches) 
OF EGRESS 
TOW Tog FAT awley| ROTATION wratlna BUTHOTE | Sane ye) gna a ee 
a ee Se 


a. When the occupant load exceeds 3,000, the total width of means of egress (in inches) shall be not less than the total occupant load multiplied by 0.2 inch per 


person, 


2. In public areas, smooth-surfaced, unobstructed 
aisles having a minimum width of not less than 44 
inches (1118 mm) shall be provided from seating 
areas, and aisles shall be progressively increased in 
width to provide, at all points, not less than 1 foot 
(305 mm) of aisle width for each 50 persons served 
by such aisle at that point. 


3103.12.5.1 Arrangement and maintenance. The 
arrangement of aisles shall be subject to approval by 
the fire code official and shall be maintained clear at all 
times during occupancy. 


3103.12.6 Exit signs. Exits shall be clearly marked. Exit 
signs shall be installed at required exit doorways and where 
otherwise necessary to indicate clearly the direction of 
egress where the exit serves an occupant load of 50 or more. 


3103.12.6.1 Exit sign illumination. Exit signs shall 
be either listed and labeled in accordance with UL 924 
as the internally illuminated type and used in accor- 
dance with the listing or shall be externally 
illuminated by luminaires supplied in either of the 
following manners: 


1. Two separate circuits, one of which shall be sepa- 
rate from all other circuits, for occupant loads of 
300 or less. 


2. Two separate sources of power, one of which 
shall be an approved emergency system, shall be 
provided where the occupant load exceeds 300. 
Emergency systems shall be supplied from stor- 
age batteries or from the on-site generator set, 
and the system shall be installed in accordance 
with the California Electrical Code. The emer- 
gency system provided shall have a minimum 
duration of 90 minutes when operated at full 
design demand. 


3103.12.7 Means of egress illumination. Means of egress 
shall be illuminated with light having an intensity of not 
less than | foot-candle (11 lux) at floor level while the 
structure is occupied. Fixtures required for means of 
egress illumination shall be supplied from a separate 
circuit or source of power. 
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3103.12.8 Maintenance of means of egress, The required 
width of exits, aisles and passageways shall be maintained 
at all times to a public way. Guy wires, guy ropes and other 
support members shall not cross a means of egress at a 
height of less than 8 feet (2438 mm). The surface of means 
of egress shall be maintained in an approved manner. 


SECTION 3104 
TEMPORARY AND PERMANENT TENTS AND 
MEMBRANE STRUCTURES 


3104.1 General. Tents and membrane structures, both 
temporary and permanent, shall be in accordance with this 
section and Sections 3106 and 3107. Permanent tents and 
membrane structures shall also comply with the California 
Building Code. 


[California Code of Regulations, Title 19, Division 1, §340] 
Existing Small Tents. 


Existing small tents are exempt from California Code of Reg- 
ulations, Title 19, Division 1, Chapter 2. 


[California Code of Regulations, Title 19, Division 1, §341] 
Existing Membrane Structures and Other (Large) Existing 
Tents. 


Existing membranes of membrane structures and large (10 or 
more capacity) existing tents may continue to be used pro- 
vided evidence of satisfactory flame resistance is available to 
the enforcing authority. Such evidence may be in the form of 
certification that the fabric passes the standard small scale 
flame resistance test as set forth in California Code of Regu- 
lations, Title 19, Division 1, Chapter 8 regulations or through 
passage of effective field tests. 


[California Code of Regulations, Title 19, Division 1, §321] 
Abatement of Fire or Panic Hazards. 


Any condition that presents a fire hazard, would contribute to 
the rapid spread of fire, interfere with the rapid exit of per- 
sons from the tents, or interfere with or delay the extinguish- 
ment of a fire, shall be immediately corrected as ordered by 
the enforcing authority. 
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[California Code of Regulations, Title 19, Division 1, 
§315.(a)] Flame Resistance Standards. 


(a) All tent fabrics and all interior decorative fabrics or 
materials shall be flame resistant in accordance with 
appropriate standards set forth in California Code of Reg- 
ulations, Title 19, Division 1, Chapter 8. 


Tent tops and sidewalls shall be made either from fabric 
which has been flame resistant treated with an approved 
exterior chemical process by an approved application 
concern, or from inherently flame-resistant fabric 
approved and listed by the State Fire Marshal. 


[California Code of Regulations, Title 19, Division 1, 
§332.(a)] Flame Resistance. 


(a) All tents manufactured for sale, sold, rented, offered 
for sale or used in California shall be made from non- 
flammable material or one of the following flame-resis- 
tant fabrics or material approved by the State Fire 
Marshal: 


(1) Fabrics complying with the State Fire Marshal’s 
requirements for flame resistance for exterior use, as 
set forth in California Code of Regulations, Title 19, 
Division 1, Chapter 8, or 


(2) Fabrics complying with the flame-resistance 

requirements set forth in “A Specification for Flame- 

Resistance Materials Used in Camping Tentage”’ pub- 

lished in 1975 by Canvas Products Association Inter- 
- national, hereinafter referred to as CPAI-84. 


Exceptions: 


(1) Tents used for committal services at cemeter- 
ies. 

(2) Tents or similar fabric enclosures used within 
a sound stage or equivalent enclosure equipped 
with an overhead automatic fire extinguishing 
system. 


3104.2 Flame propagation performance testing and 
certification. Before a permit is granted, the owner or agent 
shall file with the fire code official a certificate provided by 
the product manufacturer to verify that the materials have 
been tested and certified by an approved testing laboratory. 
The certificate shall indicate that the floor coverings, tents, 
membrane structures and their appurtenances, which 
include sidewalls, drops and tarpaulins, are composed of 
materials meeting the flame propagation performance of 
Test Method 2 of NFPA 701. Additionally, it shall indicate 
that the bunting and combustible decorative materials and 
effects are composed of material meeting the flame propa- 
gation performance criteria of Test Method 1 or Test 
Method 2 of NFPA 701, as applicable. Alternatively, the 
materials shall be treated with a flame retardant in an 
approved manner and meet the flame propagation perfor- 
mance criteria of the applicable test method of NFPA 701. 
The certificate shall indicate compliance with the testing 
requirements of NFPA 701, Chapter 16. The flame propaga- 
tion performance criteria shall be effective for the period 
specified by the permit. 
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3104.3 Label. Membrane structures or tents shall have a 
permanently affixed label bearing the following information: 


1. The identification of size and fabric or material. 


2. The names and addresses of the manufacturers of the 
tent or air-supported structure. 


3. A statement that the fabric or material meets the 
requirements of Section 3104.2. 


4. If treated, the date the fabric or material was last treated 
with flame-retardant solution, the trade name or kind of 
chemical used in treatment, name of person or firm 
treating the fabric or material, and name of testing 
agency and test standard by which the fabric or material 
was tested. 


5. If untreated, a statement that no treatment was applied 
when the fabric or material met the requirements of 
Section 3104.2. 


[California Code of Regulations, Title 19, Division 1, §334.] 
Requirements Pertaining to All Tents. 


All tents manufactured for sale in California shall be 
labeled in accordance with the appropriate provisions of 
California Code of Regulations, Title 19, Division 1, Section 
3335. 


[California Code of Regulations, Title 19, Division 1, 
§$335.(a) and (b)] Labeling of Tents. 


(a) Each section of top and sidewall in large tents shall 
have a durable label, permanently affixed, bearing the fol- 
lowing information: 


(1) The Seal of Registration. 


(2) If treated fabric, the name and registration num- 
ber of the approved application concern and 
approved chemical used, and the date of treatment. 


(3) If registered fabric, the trade name and registra- 
tion number of the approved fabric, and the date of 
production. 


In lieu of attached labels, the required information 
may be applied directly to the fabric by print, stamp 
or stencil. 


(b) Small tents shall have a permanently affixed label 
bearing the information in California Code of Regula- 
tions, Title 19, Division 1, Section 335, subsection (a), or 
shall comply with the provisions specified in CPAI-84 
(1975) which reads as follows: 


(1) Certification. A statement that the materials used 
in the manufacture of the item meet the flame resis- 
tance requirements of CPAI-84. 


(2) Manufacturer Identification. An identification of 
the manufacturer of the item. If the item bears a pri- 
vate label, it shall identify the private labeler and 
shall also contain a code mark which will permit the 
seller of the item to identify the manufacturer to the 
purchaser upon request. 
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(3) Code Number. A number enabling the manufacturer 
to identify from his records the suppliers and suppliers’ 
lot numbers of the certified materials used in the item. 
The manufacturer shall also maintain records identify- 
ing the parties to whom he sold camping tentage. Fur- 
ther, he shall maintain records identifying items 
manufactured from lots of certified material. Records 
shall be maintained for four (4) years. 


(4) Warning label. 
24 pt. type 


WARNING 


16 pt. type 
KEEP ALL FLAME 
AND HEAT SOURCES 
AWAY FROM THIS 
TENT FABRIC 


12 pt. type 
This tent is made with flame-resis- 
tant fabric which meets CPAI-84 
specifications. It is not fire proof. 
The fabric will burn if left in con- 
tinuous contact with any flame 
source. 


The application of any foreign sub- 
stance to the tent fabric may render 
the flame resistant properties 
ineffective. 


This warning label or its equivalent must be perma- 
nently affixed to the tent at one conspicuous location, 
and must block letters on a white background. The first 
paragraph of the body of the label must be placed in a 
conspicuous location on each carton containing the 
tent. 


3104.4 Affidavit. The affidavit required by Section 3104.2 
shall contain all of the information specified in Section 
3104.3. 


[California Code of Regulations, Title 19, Division 1, 
§315.(d)] Flame Resistance Standards. 


(d) Certificates of Flame Resistance or other documenta- 
tion affirming the requirements of California Code of 
Regulations, Title 19, Division 1, Section 315, subsection 
(a) shall be made available upon request of the enforce- 
ment authority. 


SECTION 3105 
TEMPORARY SPECIAL EVENT STRUCTURES 


3105.1 General. Temporary special event structures shall 
comply with Section 3104, Sections 3105.2 through 3105.9 
and ANSI E1.21. 
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3105.2 Approval. Temporary special event structures in é 


excess of 400 square feet (37 m’) shall not be erected, oper- 
ated or maintained for any purpose without first obtaining 
approval and a permit from the fire code official and the 
building official. : 


3105.3 Permits. Permits shall be required as set forth in 
Sections 105.5 and 105.6. 


3105.4 Use period. Temporary special event structures 
erected in accordance with ANSI E1.21 shall not be erected 
for a period of more than six consecutive weeks. 


3105.5 Required documents. The following documents 
shall be submitted to the fire code official and the building 
official for review before a permit is approved: 


1. Construction documents: Construction documents shall 
be prepared by a registered design professional in 
accordance with the California Building Code and 
ANSI E1.21 where applicable. Construction documents 
shall include: 


1.1. A summary sheet showing the building code 
used, design criteria, loads and support reac- 
tions. 


1.2. Detailed construction and installation drawings. 
1.3. Design calculations. 


1.4. Operating limits of the structure explicitly out- 
lined by the registered design professional 
including environmental conditions and physi- 
cal forces. 


1.5. Effects of additive elements such as video 
walls, supported scenery, audio equipment, ver- 
tical and horizontal coverings. 


1.6. Means for adequate stability including specific 
requirements for guying and cross-bracing, 
ground anchors or ballast for different ground 
conditions. 


2. Designation of responsible party: The owner of the 
temporary special event structure shall designate in 
writing a person to have responsibility for the tempo- 
rary special event structure on the site. The designated 
person shall have sufficient knowledge of the construc- 
tion documents, manufacturer’s recommendations and 
operations plan to make judgments regarding the struc- 
ture’s safety and to coordinate with the fire code offi- 
cial. 


3. Operations plan: The operations plan shall reflect man- 
ufacturer’s operational guidelines, procedures for envi- 
ronmental monitoring and actions to be taken under 
specified conditions consistent with the construction 
documents. 


3105.6 Inspections. Inspections shall comply with Section 
107 and Sections 3105.6.1 and 3105.6.2. 


3105.6.1 Independent inspector. The owner of a tempo- 
rary special event structure shall employ a qualified, 
independent approved agency or individual to inspect the 
installation of a temporary special event structure. 
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3105.6.2 Inspection report. The inspecting agency or 
individual shall furnish an inspection report to the fire 
code official. The inspection report shall indicate that the 
temporary special event structure was inspected and was 
or was not installed in accordance with the approved 
construction documents. Discrepancies shall be brought to 
the immediate attention of the installer for correction. 
Where any discrepancy is not corrected, it shall be brought 
to the attention of the fire code official and the designated 
responsible party. 


3105.7 Means of egress. The means of egress for temporary 
special event structures shall comply with Chapter 10. 


3105.8 Location. Temporary special event structure shall be 
located a distance from property lines and buildings to 
accommodate distances indicated in the construction draw- 
ings for guy wires, cross-bracing, ground anchors or ballast. 
Location shall not interfere with egress from a building or 
encroach on fire apparatus access roads. 


3105.9 Portable fire extinguishers. Portable fire extinguish- 
ers shall be provided as required by Section 906. 


SECTION 3106 
OUTDOOR ASSEMBLY EVENTS 


3106.1 Scope. Outdoor assembly events shall comply with 
this section. 


3106.2 General. Outdoor assembly events shall be in accor- 
dance with this section and Section 403.11. Temporary 
structures erected for outdoor assembly events shall comply 
with this chapter. 


3106.2.1 Approval required. Outdoor assembly events 
shall be approved by the fire code official. 


3106.2.2 Permits. An operational permit shall be required 
as set forth in Section 105.5. 


3106.2.3 Access. An approved means of fire apparatus 
access shall be provided. 


3106.2.3.1 Fire service features. Unobstructed access 
to fire hydrants, drafting sources and other fire protec- 
tion features shall be maintained at all times. 


3106.3 Occupancy and means of egress. The number and 
location of emergency egress and escape routes shall be 
approved by the fire code official. 


3106.3.1 Occupant load. The fire code official shall 
establish an occupant load for the event site. 


3106.3.2 Maintenance of emergency egress and escape 
routes. Emergency egress and escape routes shall be 
maintained at all times. 


3106.4 Public safety for events. Outdoor assembly events 
shall comply with Sections 3106.4.1 through 3106.4.7. 


3106.4.1 Public safety plan for gatherings. A public 
safety plan shall be prepared where required by Section 
403.11.2. The public safety plan shall be submitted to the 
fire code official with the application for an operational 
permit as required by Section 3106.2.2. 
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3106.4.2 Weather monitoring person. Where required 
by the fire code official, the event operator or agent shall 
designate one qualified individual to continuously monitor 
local weather reports, forecasts and conditions. Said 
person shall be responsible for initiating weather-related 
event mitigation activities, ordering the suspension or 
cancellation of the outdoor assembly event and issuing the 
evacuation signal in accordance with the approved public 
safety plan. 


3106.4.3 Crowd managers. Where events involve a gath- 
ering of more than 1,000 people, trained crowd managers 
shall be provided in accordance with Section 403.11.3. 


3106.4.4 Portable fire extinguishers. Approved portable 
fire extinguishers complying with Section 906 shall be 
provided and placed in locations approved by the fire code 
official. 


3106.4.5 Smoking. Smoking shall be permitted only in 
designated areas. Other areas shall have approved “No 
Smoking” signs conspicuously posted and maintained in 
accordance with Section 310. 


[California Code of Regulations, Title 19, Division 1, §316] 
Smoking Prohibited. 


Smoking is not permitted in any tent and in any adjacent 
areas where hay or other highly flammable materials are 
kept. “No Smoking” signs shall be conspicuously posted 
in all tents open to the public and wherever otherwise 
specified by the enforcing authority. 


3106.4.6 Combustible vegetation. Combustible vegeta- 
tion that could create a fire hazard shall be removed from 
the outdoor assembly event area. 


3106.4.7 Combustible refuse. Combustible refuse shall 
be kept in noncombustible containers with tight-fitting or 
self-closing lids. Combustible refuse shall be removed 
from the event site at regular intervals to prevent an unsafe 
accumulation within the event site. 


3106.5 Cooking appliances or devices. Outdoor assembly 
events with concession stands or booths using cooking appli- 
ances or devices shall comply with Sections 3106.5.1 through 
3106.5.3. 


3106.5.1 Separation from tents or structures. Cooking 
appliances or devices that produce sparks or grease-laden 
vapors or flying embers (firebrands) shall not be used 
within 20 feet (6096 mm) of a tent or temporary structure. 


Exceptions: 


1. Designated cooking tents not occupied by the 
public when approved by the fire code official. 


2. Tents or structures where cooking appliances are 
protected with an automatic fire-extinguishing 
system in accordance with Section 904.13. 


3106.5.2 Protection. Cooking equipment using combusti- 
ble oils or solids shall meet the following: 


1. A noncombustible lid shall be immediately avail- 
able. The lid shall be of sufficient size to cover the 
cooking well completely. 
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2. The equipment shall be placed on a noncombustible 
surface. 


3. An approved portable fire extinguisher for protec- 
tion from cooking grease fires shall be provided at a 
location approved by the fire code official. 


3106.5.3 Liquefied petroleum gas (LP-gas). The use of 
liquefied petroleum gas (LP-gas) shall be in accordance 
with Chapter 61. 


3106.6 Electrical equipment and wiring. Outdoor assembly 
events with concession stands or booths using electrical 
equipment and temporary wiring for electrical power or light- 
ing shall comply with the applicable provisions of the 
California Electrical Code and Sections 3106.6.1 through 
3106.6.3. 


3106.6.1 Outdoor use. Electrical equipment and wiring 
shall be listed and labeled for outdoor use. 


3106.6.2 Generators. Generators shall be installed not 
less than 10 feet (3048 mm) from combustible materials, 
and shall be isolated from the public by physical guard, 
fence or enclosure installed not less than 3 feet (914 mm) 
away from the internal combustion power source. 


3106.6.3 Portable fire extinguishers. Each generator 
shall be provided with an approved portable fire extin- 
guisher complying with Section 906. 


SECTION 3107 
OPERATIONAL REQUIREMENTS 


3107.1 General. Temporary and permanent tents and 
membrane structures shall comply with this section. 


3107.2 Combustible materials. Hay, straw, shavings or 
similar combustible materials shall not be located within any 
tent or membrane structure containing an assembly occu- 
pancy, except the materials necessary for the daily feeding 
and care of animals. Sawdust and shavings utilized for a 
public performance or exhibit shall not be prohibited 
provided that the sawdust and shavings are kept damp. 
Combustible materials shall not be permitted under stands or 
seats at any time. 


[California Code of Regulations, Title 19, Division 1, 
§315.(b)] Flame Resistance Standards. 


(b) Sawdust, shavings or other combustible material used 
on the floor or ground shall be made flame resistant or 
when approved by the enforcing authority shall be kept 
adequately damp when tent is occupied. 


[California Code of Regulations, Title 19, Division 1, 
§326.(b)] Hazard Abatement. 


(b) Hay, straw, trash and other similar flammable mate- 
rial shall be stored more than 50 feet from any tent except 
upon approval of the enforcing authority. 


Exception: Tents to which the public is not admitted. 


3107.3 Smoking. Smoking shall not be permitted in tents or 
membrane structures. Approved “No Smoking” signs shall be 
conspicuously posted in accordance with Section 310. 
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[California Code of Regulations, Title 19, Division 1, §316] © 
Smoking Prohibited. ' 


Smoking is not permitted in any tent and in any adjacent 
areas where hay or other highly flammable materials are 
kept. “No Smoking” signs shall be conspicuously posted in 
all tents open to the public and wherever otherwise specified 
by the enforcing authority. 


3107.4 Open or exposed flame. Open flame or other devices 
emitting flame, fire or heat or any flammable or combustible 
liquids, gas, charcoal or other cooking device or any other 
unapproved devices shall not be permitted inside or located 
within 20 feet (6096 mm) of the tent or membrane structures 
while open to the public unless approved by the fire code 
official. 


[California Code of Regulations, Title 19, Division 1, §317] 
Fireworks and Open Flames. 


Fireworks, open flame or any device emitting flame or 
spark shall not be used in or immediately adjacent to any tent 
while open to the public, except when approved in writing by 
the enforcing authority. 


3107.5 Fireworks. Fireworks shall not be used within 100 
feet (30 480 mm) of tents or membrane structures. 


3107.6 Spot lighting. Spot or effect lighting shall only be by 
electricity, and all combustible construction located within 6 
feet (1829 mm) of such equipment shall be protected with 
approved noncombustible insulation not less than 9'/, inches 
(235 mm) thick. 


3107.7 Safety film. Motion pictures shall not be displayed in 
tents or membrane structures unless the motion picture film is 
safety film. 


3107.8 Clearance. There shall be a clearance of not less than 
3 feet (914 mm) between the fabric envelope and all contents 
located inside membrane structures. 


3107.9 Portable fire extinguishers. Approved portable fire 
extinguishers complying with Section 906 shall be provided 
and placed in locations as required by the California Code of 
Regulations, Title 19, Division 1, Chapter 2, Article 3, 
Section 319. 


[California Code of Regulations, Title 19, Division 1, 
§319.(a) through (c)] Fire Extinguishers and Other Fire 
Protection Equipment. 


(a) One Class 2-A fire extinguisher shall be provided in 
every tent having a floor area between 500 square feet and 
1,000 square feet plus one 2-A fire extinguisher in each 
auxiliary adjacent tent. One additional extinguisher shall 
be provided for each additional 2000 square feet or frac- 
tion thereof. 


(b) At least one Class 10 B-C fire extinguisher shall be 
provided with each generator or transformer. 


(c) At least one Class 10 B-C fire extinguisher shall be 
provided in kitchen, dining areas and at locations where 
flammable or combustible liquids or flammable gases are 
used, stored or dispensed. 
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3107.10 Fire protection equipment. Fire hose lines, water 
supplies and other auxiliary fire equipment shall be main- 
tained at the site in such numbers and sizes as required by the 
fire code official. 


[California Code of Regulations, Title 19, Division 1, 
§319.(d) and (e)] Fire Extinguishers and Other Fire Protec- 
tion Equipment. 


(d) Tents having a capacity of 1,000 or more persons shall 
be protected on each of the long sides with fire hose lines 
of at least 1'/,-inch internal diameter and of sufficient 
length to reach either end of the tent. The water supply 
shall be either from the public water mains or from tanks 
having a capacity of not less than 500 gallons. There shall 
be at least 65 pounds of flowing pressure at the nozzle of 
the hose line when a‘/,-inch tip is used. 


(e) The enforcing authority may modify or waive any of 
the requirements of this section [Title 19, Division 1, 
Section 319] and may accept other types of fire extinguish- 
ing equipment in lieu of that required by Title 19, Division 
1 regulations if, in the authorities’ opinion, reasonable 
and adequate protection will be afforded. 


3107.11 Occupant load factors. The occupant load allowed 
in an assembly structure, or portion thereof, shall be deter- 
mined in accordance with Chapter 10. 


3107.12 Heating and cooking equipment. Heating and 
cooking equipment shall be in accordance with Sections 
3107.12.1 through 3107.12.7. 


3107.12.1 Installation. Heating or cooking equipment, 
tanks, piping, hoses, fittings, valves, tubing and other 
related components shall be installed as specified in the 
International Fuel Gas Code and the California Mechani- 
cal Code, and shall be approved by the fire code official. 


3107.12.2 Venting. Gas, liquid and solid fuel-burning 
equipment designed to be vented shall be vented to the 
outside air as specified in the /nternational Fuel Gas Code 
and the California Mechanical Code. Such vents shall be 
equipped with approved spark arresters where required. 
Where vents or flues are used, all portions of the tent or 
membrane structure shall be not less than 12 inches (305 
mm) from the flue or vent. 


3107.12.3 Location. Cooking and heating equipment shall 
not be located within 10 feet (3048 mm) of exits or 
combustible materials. 


3107.12.4 Operations. Operations such as warming of 
foods, cooking demonstrations and similar operations that 
use solid flammables, butane or other similar devices that 
do not pose an ignition hazard, shall be approved. 


3107.12.5 Cooking tents. Tents with sidewalls or drops 
where cooking is performed shall be separated from other 
tents or membrane structures by not less than 20 feet 
(6096 mm). 


3107.12.6 Outdoor cooking. Outdoor cooking that 
produces sparks or grease-laden vapors shall not be 
performed within 20 feet (6096 mm) of a tent or 
membrane structure. 
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3107.12.7 Electrical heating and cooking equipment. 
Electrical cooking and heating equipment shall comply 
with the California Electrical Code. 


3107.13 LP-gas. The storage, handling and use of LP-gas and 
LP-gas equipment shall be in accordance with Sections 
3107.13.1 through 3107.13.3. 


3107.13.1 General. LP-gas equipment such as containers, 
tanks, piping, hoses, fittings, valves, tubing and other 
related components shall be approved and in accordance 
with Chapter 61 and with the J/nternational Fuel Gas 
Code. 


[California Code of Regulations, Title 19, Division 1, §325] 
Liquefied Petroleum Gas. 


Liquefied petroleum gas shall not be stored or used in 
connection with any tent unless the storage containers, equip- 
ment, fittings, appliances, placement, use and operation com- 
plies with the provisions of California Code of Regulations, 
Title 8, Article 5, Subchapter 1, Chapter 4. 


3107.13.2 Location of containers. LP-gas containers and 
tanks shall be located outside in accordance with Table 
6104.3. Pressure relief devices shall be pointed away from 
the tent or membrane structure. 


3107.13.3 Protection and security. Portable LP-gas 
containers, tanks, piping, valves and fittings that are 
located outside and are being used to fuel equipment 
inside a tent or membrane structure shall be adequately 
protected to prevent tampering, damage by vehicles or 
other hazards and shall be located in an approved location. 
Portable LP-gas containers shall be secured to prevent 
unauthorized movement. 


3107.14 Flammable and combustible liquids. The storage 
of flammable and combustible liquids and the use of flamma- 
ble-liquid-fueled equipment shall be in accordance with 
Sections 3107.14.1 through 3107.14.3. 


3107.14.1 Use. Flammable-liquid-fueled equipment shall 
not be used in tents or membrane structures. 


3107.14.2 Flammable and combustible liquid storage. 
Flammable and combustible liquids shall be stored outside 
in an approved manner not less than 50 feet (15 240 mm) 
from tents or membrane structures. Storage shall be in 
accordance with Chapter 57. 


[California Code of Regulations, Title 19, Division 1, 
§324.(a) and (b)] Flammable and Combustible Liquids. 


(a) Liquids having a flash point below 200°F shall not be 
stored in any tent nor less than 50 feet from any tent. 


(b) Flammable or combustible liquids shall be stored and 
dispensed in accordance with the provisions of the Cali- 
fornia Fire Code. The enforcing authority may permit 
limited quantities of flammable or combustible liquids 
required for display and normal merchandising. 


3107.14.3 Refueling. Refueling shall be performed in an 
approved location not less than 20 feet (6096 mm) from 
tents or membrane structures. 


3107.15 Display of motor vehicles. Liquid- and gas-fueled 
vehicles and equipment used for display within tents or 
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membrane structures shall be in accordance with Sections 
3107.15.1 through 3107.15.5.3. 


3107.15.1 Batteries. Batteries shall be disconnected 
except where the fire code official requires that the batter- 
ies remain connected to maintain safety features. 


3107.15.2 Fuel. Vehicles or equipment shall not be fueled 
or defueled within the tent or membrane structure. 


3107.15.2.1 Quantity limit. Fuel in the fuel tank shall 
not exceed one-quarter of the tank capacity or 5 gallons 
(19 L), whichever is less. 


3107.15.2.2 Inspection. 
inspected for leaks. 


3107.15.2.3 Closure. Fuel tank openings shall be 
locked and sealed to prevent the escape of vapors. 


Fuel systems shall be 


3107.15.3 Location. The location of vehicles or equip- 
ment shall not obstruct means of egress. 


3107.15.4 Places of assembly. When a compressed natu- 
ral gas (CNG) or liquefied petroleum gas (LP-gas) 
powered vehicle is parked inside a place of assembly, all 
of the following conditions shall be met: 


1. The quarter-turn shutoff valve or other shutoff valve 
on the outlet of the CNG or LP-gas container shall 
be closed and the engine shall be operated until it 
stops. Valves shall remain closed while the vehicle 
is indoors. 


2. The hot lead of the battery shall be disconnected. 


3. Dual-fuel vehicles equipped to operate on gasoline 
and CNG or LP-gas shall comply with this section 
and Sections 3107.15.1 through 3107.15.3 for gaso- 
line-powered vehicles. 


3107.15.5 Competitions and demonstrations. Liquid- 
and gas-fueled vehicles and equipment used for competi- 
tion or demonstration within a tent or membrane structure 
shall comply with Sections 3107.15.5.1 through 
3107:15:5a8 


3107.15.5.1 Fuel storage. Fuel for vehicles or equip- 
ment shall be stored in approved containers in an 
approved location outside of the structure in accor- 
dance with Section 3107.14.2. 


3107.15.5.2 Fueling. Refueling shall be performed 
outside of the structure in accordance with Section 
3107.14.3. 


3107.15.5.3 Spills. Fuel spills shall be cleaned up 
immediately. 


3107.16 Separation of generators. Generators and other 
internal combustion power sources shall be separated from 
tents or membrane structures by not less than 20 feet (6096 
mm) and shall be isolated from contact with the public by 
fencing, enclosure or other approved means. 


3107.17 Standby personnel. Where, in the opinion of the 
fire code official, it is essential for public safety in a tent or 
membrane structure used as a place of assembly or any other 
use where people congregate, because of the number of 
persons, or the nature of the performance, exhibition, display, 
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contest or activity, the owner, agent or lessee -shall employ 
one or more qualified persons, as required and approved, to 
remain on duty during the times such places are open to the 
public, or when such activity is being conducted. 


[California Code of Regulations, Title 19, Division 1, §320] 
Fire Safety Personnel. 


The owners or operators of any tent used as a place of 
assemblage shall provide at least one qualified fire safety 
person in every tent having a capacity of 500 persons and 
one additional qualified person for each 1,000 additional 
persons or fraction thereof. Such persons shall be on duty in 
the tent at all times when the tent is open to the public. They 
shall be proficient in the handling of fire extinguishers and 
equipment and shall be familiar with the fire and panic 
safety regulations. The individual designated under this sec- 
tion shall meet the approval of the fire authority having 
jurisdiction. 


Exception: The enforcing authority may waive or modify 
the provisions of this section if, in his opinion, public 
safety will not be jeopardized. 


3107.17.1 Duties. Before each performance or the start of 
such activity, standby personnel shall keep diligent watch 
for fires during the time such place is open to the public or 
such activity is being conducted and take prompt measures 
for extinguishment of fires that occur and assist in the 
evacuation of the public from the structure. 


3107.17.2 Crowd managers. There shall be trained crowd 
managers or trained crowd supervisors at a ratio of one 
crowd manager or supervisor for every 250 occupants, as 
approved. 


3107.18 Combustible vegetation. Combustible vegetation 
that could create a fire hazard shall be removed from the area 
occupied by a tent or membrane structure, and from areas 
within 30 feet (9144 mm) of such structures. 


[California Code of Regulations, Title 19, Division 1, 
§326.(a)] Hazard Abatement. 


(a) All flammable vegetation within 50 feet of any tent 
shall be removed. 


3107.19 Combustible waste material. The floor surface 
inside tents or membrane structures and the grounds outside 
and within a 30-foot (9144 mm) perimeter shall -be kept free 
from combustible waste and other combustible materials that 
could create a fire hazard. Such waste shall be stored in 
approved containers and removed from the premises not less 
than once a day during the period the structure is occupied by 
the public. 


[California Code of Regulations, Title 19, Division 1, 
§$326.(c)] Hazard Abatement. 


(c) Combustible waste shall not be permitted to accumu- 
late on the grounds either inside or outside of tents. Such 
waste shall be stored in approved containers until 
removed from the premises. 


3107.20 Obstructions. Exits, aisles and passageways shall 
not be blocked or have their minimum clear width obstructed 
in any manner by ticket offices, turnstiles, concessions, 
chairs, equipment, animal chutes, poles or guy ropes, or any- 
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thing whatsoever, nor shall they be blocked by persons for 
whom no seats are available. 


In occupancies having fixed seating, and on request of the 
owner or manager, the enforcing agency may permit modifi- 
cations from the provisions of this code to accommodate seat- 
ing for handicapped persons using mechanical aids such as, 
but not limited to, walkers and wheelchairs. 


SECTION 3108 
INFLATABLE AMUSEMENT DEVICES 


3108.1 Scope. All inflatable amusement devices shall comply 
with this section. 


3108.2 General. Inflatable amusement devices shall be 
designed, anchored, operated and maintained in accordance 
with the manufacturer ’s instructions and the requirements of 
ASTM F2374. 


3108.3 Combustible materials. The fabrics, textiles, contain- 
ment netting and combustible small mesh materials used in 
the construction of the inflatable amusement device shall 
meet the flame propagation criteria of Test Method 2 of 
NFPA 701. Additionally, a label and affidavit containing the 
information required in Sections 3104.3 and 3104.4 of this 
code shall be permanently affixed to the device. 


3108.4 Electrical equipment and wiring. All electrical 
equipment, blower motors and temporary wiring for electri- 
cal power or lighting shall comply with Section 603 of this 
code. 

3108.5 Portable generators. Portable generators shall com- 
ply with the applicable provisions of NFPA 70 and with the 
portable generator requirements of this code. 

3108.6 Portable fire extinguishers. Each generator shall be 
provided with an approved portable fire extinguisher comply- 
ing with Section 906 and placed in an approved location. 
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(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications.) 
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CHAPTER 32 
HIGH-PILED COMBUSTIBLE STORAGE 


User note: 


About this chapter: Chapter 32 provides guidance for reasonable protection of life from hazards associated with the storage of combustible 
materials in closely packed piles or on pallets, in racks or on shelves where the top of storage is greater than 12 feet in height, or 6 feet for 
high-hazard commodities. It provides requirements for identifying various classes of commodities; and general fire and life safety features 
including storage arrangements, smoke and heat venting, fire department access and housekeeping and maintenance. This chapter attempts 
to define the potential fire severity and, in turn, determine fire and life safety protection measures needed to control and in some cases 
suppress a potential fire. This chapter does not cover miscellaneous combustible material storage as regulated in Section 315. 


SECTION 3201 
GENERAL 


3201.1 Scope. High-piled combustible storage shall be in 
accordance with this chapter. In addition to the requirements 
of this chapter, the following material-specific requirements 
shall apply: 


1. Aerosols shall be in accordance with Chapter 51. 


2. Flammable and combustible liquids shall be in accor- 
dance with Chapter 57. 


3. Hazardous materials shall be in accordance with Chap- 
ter 50. 


4, Storage of combustible paper records shall be in accor- 
dance with NFPA 13. 


5. Storage of combustible fibers shall be in accordance 
with Chapter 37. 


6. General storage of combustible material shall be in 
accordance with Chapter 3. 


3201.2 Permits. A permit shall be required as set forth in 
Sections 105.5 and 105.6. 


3201.3 Construction documents. At the time of building 
permit application for new structures designed to accommo- 
date high-piled storage or for requesting a change of 
occupancy/use, and at the time of application for a storage 
permit, plans and specifications shall be submitted for review 
and approval. In addition to the information required by the 
California Building Code, the storage permit submittal shall 
include the information specified in this section. The 
construction documents shall include all of the following: 


1. Floor plan of the building showing locations and 
dimensions of high-piled storage areas. 


2. Usable storage height for each storage area. 
3. Number of tiers within each rack, if applicable. 


4. Commodity clearance between top of storage and the 
sprinkler deflector for each storage arrangement. 


5. Aisle dimensions between each storage array. 
6. Maximum pile volume for each storage array. 


7. Location and classification of commodities in accor- 
dance with Section 3203. 
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8. 


9: 
10. 
Is 


12. 


ee 


14. 


Location of commodities that are banded or encapsu- 
lated. 


Location of required fire department access doors. 
Type of fire protection systems. 

Location of valves controlling the water supply of ceil- 
ing and in-rack sprinklers. 

Type, location and specifications of smoke removal and 
curtain board systems. 

Dimension and location of transverse and longitudinal 
flue spaces. 


Additional information regarding required design fea- 
tures, commodities, storage arrangement and fire pro- 
tection features within the high-piled storage area shall 
be provided at the time of permit, where required by the 
fire code official. 


3201.3.1 Approved construction documents. Following 
approval of the construction documents, a copy of the 
approved plans shall be maintained on the premises in an 
approved location. 


3201.3.2 Approved storage layout. A floor plan, of legi- 
ble size, shall be provided, mounted on a wall and 
protected from damage. The floor plan shall be mounted in 
an approved location and show the following: 


1. Locations, dimensions and rack layout of high-piled 
storage areas. 


2. Design storage height for each storage area. 
3. Types of commodities. 


4. Commodity clearance between top of storage and 
the sprinkler deflector for each storage arrangement. 


5. Aisle dimensions between each storage array. 


6. For palletized and solid-piled storage, the maximum 
pile volume for each storage array. 


7. Location and classification of commodities in accor- 
dance with Section 3203. 


8. Location of required fire department access doors. 


9. Location of valves controlling the water supply of 
ceiling and in-rack sprinklers. 
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3201.4 Fire safety and evacuation plan. Where required by 
the Section 403, a fire safety and evacuation plan shall be 
submitted at the time of permit application for review and 
approval. A copy of the approved fire safety and evacuation 
plan shall be maintained on the premises in an approved 
location. 


SECTION 3202 
DEFINITIONS 
3202.1 Definitions. The following terms are defined in Chap- 
ter 2: 
ARRAY. 
ARRAY, CLOSED. 
AUTOMATED RACK STORAGE. 
BIN BOX. 
COMMODITY. 


EARLY SUPPRESSION FAST-RESPONSE (ESFR) 
SPRINKLER. 


EXPANDED PLASTIC. 

EXTRA-HIGH-RACK COMBUSTIBLE STORAGE. 
HIGH-PILED COMBUSTIBLE STORAGE. 
HIGH-PILED STORAGE AREA. 

LONGITUDINAL FLUE SPACE. 

MANUAL STOCKING METHODS. 
MECHANICAL STOCKING METHODS. 

SHELF STORAGE. 

SOLID SHELVING. 

TRANSVERSE FLUE SPACE. 


SECTION 3203 
COMMODITY CLASSIFICATION 


3203.1 Classification of commodities. Commodities shall be 
classified as Class I, II, III, IV or high hazard in accordance 
with Sections 3203.2 through 3203.10.3. Materials listed 
within each commodity classification are assumed to be 
unmodified for improved combustibility characteristics. Use 
of flame-retarding modifiers or the physical form of the mate- 
rial could change the classification. 


3203.2 Class I commodities. Class I commodities are 
noncombustible products in ordinary corrugated cartons with 
or without single-thickness dividers, or in ordinary paper 
wrappings with or without wood pallets. The amount of 
Group A plastics shall be limited in accordance with Section 
3203.9. 


3203.3 Class If commodities. Class Il commodities are 
Class I products in slatted wooden crates, solid wooden 
boxes, multiple-thickness paperboard cartons or equivalent 
combustible packaging material with or without wood pallets. 
The amount of Group A plastics shall be limited in accor- 
dance with Section 3203.9. 
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3203.4 Class III commodities. Class III] commodities are 
products of wood, paper, natural fiber cloth, or Group C plas- 
tics or products thereof, with or without wood pallets. The 
amount of Group A plastics shall be limited in accordance 
with Section 3203.9. 


3203.5 Class IV commodities. Class IV commodities are 
Class I, II or III products containing Group A plastics in ordi- 
nary corrugated cartons; Class I, II and III products with 
Group A plastic packaging; Group B plastics; and free-flow- 
ing Group A plastics with or without wood pallets. The total 
amount of nonfree-flowing Group A plastics shall be limited 
in accordance with Section 3203.9. 


3203.6 High-hazard commodities. High-hazard commodi- 
ties are products presenting special fire hazards beyond those 
of Class I, II, HI or 'V. Group A plastics not otherwise classi- 
fied are included in this class. 


3203.7 Classification of plastics. Plastics shall be designated 
as Group A, B or C in accordance with Sections 3203.7.1 
through 3203.7.3. 


3203.7.1 Group A plastics. Group A plastics are plastic 
materials having a heat of combustion that is much higher 
than that of ordinary combustibles, and a burning rate 
higher than that of Group B plastics. 


3203.7.2 Group B plastics. Group B plastics are plastic 
materials having a heat of combustion and a burning rate 
higher than that of ordinary combustibles, but not as high 
as those of Group A plastics. 


3203.7.3 Group C plastics. Group C plastics are plastic 
materials having a heat of combustion and a burning rate 
similar to those of ordinary combustibles. 


3203.8 Examples of commodity classification. Table 
3203.8 shall be used to determine the commodity classifica- 
tion for various products and materials. Products not found in 
the list shall be classified based on the classification descrip- 
tions in Sections 3203.2 through 3203.6 and the products they 
most nearly represent in Table 3203.8. Table 3203.8 consid- 
ers the product and the packaging if listed with the item. 
Products with additional packaging consisting of Group A 
plastics shall be classified in accordance with Section 3203.9. 


The commodity classifications are based on products with, 
or without, wood pallets. Where plastic pallets are used, the 
commodity classification shall be modified in accordance 
with Section 3203.10. 


3203.9 Limited quantities of Group A plastics in mixed 
commodities. Figures 3203.9(1) and 3203.9(2) shall be used 
to determine the commodity classification based on the quan- 
tity of Group A plastics in the following situations: 


1. The product is not listed in Table 3203.8 and contains 
Group A plastics. 


2. The commodity contains Group A plastics and is not 
classified as high hazard in Table 3203.8. 


3. The product listing in Table 3203.8 does not specifi- 
cally include packaging, and the packaging material 
includes Group A plastics, 
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TABLE 3203.8 
EXAMPLES OF COMMODITY CLASSIFICATION 


Class Il 
aha (See Chapter 51) 
Class IV 
High-hazard 
Dry cells (excludes lithium, lithium-ion and other similar exotic metals or com- 
bustible electrolyte); without blister packing (if blister packed, refer to the com- Class I 
modity classification definitions) 
Dry cells (nonlithium or similar exotic metals); in blister packing; cartoned Class II 
Batteries 


Vehicle; large (in other words, truck or larger); dry or wet cells (excludes 
lithium-ion and other cells containing combustible electrolytes) (Group A unexpanded) 
Vehicle; small (for example, automobile); wet cells (excludes lithium-ion and 
other cells containing combustible electrolytes) 

Lithium-ion (excludes lithium-ion installed in the equipment or appliance it powers) 


Class V 


Rigid plastic (not including PET) A Diane ded) 


Wood; solid sided (such as crates, boxes) Class II 


High-hazard 
Polypropylene, polyester, polyethylene; rolled on any reel type [Group Actinexpanded) 


35 mm metal film cartridges in polyethylene cans; cartoned Class I] 


Motion picture or bulk rolls in polycarbonate, polyethylene or in metal cans; 
‘ Class II 
polyethylene bagged; cartoned 


Empty containers 


Film rolls, including 
photographic 


Lacquers, which dry by solvent evaporation, in metal cans or cartons 


, . High-hazard 
Lighters; butane; blister-packed; cartoned KGroup)Alihexnanded) 
Over 20- and up to 50-percent alcohol (such as alcoholic beverages, hair spray); 

aeohg Class III 
up to 1-gallon glass bottles or jars; in racks; cartoned 
Over 20- and up to 50-percent alcohol (such as alcoholic beverages, hair spray); 

Piette prong Class IV 
up to 1-gallon glass bottles or jars; palletized; cartoned 
Over 20- and up to 50-percent alcohol (such as alcoholic beverages, hair spray); 

: 5 Class IV 

up to 1-gallon plastic bottles or jars; cartoned 
Up to 20-percent alcohol (such as alcoholic beverages, flavoring extracts); High-hazard 
greater than 5-gallon plastic containers with wall thickness greater than 0.25 inch (Group A unexpanded) 
Up to 20-percent alcohol (such as alcoholic beverages, flavoring extracts); metal, Clean’ 
glass or ceramic containers 
Up to 20-percent alcohol (such as alcoholic beverages, flavoring extracts): Class II 
plastic containers greater than 5 gallons and wall thickness up to '/, inch 


(continued) 


Flammable and 
combustible liquids 
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TABLE 3203.8—continued 
EXAMPLES OF COMMODITY CLASSIFICATION 5 


PRODUCT CATEGORY PRODUCT CLASSIFICATION 


Up to 20-percent alcohol (such as alcoholic beverages, flavoring extracts); up to 

; : Class I 
5-gallon plastic bottles or jars 
Up to 20-percent alcohol (such as alcoholic beverages, flavoring extracts); wood Class II 
containers 


Flammable and 
combustible liquids 
(continued) 


Nail polish; up to 2-ounce glass bottles or jars; cartoned Class IV 


: F ; y ben High-hazard 
Nail polish; up to 2-ounce plastic bottles or jars; cartoned (Group.Aainexpanded) 


Lubricating or hydraulic fluid in plastic containers High-hazard 


Butter (stick or whipped spread) or margarine (up to 50-percent oil) Class Il 
Butter; whipped spread Class III 


Dry foods (such as baked goods, candy, cereals, cheese, chocolate, cocoa, coffee, Class III 

grains, granular sugar, nuts); bagged or cartoned 

Foods (such as coffee, fish products, fruit, meat products, nuts, poultry); metal 
cans 

Fruits and vegetables (noncombustible semiliquid); crushed; plastic containers up Cisse 

to 5 gallons 


Fruits and vegetables; fresh; wood spacers, nonplastic trays or containers 


‘ High-hazard 
Margarine; over 50- and up to 80-percent oil 
(Group A unexpanded) 


Food products, 
nonfrozen 


Meat; fresh; plastic tray Class II 


: ; . . High-hazard 
Milk; any container; stored in solid plastic crates 
(Group A unexpanded) 


Meat; fresh; no plastic packaging; uncartoned 
Meat; fresh; no plastic packaging; cartoned Class II 


Milk; paper containers, or plastic bottles or jars up to 5 gallons 
Sal agaed 
Class 


‘ : ' ; High-hazard 
Snack foods (such as potato chips); plasticized aluminum bags; cartoned iGrouptA anexpended, 


Syrup; wooden container Class II 
Box spring; standard (minimal plastic materials) Class ill 
Box spring; wrapped in plastic cover Class IV 


; , High-hazard 
F 
urniture and bedding; with foam cushioning (Groun Avexpandady 
Furniture; metal (such as file cabinets or desks with minimal plastic trim); car- Glace 
toned . 
Furniture; wood (such as doors, windows, cabinets); no plastic coverings or foam Class III 
cushioning APS 


Furniture and bedding 


Furniture; wood; plastic coverings; nonexpanded plastic trim Class IV 


High-hazard 

M 

attress; foam (in finished form) (oR Oug A. expended) 
High-hazard 

Pillows, foam rubber and foam plastics RGROUgy Mseparledt 


(continued) 
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TABLE 3203.8—continued 
EXAMPLES OF COMMODITY CLASSIFICATION 


PRODUCT CATEGORY PRODUCT CLASSIFICATION 


Class II 
Appliances; major (for example, stoves, refrigerators); no appreciable plastic Class I 
interior or exterior trim; uncartoned we 
Appliances; no appreciable plastic exterior trim (interior of unit can have Class II] 
appreciable plastic) ae 
ht High-hazard 
Carpet tiles; cartoned Astoup A onexpanded) 


Fiberglass insulation; paper-backed rolls; bagged or unbagged Class IV 
Floor coverings; vinyl, stacked tiles Class IV 


Ones High-hazard 
Floor coverings; vinyl; rolled eeonee trexpandes 


Cy Boa 


Housing materials (such as sinks, countertops); noncombustible, cartoned or Class II 
crated 


Paint; water-based (latex); friction-top metal containers; cartoned 


Roofing shingles; asphalt-impregnated felt Class IV 


Ammunition; small arms and shotgun; cartoned Class IV 


— re High-hazard 
Charcoal; mineral-spirit impregnated; bagged (Group A-expanded) 


Charcoal; standard (nonmineral-spirit impregnated); bagged Class I] 
Fertilizers; nitrates; bagged Class II 
Fertilizers; phosphates; bagged 
Leather hides; baled Class II 
Leather; finished products (such as shoes, jackets, gloves, bags, luggage, belts) Class III 
| 
Miscellaneous : : ; 
Pallets and flats that are idle; combustible High-hazard 


Housing materials and 
appliances 


: High-hazard 
Toys; stuffed; foam or synthetic (Group A expanded) 


Transformer; dry or empty (in other words, void of oil) 
Liquids or semiliquids; PET containers greater than 5 gallons having a nominal Class IV 
wall thickness greater than '/, inch 
Liquids or semiliquids; PET containers up to 5 gallons having a nominal wall Class I 
thickness less than '/, inch 
Liquids or semiliquids (such as crushed fruits and vegetables); plastic containers Class I 
up to 5-gallon capacity 
Liquids or semiliquids; plastic (except PET) containers greater than 5-gallon High-hazard 
capacity having a nominal wall thickness greater than '/, inch (Group A unexpanded) 


(continued) 


Noncombustible liquids 
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TABLE 3203.8—continued 
EXAMPLES OF COMMODITY CLASSIFICATION - @ 


PRODUCT CATEGORY PRODUCT CLASSIFICATION 


Liquids or semiliquids; plastic (except PET) containers greater than 5-gallon Odes 1] 
capacity having a nominal wall thickness up to '/, inch ; 


Liquids; cardboard drink boxes, plastic coated, wax coated, and/or aluminum 


lined; uncartoned or on corrugated carton trays with plastic sheeting Class I 


High-hazard 
(Group A unexpanded) 


Liquids; cardboard drink boxes, plastic coated, wax coated, and/or aluminum 


Noncombustible liquids | lined; stored in plastic containers 


cont Liquids; glass bottles or jars; cartoned 
Liquids; less than 5-gallon plastic containers 
Liquids; pharmaceuticals (nonflammable); glass bottles or jars; cartoned Class II 
er br ; : High-hazard 
Liquids; plastic bottles or jars; stored in open or solid plastic crates (Grou Nuexpah dee 
Book signatures (paper part of book without hard cover) Class II 


Class IV 
Class II 


High-hazard 
(Group A unexpanded) 


Cartons (such as cardboard flats); corrugated; partially assembled 


Cartons (such as cardboard flats); corrugated; unassembled in neat piles 


Cartons; wax coated, single-walled corrugated 


Cellulosic paper products; nonwax coated (such as books, cardboard games, car- 
toned tissue products, magazines, newspapers, paper cups, paper plates, paper 


Class III 


towels, plastic-coated paper food containers, stationary) 


High-hazard 
(Group A unexpanded) 


Cellulosic paper products; wax coated (such as paper plates, cups); loosely 
packed; cartoned 


Cellulosic paper products; wax coated (such as paper plates, cups); nested; car- Class IV 
toned / é 


Class IV 


High-hazard 
(Group A unexpanded) 


Rolled; lightweight; in storage racks Class IV 


lled; medium or heavyweight; in storage racks or onside Class III 


Paper products Matches; paper-type: cartoned 
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Rolled; in horizontal storage or vertical storage that is banded or protected with 


Class HI 
an approved wrap 


Rolled; in vertical storage that is unbanded or not protected with an approved 


wrap High-hazard 


Tissue products; plastic wrapped: cartoned Class III 


High-hazard 
(Group A unexpanded) 
High-hazard 
(Group A unexpanded) 
High-hazard 
(Group A unexpanded) 
High-hazard 
(Group A unexpanded) 
High-hazard 
(Group A expanded) 
High-hazard 
(Group A unexpanded) 
Class IV 
(Group B plastic) 


High-hazard 
(Group A unexpanded) 


Tissue products; plastic wrapped; uncartoned 
ABS (Acrylonitrile-butadiene-styrene copolymer) 


Acetal (polyformaldehyde) 


Acrylic (polymethyl methacrylate) 


Plastic, rubber Automobile bumpers and dashboards 


Cellulose acetate 


Cellulose acetate butyrate 


wo 

= 

<i 

: 

Ss 

g 
7s 


(continued) 
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TABLE 3203.8—continued 
EXAMPLES OF COMMODITY CLASSIFICATION 


PRODUCT CATEGORY PRODUCT 


Containers; Nonexpanded plastic gridded or solid; collapsed or nested with no air 


ECTFE (ethylene-chlorotrifluoro-ethylene copolymer) 
EPDM (ethylene-propylene rubber) 


ETFE (ethylene-tetrafluoroethylene copolymer) 
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FEP (fluorinated ethylene-propylene copolymer) 
s-reinforced polyester) 
Melamine (melamine formaldehyde) 


Nitrile rubber (acrylonitrile-butadiene rubber) 
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lychlorotrifluoroethylene) 


Plastic, rubber 
(continued) PET (Polyethylene terephthalate-thermoplastic polyester) 


Plastics; stored in fully closed and solid (no openings) metal containers 


Polystyrene; foam products (such as plates, cups) 


Polystyrene; rigid products 


PTFE (polytetrafluoroethylene) 


PVC (polyvinyl chloride) products; plasticizer content 20 percent or less 
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(continued) 
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CLASSIFICATION 
Class IV 
(Group B plastic) 
High-hazard 
(Group A unexpanded) 
Class IV 
(Group B plastic) 
High-hazard 
(Group A unexpanded) 
Class IV 
(Group B plastic) 
High-hazard 
(Group A unexpanded) 
Class IV 
(Group B plastic) 
High-hazard 
(Group A unexpanded) 
Class II 
(Group C plastic) 
High-hazard 
(Group A unexpanded) 
High-hazard 
(Group A unexpanded) 
Class II 
(Group C plastic) 
High-hazard 
(Group A unexpanded) 
Class II 
(Group C plastic) 
Class I 
High-hazard 
(Group A unexpanded) 
High-hazard 
(Group A unexpanded) 
High-hazard 
(Group A unexpanded) 
High-hazard 
(Group A unexpanded) 
High-hazard 
(Group A unexpanded) 
High-hazard 
(Group A expanded) 
High-hazard 
(Group A unexpanded) 
High-hazard 
(Group A expanded) 
Class III 
(Group C plastic) 
Class Il 
(Group C plastic) 
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TABLE 3203.8—continued 
EXAMPLES OF COMMODITY CLASSIFICATION 


PRODUCT CATEGORY PRODUCT CLASSIFICATION 


; ap High-hazard 
PVC (polyvinyl chloride) products; plasticizer content greater than 20 percent (Group A unexpanded) 
Class III 
P Class II 
PVDC (polyvinylidene chloride) (Group C plastic) 
Class III 
PVDF (polyvinylidene fluoride) (Group C plastic) 
PVF ( 
be 


esins; bagged 

High-hazard 
polyvinyl! fluori (Group A unexpanded) 
r; natural in blo 


- 


Pyroxylin High-hazard 


de) 
High-hazard 
Rub cks; cartoned (Group A unexpanded) 
I 


Plastic, rubber 
(continued) 


Rubber; natural; expanded loneeaeaeen eh 
Rubber; natural; Nonexpanded Season we 
Rubber; synthetic (santoprene) a eon 


High -hazard 


High-hazard 
SAN (styrene acrylonitrile) (Group A unexpanded) 
High-hazard 
SBR (styrene-butadiene rubber) (Group A unexpanded) 
st Class IV 
Silicone rubber (Group B plastic) 
Class III 
Urea (urea formaldehyde) (Group C plastic) 
Bottles or jars greater than 1 gallon containing noncombustible solids eae c 
Jats g 8 g (Group A unexpanded) 
Bottles or jars up to 1 gallon containing noncombustible solids High-hazard 
ottles or jars up to 1 g 5 ee , (Group A unexpanded) 


Powders; combustible (ordinary—such as sugar or flour); free-flowing; bagged 


Powders; noncombustible free-flowing powdered or granular materials (such as 
cement, calcium chloride, clay, iron oxide, sodium chloride, sodium silicate); Class I 

bagged 

Powders; noncombustible; glass bottles or jars; cartoned 
Powders; noncombustible; PET bottles or jars Class I 


a a indy High-hazard 
Powders; noncombustible; plastic (other than PET) bottles or jars; uncartoned (Group A unexpanded) 
Powders; noncombustible; plastic bottles or jars greater than 1-gallon capacity ap fetch 
; , (Group A unexpanded) 


Powders; noncombustible; plastic bottles or jars up to 1-gallon capacity; cartoned Class IV 


(continued) 


Plastic containers 


Powders, pills 
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TABLE 3203.8—continued 
EXAMPLES OF COMMODITY CLASSIFICATION 


PRODUCT CATEGORY CLASSIFICATION 


Class III 


Class [V 


Clothing; natural fibers (such as wool, cotton) and viscose Class III 


Cotton; cartoned Class III 
Diapers; cotton or linen Class III 
Diapers; plastic or nonwoven fabric; cartoned Class IV 


5 . ' oe ; ‘ High-hazard 
Diapers; plastic or nonwoven fabric; plastic-wrapped; uncartoned Deane A ane renaed) 


Fabric; rayon and nylon Class IV 
S : : High-hazard 
Fabric; synthetic (except rayon and nylon); greater than 50/50 blend (Groin S uaconiad 


Fabric; synthetic (except rayon and nylon); up to 50/50 blend Class II 


High-hazard 
(Group A unexpanded) 


Fibers; rayon and nylon; baled Class IV 
High-hazard 
(Group A unexpanded) 


Textile materials and 
products 


Thread or yarn; rayon and nylon; wood or paper spools Class IV 


; ; High-hazard 
Thread or yarn; rayon or nylon; plastic spools (Grou A mnetpanded) 


paper or wood spools . Class IV 


Thread or yarn; synthetic (except rayon and nylon); greater than 50/50 blend; High-hazard 
plastic spools (Group A unexpanded) 
Thread or yarn; synthetic (except rayon and nylon); up to 50/50 blend; plastic High-hazard 
spools (Group A unexpanded) 
Thread or yarn; synthetic (except rayon and nylon); up to 50/50 blend; wood or Class III 
paper spools 

@hedicn High-hazard 

(Group A expanded) 
Wax products eee 
; igh-hazar 
Paraffin or petroleum wax; blocks (Gros open ded 
: 3) High-hazard (Group A unex- 

Spools; plastic; empty panded) 


High-hazard 
Wire; bare; plastic spools; uncartoned (Group A unexpanded) 


Wire; bare; wood or cardboard spools Class II 
Wood products (such as fiberboard, lumber, particle board, plywood, pressboard Cinse tl 
with smooth ends and edges); bundled solid blocks 

Wood products ; 

Wood products (such as fiberboard, lumber, particle board, plywood, pressboard Class II] 
with smooth ends and edges); unbundled or nonsolid blocks 

Wood products (such as toothpicks, clothespins and hangers) Class III 


For SI: 1 inch = 25.4 mm, 1| gallon = 3.8 L, 1 ounce = 29.57 ml. 
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Percent by Weight of Group A 
Unexpanded Plastic (W,,,) 


Percent by Volume of Group A Expanded Plastic (V,,) 


A= Class |, Il or Ill commodity 

B = Class IV commodity 

C = High-hazard commodity (Group A Unexpanded) 
D = High-hazard commodity (Group A Expanded) 


FIGURE 3203.9(1) 
EVALUATION BY VOLUME OF GROUP A EXPANDED PLASTICS IN MIXED COMMODITIES*” 


a. This figure is used to determine the commodity classification of a mixed commodity with Group A plastics in a package or carton, or on a pallet. 
b. The following is an example of how to apply Figure 3203.9(1): A pallet load consists of a Class III commodity with components of unexpanded Group A plastic 
and packing material of expanded Group A plastic. Using Equation 32-1, the weight of unexpanded Group A plastic is 5 percent. Using Equation 32-2, the 
volume of expanded Group A plastic is 15 percent. This commodity is classified as a Class 1V commodity. If the volume of the expanded Group A plastic is 
increased to 20 percent, the classification changes to a high-hazard commodity. Compare this result with the result from Figure 3203.9(2), and the highest classi- e 
fication will apply. Where the load is stored on a plastic pallet, the requirements in Section 3203.10 apply. e 


Percent by Weight of Group A 
Unexpanded Plastic (P,,,,) 


Percent by Volume of Group A Expanded Plastic (P_) 


A= Class |, Il or Ill commodity 

B = Class IV commodity 

C = High-hazard commodity (Group A Unexpanded) 
D = High-hazard commodity (Group A Expanded) 


FIGURE 3203,9(2) 
EVALUATION BY WEIGHT OF GROUP A EXPANDED PLASTICS IN MIXED COMMODITIES*®° 

. This figure is used to determine the commodity classification of a mixed commodity with Group A plastics in a package or carton, or on a pallet. 
. The results from this figure must be compared to the results from Figure 3203.9(1). The highest classification will apply. «@ 
c. The following is an example of how to apply Figure 3203.9(2): A pallet load consists of a Class III commodity with components of unexpanded Group A 

plastic and packing material of expanded Group A plastic, Using Equation 32-1, the weight of unexpanded Group A plastic is 5 percent. Using Equation 32- 

3, the weight of expanded Group A plastic is 6 percent. This commodity is classified as a high-hazard commodity. Where the load is stored on a plastic pallet, 

the requirements in Section 3203.10 apply. 


os, PS 
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3203.9.1 Classifying mixed commodities with limited 
Group A plastics. The percentage of Group A plastics 
determined in accordance with Section 3203.9.2 shall be 
used in Figures 3203.9(1) and 3203.9(2). Results from 
Figure 3203.9(1) must be compared to results from Figure 
3203.9(2) and the commodity will be classified with the 
highest commodity classification. 


Figures 3203.9(1) and 3203.9(2) shall not be used to 
reduce the commodity classification shown in Table 
3203.8. 


3203.9.2 Percentage of Group A plastics. The pallet, if 
any, shall not be included when measuring the weight of 
the commodity (W,, or W,,) or the volume of the 
commodity (V,,). The pallet, if any, shall be included 
when measuring the weight of the entire load (W,) or the 
volume of the entire load (V,). 


Exception: Where noncombustible pallets are used, the 
pallets shall not be included in the volume and weight 
calculations. 


The percentage by weight of Group A unexpanded 
plastics in the load shall be calculated in accordance with 
Equation 32-1. 

The percentage by volume of Group A expanded plas- 
tics in the load shall be calculated in accordance with 
Equation 32-2. 

The percentage by weight of Group A expanded plas- 
tics in the load shall be calculated in accordance with 
Equation 32-3. 


Pay = Woy! W, 
where: 


_ Pyy = Percentage by weight of Group A unexpanded 
plastic. 

W.,, = Weight of Group A unexpanded plastic in the 
commodity, not including the weight of the 
pallet, if any. 

W, = Weight of the entire load, including the weight 
of the pallet, if any. 


(Equation 32-1) 


Pei (Equation 32-2) 

where: 

P,, = Percentage by volume of Group A expanded 
plastic. 

Vre = Volume of Group A expanded plastic in the 


commodity, not including the volume of the 
pallet, if any. 


a = Volume of the entire load, including the volume 
of the pallet, if any. 
Pw = Wogl W, (Equation 32-3) 


where: 


Py, = Percentage by weight of Group A expanded 
plastic. 
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W,, = Weight of Group A expanded plastic in the 
commodity, not including the weight of the 
pallet, if any. 


W, = Weight of the entire load, including the weight of 
the pallet, if any. 


3203.10 Plastic pallets. The commodity classification deter- 
mined in Section 3203.8 or 3203.9 shall be modified in 
accordance with Sections 3203.10.1 through 3203.10.3 where 
plastic pallets are used. 


Exception: The commodity classification is not modified 
where any of the following conditions occur: 


1. Group A plastic commodities are stored on plastic 
pallets. 


2. Sprinkler protection consists of sprinklers at the 
ceiling only, using sprinklers with a minimum K- 
factor of K-16.8 (240). 


3. The plastic pallets are listed and labeled in accor- 
dance with Section 3206.4.1.1. 


3203.10.1 Unreinforced plastic pallets. For Class I 
through IV commodities, where unreinforced polypropyl- 
ene or unreinforced high-density polyethylene plastic 
pallets are used, the commodity classification shall be 
increased one class. To be considered unreinforced plastic 
pallets, the pallets shall be marked with a permanent 
symbol indicating the pallet is unreinforced. 


3203.10.2 Reinforced plastic pallets. For Class I through 
IV commodities, where reinforced polypropylene or rein- 
forced high-density polyethylene plastic pallets are used, 
the commodity classification shall be increased two 
classes except for Class IV commodities, which shall be 
increased to a high-hazard (Group A plastic, cartoned, 
unexpanded) commodity. 


3203.10.3 Other pallets. For Class I through IV commod- 
ities stored on plastic pallets other than polypropylene or 
high-density polyethylene plastic pallets, the commodity 
classification shall be increased two classes unless specific 
testing is conducted by a testing laboratory. 


SECTION 3204 
DESIGNATION OF HIGH-PILED STORAGE AREAS 


3204.1 General. High-piled storage areas, and portions of 
high-piled storage areas intended for storage of a different 
commodity class than adjacent areas, shall be designed and 
specifically designated to contain Class I, Class II, Class III, 
Class IV or high-hazard commodities. The designation of a 
high-piled storage area, or portion thereof intended for stor- 
age of a different commodity class, shall be based on the 
highest hazard commodity class stored except as provided in 
Section 3204.2. 


3204.2 Designation based on engineering analysis. The 
designation of a high-piled combustible storage area, or 
portion thereof, is allowed to be based on a lower hazard 
class than that of the highest class of commodity stored 
where a limited quantity of the higher hazard commodity 
has been demonstrated by engineering analysis to be 


32-13 


HIGH-PILED COMBUSTIBLE STORAGE 


adequately protected by the automatic sprinkler system 
provided. The engineering analysis shall consider the ability 
of the sprinkler system to deliver the higher density required 
by the higher hazard commodity. The higher density shall 
be based on the actual storage height of the pile or rack and 
the minimum allowable design area for sprinkler operation 
as set forth in the density/area figures provided in NFPA 13. 
The contiguous area occupied by the higher hazard 
commodity shall not exceed 120 square feet (11 m’) and 
additional areas of higher hazard commodity shall be sepa- 
rated from other such areas by 25 feet (7620 mm) or more. 
The sprinkler system shall be capable of delivering the 
higher density over a minimum area of 900 square feet (84 
m’) for wet pipe systems and 1,200 square feet (111 m’) for 
dry pipe systems. The shape of the design area shall be in 
accordance with Section 903. 


SECTION 3205 
HOUSEKEEPING AND MAINTENANCE 


3205.1 Storage layout plan maintenance. The approved 
storage layout shall be verified and evaluated annually in 
accordance with Section 3201.3.2. Modifications or changes 
to the provisions of the approved storage layout shall not be 
made without the prior approval of the fire code official. 


3205.2 Rack structures. The structural integrity of racks 
shall be maintained. 


3205.3 Ignition sources. Clearance from ignition sources 
shall be provided in accordance with Section 305. 


3205.4 Smoking. Smoking shall be prohibited. Approved 
“No Smoking” signs shall be conspicuously posted in accor- 
dance with Section 310. 


3205.5 Aisle maintenance. When restocking is not being 
conducted, aisles shall be kept clear of storage, waste mate- 
rial and debris. Fire department access doors, aisles and exit 
doors shall not be obstructed. During restocking operations 
using manual stocking methods, a minimum unobstructed 
aisle width of 24 inches (610 mm) shall be maintained in 
48-inch (1219 mm) or smaller aisles, and a minimum unob- 
structed aisle width of one-half of the required aisle width 
shall be maintained in aisles greater than 48 inches (1219 
mm). During mechanical stocking operations, a minimum 
unobstructed aisle width of 44 inches (1118 mm) shall be 
maintained in accordance with Section 3206.10. 


Exception: In high-piled single- and double-row rack 
storage of combustible materials protected by automatic 
sprinkler systems designed and installed in accordance 
with the requirements of NFPA 13 governing the use of K- 
25.2 (360) sprinklers, displays and wing stacks not 
exceeding 48 inches (1219 mm) in height provided that 
they do not obstruct or reduce the clear width of the aisle 
to less than 48 inches (1219 mm). 


3205.6 Pile dimension and height limitations. Pile dimen- 


sions and height limitations shall comply with Section 
3207.3. 
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3205.7 Designation of storage heights. Wheré required by 
the fire code official, a visual method of indicating the maxi- 
mum allowable storage height shall be provided. 


3205.8 Arrays. Arrays shall comply with Section 3207.4. 


3205.9 Flue spaces. Flue spaces shall comply with Section 
3208.3. 


SECTION 3206 
GENERAL FIRE PROTECTION 
AND LIFE SAFETY FEATURES 


3206.1 General. Fire protection and life safety features for 
high-piled storage areas shall be in accordance with Sections 
3206.2 through 3206.11. 


3206.2 Type of protection. Where required by Table 3206.2, 
fire detection systems, smoke and heat removal and auto- 
matic sprinkler design densities shall be provided to protect 
the high-piled storage area. 


3206.2.1 Extent of protection. The fire safety features 
required in Table 3206.2 shall extend to the lesser of 15 
feet (4572 mm) beyond the high-piled storage area or a 
full height wall. Where portions of high-piled storage 
areas have different fire protection requirements because 
of commodity, method of storage or storage height, the 
fire protection features required by Table 3206.2 within 
this area shall be based on the most restrictive design 
requirements, 


3206.3 High-piled storage areas. For the application of 
Table 3206.2, the size of the high-piled storage areas shall be 
determined in accordance with Sections 3206.3.1 through 
3206.3.2.1. 


3206.3.1 Size of high-piled storage area. The size of 
each high-piled storage area shall include the footprint of 
the actual high-piled storage racks, shelves or piles and the 
following aisles: 


1. Interior aisles within the footprint of the storage 
area, 


2. An aisle around the perimeter of the footprint with a 
minimum width as required in Section 3206.10.1 or 
the dimension to a full height wall, whichever is less. 


3206.3.2 Multiple high-piled storage areas. Where a 
building contains multiple high-piled storage areas, the 
aggregate of all high-piled storage areas shall be used for 
the application of Table 3206.2 unless the high-piled stor- 
age areas are separated in accordance with one of the 
following: 


1. High-piled storage areas separated by fire barriers 
with a minimum fire-resistance-rating of 1 hour con- 
structed in accordance with Section 707 of the Cali- 
fornia Building Code. 


2. In buildings equipped throughout with an automatic 
sprinkler system in accordance with Section 
903.3.1.1, high-piled storage areas separated by 100 
feet (30 480 mm) or more. The area providing the 
separation shall not contain high-piled combustible 
storage. 
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TABLE 3206.2 
GENERAL FIRE PROTECTION AND LIFE SAFETY REQUIREMENTS 


ALL STORAGE AREAS SOLID-PILED STORAGE, SHELF STORAGE AND 
b PALLETIZED STORAGE 
(see Sections 3206, 3207 and 3208) (see Section 3207.3) 


SIZE OF HIGH- 
Serratia PILED STORAGE 
AREA* Automatic fire- Fire 
CLASS (square feet) | extinguishing | Fire detection | gepartment | Smoke and | waximum pile | Maximum | aximum pile 
system heat removal permissible 
(see Sections system ° (see Section | 2°cess doors | (cee Section dimension’ | .orage height! volume 
3206.2 and 3206.3)| (see Section ieee (see Section | (S88 5° i (feet) sree eat) | (cubic feet 


3206.4) 3206.7) 


0-500 Not Required*| Not Required | Not Required | Not Required | Not a Not ae Not Required 
501—2,500 | Not Required’ Not | Not Required | | Not Required | |NotRequired} = 120 | 100,000 000 


Open to the pub- Not Required | Not Required | Not Required 400,000 
lic 
2,501—12,000 
I-IV L 
(Option 1) 
2,501—12,000 
Not open to the Not Required* gh 200,000 
public 
(Option 2) ee eee 


| 12,001-500,000 | 001-500, 000). Yes. | Not | Not Required] Yes | | 400,000 | 000 


High hazard 


oO 


eee than 

(Option 1) 

Greater than 
d. For storage in excess of the height indicated, special fire protection shall be provided in accordance with Note f where required by the fire code official. See 
g. Not required where an automatic fire-extinguishing system is designed and installed to protect the high-piled storage area in accordance with Sections 3207 


0-500 Not Required’ |} Not Required | Not Required | Not Required erties Not | Not Required | Not | Not Required | 
501—2,500 
Open to the pub- Not Required | Not Required | Not Required 75,000 
lic 
501-2,500 
oropenita:the Yes Not Required | Not Required | Not Required 30 75,000 
501—2,500 
Not epeyio nel sr Required? Yes? esi! 50,000 
public 
(Option 2) 

For SI: 1 foot = 304.8 mm, | cubic foot = 0.02832 m’, 1 square foot = 0.0929 m’, 

a. Where automatic sprinklers are required for reasons other than those in Chapter 32, the portion of the sprinkler system protecting the high-piled storage area 
shall be designed and installed in accordance with Sections 3207 and 3208. 

b. For aisles, see Section 3206, 10. 

Chapters 51 and 57 for special limitations for aerosols and flammable and combustible liquids, respectively. 

e, For storage exceeding 30 feet in height, Option 1 shall be used. 

f, Special fire protection provisions including, but not limited to, fire protection of exposed steel columns; increased sprinkler density; additional in-rack 
sprinklers, without associated reductions in ceiling sprinkler density; or fire department hose connections shall be provided where required by the fire code 
and 3208. 

h. Not required where storage areas with an exit access travel distance of 250 feet (76 200 mm) or less are protected by either early suppression fast response 
(ESFR) sprinkler systems or control mode special application sprinklers with a response time index of 50 (m * s)'” or less that are listed to control a fire in the 

stored commodities with 12 or fewer sprinklers, installed in accordance with Section 903,3.1.1. 


public 
2.501—300, GOOS Me Ses tee | Not |NotRequired| Yes | P auiTS, OOOR ES | 000 
. Piles shall be separated by aisles complying with Section 3206.10. 
official. 
i. Not required in frozen food warehouses used solely for storage of Class I and II commodities where protected by an approved automatic sprinkler system. 
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3206.3.2.1 Multiple class high-piled storage areas. 
High-piled storage areas classified as Class I through 
IV not separated from high-piled storage areas classi- 
fied as high hazard shall utilize the aggregate of all 
high-piled storage areas as high hazard for the purposes 
of the application of Table 3206.2. Multiple class high- 
piled storage areas meeting the separation requirements 
in Section 3206.3.2 shall be considered as separated. 
The fire safety features in Table 3206.2 shall be 
extended beyond the higher-hazard storage area in 
accordance with Section 3206.2.1. 


Exception: Multiple class high-piled storage areas 
do not need to be separated where in accordance with 
Section 3204.2. 


3206.4 Automatic sprinklers. Automatic sprinkler systems 
shall be provided in accordance with Sections 3207, 3208 and 
3209. 


3206.4.1 Pallets. Automatic sprinkler system require- 
ments based on the presence of pallets shall be in 
accordance with NFPA 13. 


3206.4.1.1 Plastic pallets. Plastic pallets listed and 
labeled in accordance with FM 4996 or UL 2335 shall 
be treated as wood pallets for determining required 
sprinkler protection. 


3206.5 Fire detection. Where fire detection is required by 
Table 3206.2, an approved automatic fire detection system 
shall be installed throughout the high-piled storage area. The 
system shall be monitored and be in accordance with Section 
907. 


3206.6 Building access. Fire apparatus access roads in accor- 
dance with Section 503 shall be provided within 150 feet (45 
720 mm) of all portions of the exterior walls of buildings 
used for high-piled storage. 


Exception: Where fire apparatus access roads cannot be 
installed because of topography, railways, waterways, 
nonnegotiable grades or other similar conditions, the fire 
code official is authorized to require additional fire 
protection. 


3206.7 Fire department access doors. Where fire depart- 
ment access doors are required by Table 3206.2, fire 
department access doors shall be provided in accordance 
Sections 3206.7.1 through 3206.7.8. 


3206.7.1 Exterior walls without fire department access 
doors. Fire department access doors are not required in an 
exterior wall that does not face a fire apparatus access road 
provided that all of the following conditions occur: 


1. The opposite exterior wall faces a fire apparatus 
access road. 


2. The opposite exterior wall is provided with fire 
department access doors. 


3. The entire interior surface of the exterior wall is less 
than 150 feet (45 720 mm) away from a fire depart- 
ment access door. 
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4, The building is equipped throughout with an auto- 
matic sprinkler system in accordance with Section 
903.3.1.1. 


3206.7.2 Where located. Where exterior walls surround- 
ing high-piled storage areas face fire apparatus access 
roads, such walls shall be provided with fire department 
access doors. 


3206.7.3 Access to doors, Fire department access doors 
shall be able to be accessed without the use of a ladder. 


3206.7.4 Marking on fire department access doors. Fire 
department access doors shall be labeled on the exterior 
side with the following sign or other approved sign: 


FIRE DEPARTMENT ACCESS DOOR 
DO NOT BLOCK 


The lettering shall be in a contrasting color to the back- 
ground. Letters shall have a minimum height of 2 inches 
(51 mm) with a minimum stroke of */, inch (10 mm). 


3206.7.5 Number of doors required. The required fire 
department access doors shall be distributed such that the 
lineal distance between adjacent fire department access 
doors does not exceed 125 feet (38 100 mm) measured 
center to center. 


Exception: The linear distance between adjacent 
access doors shall not exceed 200 feet (60 960 mm) in 
existing buildings where change in occupancy is not 
proposed. 


3206.7.6 Door size and type. Fire department access 
doors shall be not less than 3 feet (914 mm) in width and 6 
feet 8 inches (2032 mm) in height. Roll-up doors shall not 
be considered fire department access doors unless 
approved. 


3206.7.7 Locking devices. Locking devices on fire 
department access doors shall be approved. 


3206.7.8 Key box. Where fire department access doors are 
required, a key box shall be installed in accordance with 
Section 506.1. The key box shall contain keys or devices 
to allow for entry through the fire department access 
doors. 


3206.8 Smoke and heat removal. Where smoke and heat 
removal is required by Table 3206.2 it shall be provided in 
accordance with Section 910. 


3206.9 Fire department hose connections. Where exit 
passageways are required by the California Building Code 
for egress, a Class I standpipe system shall be provided in 
accordance with Section 905. 


3206.10 Aisles. Aisles providing access to exits and fire 
department access doors shall be provided in high-piled stor- 
age areas exceeding 500 square feet (46 m7’), in accordance 
with Sections 3206.10.1 through 3206.10.3. Aisles separating 
storage piles or racks shall comply with NFPA 13. Aisles 
shall comply with Chapter 10. 


Exception: Where aisles are precluded by rack storage 
systems, alternate methods of access and protection are 
allowed where approved. 
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3206.19.1 Width. Aisle width shall be in accordance with 
Sections 3206.10.1.1 and 3206.10.1.2. 


Exceptions: 


1. Aisles crossing rack structures or storage piles, 
that are used only for employee access, shall be 
not less than 24 inches (610 mm) wide. 


2. Aisles separating shelves classified as shelf stor- 
age shall be not less than 30 inches (762 mm) 
wide. 


3206.10.1.1 Sprinklered buildings. Aisles in sprin- 
klered buildings shall be not less than 44 inches (1118 
mm) wide. Aisles shall be not less than 96 inches (2438 
mm) wide in high-piled storage areas exceeding 2,500 
square feet (232 m’) in area, that are accessible to the 
public and designated to contain high-hazard 
commodities. 


Aisles shall be not less than 96 inches (2438 mm) 
wide in areas open to the public where mechanical 
stocking methods are used. 


Exceptions: 


1. Aisles in high-piled storage areas exceeding 
2,500 square feet (232 m7’) in area, that are 
open to the public and designated to contain 
high-hazard commodities, and that are pro- 
tected by a sprinkler system designed for mul- 
tiple-row racks of high-hazard commodities, 
shall be not less than 44 inches (1118 mm) 
wide. 


2. Aisles that are in high-piled storage areas 
exceeding 2,500 square feet (232 m°) in area, 
not open to the public and protected by a 
sprinkler system designed for multiple-row 
racks, shall be not less than 24 inches (610 
mm) wide. 


3206.10.1.2 Nonsprinklered buildings. Aisles in 
nonsprinklered buildings shall be not less than 96 
inches (2438 mm) wide. 


3206.10.2 Clear height. The required aisle width shall 
extend from floor to ceiling. Rack structural supports and 
catwalks are allowed to cross aisles at a minimum height 
of 6 feet 8 inches (2032 mm) above the finished floor 
level, provided that such supports do not interfere with fire 
department hose stream trajectory. 


3206.10.3 Dead-end aisles. Dead-end aisles shall not 
exceed 20 feet (6096 mm) in length in Group M occupan- 
cies. Dead-end aisles shall not exceed 50 feet (15 240 mm) 
in length in all other occupancies. 
Exception: Dead-end aisles are not limited where the 
length of the dead-end aisle is less than 2.5 times the 
least width of the dead-end aisle. 
3206.11 Portable fire extinguishers. Portable fire extin- 
guishers shall be provided in accordance with Section 906. 
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SECTION 3207 
SOLID-PILED AND SHELF STORAGE 


3207.1 General. Shelf storage and storage in solid piles, solid 
piles on pallets and bin box storage in bin boxes not exceed- 
ing 5 feet (1524 mm) in any dimension, shall be in 
accordance with Section 3206 and this section. 


3207.2 Fire protection. Where automatic sprinklers are 
required by Table 3206.2, an approved automatic sprinkler 
system shall be installed throughout the building or to 1-hour 
fire barriers constructed in accordance with Section 707 of 
the California Building Code. Openings in such fire barriers 
shall be protected by opening protectives having a 1-hour fire 
protection rating. The design and installation of the automatic 
sprinkler system and other applicable fire protection shall be 
in accordance with the California Building Code and NFPA 
iN 


3207.2.1 Shelf storage. Shelf storage greater than 12 feet 
(3658 mm) but less than 15 feet (4572 mm) in height shall 
be in accordance with the fire protection requirements set 
forth in NFPA 13. Shelf storage 15 feet (4572 mm) or 
more in height shall be protected in an approved manner 
with special fire protection, such as in-rack sprinklers. 


3207.3 Pile dimension and height limitations. Pile dimen- 
sions, the maximum permissible storage height and pile 
volume shall be in accordance with Table 3206.2. 


3207.4 Arrays. Where an automatic sprinkler system design 
utilizes protection based on a closed array, array clearances 
shall be provided and maintained as specified by the standard 
used. 


SECTION 3208 
RACK STORAGE 


3208.1 General. Rack storage shall be in accordance with 
Section 3206 and this section. Bin boxes exceeding 5 feet 
(1524 mm) in any dimension shall be regulated as rack 
storage. 


3208.1.1 Storage racks. The design and installation of 
storage racks shall be in accordance with the California 
Building Code. 


3208.2 Fire protection. Where automatic sprinklers are 
required by Table 3206.2, an approved automatic sprinkler 
system shall be installed throughout the building or to 1-hour 
fire barriers constructed in accordance with Section 707 of 
the California Building Code. Openings in such fire barriers 
shall be protected by opening protectives having a |-hour fire 
protection rating. The design and installation of the automatic 
sprinkler system and other applicable fire protection shall be 
in accordance with Section 903.3.1.1 and the California 
Building Code. 


3208.2.1 Plastic shelves. Storage on plastic shelves shall 
be protected by approved specially engineered fire protec- 
tion systems. 
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3208.2.2 Racks with solid shelving. Racks with solid 3208.5 Extra-high-rack storage systems. Approval of the 
shelving having an area greater than 20 square feet (1.9 fire code official shall be obtained prior to installing extra- 
m’), measured between approved flue spaces at all four high-rack combustible storage. 


edges of the shelf, shall be in accordance with this section. 3208.5.1 Fire protection. Buildings with extra-high-rack 

Exceptions: combustible storage shall be protected with a specially 
engineered automatic sprinkler system. Extra-high-rack 
combustible storage shall be provided with additional 
special fire protection, such as separation from other 
buildings and additional built-in fire protection features 
and fire department access, where required by the fire 
code official. 


1. Racks with mesh, grated, slatted or similar 
shelves having uniform openings not more than 6 
inches (152 mm) apart, comprising not less than 
50 percent of the overall shelf area, and with 
approved flue spaces are allowed to be treated as 
racks without solid shelves. 


2. Racks used for the storage of combustible paper 
records, with solid shelving, shall be in accor- SECTION 3209 


dance with NFPA 13. AUTOMATED STORAGE 


3208.2.2.1 Fire protection. Fire protection for racks 3209.1 General. Automated storage shall be in accordance 
with solid shelving shall be in accordance with NFPA with this section. 


Mey 3209.2 Automatic sprinklers. Where automatic sprinklers 
3208.3 Flue spaces. Rack storage areas protected with an are required by Table 3206.2, the building shall be equipped 


automatic sprinkler system shall be provided with flue spaces throughout with an approved automatic sprinkler system in 
in accordance with Table 3208.3. Required flue spaces shall accordance with Section 903.3.1.1. 


be maintained. 3209.3 Carousel storage. High-piled storage areas having 


3208.3.1 Flue space protection. Flue spaces required by _ greater than 500 square feet (46 m’) of carousel storage shall 


Table 3208.3 above the first tier of storage in single-, be provided with automatic shutdown in accordance with one 
double- or multiple-row rack storage installations shall, of the following: 


where required by the fire code official, be equipped with 
approved protection devices. Such devices shall not be 
removed or modified. 


1. An automatic smoke detection system installed in 
accordance with Section 907, with coverage extending 
15 feet (4575 mm) in all directions beyond unenclosed 

3208.4 Column protection. Steel building columns shall be carousel storage systems and that sounds a local alarm 

protected in accordance with NFPA 13. at the operator’s station and stops the carousel storage 

system upon the activation of a single detector. 


TABLE 3208.3 
REQUIRED FLUE SPACES FOR RACK STORAGE 


AUTOMATIC SPRINKLER PROTECTION 


Sprinklers at the ceiling with or without minimum In-rack sprinklers at 
FLUE DESIGN in-rack sprinklers every tier 


Storage height s 25 feet | Storage height > 25 feet Any height 


Transverse flue space - - - 
Vertically aligned Not required Yes 
Longitudinal flue space Not required Not required 
Transverse flue space : : 
Vertically aligned Not required Yes 
Longitudinal flue space Not required 6 inches 
Transverse flue space : 
Vertically aligned Not required Yes 
Longitudinal flue space Not required 


Transverse flue space - - - 
Vertically aligned Not required Yes 
Longitudinal flue space Not required Not required 


For SI: 1 inch = 25.4 mm, 1 foot = 304.8 mm, | 
a. Three-inch transverse flue spaces shall be provided not less than every 10 feet where ESFR sprinkler protection is provided. 
b. Random variations are allowed, provided that the configuration does not obstruct water penetration. 


RACK 
CONFIGURATION 


Single-row rack Not required 
Not required 


Not required 
Double-row rack 


(Option 1) Not required 


Not required 
Not required 


Double-row rack 


(Option 2) Not required 


Not required 
Not required 
Not required 


Multiple-row rack 


Not required 
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2. An automatic smoke detection system installed in 
accordance with Section 907 and within enclosed car- 
ousel storage systems, that sounds a local alarm at the 
operator’s station and stops the carousel storage system 
upon the activation of a single detector. 


3. A single dead-man-type control switch that allows the 
operation of the carousel storage system only when the 
operator is present. The switch shall be in the same 
room as the carousel storage system and located to pro- 
vide for observation of the carousel system. 


3209.4 Automated rack storage. High-piled storage areas 
with automated rack storage shall be provided with a manu- 
ally activated emergency shutdown switch and automatic 
shutdown in accordance with Sections 3209.4.1 and 3209.4.2. 


3209.4.1 Manual activated shutdown. A manually acti- 
vated switch shall be provided to initiate the approved 
automatic shutdown process. The switch shall be clearly 
identified and shall be in a location approved by the fire 
code official. 


3209.4.2 Automatic shutdown. Automatic shutdown 
shall be required for high-piled combustible storage areas 
greater than 500 square feet (46 m’). The approved auto- 
matic shutdown process shall commence upon any of the 
following events: 


1. Water flow is detected in the automatic sprinkler 
system, if present. 


' 2. Activation of the fire detection system, if present. 


SECTION 3210 
SPECIALTY STORAGE 


3210.1 General. Records storage facilities used for the rack 
or shelf storage of combustible paper records greater than 12 
feet (3658 mm) in height shall be in accordance with Sections 


| 3206 and 3208. Palletized storage of records shall be in 


accordance with Section 3207. 


3210.1.1 Alternative fire protection. The design and 
installation of automatic fire-extinguishing systems in 
archives, vaults and record storage rooms shall be in 
accordance with NFPA 232. 
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Q CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
CHAPTER 33 — FIRE SAFETY DURING CONSTRUCTION AND DEMOLITION 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user 
See Chapter 1 for state agency authority and building applications.) 


Adopting Agency 


ea lp lll] 
Pe a ee ee 
fAdoptentie Chapter | |__| 


Adopt Entire Chapter 


a Pe ee ee A 
as amended 
listed below) 


sections that are 

cea eee 
Regulations, Title 19, 

Division 1] 
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* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division 1 text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same 
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CHAPTER 33 
FIRE SAFETY DURING CONSTRUCTION AND DEMOLITION 


User note: 


About this chapter: Chapter 33 outlines general fire safety precautions for all structures and all occupancies during construction and demo- 
lition operations. In general, these requirements seek to maintain required levels of fire protection, limit fire spread, establish the appropriate 
operation of equipment and promote prompt response to fire emergencies. There is an emphasis on owner responsibility and the need to 
create and implement a site safety plan. Features regulated include fire protection systems, fire fighter access to the site and building, water 
supply, means of egress, hazardous materials storage and use, and temporary heating equipment and other ignition sources. Fire watches 
are an important component of this chapter. This chapter correlates with Chapter 33 of the California Building Code. 


SECTION 3301 
GENERAL 


3301.1 Scope. This chapter shall apply to structures in the 
course of construction, alteration or demolition, including 
those in underground locations. Compliance with NFPA 241 
is required for items not specifically addressed herein. 


3301.2 Purpose. This chapter prescribes minimum safe- 
guards for construction, alteration and demolition operations 
to provide reasonable safety to life and property from fire 
during such operations. 


SECTION 3302 
DEFINITIONS 


3302.1 Terms defined in Chapter 2. Words and terms used 
in this chapter and defined in Chapter 2 shall have the mean- 
ings ascribed to them as defined therein. 


SECTION 3303 
OWNER’S RESPONSIBILITY 
FOR FIRE PROTECTION 


3303.1 Program development and maintenance. The 
owner or owner’s authorized agent shall be responsible for 
the development, implementation and maintenance of an 
approved, written site safety plan establishing a fire preven- 
tion program at the project site applicable throughout all 
phases of the construction, repair, alteration or demolition 
work. The plan shall address the requirements of this chapter 
and other applicable portions of this code, the duties of staff 
and staff training requirements. The plan shall be submitted 
and approved before a building permit is issued. Any changes 
to the plan shall be submitted for approval. 


3303.1.1 Components of site safety plans. Site safety 
plans shall include the following as applicable: 


1. Name and contact information of site safety director. 


2. Documentation of the training of the site safety 
director and fire watch personnel. 


3. Procedures for reporting emergencies. 
4, Fire department vehicle access routes. 
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5. Location of fire protection equipment, including 
portable fire extinguishers, standpipes, fire depart- 
ment connections and fire hydrants. 


6. Smoking and cooking policies, designated areas to 
be used where approved, and signage locations in 
accordance with Section 3305.8. 


7. Location and safety considerations for temporary 
heating equipment. 


8. Hot work permit plan. 
9, Plans for control of combustible waste material. 


10. Locations and methods for storage and use of flam- 
mable and combustible liquids and other hazardous 
materials. 


11. Provisions for site security. 
12. Changes that affect this plan. 


13. Other site-specific information required by the fire 
code official. 


3303.2 Site safety director. The owner shall designate a 
person to be the site safety director. The site safety director 
shall be responsible for ensuring compliance with the site 
safety plan. The site safety director shall have the authority to 
enforce the provisions of this chapter and other provisions as 
necessary to secure the intent of this chapter. Where guard 
service is provided in accordance with NFPA 241, the site 
safety director shall be responsible for the guard service. 


3303.3 Daily fire safety inspection. The site safety director 
shall be responsible for completion of a daily fire safety 
inspection at the project site. Each day, all building and 
outdoor areas shall be inspected to ensure compliance with 
the inspection list in this section. The results of each inspec- 
tion shall be documented and maintained on-site until a 
certificate of occupancy has been issued. Documentation 
shall be immediately available on-site for presentation to the 
fire code official upon request. 


1. Any contractors entering the site to perform hot work 
each day have been instructed in the hot work safety 
requirements in Chapter 35, and hot work is performed 
only in areas approved by the site safety director. 
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2. Temporary heating equipment is maintained away from 
combustible materials in accordance with the equip- 
ment manufacturer’s instructions. 


3. Combustible debris, rubbish and waste material is 
removed from the building in areas where work is not 
being performed. 


4. Temporary wiring does not have exposed conductors. 


5. Flammable liquids and other hazardous materials are 
stored in locations that have been approved by the site 
safety director when not involved in work that is being 
performed. 


6. Fire apparatus access roads required by Section 3311 
are maintained clear of obstructions that reduce the 
width of the usable roadway to less than 20 feet (6096 
mm). 


7. Fire hydrants are clearly visible from access roads and 
are not obstructed. 


8. The location of fire department connections to stand- 
pipe and in-service sprinkler systems are clearly identi- 
fiable from the access road and such connections are 
not obstructed. 


9. Standpipe systems are in service and continuous to the 
highest work floor, as specified in Section 3313.1. 


10. Portable fire extinguishers are available in locations 
required by Sections 3316 and 3318.3. 


3303.3.1 Violations. Failure to properly conduct, docu- 
ment and maintain documentation required by this section 
shall constitute an unlawful act in accordance with Section 
112.1 and shall result in the issuance of a notice of viola- 
tion to the site safety director in accordance with Section 
112.3. Upon the third offense, the fire code official is 
authorized to issue a stop work order in accordance with 
Section 113, and work shall not resume until satisfactory 
assurances of future compliance have been presented to 
and approved by the fire code official. 


3303.4 Qualifications. Site safety directors shall acquire 
training specific to their roles and responsibilities. Upon 
request, the training and qualifications of the site safety direc- 
tor shall be submitted to the fire code official for approval. 


3303.5 Fire safety requirements for buildings of Types IV- 
A, IV-B and IV-C construction. Buildings of Types IV-A, 
IV-B and IV-C construction designed to be greater than six 
stories above grade plane shall comply with the following 
requirements during construction unless otherwise approved 
by the fire code official: 


1. Standpipes shall be provided in accordance with Sec- 
tion 3313. 


2. A water supply for fire department operations, as 
approved by the fire code official and the fire chief. 


3. Where building construction exceeds six stories above 
grade plane and noncombustible protection is required 
by Section 602.4 of the California Building Code, at 
least one layer of noncombustible protection shall be 
installed on all building elements on floor levels, 
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including mezzanines, more than four levels below 
active mass timber construction before additional floor 
levels can be erected. 


Exception: Shafts and vertical exit enclosures shall 
not be considered part of the active mass timber 
construction. 


4. Where building construction exceeds six stories above 
grade plane, required exterior wall coverings shall be 
installed on floor levels, including mezzanines, more 
than four levels below active mass timber construction 
before additional floor levels can be erected. 


Exception: Shafts and vertical exit enclosures shall 
not be considered part of the active mass timber 
construction. 


3303.6 Training. Training of fire watch and other responsi- 
ble personnel in the use of fire protection equipment shall be 
the responsibility of the site safety director. Records of train- 
ing shall be kept and made a part of the written plan for the 
site safety plan. 


3303.7 Fire protection devices. The site safety director shall 
ensure that all fire protection equipment is maintained and 
serviced in accordance with this code. Fire protection equip- 
ment shall be inspected in accordance with the fire protection 
program. 


3303.8 Hot work operations. The site safety director shall 
ensure hot work operations and permit procedures are in 
accordance with Chapter 35. 


3303.9 Impairment of fire protection systems. The site 
safety director shall ensure impairments to any fire protection 
system are in accordance with Section 901. 


3303.9.1 Smoke detectors and smoke alarms. Smoke 
detectors and smoke alarms located in an area where 
airborne construction dust is expected shall be covered to 
prevent exposure to dust or shall be temporarily removed. 
Smoke detectors and alarms that were removed shall be 
replaced upon conclusion of dust-producing work. Smoke 
detectors and smoke alarms that were covered shall be 
inspected and cleaned, as necessary, upon conclusion of 
dust-producing work. 


3303.10 Temporary covering of fire protection devices. 
Coverings placed on or over fire protection devices to protect 
them from damage during construction processes shall be 
immediately removed upon the completion of the construc- 
tion processes in the room or area in which the devices are 
installed. 


SECTION 3304 
TEMPORARY HEATING EQUIPMENT 
3304.1 Listed. Temporary heating devices shall be listed and 
labeled. The installation, maintenance and use of temporary 
heating devices shall be in accordance with the listing and the 
manufacturer’s instructions. 


3304.2 Oil-fired heaters. Oil-fired heaters shall comply with 
Section 605. 
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3304.3 LP-gas heaters. Fuel supplies for liquefied-petro- 
leum gas-fired heaters shall comply with Chapter 61 and the 
California Mechanical Code. 


3304.4 Refueling. Refueling operations for liquid-fueled 
equipment or appliances shall be conducted in accordance 
with Section 5705. The equipment or appliance shall be 
allowed to cool prior to refueling. 


3304.5 Installation. Clearance to combustibles from tempo- 
rary heating devices shall be maintained in accordance with 
the labeled equipment. When in operation, temporary heating 
devices shall be fixed in place and protected from damage, 
dislodgement or overturning in accordance with the manufac- 
turer’s instructions. 


3304.6 Supervision. The use of temporary heating devices 
shall be supervised and maintained only by competent 
personnel. 


SECTION 3305 
PRECAUTIONS AGAINST FIRE 


3305.1 Smoking. Smoking shall be prohibited except in 
approved areas. Signs shall be posted in accordance with 
Section 310. In approved areas where smoking is permitted, 
approved ashtrays shall be provided in accordance with 
Section 310. 


3305.2 Combustible debris, rubbish and waste. Combusti- 
ble debris, rubbish and waste material shall comply with the 
requirements of Sections 3305.2.1 through 3305.2.4. 


3305.2.1 Combustible waste material accumulation. 
Combustible debris, rubbish and waste material shall not 
be accumulated within buildings. 


3305.2.2 Combustible waste material removal. 
Combustible debris, rubbish and waste material shall be 
removed from buildings at the end of each shift of work. 


3305.2.3 Rubbish containers. Where rubbish containers 
with a capacity exceeding 5.33 cubic feet (40 gallons) 
(0.15 m*) are used for temporary storage of combustible 
debris, rubbish and waste material, they shall have tight- 
fitting or self-closing lids. Such rubbish containers shall be 
constructed entirely of materials that comply with either of 
the following: 


1. Noncombustible materials. 


2. Materials that meet a peak rate of heat release not 
exceeding 300 kW/m? when tested in accordance 
with ASTM E1354 at an incident heat flux of 50 
kW/m’ in the horizontal orientation. 


3305.2.4 Spontaneous ignition. Materials susceptible to 
spontaneous ignition, such as oily rags, shall be stored in a 
listed disposal container. 


3305.3 Burning of combustible debris, rubbish and waste. 
Combustible debris, rubbish and waste material shall not be 
disposed of by burning on the site unless approved. 


3305.4 Open burning. Open burning shall comply with 
Section 307. 
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3305.5 Fire watch. Where required by the fire code official 
or the site safety plan established in accordance with Section 
3303.1, a fire watch shall be provided for building demolition 
and for building construction. 


3305.5.1 Fire watch during construction. A fire watch 
shall be provided during nonworking hours for new 
construction that exceeds 40 feet (12 192 mm) in height 
above the lowest adjacent grade at any point along the 
building perimeter, for new multistory construction with 
an aggregate area exceeding 50,000 square feet (4645 m’) 
per story or as required by the fire code official. 


3305.5.2 Fire watch personnel. Fire watch personnel 
shall be provided in accordance with this section. 


3305.5.2.1 Duties. The primary duty of fire watch 
personnel shall be to perform constant patrols and 
watch for the occurrence of fire. The combination of 
fire watch duties and site security duties is acceptable. 


3305.5.2.2 Training. Personnel shall be trained to 
serve as an on-site fire watch. Training shall include the 
use of portable fire extinguishers. Fire extinguishers 
and fire reporting shall be in accordance with Section 
3310. 


3305.5.2.3 Means of notification. Fire watch person- 
nel shall be provided with not fewer than one approved 
means for notifying the fire department. 


3305.5.3 Fire watch location and records. The fire 
watch shall include areas specified by the site safety plan 
established in accordance with Section 3303. 


3305.5.4 Fire watch records. Fire watch personnel shall 
keep a record of all time periods of duty, including the log 
entry for each time the site was patrolled and each time a 
structure was entered and inspected. Records shall be 
made available for review by the fire code official upon 
request. 


3305.6 Cutting and welding, Welding, cutting, open torches 
and other hot work operations and equipment shall comply 
with Chapter 35. 


3305.7 Electrical. Temporary wiring for electrical power and 
lighting installations used in connection with the construc- 
tion, alteration or demolition of buildings, structures, 
equipment or similar activities shall comply with the Ca/ifor- 
nia Electrical Code. 


3305.8 Cooking. Cooking shall be prohibited except in 
approved designated cooking areas separated from combusti- 
ble materials by a minimum of 10 feet (3048 mm), Signs with 
a minimum letter height of 3 inches (76 mm) and a minimum 
brush stroke of '/, inch (13 mm) shall be posted in conspicu- 
ous locations in designated cooking areas and state: 


DESIGNATED COOKING AREA 
COOKING OUTSIDE OF A DESIGNATED 
COOKING AREA IS PROHIBITED 


3305.9 Separations between construction areas. Separa- 
tions used in Type I and Type II construction to separate 
construction areas from occupied portions of the building 
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shall be constructed of materials that comply with one of the 
following: 


1. Noncombustible materials. 


2. Materials that exhibit a flame spread index not exceed- 
ing 25 when tested in accordance with ASTM E84 or 
UL 723. 


3. Materials exhibiting a peak heat release rate not 
exceeding 300 kW/m2 when tested in accordance with 
ASTM E1354 at an incident heat flux of 50 kW/m2 in 
the horizontal orientation on specimens at the thickness 
intended for use. 


SECTION 3306 
FLAMMABLE AND COMBUSTIBLE LIQUIDS 


3306.1 Storage of flammable and combustible liquids. 
Storage of flammable and combustible liquids shall be in 
accordance with Section 5704. 


3306.2 Class I and Class II liquids. The storage, use and 
handling of flammable and combustible liquids at construc- 
tion sites shall be in accordance with Section 5706.2. 
Ventilation shall be provided for operations involving the 
application of materials containing flammable solvents. 


3306.3 Housekeeping. Flammable and combustible liquid 
storage areas shall be maintained clear of combustible vege- 
tation and waste materials. Such storage areas shall not be 
used for the storage of combustible materials. 


3306.4 Precautions against fire. Sources of ignition and 
smoking shall be prohibited in flammable and combustible 
liquid storage areas. Signs shall be posted in accordance with 
Section 310. 


3306.5 Handling at point of final use. Class I and IT liquids 
shall be kept in approved safety containers. 


3306.6 Leakage and spills. Leaking vessels shall be immedi- 
ately repaired or taken out of service and spills shall be 
cleaned up and disposed of properly. 


SECTION 3307 
FLAMMABLE GASES 


3307.1 Storage and handling. The storage, use and handling 
of flammable gases shall comply with Chapter 58. 


3307.2 Cleaning with flammable gas. Flammable gases 
shall not be used to clean or remove debris from piping open 
to the atmosphere. 


3307.2.1 Pipe cleaning and purging. The cleaning and 
purging of flammable gas piping systems, including clean- 
ing new or existing piping systems, purging piping 
systems into service and purging piping systems out of 
service, shall comply with NFPA 56. 


Exceptions: 


1. Compressed gas piping systems other than fuel 
gas piping systems where in accordance with 
Chapter 53. 


2. Piping systems regulated by the Ynternational € 
Fuel Gas Code. ty 


3. Liquefied petroleum gas systems in accordance 
with Chapter 61. ‘ 


SECTION 3308 
EXPLOSIVE MATERIALS 


3308.1 Storage and handling. Explosive materials shall be 
stored, used and handled in accordance with Chapter 56. 


3308.2 Supervision. Blasting operations shall be conducted 
in accordance with Chapter 56. 


3308.3 Demolition using explosives. Approved fire hoses 
for use by demolition personnel shall be maintained at the 
demolition site wherever explosives are used for demolition. 
Such fire hoses shall be connected to an approved water 
supply and shall be capable of being brought to bear on post- 
detonation fires anywhere on the site of the demolition 
operation. 


SECTION 3309 
PORTABLE GENERATORS 


3309.1 General. Portable generators used at construction and 
demolition sites shall comply with Section 1204. 


SECTION 3310 
FIRE REPORTING 


3310.1 Emergency telephone. Emergency telephone facili- 
ties with ready access shall be provided in an approved 
location at the construction site, or an approved equivalent 
means of communication shall be provided. The street 
address of the construction site and the emergency telephone 
number of the fire department shall be posted adjacent to the 
telephone. Alternatively, where an equivalent means of 
communication has been approved, the site address and fire 
department emergency telephone number shall be posted at 
the main entrance to the site, in guard shacks and in the 
construction site office. 


SECTION 3311 
ACCESS FOR FIRE FIGHTING 


3311.1 Required access. Approved vehicle access for fire 
fighting shall be provided to all construction or demolition sites. 
Vehicle access shall be provided to within 100 feet (30 480 
mm) of temporary or permanent fire department connections. 
Vehicle access shall be provided by either temporary or perma- 
nent roads, capable of supporting vehicle loading under all 
weather conditions. Vehicle access shall be maintained until 
permanent fire apparatus access roads are available. 


3311.2 Key boxes. Key boxes shall be provided as required 
by Chapter 5. 
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SECTION 3312 
MEANS OF EGRESS 


[BE] 3312.1 Stairways required. Where building construc- 
tion exceeds 40 feet (12 192 mm) in height above the lowest 
level of fire department vehicle access, a temporary or perma- 
nent stairway shall be provided. As construction progresses, 
such stairway shall be extended to within one floor of the 
highest point of construction having secured decking or 
flooring. 


3312.2 Maintenance. Required means of egress and required 
accessible means of egress shall be maintained during 
construction and demolition, remodeling or alterations and 
additions to any building. 


Exception: Approved temporary means of egress and 
accessible means of egress systems and facilities. 


3312.3 Storage. Combustible materials associated with 
construction, demolition, remodeling or alterations to an 
occupied structure shall not be stored in exits, enclosures for 
stairways and ramps, or exit access corridors serving an occu- 
pant load of 30 or more. 


Exceptions: 
1. Where the only occupants are construction workers. 


2. Combustible materials that are temporarily accumu- 
lated to support work being performed when work- 
ers are present. 


SECTION 3313 
WATER SUPPLY FOR FIRE PROTECTION 


3313.1 When required. An approved water supply for fire 
protection, either temporary or permanent, shall be made 
available as soon as combustible building materials arrive on 
the site, on commencement of vertical combustible construc- 
tion and on installation of a standpipe system in buildings 
under construction, in accordance with Sections 3313.2 
through 3313.5. 


Exception: The fire code official is authorized to reduce 
the fire-flow requirements for isolated buildings or a group 
of buildings in rural areas or small communities where the 
development of full fire-flow requirements is impractical. 


3313.2 Combustible building materials, When combustible 
building materials of the building under construction are 
delivered to a site, a minimum fire flow of 500 gallons per 
minute (1893 L/m) shall be provided. The fire hydrant used to 
provide this fire-flow supply shall be within 500 feet (152 m) 
of the combustible building materials, as measured along an 
approved fire apparatus access lane. Where the site configu- 
ration is such that one fire hydrant cannot be located within 
500 feet (152 m) of all combustible building materials, addi- 
tional fire hydrants shall be required to provide coverage in 
accordance with this section. 


3313.3 Vertical construction of Types III, IV and V 
construction. Prior to commencement of vertical construc- 
tion of Type III, IV or V_ buildings that utilize any 
combustible building materials, the fire flow required by 
Sections 3313.3.1 through 3313.3.3 shall be provided, 
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accompanied by fire hydrants in sufficient quantity to deliver 
the required fire flow and proper coverage. 


3313.3.1 Fire separation up to 30 feet. Where a building 
of Type III, IV or V construction has a fire separation 
distance of less than 30 feet (9144 mm) from property lot 
lines, and an adjacent property has an existing structure or 
otherwise can be built on, the water supply shall provide 
either a minimum of 500 gallons per minute (1893 L/m) or 
the entire fire flow required for the building when 
constructed, whichever is greater. 


3313.3.2 Fire separation of 30 feet up to 60 feet. Where 
a building of Type III, IV or V construction has a fire 
separation distance of 30 feet (9144 mm) up to 60 feet 
(18 288 mm) from property lot lines, and an adjacent prop- 
erty has an existing structure or otherwise can be built on, 
the water supply shall provide a minimum of 500 gallons 
per minute (1893 L/m) or SO percent of the fire flow 
required for the building when constructed, whichever is 
greater. 


3313.3.3 Fire separation of 60 feet or greater. Where a 
building of Type III, IV or V construction has a fire sepa- 
ration of 60 feet (18 288 mm) or greater from a property 
lot line, a water supply of 500 gallons per minute (1893 
L/m) shall be provided. 


3313.4 Vertical construction, Type I and II construction. 
If combustible building materials are delivered to the 
construction site, water supply in accordance with Section 
3313.2 shall be provided. Additional water supply for fire 
flow is not required prior to commencing vertical construc- 
tion of Type I and II buildings. 


3313.5 Standpipe supply. Regardless of the presence of 
combustible building materials, the construction type or the 
fire separation distance, where a standpipe is required in 
accordance with Section 3314, a water supply providing a 
minimum flow of 500 gallons per minute (1893 L/m) shall be 
provided. The fire hydrant used for this water supply shall be 
located within 100 feet (30 480 mm) of the fire department 
connection supplying the standpipe. 


SECTION 3314 
STANDPIPES 


3314.1 Where required. In buildings required to have stand- 
pipes by Section 905.3.1, not less than one standpipe shall be 
provided for use during construction. Such standpipes shall 
be installed prior to construction exceeding 40 feet (12 192 
mm) in height above the lowest level of fire department vehi- 
cle access. Such standpipes shall be provided with fire 
department hose connections at locations adjacent to stair- 
ways complying with Section 3312.1. As construction 
progresses, such standpipes shall be extended to within one 
floor of the highest point of construction having secured 
decking or flooring. 


3314.2 Buildings being demolished. Where a building is 
being demolished and a standpipe is existing within such a 
building, such standpipe shall be maintained in an operable 
condition so as to be available for use by the fire department. 
Such standpipe shall be demolished with the building but 
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shall not be demolished more than one floor below the floor 
being demolished. 


3314.3 Detailed requirements. Standpipes shall be installed 
in accordance with the provisions of Section 905. 


Exception: Standpipes shall be either temporary or 
permanent in nature, and with or without a water supply, 
provided that such standpipes comply with the require- 
ments of Section 905 as to capacity, outlets and materials. 


SECTION 3315 
AUTOMATIC SPRINKLER SYSTEM 


3315.1 Completion before occupancy. In buildings where 
an automatic sprinkler system is required by this code or the 
California Building Code, it shall be unlawful to occupy any 
portion of a building or structure until the automatic sprinkler 
system installation has been tested and approved, except as 
provided in Section 105.3.4. 


3315.2 Operation of valves. Operation of sprinkler control 
valves shall be allowed only by properly authorized person- 
nel and shall be accompanied by notification of duly 
designated parties. Where the sprinkler protection is being 
regularly turned off and on to facilitate connection of newly 
completed segments, the sprinkler control valves shall be 
checked at the end of each work period to ascertain that 
protection is in service. 


SECTION 3316 
PORTABLE FIRE EXTINGUISHERS 


3316.1 Where required. Structures under construction, alter- 
ation or demolition shall be provided with not less than one 
approved portable fire extinguisher in accordance with 
Section 906 and sized for not less than ordinary hazard as 
follows: 


1, At each stairway on all floor levels where combustible 
materials have accumulated. 


2. In every storage and construction shed. 


3. Additional portable fire extinguishers shall be provided 
where special hazards exist including, but not limited 
to, the storage and use of flammable and combustible 
liquids, 


SECTION 3317 
MOTORIZED CONSTRUCTION EQUIPMENT 


3317.1 Conditions of use. Internal-combustion-powered 
construction equipment shall be used in accordance with all 
of the following conditions: 


1, Equipment shall be located so that exhausts do not dis- 
charge against combustible material. 


2. Exhausts shall be piped to the outside of the building. 
3. Equipment shall not be refueled while in operation. 


4. Fuel for equipment shall be stored in an approved area 
outside of the building. 
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SECTION 3318 a 
SAFEGUARDING ROOFING OPERATIONS 


3318.1 General. Roofing operations utilizing heat-producing 
systems or other ignition sources shall be conducted: in accor- 
dance with Sections 3318.2 and 3318.3 and Chapter 35. 


3318.2 Asphalt and tar kettles. Asphalt and tar kettles shall 
be operated in accordance with Section 303. 


3318.3 Fire extinguishers for roofing operations. Fire 
extinguishers shall comply with Section 906. There shall be 
not less than one multiple-purpose portable fire extinguisher 
with a minimum 3-A 40-B:C rating on the roof being covered 
or repaired. 
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CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
CHAPTER 34 — TIRE REBUILDING AND TIRE STORAGE 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications.) 
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* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division 1 text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same. 


2022 CALIFORNIA FIRE CODE 34-1 


34-2 2022 CALIFORNIA FIRE CODE 


CHAPTER 34 
TIRE REBUILDING AND TIRE STORAGE 


User note: 


About this chapter: Chapter 34 provides requirements that are intended to prevent or control fires and explosions associated with the 
remanufacture and storage of tires and tire byproducts. Additionally, the requirements are intended to minimize the impact of indoor and 
outdoor tire storage fires by regulating pile volume and location, segregating the various operations, providing for fire department access and 


a water supply, and controlling ignition sources. 


SECTION 3401 
GENERAL 


3401.1 Scope. Tire rebuilding plants, tire storage /including 
tire derived products as defined in Public Resources Code, 
Section 42805.7(a)] and tire byproduct facilities shall comply 
with this chapter, other applicable requirements of this code 
and NFPA 13. Tire storage in buildings shall also comply 
with Chapter 32. 


3401.2 Permit required. Permits shall be required as set 
forth in Section 105.5. 


SECTION 3402 
DEFINITIONS 


3402.1 Terms defined in Chapter 2. Words and terms used 
in this chapter and defined in Chapter 2 shall have the mean- 
ings ascribed to them as defined therein. 


SECTION 3403 
TIRE REBUILDING 


3403.1 Construction. Tire rebuilding plants shall comply 
with the requirements of the California Building Code, as to 
construction, separation from other buildings or other 
portions of the same building, and protection. 


3403.2 Location. Buffing operations shall be located in a 
room separated from the remainder of the building housing 
the tire rebuilding or tire recapping operations by a 1-hour 
fire barrier. 


Exception: Buffing operations are not required to be sepa- 
rated where all of the following conditions are met: 


1. Buffing operations are equipped with an approved 
continuous automatic water-spray system directed at 
the point of cutting action. 


2. Buffing machines are connected to particle-collect- 
ing systems providing a minimum air movement of 
1,500 cubic feet per minute (cfm) (0.71 m?/s) in vol- 
ume and 4,500 feet per minute (fpm) (23 m/s) in-line 
velocity. 


3. The collecting system shall discharge the rubber 
particles to an approved outdoor noncombustible or 
fire-resistant container that is emptied at frequent 
intervals to prevent overflow. 
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3403.3 Cleaning. The buffing area shall be cleaned at 
frequent intervals to prevent the accumulation of rubber 
particles. 


3403.4 Spray rooms and booths. Each spray room or spray 
booth where flammable or combustible solvents are applied, 
shall comply with Chapter 24. 


SECTION 3404 
PRECAUTIONS AGAINST FIRE 


3404.1 Open burning. Open burning is prohibited in tire 
storage yards. 


3404.2 Sources of heat. Open flame, cutting, welding or 
heating devices blow torches or highly flammable materials 
including, but not limited to, inner tubes are prohibited 
within 40 feet of a waste tire pile. 


3404.3 Smoking prohibited. Smoking is prohibited in tire 
storage yards, except in designated areas. 


3404.4 Power lines. Tire storage piles shall not be located 
beneath electrical power lines having a voltage in excess of 
750 volts or that supply power to fire emergency systems. 


3404.5 Fire safety plan. The owner or individual in charge 
of the tire storage yard shall be required to prepare and 
submit to the fire code official a fire safety plan for review 
and approval. The fire safety plan shall include provisions for 
fire department vehicle access. Not less than one copy of the 
fire safety plan shall be prominently posted and maintained at 
the storage yard. 


3404.6 Telephone number. The telephone number of the fire 
department and location of the nearest telephone shall be 
posted conspicuously in attended locations. 


SECTION 3405 
OUTDOOR STORAGE 


3405.1 Individual piles. Tire storage shall be restricted to 
individual piles not exceeding 5,000 square feet (464.5 m*) of 
continuous area. Pile width shall not exceed 50 feet. Piles 
shall not exceed 50,000 cubic feet (1416 m’) in volume or 10 
feet (3048 mm) in height. 


3405.2 Separation of piles. Individual tire storage piles shall 
be separated from other piles by a clear space of not less than 
40 feet (12 192 mm). 
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3405.3 Distance between piles of other stored products. 
Tire storage piles shall be separated by a clear space of not 
less than 40 feet (12 192 mm) from piles of other stored 
product. 


3405.4 Distance from lot lines and buildings. Tire storage 
piles shall be located not less than 50 feet (15 240 mm) from 
lot lines and buildings. 


Exceptions: 


1. Tire storage piles containing less than 500 tires shall 
be permitted to be located no closer than 10 feet (3048 
mm) from lot lines or from buildings. Tire storage piles 
shall not exceed 6 feet (1829 mm) in height when within 
20 feet of any property line, building or perimeter fenc- 
ing. Side slopes shall not exceed 60 degrees. When 


approved by the fire code official in accordance with 


Section 1.11.2.4, distances of less than 10 feet (3048 
mm) from lot lines or from buildings may be approved. 


2. When approved by the fire code official in accordance 
with Section 1.11.2.4, exempted facilities defined in 
Public Resources Code, Sections 42808(c) and 42831 
and used tires as defined in Section 42806.5, tire stor- 
age piles shall be permitted to be located no closer than 
10 feet (3048 mm) from lot lines or from buildings. Tire 
storage piles shall not exceed 6 feet (1829 mm) in 
height when within 20 feet of any property line or 
perimeter fencing. Side slopes shall not exceed 60 
degrees. 
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. When approved by the fire code official in accordance 
with Section 1.11.2.4, “minor waste tire facilities” as 
defined in Public Resources Code, Section 42808, tire 
storage piles shall be permitted to be located no closer 
than 10 feet (3048 mm) from lot lines or 50 feet (15 240 
mm) from buildings. Tire storage piles shall not exceed 
6 feet (1829 mm) in height when within 20 feet of any 
property line or perimeter fencing. Side slopes shall not 
exceed 60 degrees. 


4. Existing “minor waste tire storage facilities” as 
defined in Public Resources Code, Section 42808, 
legally permitted prior to January 1, 2011, shall be 
permitted to maintain tire storage piles located no 
closer than 10 feet (3048 mm) from lot lines or 50 feet 
(15 240 mm) from buildings. Tire storage piles shall 
not exceed 6 feet (1829 mm) in height when within 20 
feet (6096 mm) of any property line or perimeter fenc- 
ing. Side slopes shall not exceed 60 degrees. 


3405.5 Fire breaks. Storage yards shall be maintained free 
from combustible ground vegetation for a distance of 40 feet 
(12 192 mm) from the stored material to grass and weeds; and 
for a distance of 100 feet (30 480 mm) from the stored prod- 
uct to brush and forested areas. 


3405.6 Volume more than 150,000 cubic feet. Where the 
bulk volume of stored product is more than 150,000 cubic 
feet (4248 m’*), storage arrangement shall be in accordance 
with the following: 


1. Individual storage piles shall comply with size and sep- 
aration requirements in Sections 3405.1 through 
3405.5. 
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2. Adjacent storage piles shall be considered to be a 
group, and the aggregate volume of storage piles in a 
group shall not exceed 150,000 cubic feet (4248 m’). 


Separation between groups shall be not less than 75 feet 
(22 860 mm) wide. 


3405.7 Location of storage. Outdoor waste tire storage shall 
not be located in any of the following: 


1. Under bridges, elevated trestles, elevated roadways or 
elevated railroads. 


2. In any area where they may be subjected to immersion 
in water during a 100-year storm, unless the operator 
demonstrates that the facility will be designed and 
operated so as to prevent waste tires from migrating 
off-site. 

3. On surfaces with grades or other physical features that 
will interfere with fire-fighting equipment or personnel 
unless mitigating measures have been approved in 
writing by the local fire authority or a fire safety engi- 
neer registered by the State of California. Measures 
established by a fire safety engineer shall be subject to 
approval by the local fire authority. 

3405.8 Rim removal. Waste tires stored on rims shall be 
stored separate from other waste tires. 


3405.9 Pyrolytic oil runoff. The facility shall be designed 
and constructed to provide protection to bodies of water from 
runoff of pyrolytic oil resulting from a potential tire fire. 


SECTION 3406 
FIRE DEPARTMENT ACCESS 


3406.1 Required access. New and existing tire storage yards 
shall be provided with fire apparatus access roads in accor- 
dance with Section 503 and Section 3406.2. Existing tire 
storage yards shall be provided with fire apparatus access 
roads where required in Chapter 11. 


3406.2 Location. Fire apparatus access roads shall be located 
within all pile clearances identified in Section 3405.4 and 
within all fire breaks required in Section 3405.5. Access 
roadways shall be within 150 feet (45 720 mm) of any point 
in the storage yard where storage piles are located, not less 
than 20 feet (6096 mm) from any storage pile. 


SECTION 3407 
FENCING 


3407.1 Where required. Where the bulk volume of stored 
material is more than 20,000 cubic feet (566 m’*), a firmly 
anchored fence or other approved method of security that 
controls unauthorized access to the storage yard shall 
surround the storage yard. 


3407.2 Construction. The fence shall be constructed of 
approved materials and shall be not less than 6 feet (1829 
mm) high and provided with gates not less than 20 feet (6096 
mm) wide. 

3407.3 Locking. Gates to the storage yard shall be locked 
when the storage yard is not staffed. 
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3407.4 Unobstructed. Gateways shall be kept clear of 
obstructions and be fully openable at all times. 


SECTION 3408 
FIRE PROTECTION 


3408.1 Water supply. A public or private fire protection water 
supply shall be provided in accordance with Section 507 and 
shall be capable of delivering at least 1,000 gallons per minute 
(gpm) for a duration of at least three hours and at least 2,000 
gpm for a duration of at least three hours if the sum of altered 
plus whole waste tires exceeds 10,000. The water supply shall 
be arranged such that any part of the storage yard can be 
reached by using not more than 500 feet (152 m) of hose. 


3408.2 Fire extinguishers. Buildings or structures shall be 
provided with portable fire extinguishers in accordance with 
Section 906. Fuel-fired vehicles operating in the storage yard 
shall be equipped with a minimum 2-A:20-B:C-rated portable 
fire extinguisher. 


SECTION 3409 
INDOOR STORAGE ARRANGEMENT 


3409.1 Pile dimensions. Where tires are stored on-tread, the 
dimension of the pile in the direction of the wheel hole shall 
be not more than 50 feet (15 240 mm). Tires stored adjacent 
to or along one wall shall not extend more than 25 feet (7620 
mm) from that wall. Other piles shall be not more than 50 feet 
(15 240 mm) in width. 
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CHAPTER 35 
WELDING AND OTHER HOT WORK 


User note: 


About this chapter; Chapter 35 covers requirements for safety in welding and other types of hot work by reducing the potential for fire igni- 
tions that usually result in large losses. Several different types of hot work would fall under the requirements found in Chapter 35, including 
both gas and electric arc methods and any open-torch operations. Many of the activities of this chapter focus on the actions of the occupants. 


SECTION 3501 
GENERAL 


3501.1 Scope. Welding, cutting, open torches and other hot 
work operations and equipment shall comply with this 
chapter. 


3501.2 Permits. Permits shall be required as set forth in 
Section 105.5, 


3501.3 Restricted areas. Hot work shall only be conducted 
in areas designed or authorized for that purpose by the 
personnel responsible for a hot work program. Hot work shall 
not be conducted in the following areas unless approval has 
been obtained from the fire code official: 


1, Areas where the sprinkler system is impaired. 


2. Areas where there exists the potential of an explosive 
atmosphere, such as locations where flammable gases, 
liquids or vapors are present. 


3. Areas with readily ignitable materials, such as storage 
of large quantities of bulk sulfur, baled paper, cotton, 
lint, dust or loose combustible materials. 


4. On board ships at dock or ships under construction or 
repair. 


5. At other locations as specified by the fire code official. 


3501.4 Cylinders and containers. Compressed gas cylinders 
and fuel containers shall comply with this chapter and Chap- 
ter33: 


3501.5 Design and installation of oxygen-fuel gas systems. 
An oxygen-fuel gas system with two or more manifolded 
cylinders of oxygen shall be in accordance with NFPA 51. 


SECTION 3502 
DEFINITIONS 


3502.1 Definitions. The following terms are defined in Chap- 
ter 2: 


HOT WORK. 

HOT WORK AREA. 

HOT WORK EQUIPMENT. 
HOT WORK PERMITS. 
HOT WORK PROGRAM. 
RESPONSIBLE PERSON. 
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SECTION 3503 
GENERAL REQUIREMENTS 


3503.1 General. Hot work conditions and operations shall 
comply with this chapter. 


3503.2 Temporary and fixed hot work areas. Temporary 
and fixed hot work areas shall comply with this section. 


3503.3 Hot work program permit. Hot work permits, issued 
by an approved responsible person under a hot work program, 
shall be available for review by the fire code official at the 
time the work is conducted and for 48 hours after work is 
complete. 


3503.4 Qualifications of operators. A permit for hot work 
operations shall not be issued unless the individuals in charge 
of performing such operations are capable of performing such 
operations safely. Demonstration of a working knowledge of 
the provisions of this chapter shall constitute acceptable 
evidence of compliance with this requirement. 


3503.5 Records. The individual responsible for the hot work 
area shall maintain “prework check” reports in accordance 
with Section 3504.3.1. Such reports shall be maintained on 
the premises for not less than 48 hours after work is complete. 


3503.6 Signage. Visible hazard identification signs shall be 
provided where required by Chapter 50. Where the hot work 
area is open to persons other than the operator of the hot work 
equipment, conspicuous signs shall be posted to warn others 
before they enter the hot work area. Such signs shall display 
the following warning: 


CAUTION 
HOT WORK IN PROGRESS 
STAY CLEAR 


SECTION 3504 
FIRE SAFETY REQUIREMENTS 


3504.1 Protection of combustibles. Protection of combusti- 
bles shall be in accordance with Sections 3504.1.1 through 
3504.1.9. 


3504.1.1 Combustibles. Hot work areas shall not contain 
combustibles or shall be provided with appropriate shield- 
ing to prevent sparks, slag or heat from igniting exposed 
combustibles. 


3504.1.2 Openings. Openings or cracks in walls, floors, 
ducts or shafts within the hot work area shall be tightly 
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covered to prevent the passage of sparks to adjacent 
combustible areas, or shielded by metal fire-resistant 
guards, or curtains shall be provided to prevent passage of 
sparks or slag. 


3504.1.3 Housekeeping. Floors shall be kept clean within 
the hot work area. 


3504.1.4 Conveyor systems. Conveyor systems that are 
capable of carrying sparks to distant combustibles shall be 
shielded or shut down. 


3504.1.5 Partitions. Partitions segregating hot work areas 
from other areas of the building shall be noncombustible. 
In fixed hot work areas, the partitions shall be securely 
connected to the floor such that gaps do not exist between 
the floor and the partition. Partitions shall prevent the 
passage of sparks, slag, and heat from the hot work area. 


3504.1.6 Floors. Fixed hot work areas shall have floors 
with noncombustible surfaces. 


3504.1.7 Precautions in hot work. Hot work shall not be 
performed on containers or equipment that contain or have 
contained flammable liquids, gases or solids until the 
containers and equipment have been thoroughly cleaned, 
inerted or purged; except that “hot tapping” shall be 
allowed on tanks and pipe lines where such work is to be 
conducted by approved personnel. Hot work on flammable 
and combustible liquid storage tanks shall be conducted in 
accordance with Section 3510. 


3504.1.8 Sprinkler protection. Automatic sprinkler 
protection shall not be shut off while hot work is 
performed. Where hot work is performed close to auto- 
matic sprinklers, noncombustible barriers or damp cloth 
guards shall shield the individual sprinkler heads and shall 
be removed when the work is completed. If the work 
extends over several days, the shields shall be removed at 
the end of each workday. The fire code official shall 
approve hot work where sprinkler protection is impaired. 


3504.1.9 Fire detection systems. Approved special 
precautions shall be taken to avoid accidental operation of 
automatic fire detection systems. 


and shall be trained in the use of such equipment. Individ- 
uals assigned to fire watch duty shall be responsible for 
extinguishing spot fires and communicating an alarm. 


3504.2.4 Fire training. The individuals responsible for 
performing the hot work and individuals responsible for 
providing the fire watch shall be trained in the use of 
portable fire extinguishers. 


3504.2.5 Fire hoses. Where hoselines are required, they 
shall be connected, charged and ready for operation. 


3504.2.6 Fire extinguisher. Not less than one portable 
fire extinguisher complying with Section 906 and with a 
minimum 2-A:20-B:C rating shall be provided with ready 
access within 30 feet (9144 mm) of the location where hot 
work is performed. 


3504.3 Area reviews. Before hot work is permitted and not 
less than once per day while the permit is in effect, the area 
shall be inspected by the individual responsible for authoriz- 
ing hot work operations to ensure that it is a fire safe area. 
Information shown on the permit shall be verified prior to 
signing the permit in accordance with Section 105.5. 


3504.3.1 Pre-hot-work check. A pre-hot-work check 
shall be conducted prior to work to ensure that all equip- 
ment is safe and hazards are recognized and protected. A 
report of the check shall be kept at the work site during the 
work and available upon request. The pre-hot-work check 
shall determine all of the following: 


1. Hot work equipment to be used shall be in satisfac- 
tory operating condition and in good repair. 


2. Hot work site is clear of combustibles or combusti- 
bles are protected. 


3. Exposed construction is of noncombustible materi- 
als or, if combustible, then protected. 


4. Openings are protected. 
5. Floors are kept clean. 


6. Exposed combustibles are not located on the oppo- 
site side of partitions, walls, ceilings or floors. 


7. Fire watches, where required, are assigned. 


3504.2 Fire watch. Fire watches shall be established and 
conducted in accordance with Sections 3504.2.1 through 8. Approved actions have been taken to prevent acci- 
3504.2.6. dental activation of fire protection system equip- 


3504.2.1 When required. A fire watch shall be provided Fe ee os 


: nae 3504.1.9. 
during hot work activities and shall continue for not less Pas 
than 30 minutes after the conclusion of the work. The fire 9. Fire extinguishers and fire hoses (where provided) 
code official, or the responsible manager under a hot work are operable and available. 


program, is authorized to extend the fire watch based on 


the hazards or work being performed. 
SECTION 3505 


Exception: Where the hot work area has no fire GAS WELDING AND CUTTING 
hazards or combustible exposures. 
3504.2.2 Location. The fire watch shall include the entire 
hot work area. Hot work conducted in areas with vertical 


3505.1 General. Devices or attachments mixing air or 
oxygen with combustible gases prior to consumption, except 
at the burner or in a standard torch or blow pipe, shall not be 


or horizontal fire exposures that are not observable by a ll | | 
single individual shall have additional personnel assigned apne i “aa : ‘ & 
to fire watches to ensure that exposed areas are monitored. 3505.2 Cylinder and container storage, handling and use. 


S : 
3504.2.3 Duties. Individuals designated to fire watch duty forage,” handling sand uso) pe ae 


shall have fire-extinguishing equipment readily available 
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containers and tanks shall be in accordance with this section 
and Chapter 53. 


3505,2.1 Cylinders connected for use. The storage or use 
of a single cylinder of oxygen and a single cylinder of fuel 
gas located on a cart shall be allowed without requiring the 
cylinders to be separated in accordance with Section 
5003.9.8 or 5003.10.3.6 when the cylinders are connected 
to regulators, ready for service, equipped with apparatus 
designed for cutting or welding and all of the following: 


1. Carts shall be kept away from the cutting or welding 
operation in accordance with Section 3505.5 or fire- 
resistant shields shall be provided. 


2. Cylinders shall be secured to the cart to resist move- 
ment. 


3. Carts shall be in accordance with Section 5003.10.3. 


4, Cylinder valves not having fixed hand wheels shall 
have keys, handles or nonadjustable wrenches on 
valve stems while the cylinders are in service. 


5. Cylinder valve outlet connections shall conform to 
the requirements of CGA V-1. 


6. Cylinder valves shall be closed when work is fin- 
ished. 


7. Cylinder valves shall be closed before moving the 
cart. 


_ 3505.2.1.1 Individual cart separation. Individual 
carts shall be separated from each other in accordance 
with Section 5003.9.8. 


3505.3 Precautions. Cylinders, valves, regulators, hose and 
other apparatus and fittings for oxygen shall be kept free from 
oil or grease. Oxygen cylinders, apparatus and fittings shall 
not be handled with oily hands, oily gloves, or greasy tools or 
equipment. 


3505.4 Acetylene gas. Acetylene gas shall not be piped 
except in approved cylinder manifolds and cylinder manifold 
connections, or utilized at a pressure exceeding 15 pounds per 
square inch gauge (psig) (103 kPa) unless dissolved in a suit- 
able solvent in cylinders manufactured in accordance with 
DOTn 49 CFR Part 178. Acetylene gas shall not be brought 
in contact with unalloyed copper, except in a blowpipe or 
torch. 


3505.5 Remote locations. Oxygen and fuel-gas cylinders and 
acetylene generators shall be located away from the hot work 
area to prevent such cylinders or generators from being 
heated by radiation from heated materials, sparks or slag, or 
misdirection of the torch flame. 


3505.6 Cylinders shutoff. The torch valve shall be closed 
and the gas supply to the torch completely shut off when gas 
welding or cutting operations are discontinued for a period of 
1 hour or more. 


3505.7 Prohibited operation. Welding or cutting work shall 
not be held or supported on compressed gas cylinders or 
containers. 


3505.8 Tests. Tests for leaks in piping systems and equip- 
ment shall be made with soapy water. The use of flames shall 
be prohibited for leak testing. 
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SECTION 3506 
ELECTRIC ARC HOT WORK 


3506.1 General. The frame or case of electric hot work 
machines, except internal-combustion-engine-driven 
machines, shall be grounded. Ground connections shall be 
mechanically strong and electrically adequate for the required 
current. 


3506.2 Return circuits. Welding current return circuits from 
the work to the machine shall have proper electrical contact at 
joints. The electrical contact shall be periodically inspected. 


3506.3 Disconnecting. Electrodes shall be removed from the 
holders when electric arc welding or cutting is discontinued 
for any period of | hour or more. The holders shall be located 
to prevent accidental contact and the machines shall be 
disconnected from the power source. 


3506.4 Emergency disconnect. A switch or circuit breaker 
shall be provided so that fixed electric welders and control 
equipment can be disconnected from the supply circuit. The 
disconnect shall be installed in accordance with the Califor- 
nia Electrical Code. 


3506.5 Damaged cable. Damaged cable shall be removed 
from service until properly repaired or replaced. 


SECTION 3507 
CALCIUM CARBIDE SYSTEMS 


3507.1 Calcium carbide storage. Storage and handling of 
calcium carbide shall comply with Chapter 50 of this code 
and Chapter 9 of NFPA 51. 


SECTION 3508 
ACETYLENE GENERATORS 


3508.1 Use of acetylene generators. The use of acetylene 
generators shall comply with this section and Chapter 15 of 
NFPA 55, 


3508.2 Portable generators. The minimum volume of rooms 
containing portable generators shall be 35 times the total gas- 
generating capacity per charge of all generators in the room. 
The gas-generating capacity in cubic feet per charge shall be 
assumed to be 4.5 times the weight of carbide per charge in 
pounds, The minimum ceiling height of rooms containing 
generators shall be 10 feet (3048 mm). An acetylene genera- 
tor shall not be moved by derrick, crane or hoist while 
charged. 


3508.3 Protection against freezing. Generators shall be 
located where water will not freeze. Common salt such as 
sodium chloride or other corrosive chemicals shall not be 
utilized for protection against freezing. 


SECTION 3509 
PIPING MANIFOLDS AND HOSE SYSTEMS 
FOR FUEL GASES AND OXYGEN 


3509.1 General. The use of piping manifolds and hose 
systems shall be in accordance with Sections 3509.2 through 
3509.7, Chapter 53 and Chapter 5 of NFPA 51. 
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3509.2 Protection. Piping shall be protected against physical 
damage. 


3509.3 Signage. Signage shall be provided for piping and 
hose systems as follows: 


1. Above-ground piping systems shall be marked in 
accordance with ASME A]13.1. 


2. Station outlets shall be marked to indicate their 
intended usage. 


3. Signs shall be posted, indicating clearly the location 
and identity of section shutoff valves. 


3509.4 Manifolding of cylinders. Oxygen manifolds shall 
not be located in an acetylene generator room. Oxygen mani- 
folds shall be located not less than 20 feet (6096 mm) away 
from combustible material such as oil or grease, and gas 
cylinders containing flammable gases, unless the gas cylin- 
ders are separated by a fire partition. 


3509.5 Identification of manifolds. Signs shall be posted for 


oxygen manifolds with service pressures not exceeding 200 
psig (1379 kPa). Such signs shall include the words: 


LOW-PRESSURE MANIFOLD 
DO NOT CONNECT HIGH-PRESSURE CYLINDERS 
MAXIMUM PRESSURE 250 PSIG 


3509.6 Clamps. Hose connections shall be clamped or other- 
wise securely fastened. 


3509.7 Inspection. Hoses shall be inspected frequently for 
leaks, burns, wear, loose connections or other defects render- 
ing the hose unfit for service. 
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SECTION 3510 % 
HOT WORK ON FLAMMABLE AND COMBUSTIBLE 
LIQUID STORAGE TANKS 


3510.1 General. Hot work performed on the interior‘or exte- 
rior of tanks that hold or have held flammable or combustible 
liquids shall be in accordance with Section 3510.2 and Chap- 
ters 4, 5,6, 7 and 10 of NFPA 326. 


3510.2 Prevention. The following steps shall be taken to 
minimize hazards where hot work must be performed on a 
flammable or combustible liquid storage container: 


1. Use alternative methods to avoid hot work where possi- 
ble. 


2. Analyze the hazards prior to performing hot work, 
identify the potential hazards and the methods of haz- 
ard control. 


3. Hot work shall conform to the requirements of the code 
or standard to which the container was originally fabri- 
cated. 


4, Test the immediate and surrounding work area with a 
combustible gas detector and provide for a means of 
continuing monitoring while conducting the hot work. 


5. Qualified employees and contractors performing hot 
work shall use an industry-approved hot work permit 
system to control the work. 


6. Personnel shall be properly trained on hot work policies 
and procedures regarding equipment, safety, hazard 
controls and job-specific requirements, 


7. On-site safety supervision shall be present where hot 
work is in progress to protect the personnel conducting 
the hot work and provide additional overview of site- 
specific hazards. 
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CHAPTER 36 
MARINAS 


User note: 


About this chapter: Chapter 36 addresses the fire protection and prevention requirements for marinas. It was developed in response to the 
complications encountered by a number of fire departments responsible for the protection of marinas as well as fire loss history in marinas 
that lacked fire protection. Compliance with this chapter intends to establish safe practices in marina areas, provide an identification method 
for mooring spaces in the marina, and provide fire fighters with safe operational areas and fire protection methods to extend hose lines in a 


safe manner. 


SECTION 3601 
SCOPE 


3601.1 Scope. Marina facilities shall be in accordance with 
this chapter. 


3601.2 Plans and approvals. Plans for marina fire protection 
facilities shall be approved prior to installation. The work 
shall be subject to final inspection and approval after 
installation. 


SECTION 3602 
DEFINITIONS 


3602.1 Definitions. The following terms are defined in Chap- 
ter 2: 


FLOAT. 
MARINA. 
PIER. 
VESSEL. 
WHARF. 
SECTION 3603 
GENERAL PRECAUTIONS 


3603.1 Combustible debris. Combustible debris and rubbish 
shall not be deposited or accumulated on land beneath marina 
structures, piers or wharves. 


3603.2 Sources of ignition. Open-flame devices used for 
lighting or decoration on the exterior of a vessel, float, pier or 
wharf shall be approved. 


3603.3 Flammable or combustible liquid spills. Spills of 
flammable or combustible liquids at or on the water shall be 
reported immediately to the fire department or jurisdictional 
authorities. 


3603.4 Rubbish containers. Containers with tight-fitting or 
self-closing lids shall be provided for temporary storage of 
combustible debris, rubbish and waste material. The rubbish 
containers shall be constructed entirely of materials that 
comply with any one of the following: 


1. Noncombustible materials. 
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2. Materials that meet a peak rate of heat release not 
exceeding 300 kW/m? where tested in accordance with 
ASTM E1354 at an incident heat flux of 50 kW/m? in 
the horizontal orientation. 


3603.5 Electrical equipment. Electrical equipment shall be 
installed and used in accordance with its listing, Section 608 
of this code and Chapter 5 of NFPA 303 as required for wet, 
damp and hazardous locations. 


3603.6 Berthing and storage. Berthing and storage shall be 
in accordance with Chapter 7 of NFPA 303. 


3603.7 Slip identification. Slips and mooring spaces shall be 
individually identified by an approved numeric or alphabetic 
designator. Space designators shall be posted at the space. 
Signs indicating the space designators located on finger piers 
and floats shall be posted at the base of all piers, finger piers, 
floats and finger floats. 


SECTION 3604 
FIRE PROTECTION EQUIPMENT 


3604.1 General. Piers, marinas and wharves with facilities 
for mooring or servicing five or more vessels, and marine 
motor fuel-dispensing facilities shall be equipped with fire 
protection equipment in accordance with Sections 3604.2 
through 3604.6. 


3604.2 Standpipes. Marinas and boatyards shall be equipped 
throughout with standpipe systems in accordance with NFPA 
303. Systems shall be provided with hose connections located 
such that no point on the marina pier or float system exceeds 
150 feet (15 240 mm) from a standpipe hose connection. 


3604.2.1 Identification of standpipe outlets. Standpipe 
hose connection locations shall be clearly identified by a 
flag or other approved means designed to be readily visi- 
ble from the pier accessing the float system. 


3604.3 Access and water supply. Piers and wharves shall be 
provided with fire apparatus access roads and water-supply 
systems with on-site fire hydrants where required by the fire 
code official. Such roads and water systems shall be provided 
and maintained in accordance with Sections 503 and 507. 


3604.4 Portable fire extinguishers. One portable fire extin- 
guisher of the ordinary (moderate) hazard type shall be 
provided at each required standpipe hose connection. Addi- 
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tional portable fire extinguishers, suitable for the hazards 
involved, shall be provided and maintained in accordance 
with Section 906. 


3604.5 Communications. A telephone not requiring a coin to 
operate or other approved, clearly identified means to notify 
the fire department shall be provided on the site in a location 
approved by the fire code official. 


3604.6 Emergency operations staging areas. Space shall be 
provided on all float systems for the staging of emergency 
equipment. Emergency operation staging areas shall provide 
a minimum of 4 feet wide by 10 feet long (1219 mm by 3048 
mm) clear area exclusive of walkways and shall be located at 
each standpipe hose connection. Emergency operation stag- 
ing areas shall be provided with a curb or barrier having a 
minimum height of 4 inches (102 mm) and maximum space 
between the bottom edge and the surface of the staging area 
of 2 inches (51 mm) on the outboard sides of the staging area. 


An approved sign reading “FIRE EQUIPMENT STAG- 
ING AREA—KEEP CLEAR’ shall be provided at each stag- 
ing area. 


SECTION 3605 
MARINE MOTOR FUEL-DISPENSING FACILITIES 


3605.1 Fuel dispensing. Marine motor fuel-dispensing facili- 
ties shall be in accordance with Chapter 23. 
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CHAPTER 37 
COMBUSTIBLE FIBERS 


User note: 


About this chapter: Chapter 37 establishes the requirements for storage and handling of combustible fibers, including animal, vegetable and 
synthetic fibers, whether woven into textiles, baled, packaged or loose. Operations involving combustible fibers are typically associated with 
salvage, paper milling, recycling, cloth manufacturing, carpet and textile mills and agricultural operations, among others. The primary hazard 
associated with these operations is the abundance of materials and their ready ignitability. 


SECTION 3701 
GENERAL 


3701.1 Scope. The equipment, processes and operations 
involving combustible fibers shall comply with this chapter. 


3701.2 Applicability. Storage of combustible fibers in any 
quantity shall comply with this section. 


3701.3 Permits. Permits shall be required as set forth in 
Section 105.5. 


SECTION 3702 
DEFINITIONS 


3702.1 Definitions. The following terms are defined in Chap- 
ter 2: 


BALED COTTON. 

BALED COTTON, DENSELY PACKED. 
COMBUSTIBLE FIBERS. 

COTTON. 

SEED COTTON. 


SECTION 3703 
GENERAL PRECAUTIONS 


3703.1 Use of combustible receptacles. Ashes, waste, 
rubbish or sweepings shall not be placed in wood or other 
combustible receptacles and shall be removed daily from the 
structure. 


3703.2 Vegetation. Grass or weeds shall not be allowed to 
accumulate at any point on the premises. 


3703.3 Clearances. A minimum clearance of 3 feet (914 
mm) shall be maintained between automatic sprinklers and 
the top of piles. 


3703.4 Agricultural products. Hay, straw, seed cotton or 
similar agricultural products shall not be stored adjacent to 
structures or combustible materials unless a clear horizontal 
distance equal to the height of a pile is maintained between 
such storage and structures or combustible materials. Storage 
shall be limited to stacks of 100 tons (91 metric tons) each. 
Stacks shall be separated by not less than 20 feet (6096 mm) 
of clear space. Quantities of hay, straw, seed cotton and other 
agricultural products shall not be limited where stored in or 
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near farm structures located outside closely built areas. A 
permit shall not be required for agricultural storage. 


3703.5 Dust collection. Where located within a building, 
equipment or machinery that generates or emits combustible 
fibers shall be provided with an approved dust-collecting and 
exhaust system. Such systems shall comply with Chapter 22 
of this code and Section 511 of the California Mechanical 
Code. 


3703.6 Portable fire extinguishers. Portable fire extinguish- 
ers shall be provided in accordance with Section 906 as 
required for extra-hazard occupancy protection as indicated 
in Table 906.1. 


3703.7 Sources of ignition. Sources of ignition shall comply 
with Sections 3703.7.1 and 3703.7.2. 


3703.7.1 Smoking. Smoking shall be prohibited and “No 
Smoking” signs provided as follows: 


1. In rooms or areas where materials are stored or dis- 
pensed or used in open systems. 


2. Within 25 feet (7620 mm) of outdoor storage or 
open use areas. 


3. Facilities or areas within facilities that have been 
designated as totally “no smoking” shall have “No 
Smoking” signs placed at all entrances to the facility 
or area. Designated areas within such facilities 
where smoking is permitted either permanently or 
temporarily shall be identified with signs designat- 
ing that smoking is permitted in these areas only. 


Signs required by this section shall be in English as a 
primary language or in symbols allowed by this code and 
shall comply with Section 310. 


3703.7.2 Open flames. Open flames and high-temperature 
devices shall not be used in a manner that creates a hazard- 
ous condition. High-temperature devices and those 
devices utilizing an open flame shall be listed for use with 
the materials stored or used. 


SECTION 3704 
LOOSE FIBER STORAGE 


3704.1 General. Loose combustible fibers, not in suitable 
bales or packages and stored outdoors in the open, shall 
comply with Section 2808 of this code. Occupancies involv- 
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ing the indoor storage of loose combustible fibers in amounts 
exceeding the maximum allowable quantity per control area 
as set forth in Section 5003.1 shall comply with Sections 
3704.2 through 3704.6. 


3704.2 Storage of 100 cubic feet or less. Loose combustible 
fibers in quantities of not more than 100 cubic feet (3 m’) 
located in a structure shall be stored in a metal or metal-lined 
bin equipped with a self-closing cover. 


3704.3 Storage of more than 100 cubic feet to 500 cubic 
feet. Loose combustible fibers in quantities exceeding 100 
cubic feet (3 m*) but not exceeding 500 cubic feet (14 m’) 
shall be stored in rooms enclosed with 1-hour fire barriers 
constructed in accordance with Section 707 of the California 
Building Code or horizontal assemblies constructed in accor- 
dance with Section 711 of the California Building Code, or 
both, with openings protected by an approved opening 
protective assembly having a fire protection rating of */, hour 
in accordance with the California Building Code. 


3704.4 Storage of more than 500 cubic feet to 1,000 cubic 
feet. Loose combustible fibers in quantities exceeding 500 
cubic feet (14 m*) but not exceeding 1,000 cubic feet (28 m*) 
shall be stored in rooms enclosed with 2-hour fire barriers 
constructed in accordance with Section 707 of the California 
Building Code or horizontal assemblies constructed in accor- 
dance with Section 711 of the California Building Code, or 
both, with openings protected by an approved opening 
protective assembly having a fire protection rating of 1'/, 
hours in accordance with the California Building Code. 


3704.5 Storage of more than 1,000 cubic feet. Loose 
combustible fibers in quantities exceeding 1,000 cubic feet 
(28 m°) shall be stored in rooms enclosed with 2-hour fire 
barriers constructed in accordance with Section 707 of the 
California Building Code or horizontal assemblies 
constructed in accordance with Section 711 of the California 
Building Code, or both, with openings protected by an 
approved opening protective assembly having a fire protec- 
tion rating of 1'/, hours in accordance with the California 
Building Code. The storage room shall be protected by an 
automatic sprinkler system installed in accordance with 
Section 903.3.1.1. 


3704.6 Detached storage structure. Not more than 2,500 
cubic feet (70 m*) of loose combustible fibers shall be stored 
in a detached structure suitably located, with openings 
protected against entrance of sparks. The structure shall not 
be occupied for any other purpose. 


SECTION 3705 
BALED STORAGE 


3705.1 Bale size and separation. Baled combustible fibers 
shall be limited to single blocks or piles not more than 25,000 
cubic feet (700 m*) in volume, not including aisles or clear- 
ances. Blocks or piles of baled fiber shall be separated from 
adjacent storage by aisles not less than 5 feet (1524 mm) 
wide, or by flash-fire barriers constructed of continuous 
sheets of noncombustible material extending from the floor to 
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a minimum height of 1 foot (305 mm) above the highest point 
of the piles and projecting not less than 1 foot (305 mm) 
beyond the sides of the piles. 


3705.2 Special baling conditions. Sisal and other fibers in 
bales bound with combustible tie ropes, jute and other fibers 
that swell when wet, shall be stored to allow for expansion in 
any direction without affecting building walls, ceilings or 
columns. A minimum clearance of 3 feet (914 mm) shall be 
required between walls and sides of piles, except that where 
the storage compartment is not more than 30 feet (9144 mm) 
wide, the minimum clearance at side walls shall be 1 foot 
(305 mm), provided that a center aisle not less than 5 feet 
(1524 mm) wide is maintained. 


2022 CALIFORNIA FIRE CODE 


2022 CALIFORNIA FIRE CODE 


CHAPTER 38 
RESERVED 
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CHAPTER 39 
PROCESSING AND EXTRACTION FACILITIES 


User note: 


About this chapter: Chapter 39 focuses on the processing and extraction of oils and fats from various plants. This process includes 
extraction by use of a solvent, desolventizing the raw material, production of the miscella, distillation of the solvent from the miscella and 
solvent recovery. The processes used are not necessarily typical hazardous material processes, and often the systems and equipment asso- 
ciated with such processes may not be listed. This chapter provides the tools to appropriately address the hazards while also meeting the 
unique needs of industry. This chapter has provisions for a technical report prepared by a registered design professional and requires site 
inspections to make sure equipment and systems are installed as designed and approved. 


SECTION 3901 
GENERAL 


3901.1 Scope. Plant processing or extraction facilities shall 
comply with this chapter and the California Building Code. 
The extraction process includes the act of extraction of the 
oils and fats by use of a solvent, desolventizing of the raw 
material, production of the miscella, distillation of the solvent 
from the miscella and solvent recovery. The use, storage, 
transfilling and handling of hazardous materials in these 
facilities shall comply with this chapter, other applicable 
provisions of this code and the California Building Code. 


3901.2 Existing buildings or facilities. Existing buildings or 
facilities used for the processing of plants shall comply with this 
chapter. Existing extraction processes where the medium of 
extraction or solvent is changed shall comply with this chapter. 


3901.3 Permits. Permits shall be required as set forth in 
Sections 105.5 and 105.6. 


SECTION 3902 
DEFINITIONS 


3902.1 Definitions. The following terms are defined in Chap- 
ter 2: 


DESOLVENTIZING. 
MISCELLA. 


SECTION 3903 
PROCESSING AND EXTRACTION 


3903.1 Construction. Processing shall be located in a build- 
ing complying with the California Building Code. 


3903.2 Prohibited occupancies. Extraction processes utiliz- 
ing flammable gases or flammable cryogenic fluids shall not 
be located in any building containing a Group A, E, I or R 
occupancy. 


3903.3 Location. The extraction equipment and extraction 
processes utilizing hydrocarbon solvents shall be located in a 
room or area dedicated to extraction. 


3903.4 Post-process purification and winterization. Post- 
processing and winterization involving the heating or pres- 
surizing of the miscella to other than normal pressure or 
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temperature shall be approved and performed in an appliance 
listed for such use. Domestic or commercial cooking appli- 
ances shall not be used. 


3903.4.1 Industrial ovens. The use of industrial ovens 
shall comply with Chapter 30. 


3903.5 Use of flammable and combustible liquids. The use 
of flammable and combustible liquids for liquid extraction 
processes where the liquid is boiled, distilled or evaporated 
shall be located within a hazardous exhaust fume hood, rated 
for exhausting flammable vapors. Electrical equipment used 
within the hazardous exhaust fume hood shall be rated for use 
in flammable atmospheres. Heating of flammable or combus- 
tible liquids over an open flame is prohibited. 


Exception: The use of a heating element not rated for 
flammable atmospheres, where documentation from the 
manufacture, or approved testing laboratory indicates the 
element is rated for heating of flammable liquids. 


3903.6 Liquefied petroleum gas. Liquefied petroleum gases 
shall not be released to the atmosphere except where released 
in accordance with Section 7.3 of NFPA 58. 


SECTION 3904 
SYSTEMS AND EQUIPMENT 


3904.1 General requirements. Systems and equipment used 
with the processing and extraction of oils and products from 
plants shall comply with Sections 3904.2 through 3904.2.2.3 
and Section 5003.2, and other applicable provisions of this 
code, the California Building Code and the California 
Mechanical Code. 


3904.2 Systems and equipment. Systems or equipment used 
for the extraction of oils from plant material shall comply 
with Section 3904.2.1 or 3904.2.2. 


3904.2.1 Listings. Systems or equipment used for the 
extraction of oils from plant material shall be listed and 
labeled in accordance with UL 1389 and installed in accor- 
dance with the listing and the manufacturer’s installation 
instructions. 


3904.2.2 Approvals. Systems or equipment used for the 
extraction of oils from plant material shall be approved for 
the specific use. The system shall be reviewed by a regis- 
tered design professional. The registered design 
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professional shall review and consider any information 
provided by the system’s designer or manufacturer. A tech- 
nical report in accordance with Section 3904.2.2.1 shall be 
prepared and submitted to the fire code official for review 
and approval. The firm or individual preparing the technical 
report shall be approved by the fire code official prior to 
performing the analysis. 


3904.2.2.1 Technical report. A technical report, 
reviewed and approved by the fire code official as 
required by Section 3904.2, is required prior to the 
equipment being located or installed at the facility. The 
report shall be prepared by a registered design profes- 
sional or other professional approved by the fire code 
official. 


3904.2.2.2 Report content. The technical report shall 
contain all of the following: 


1. Manufacturer information. 

2. Preparer of record of the technical report. 

3. Date of review and report revision history. 

4, Signature page, including all of the following: 
4,1. Author of the report. 
4.2. Date of report. 


4.3. Date and signature of registered design 
professional of record performing the 
design or peer review. 


5. Model number of the item evaluated. If the 
equipment is provided with a serial number, the 
serial number shall be included for verification at 
the time of site inspection. 


6. Methodology of the design or peer review pro- 
cess used to determine minimum safety require- 
ments. Methodology shall consider the basis of 
design, and shall include a code analysis and 


10. Structural analysis for the frame system support- 
ing the equipment. ty 

11. Process safety analysis of the extraction system, 
from the introduction of raw product to the end of 
the extraction process. 


12. Comprehensive process hazard analysis consider- 
ing failure modes and points of failure throughout 
the process. The process hazard analysis shall 
include a review of emergency procedure infor- 
mation provided by the manufacturer of the 
equipment or process and not that of the facility, 
building or room. 


13. Review of the assembly instructions, operational 
and maintenance manuals provided by the manu- 
facturer. 


14. List of references used in the analysis. 


3904.2.2.3 Site inspection. Prior to operation of the 
extraction equipment, where required by the fire code 
official, the engineer of record or approved profes- 
sional, as approved in Section 3904.2, shall inspect the 
site of the extraction process once equipment has been 
installed for compliance with the technical report and 
the building analysis. The engineer of record or 
approved professional shall provide a report of findings 
and observations of the site inspection to the fire code 
official prior to the approval of the extraction process. 
The field inspection report authored by the engineer of 
record shall include the serial number of the equipment 
used in the process and shall confirm that the equip- 
ment installed is the same model and type of equipment 
identified in the technical report. 


SECTION 3905 
SAFETY SYSTEMS 


€ 


code path to demonstrate whether specific codes 
or standards are applicable. 


3905.1 Gas detection. For extraction processes utilizing 
flammable gases as solvents, a gas detection system comply- 


7. Equipment description. A list of every compo- ing with Section 916 shall be provided. 


nent and subassembly, such as fittings, hose, 3905.1.1 Operation. Activation of the gas detection 
quick disconnects, gauges, site glass, gaskets, system shall result in all the following: 

valves, pumps, vessels, containers and switches, 1 
of the system or equipment, indicating the manu- 

facturer, model number, material and solvent 


. Initiation of distinct audible and visual alarm signals 
in the extraction room. 


compatibility. Manufacturer’s data sheets shall 2. Deactivation of all heating systems located in the 
be provided. extraction room. 

8. A general flow schematic or general process flow 3. Activation of the mechanical ventilation system, 
diagram of the process. Post-processing or winteri- where the system is interlocked with gas detection. 


zation shall be included in this diagram. Primary 4 
components of the process equipment shall be iden- 
tified and match the equipment list required in Item 
7. Operating temperatures, pressures and solvent 
state of matter shall be identified in each primary 
step or component. A piping and instrumentation 
diagram (PID or P&ID) shall be provided. 


9. Analysis of the vessel(s) if pressurized beyond 
standard atmospheric pressure. Analysis shall 
include purchased and fabricated components. 


. De-energize all light switches and electrical outlets. 


3905.1.2 Failure of the gas detection system. Failure of 
the gas detection system shall result in the deactivation of 
the heating system; activation of the mechanical ventila- 
tion system where the system is interlocked with the gas 
detection system; and initiation of a trouble signal to 
sound in an approved location. 


3905.2 Emergency shutoff. Extraction processes utilizing 
gaseous hydrocarbon-based solvents shall be provided with 
emergency shutoff systems in accordance with Section 5803.1.3. 
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CHAPTER 40 
STORAGE OF DISTILLED SPIRITS AND WINES 


User note: 


About this chapter: Chapter 40 provides specific requirements for the storage of distilled spirits and wines. In accordance with Section 307.1.1 
of the California Building Code, these occupancies are not classified as a Group H occupancy. Instead, as listed in Sections 311.2 and 311.3 of 
the California Building Code, the storage of beverages that contain up to and including 16-percent alcohol are classified as a Group S-2 occu- 
pancy, and those that contain over 16-percent alcohol content are classified as a Group S-1 occupancy. Note that those that are classified as a 
Group S-1 occupancy are required to be provided with an automatic sprinkler system throughout the Group S-1 fire area, regardless of size, in 


accordance with Section 903. 


SECTION 4001 
GENERAL 


4001.1 General. The storage of distilled spirits and wines in 
barrels and casks shall comply with this chapter in addition to 
other applicable requirements of this code. 


4001.1.1 Nonapplicability. Chapter 50 and Chapter 57 
are not applicable to the storage of distilled spirits and 
wines in barrels and casks as identified in Section 5001.1, 
Exception 10, and Section 5701.2, Item 10. 


SECTION 4002 
DEFINITIONS 


4002.1 Definitions. Words and terms used in this chapter and 
defined in Chapter 2 shall have the meanings ascribed to 
them as defined therein. 


SECTION 4003 
PRECAUTIONS AGAINST FIRE 


4003.1 Spill control. Drainage or containment systems shall 
be provided by means of curbs, scuppers, special drains or 
other suitable means to prevent the flow of spills throughout 
the building. 


4003.2 Ventilation. For rooms and spaces where distilled 
spirits and wines in barrels and casks are stored, ventilation 
shall be provided in accordance with the California Mechani- 
cal Code and one of the following: 


1. The rooms and spaces shall be ventilated at a rate suffi- 
cient to maintain the concentration of vapors within the 
area at or below 25 percent of the lower flammable 
limit (LFL). This shall be confirmed by sampling the 
actual vapor concentration under normal operating con- 
ditions. The sampling shall be conducted throughout 
the enclosed storage area, extending to or toward the 
bottom and the top of the enclosed storage area. The 
vapor concentration used to determine the required 
ventilation rate shall be the highest measured concen- 
tration during the sampling procedure. The sampling 
shall be conducted manually or by installation of a con- 
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tinuously monitoring flammable vapor detection sys- 
tem. 


2. The rooms and spaces shall be provided exhaust venti- 
lation at a rate of not less than | cfm per square foot 
[0.00508 m?/(s x m’)] of solid floor area. The exhaust 
ventilation shall be accomplished by natural or 
mechanical means, with discharge of the exhaust to a 
safe location outside the building. 


4003.3 Sources of ignition. Sources of ignition shall be 
controlled in accordance with Sections 4003.3.1 through 
4003.4. 


4003.3.1 Smoking. Smoking shall be prohibited and “No 
Smoking” signs provided as follows: 


1. In rooms or areas where hazardous materials are 
stored or dispensed or used in open systems in 
amounts requiring a permit in accordance with Sec- 
tions 105.5 and 105.6. 


2. Within 25 feet (7620 mm) of outdoor storage, dis- 
pensing or open-use areas. 


3. Facilities or areas within facilities that have been 
designated as totally “no smoking” shall have “No 
Smoking” signs placed at all entrances to the facility 
or area. Designated areas within such facilities 
where smoking is permitted either permanently or 
temporarily shall be identified with signs designat- 
ing that smoking is permitted in these areas only. 


4, In rooms or areas where flammable or combustible 
hazardous materials are stored, dispensed or used. 


Signs required by this section shall be in English as a 
primary language or in symbols allowed by this code and 
shall comply with Section 310. 


4003.3.2 Open flame. Open flames and high-temperature 
devices shall not be used in a manner that creates a hazard- 
ous condition and shall be listed for use with the 
hazardous materials stored or used. 


4003.3.3 Industrial trucks. Powered industrial trucks 
used in areas designated as hazardous (classified) loca- 
tions in accordance with the California Electrical Code 
shall be listed and labeled for use in the environment 
intended in accordance with NFPA 505. 
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4003.3.4 Electrical. Electrical wiring and equipment shall 
be installed and maintained in accordance with Section 
608 and the California Electrical Code. 


4003.4 Lightning. Structures containing barrel storage 
should be protected from lightning. The lightning protection 
equipment shall be installed in accordance with the Califor- 
nia Electrical Code and NFPA 780. 


SECTION 4004 
STORAGE 


4004.1 Storage. Storage shall be in accordance with this 
section and Section 315. 


4004.2 Empty containers. The storage of empty containers 
previously used for the storage of flammable or combustible 
liquids, unless free from explosive vapors, shall be stored as 
required for filled containers. 


4004.3 Basement storage. Class I liquids shall be allowed to 
be stored in basements in amounts not exceeding the maxi- 
mum allowable quantity per control area for use-open 
systems in Table 5003.1.1(1), provided that automatic 
suppression and other fire protection are provided in accor- 
dance with Chapter 9. Class II and IIIA liquids shall also be 
allowed to be stored in basements, provided that automatic 
suppression and other fire protection are provided in accor- 
dance with Chapter 9. 


4004.4 Bulk beverage storage areas. There shall be no stor- 
age of combustible materials in the bulk beverage storage 
areas not related to the beverage storage activities. 
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SECTION 4005 
FIRE PROTECTION 4 


4005.1 Automatic sprinkler system. The storage of distilled 
spirits and wines shall be protected by an approved automatic 
sprinkler system as required by Chapter 9. 


4005.2 Portable fire extinguishers. Approved portable fire 
extinguishers shall be provided in accordance with Section 
906. 


SECTION 4006 
SIGNAGE 


4006.1 Hazard identification signs. Unless otherwise 
exempted by the fire code official, visible hazard identifica- 
tion signs, as specified in NFPA 704 for the specific material 
contained, shall be placed on stationary containers and above- 
ground tanks; at entrances to locations where hazardous 
materials are stored, dispensed, used or handled in quantities 
requiring a permit; and at specific entrances and locations 
designated by the fire code official. 


4006.1.1 Maintenance and style. Signs and markings 
required by Section 4006.1 shall not be obscured or 
removed; shall be in English as a primary language or in 
symbols allowed by this code; shall be durable; and the 
size, color and lettering shall be approved. 
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CHAPTERS 41 through 47 
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CHAPTER 48 


MOTION PICTURE AND TELEVISION PRODUCTION 
STUDIO SOUND STAGES, APPROVED PRODUCTION 
FACILITIES AND PRODUCTION LOCATIONS 


SECTION 4801 
GENERAL 


4801.1 Scope. Production studios, sound stages, approved 
production facilities and production locations used by the 
entertainment industry for the purpose of motion picture, 
television and commercial production shall be in accordance 
with the provisions of this article. 


4801.2 Purpose. The purpose of this article is to establish 
minimum requirements that will provide a reasonable degree 
of safety from fire, panic and explosion. Buildings and struc- 
tures defined herein shall be in accordance with this article. 


4801.3 DEFINITIONS. 


APPROVED FIRE WATCH. Individuals provided with at 
least one approved means for notification of the fire depart- 
ment and their only duty shall be to perform constant patrols 
of the protected premises and keep watch for fires. 


APPROVED PRODUCTION FACILITY. An existing build- 
ing, or portion of a building, or a group of buildings altered 
for use by the entertainment industry for the purpose of 
motion picture, television and commercial production. 


PLATFORM. Part of a set, which is a floor or horizontal 
surface raised above stage floor level. 


PRODUCTION LOCATION. Any area or facility outside a 
production studio, approved production facility or sound 
stage used by the entertainment industry for the purpose of 
motion picture, television and commercial production. 


PRODUCTION STUDIO. A building, portion of a building, 
or a group of buildings designed and constructed for use by 
the entertainment industry for the purpose of motion picture, 
television and commercial production. 


SET. A structure built or assembled for the purpose of motion 
picture, television and commercial production. 


SOUND STAGE. A building or portion of a building usually 
insulated from outside noise and natural light for use by the 
entertainment industry for the purpose of motion picture, 
television and commercial production. 


SECTION 4802 
OCCUPANCY CLASSIFICATION 


4802.1 Live audience stages. Production facilities, sound 
stages and approved production studios with live audience 
stages shall be classified as Group A-1 occupancy in accor- 
dance with the California Building Code. 


4802.2 All other stages. Production studios, sound stages 
and approved production facilities without live audience 
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stages shall be classified as Group F-1 occupancy in accor- 
dance with the California Building Code. 


Note: Sections 4803 through 4810 apply only to studio 
sound stages and approved production facilities. 


SECTION 4803 
REQUIRED PERMITS 


4803.1 Change in use. A permit from the fire code official 
shall be obtained any time a change in use or occupancy is 
intended by the owner (e.g., for live audience shows, wrap 
parties). 
4803.2 Additional permits. A permit shall be required for: 

a) Use of pyrotechnic special effects. 

b) Open flames. 

c) Flammable or combustible liquids, gases and dust. 

d) Hot work, 

e) Presence of motor vehicles within a building. 


f) Any additional permits as required by the fire code offi- 
cial. 


4803.3 Live audiences. A permit shall be required for seating 
arrangements of all live audience stages. 


SECTION 4804 
GENERAL REQUIREMENTS 


4804,1 Housekeeping. Provisions of this part shall maintain 
proper housekeeping in accordance with Chapter 3. 


4804.2 Aisles. Perimeter aisles within the sound stage and 
approved production facility shall be provided. Aisles 
required by this section shall have a minimum width of 4 feet 
(1219 mm). See Chapter 10 for maintenance requirements. 
Aisles required by this section shall have a minimum clear 
unobstructed height of 7 feet (2134 mm). 


4804.3 Travel distance. The maximum travel distance to any 
exit within the sound stage and approved production facility 
shall be 150 feet (45 720 mm). 


4804.4 Exit doors. Exit doors shall be equipped with panic 
hardware and swing in the direction of exit travel. 


4804.5 Exit signs. Illuminated exit signs shall be installed in 
accordance with the California Building Code. 


4804.6 Exit illumination. Exit illumination shall be provided 
in accordance with the California Building Code. In the event 
of power failure, exit path illumination shall be automatically 
provided by an approved emergency back-up system. 


48-3 


MOTION PICTURE AND TELEVISION PRODUCTION STUDIO SOUND STAGES, APPROVED PRODUCTION FACILITIES 


AND PRODUCTION LOCATIONS 


4804.7 Exit obstructions. All means of egress shall be main- 
tained in accordance with the provisions of Chapter 10, Sec- 
tion 1005.1. 


4804.8 Foam plastics. All foam plastics shall meet the 
requirements of Chapter 8, Sections 807.5.1.5 and 807.5.7. 


4804.9 Decorative materials. Drapes, drops, cut greens, etc., 
shall meet the flame retardant requirements of California 
Code of Regulations, Title 19, Division 1, Chapters 5 and &, 
Sections 807.5.1.5 and 807.5. 7. 


SECTION 4805 
FIRE-EXTINGUISHING SYSTEMS 


4805.1 Existing sound stages and approved production 
facilities. All existing sound stages and approved production 
facilities equipped with an automatic fire sprinkler system 
shall be maintained in accordance with the provisions in 
Chapter 9. 


4805.2 New sound stages. All new sound stages shall be 
equipped with an approved automatic fire sprinkler system. 
The system shall be installed in accordance with the provi- 
sions in Chapter 9 and shall meet the minimum design 
requirements of an Extra Hazard, Group 2 system. 


4805.3 Solid-ceiling sets and platforms. All interior solid- 
ceiling sets over 600 square feet (55.7 m’) in area, and plat- 
forms (when provided) over 600 square feet (55.7 m’) in area 
and which exceed 3 feet (914 mm) in height shall be protected 
by one of the following: 


1. An approved and listed heat detector system. Heat 
detectors shall be spaced 30 feet (9144 mm) on center 
or as required by the manufacturer’s installation 
instructions. Detectors shall be connected to an 
approved and listed central, proprietary or remote sta- 
tion service or a local alarm, which will give an audi- 
ble signal at a constantly attended location, Such 
system shall be installed in accordance with Chapter 9. 


2. The ceiling shall be positioned to allow for the opera- 
tion of the building’s automatic fire sprinkler system 
after rehearsal, videotaping, filming or broadcasting of 
programs has been completed for the day. 


3. An approved fire watch. 
4. Special hazards shall be reviewed by the fire code offi- 


cial (see Additional Fire Protection Systems, Section 
901.4. 3). 


SECTION 4806 
FIRE DETECTION EQUIPMENT 
4806.1 Fire alarm control units. Fire alarm control units 
shall be California State Fire Marshal listed and shall be uti- 
lized in accordance with their listing. Control units may be 
temporarily supported by sets, platforms or pedestals. 


48-4 


4806.2 Heat detectors. Heat detection required by this article 
shall be defined as a portable system as it is intended to be 
reinstalled when platforms or sets are changed. 


Heat detectors may be secured to standard outlet boxes 
which may be temporarily supported by sets, platforms or 
pedestals. 


Heat detectors shall be provided for solid-ceiling sets and 
platforms where required by Sections 4805.3 and 4811.14. 


SECTION 4807 
FIRE SAFETY OFFICERS 


4807.1 Where permits are required by the Fire Code, a 
requirement for standby fire safety officers shall be deter- 
mined by the fire code official on a case-by-case basis. 
Standby fire safety officers shall not be required when the 
provisions of this article are met. 


SECTION 4808 
ELECTRICAL REQUIREMENTS 


4808.1 General. All electrical equipment including lighting, 
cabling and temporary power, such as portable generators, 
shall be maintained in good working order and shall comply 
with the provisions of the California Electrical Code. 


4808.2 Lighting and power requirements. A studio sound 
stage and approved production facility shall be provided with 
a minimum of 35 watts per square foot of permanently 
installed power dedicated for the distribution of production 
lighting and power. Mobile generators may be utilized for 
auxiliary power. 


4808.3 Distribution. Distribution equipment shall be 
designed for sound stage use. The wiring to such equipment 
shall be considered permanent and shall comply with appli- 
cable provisions of the California Electrical Code. Tempo- 
rary feeders shall not be tapped from panelboards and 
switchboards where deadfront covers have to be removed. 


4808.4 Installations. Permanent or temporary electrical 
installations shall be installed in accordance with the Cali- 
fornia Electrical Code and this code. Such equipment shall 
not obstruct exits, means of egress or fire department access, 
unless approved by the fire code official. 


4808.5 Generators. Portable, mobile or stationary power- 
generating equipment may be used to supplement building 
electrical power for temporary use. Equipment shall be 
located at a pre-designated location, as approved by the fire 
code official. 


Temporary auxiliary power cables supplied from mobile 
generators or adjacent buildings may pass through exterior 
walls and interior fire-resistive assemblies provided an 
approved through-penetration fire-stop system is utilized for 
protection of the opening. 
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SECTION 4809 
MECHANICAL EQUIPMENT 


4809.1 Existing equipment. All mechanical equipment used 
as part of the building ventilation system shall be maintained 
in good working order and shall comply with the provisions 
of the California Mechanical Code. , 


4809.2 Auxiliary equipment. All auxiliary heating, ventila- 
tion and air-conditioning equipment shall be approved and 
listed for the intended use. Flexible duct, if utilized, shall be 
noncombustible. Such auxiliary equipment shall not obstruct 
exits, means of egress or fire department access. 


SECTION 4810 
DESIGN REQUIREMENTS 
4810.1 General. The fire code official shall be provided with 
certification that approved production facilities and studio 
sound stages will sustain the anticipated loads of sets, props 
or other temporary modifications. 

Where the anticipated loads exceed the design criteria for 
an approved production facility and studio sound stage, the 
building or portions thereof shall be modified for the addi- 
tional loads. 


SECTION 4811 
PRODUCTION LOCATIONS 


4811.1 General. This chapter shall apply to production loca- 
tions. 


4811.2 Permits. A permit shall be obtained, unless waived by 
the fire code official for any of the activities that follow: 


a) Use of pyrotechnic special effects, see Section 3307.1 
and California Code of Regulations, Title 19, Division 
1, Chapter 6. 

b) Open flames. 

c) Flammable or combustible liquids, gases and dust. 

d) Hot work. 

e) Presence of motor vehicles within a building. 

f) Tents and canopies, see Chapter 31. 

g) Any additional permits as required by the agency hav- 
ing jurisdiction (AHJ). 


4811.3 Pyrotechnic special effects and open flames. The use 
of pyrotechnic special effects and open flames shall be sub- 
ject to the approval of the fire code official. 


4811.4 Standby fire personnel. A requirement for standby 
fire safety officers shall be determined by the fire code offi- 
cial on a case-by-case basis. 


4811.5 Foamed plastic materials. All foam plastics shall 
meet the requirements of Chapter 8, Sections 807.5.1.5 and 
807.5.7. 


4811.6 Smoking. When the fire code official determines that 
hazardous conditions necessitate controlled use of smoking 
materials, smoking may be prohibited or limited to desig- 
nated smoking areas. 
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4811.7 Structural loads. Sets, scenery and other equipment 
shall not impact the structural integrity of a building or struc- 
ture. Consultation with a building official or structural engi- 
neer may be required. 


4811.8 Electrical requirements. 


4811.81 General. All electrical equipment including 
lighting, cabling and temporary power, such as portable 
generators, shall be maintained in good working order 
and shall comply with the provisions of the California 
Electrical Code. 


4811.8.2 Distribution. Temporary feeders shall not be 
tapped from panelboards and switchboards where dead- 
front covers have to be removed. 


4811.8.3 Installations. Electrical installations shall be 
installed in accordance with the California Electrical 
Code. Such equipment shall not obstruct exits, means of 


egress or fire department access, unless approved by the 
fire code official. 


4811.8.4 Generators. Portable, mobile or stationary 
power-generating equipment may be used to supplement 
building electrical power for temporary use. Equipment 
shall be placed in a location acceptable to the fire code 
official. 


4811.9 Fire department access. Required emergency vehicle 
access shall be maintained. Any deviations are subject to 
approval by the fire code official. 


4811.10 Means of egress. The production location shall be 
provided with means of egress appropriate for the intended 
use as approved by the fire code official. 


4811.11 Fire protection systems and equipment. Functional 
fire protection systems and equipment shall be maintained in 
an operable condition, unless approved by the fire code offi- 
cial. Disconnecting or altering of fire protection systems and/ 
or equipment shall be prohibited, unless otherwise approved 
by the fire code official with alternate means of protection 
provided. 


4811.12 Fire hydrants and fire appliances. Hydrants, stand- 
pipes and fire department connections (FDC) shall not be 
obstructed, blocked or rendered inoperable in accordance 
with Chapter 9, unless approved by the fire code official. 


4811.13 Fire extinguishers. Approved fire extinguishers 
shall be provided as required by the fire code official. 


4811.14 Solid-ceiling sets and platforms. In buildings with 
existing fire protection systems and where production intends 
to construct solid-ceiling sets over 600 square feet (55.7 m’) 
in area, and platforms over 600 square feet (55.7 m’) in area 
and which exceed 3 feet (914 mm) in height, such buildings 
shall be protected by one of the following: 


1. An approved and listed heat detector system. Heat 
detectors shall be spaced 30 feet (9144 mm) on center 
or as required by the manufacturer's installation 
instructions. Detectors shall be connected to an 
approved and listed central, proprietary or remote sta- 
tion service or a local alarm, which will give an audi- 
ble signal at a constantly attended location. Such 
system shall be installed in accordance with Chapter 9. 
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2. The ceiling shall be positioned to allow for the opera- 
tion of the building’s automatic fire sprinkler system 
after rehearsal, videotaping, filming or broadcasting of 
programs has been completed for the day. 


3. An approved fire watch. 


4, Special hazards shall be reviewed by the enforcing 
agency (see additional fire protection systems, Section 
901.4.3). 

4811.15 Buildings without fire protection systems. Special 
hazards shall be reviewed by the fire code official (see spe- 
cial hazards Section 901.4.4). 
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CHAPTER 49 


REQUIREMENTS FOR WILDLAND-URBAN 
INTERFACE FIRE AREAS 


User note: 
About this chapter: 


In addition to the building construction requirements in the California Building Code and California Residential Code, this chapter contains 
requirements for development and construction in Local Responsibility Areas (LRA) designated as Very High Fire Hazard Severity Zones and 
areas designated by the Board of Forestry and Fire Protection as State Responsibility Areas (SRA). While many of these provisions are found 
in Title 14 and Title 19 of the California Code of Regulations, they are replicated here for the code user. The local jurisdiction has the authority 
to apply the same regulations to LRA when the regulations are adopted by local ordinance. 


The requirements in this chapter reference the process for adoption of Very High Fire Hazard Severity Zones in the LRA; criteria for evaluating 
existing subdivisions that are at significant fire risk and are without an adequate secondary egress; and criteria for fire safety provisions 


required in the Safety Element of a city or county General Plan. 


The chapter includes mitigation strategies to reduce the hazards of fire originating within a structure spreading to wildland and fire originating 
in wildland spreading to structures. These strategies are included in the following requirements: 


1. Development of fire protection plans. 


2. Development of landscape plans and long-term vegetation management. 
3. Creation and maintenance of defensible space to protect structures and subdivisions. 


SECTION 4901 
GENERAL 


4901.1 Scope. This chapter contains minimum requirements to 
mitigate conditions that might cause a fire originating in a 
structure to ignite vegetation in the Wildland-Urban Interface 
Fire Area, and conversely, a wildfire burning in vegetative 
Juels to transmit fire to buildings and threaten to destroy life, 
overwhelm fire suppression capabilities or result in large 
property losses. 


4901.2 Purpose. The purpose of this chapter is to provide min- 
imum standards to reduce the likelihood of life and property 
loss due to a wildfire through the use of performance and pre- 
scriptive requirements for construction and development in 
State Responsibility Areas (SRA) and Local Responsibility 
Areas (LRA) designated as a Moderate, High or Very High 
Fire Hazard Severity Zone. 


SECTION 4902 

DEFINITIONS 
4902.1 General. For the purpose of this chapter, certain terms 
are defined as follows: 
DIRECTOR. Director of the California Department of For- 
estry and Fire Protection (CAL FIRE). 
FIRE PROTECTION PLAN. A document prepared for a spe- 
cific project or development proposed for a Wildland-Urban 
Interface (WU) Fire Area. It describes ways to minimize and 
mitigate potential for loss from wildfire exposure. 
FIRE HAZARD SEVERITY ZONES. Geographical areas 
designated pursuant to California Public Resources Codes, 
Sections 4201 through 4204 and classified as Very High, High 
or Moderate in State Responsibility Areas or as Local Agency 
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Very High Fire Hazard Severity Zones designated pursuant to 
California Government Code, Sections 51175 through 51189. 


The California Code of Regulations, Title 14, Section 1280 
entitles the maps of these geographical areas as “Maps of the 
Fire Hazard Severity Zones in the State Responsibility Area of 
California. ” 


FIRE-RESISTANT VEGETATION. Plants, shrubs, trees 
and other vegetation that exhibit properties, such as high 
moisture content, little accumulation of dead vegetation, and 
low sap or resin content, that make them less likely to ignite 
or contribute heat or spread flame in a fire than native vege- 
tation typically found in the region. 


[Note: The following sources contain examples of types of 
vegetation that can be considered fire-resistant vegeta- 
tion. (Fire-resistant Plants for Home Landscapes, A 
Pacific Northwest Extension publication; Home Land- 
scaping for Fire, University of California Division of 
Agriculture and Natural Resources; Sunset Western 
Garden Book) ] 


IGNITION-RESISTANT MATERIAL. A type of building 
material that complies with the requirements in Section 704A. 2 
in the California Building Code. 


LOCAL RESPONSIBILITY AREAS (LRA). Areas of the 
state in which the financial responsibility of preventing and 
suppressing fires is the primary responsibility of a city, county, 
city and county, or district. 

STATE RESPONSIBILITY AREAS (SRA). Lands that are 
classified by the Board of Forestry pursuant to Public 
Resources Code Section 4125 where the financial responsibil- 
ity of preventing and suppressing wildfires is primarily the 
responsibility of the state. 
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WILDFIRE. Any uncontrolled fire spreading through vegeta- 
tive fuels that threatens to destroy life, property or resources as 
defined in Public Resources Code, Sections 4103 and 4104. 


WILDFIRE EXPOSURE. One or a combination of radiant 
heat, convective heat, direct flame contact and burning embers 
being projected by vegetation fire to a structure and its imme- 
diate environment. 


WILDLAND-URBAN INTERFACE (WUI). A geographical 
area identified by the state as a “Fire Hazard Severity Zone” 
in accordance with the Public Resources Code, Sections 4201 
through 4204, and Government Code, Sections 51175 through 
51189, or other areas designated by the enforcing agency to be 
at a significant risk from wildfires. 


SECTION 4903 
PLANS 


4903.1 General. The fire code official is authorized to 
require the owner or owner's authorized agent to provide a 
fire protection plan. The fire protection plan shall be pre- 
pared to determine the acceptability of fire protection and life 
safety measures designed to mitigate wildfire hazards pre- 
sented for the property under consideration. 


The fire protection plan shall be prepared by a registered 
design professional, qualified landscape architect, qualified 
fire safety specialist or similar specialist acceptable to the 
fire code official and shall analyze the wildfire risk of the 
building, project, premises or region to recommend neces- 
sary changes. 


The fire code official is authorized to require a prelimi- 
nary fire protection plan prior to the submission of a final fire 
protection plan. 


4903.2 Contents. The fire protection plan shall be based on a 
project-specific wildfire hazard assessment that includes con- 
siderations of location, topography, aspect, and climatic and 
fire history. 


The plan shall identify conformance with all applicable 
state wildfire protection regulations, statutes and applicable 
local ordinances, whichever are more restrictive. 


The plan shall address fire department access, egress, 
road and address signage, water supply in addition to fuel 
reduction in accordance with Public Resources Code (PRC) 
4290; the defensible space requirements in accordance with 
PRC 4291 or Government Code 51182; and the applicable 
building codes and standards for wildfire safety. The plan 
shall identify mitigation measures to address the project’s 
specific wildfire risk and shall include the information 
required in Section 4903.2.1. 


4903.2.1 Project information. The final fire protection 
plan shall be reviewed and approved prior to start of 
construction. 


4903.2.1.1 Preliminary fire protection plan. When a 
preliminary fire protection plan is submitted, it shall 
include, at a minimum, the following: 


1. Total size of the project. 
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2. Information on the adjoining properties on all 
sides, including current land uses, and if known, 
existing structures and densities, planned con- 
struction, natural vegetation, environmental res- 
toration plans, roads and parks. 


3. A map with all project boundary lines, property 
lines, slope contour lines, proposed structure 
foundation footprints, and proposed roads and 
driveways. The map shall identify project fuel 
modification zones and method of identifying the 
fuel modification zone boundaries. 


4903.2.1.2 Final fire protection plan. The final fire 
protection plan shall include items listed in Section 
4903.2.1.1 and the following: 


1. A map identifying all proposed plants in the fuel 
modification zones with a legend that includes a 
symbol for each proposed plant species. The plan 
shall include specific information on each species 
proposed, including but not limited to: 


a. The plant life-form; 
b. The scientific and common name; and 


c. The expected height and width for mature 
growth. 


2. Identification of irrigated and non-irrigated zones. 


3. Requirements for vegetation reduction around 
emergency access and evacuation routes. 


4. Identification of points of access for equipment 
and personnel to maintain vegetation in common 
areas. 


5. Legally binding statements regarding community 
responsibility for maintenance of fuel modifica- 
tion zones. 


6. Legally binding statements to be included in cov- 
enants, conditions and restrictions regarding 
property owner responsibilities for vegetation 
maintenance. 


SECTION 4904 
FIRE HAZARD SEVERITY ZONES 


4904.1 General. Lands in the state are classified by the Direc- 
tor in accordance with the severity of wildfire hazard expected 
to prevail in those areas and the responsibility for fire protec- 
tion, so that measures may be identified which will reduce the 
potential for losses to life, property and resources from wild- 


fire. 


4904.2 Classifications. The Director classifies lands into fire 
hazard severity zones in accordance with California Public 
Resources Code, Sections 4201 through 4204 for State 
Responsibility Areas and accordance with Government Code, 
Sections 51175 through 51189 for areas where a local agency 
is responsible for fire protection. 


4904.3 Local agency requirements. Within 30 days after 
receiving a transmittal from the director that identifies Very 
High Fire Hazard Severity Zones, a local agency shall make 
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the information available for public review. The information 
shall be presented in a format that is understandable and 
accessible to the general public, including, but not limited to, 
maps. A local agency shall post a notice at the office of the 
county recorder, county assessor and county planning agency 
identifying the location of the map provided by the director 
pursuant to Government Code, Section 51178. If the agency 
amends the map, pursuant to subdivision (b) or (c) of Section 
51179, the notice shall instead identify the location of the 
amended map. 


4904.3.1 Local agency ordinances. A local agency shall 
designate, by ordinance, Very High Fire Hazard Severity 
Zones in its jurisdiction within 120 days of receiving 
recommendations from the director pursuant to Section 
51178. The local agency shall transmit a copy of an ordi- 
nance adopted pursuant to Section 51179 (a) to the State 
Board of Forestry and Fire Protection within 30 days of 
adoption, as specified in Title 14, Division 1.5, Chapter 7, 
Subchapter 3, Article 1. 


4904.3.2 Local agency discretion. A local agency may, at 
its discretion, include areas within the jurisdiction of the 
local agency, not identified as Very High Fire Hazard 
Severity Zones by the director, as Very High Fire Hazard 
Severity Zones following a finding supported by substan- 
tial evidence in the record that the requirements of 
Government Code Section 51182 are necessary for effec- 
tive fire protection within the area. 


SECTION 4905 
WILDFIRE PROTECTION 
BUILDING CONSTRUCTION 


4905.1 General. Materials and construction methods for exte- 
rior wildfire exposure protection shall be applied within geo- 
graphical areas where a wildfire burning in vegetative fuels 
may readily transmit fire to buildings and threaten to destroy 
life, overwhelm fire suppression capabilities or result in large 
property losses. 


4905.2 Construction methods and requirements within estab- 
lished limits. Within the limits established by law, construction 
methods intended to mitigate wildfire exposure shall comply 
with the wildfire protection building construction requirements 
centained in the California Building Standards Code, includ- 
ing the following: 


1. California Building Code, Chapter 7A, 
2. California Residential Code, Section R337, 
3. California Referenced Standards Code, Chapter 12-74. 


4905.3 Establishment of limits. The establishment of limits for 
the Wildland-Urban Interface (WUI) Fire Area’s required con- 
struction methods shall be designated pursuant to the Califor- 
nia Public Resources Code for State Responsibility Areas and 
California Government Code for Local Responsibility Areas 
(LRA) in Very High Severity Zones or by a local agency follow- 
ing a finding supported by substantial evidence in the record 
that the requirements of this section are necessary for effective 
fire protection within the area. 


2022 CALIFORNIA FIRE CODE 


REQUIREMENTS FOR WILDLAND-URBAN INTERFACE FIRE AREAS 


SECTION 4906 
VEGETATION MANAGEMENT 


4906.1 General. Planting of vegetation for new landscaping 
shall be selected to reduce non-fire-resistant vegetation in prox- 
imity to a structure and to maintain vegetation as it matures. 


4906.2 Application. All new plantings of vegetation in State 
Responsibility Areas (SRA) and Local Responsibility Areas 
(LRA) designated as a Very High Fire Hazard Severity Zone 
shall comply with Sections 4906.3 through 4906.5. 3. 


4906.3 Landscape plans. Landscape plans shall be provided 

when required by the enforcing agency. The landscape plan 

shall include development and maintenance requirements for 

the vegetation management zone adjacent to structures and 

roadways, and to provide significant fire hazard reduction 
benefits for public and firefighting safety. 

4906.3.1 Contents. Landscape plans shall contain the 

following: 
1. Delineation of the 30-foot (9144 mm) and 100-foot 
(30.5 m) fuel management zones from all structures. 


2. Identification of existing vegetation to remain and 
proposed new vegetation. 


3. Identification of irrigated areas. 


4. A plant legend with both botanical and common 
names, and identification of all plant material sym- 
bols. 


5. Identification of ground coverings within the 30-foot 
(9144 mm) zone. 


4906.4 Vegetation. All new vegetation shall be fire-resistant 
vegetation in accordance with this section. 


Exception: Trees classified as non-fire-resistant vegeta- 
tion complying with Section 4906.4.2.1, 


To be considered fire-resistant vegetation, it must meet at 
least one of the following: 


1. Be identified as fire-resistant vegetation in an approved 
book, journal or listing from an approved organization. 


2. Be identified as fire-resistant vegetation by a licensed 
landscape architect with supporting justification. 

3, Plants considered fire-resistant vegetation and 
approved by the local enforcing agency. 

4906.4.1 Shrubs, All new plantings of shrubs shall comply 

with the following: 
1. Shrubs shall not exceed 6 feet (1829 mm) in height. 


2. Groupings of shrubs are limited to a maximum 
aggregate diameter of 10 feet (3048 mm). 


3. Shrub groupings shall be separated from other 
groupings a minimum of 15 feet (4572 mm). 

4, Shrub groupings shall be separated from structures 
a minimum of 30 feet (9144 mm). 


5. Where shrubs are located below or within a tree’s 
drip line, the lowest tree branch shall be a minimum 
of three times the height of the understory shrubs or 
10 feet (3048 mm), whichever is greater. 
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4906.4.2 Trees. Trees shall be managed as follows within 
the 30-foot (9144 mm) zone of a structure: 


1. New trees shall be planted and maintained so that 
the tree’s drip line at maturity is a minimum of 10 
feet (3048 mm) from any combustible structure. 


2. The horizontal distance between crowns of new 
trees and crowns of adjacent trees shall not be less 
than 10 feet (3048 mm). 


3. Existing trees shall be trimmed to provide a mini- 
mum separation of 10 feet (3048 mm) away from 
chimney and stovepipe outlets per Title 14, Section 
1299.03. 


4906.4.2.1 Non-fire-resistant vegetation. New trees not 
classified as fire-resistant vegetation, such as conifers, 
palms, pepper trees and eucalyptus species, shall be 
permitted provided the tree is planted and maintained so 
that the tree’s drip line at maturity is a minimum 30 feet 
(9144 mm) from any combustible structure. 


SECTION 4907 
DEFENSIBLE SPACE 


4907.1 General. Hazardous vegetation and fuels shall be man- 
aged to reduce the severity of potential exterior wildfire expo- 
sure to buildings and to reduce the risk of fire spreading to 
buildings as required by applicable laws and regulations. 
Defensible space will be managed around all buildings and 
structures in State Responsibility Areas (SRA) as required in 
Public Resources Code 4291. 
4907.2 Application. Buildings and structures located in the 
following areas shall maintain the required hazardous vege- 
tation and fuel management: 

1, All unincorporated lands designated by the State Board 
of Forestry and Fire Protection as a State Responsibil- 
ity Area (SRA). 

2. Land designated as a Very High Fire Hazard Severity 
Zone by the Director. 

3. Land designated in ordinance by local agencies as a 
Very High Fire Hazard Severity Zone pursuant to Gov- 
ernment Code Section 51179. 

4907.3 Requirements. Hazardous vegetation and fuels 
around all buildings and structures shall be maintained in 
accordance with the following laws and regulations: 

1, Public Resources Code, Section 4291. 


2. California Code of Regulations, Title 14, Division 1.5, 
Chapter 7, Subchapter 3, Article 3, Section 1299.03. 


3. California Government Code, Section 51182. 


4. California Code of Regulations, Title 19, Division 1, 
Chapter 7, Subchapter 1, Section 3.07. 


SECTION 4908 
FIRE SAFE DEVELOPMENT REGULATIONS 


4908.1 General. Pursuant to PRC 4290 all residential, com- 
mercial and industrial building construction within state 
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responsibility areas approved after January 1, 1991, and 
within lands classified and designated as an LRA’Very High 
Fire Hazard Severity Zone, as defined in subdivision (i) of 
Section 51177 of the Government Code after July+1, 2021, 
shall comply with the SRA Fire Safe Development Regula- 
tions as specified in Title 14, Division 1.5, Chapter 7, Sub- 
chapter 2. 


4908.2 Subdivision map findings. Pursuant to Government 
Code (GC), Section 66474.02, before approving a tentative 
map, or a parcel map for which a tentative map was not 
required, for an area located in an SRA or an LRA Very High 
Fire Hazard Severity Zone, as both are defined in GC Section 
51177, a legislative body of a county, except as provided in 
GC Subsection 66474.02(c), shall make findings regarding 
compliance with the SRA Fire Safe Regulations and the avail- 
ability of structural fire protection and suppression services. 
These findings and accompanying map shall be transmitted 
to the Board of Forestry and Fire Protection and comply with 
the requirements in Title 14, Division 1.5, Chapter 7, Sub- 
chapter 1, Article 1. 


SECTION 4909 
SUBDIVISION REVIEW SURVEY 


4909.1 Subdivision identification. Pursuant to Public 
Resources Code Section 4290.5 and Title 14, Division 1.5, 
Chapter 7, Subchapter 1, Article 2, the Board, in consultation 
with the Office of the State Fire Marshal, shall survey local 
governments to identify existing subdivisions, as defined in 
Article 2, located in an SRA area or an LRA Very High Fire 
Hazard Severity Zone without a secondary egress route that 
is at significant fire risk. 


4909.2 Fire safety recommendations. The Board, in consul- 
tation with the Office of the State Fire Marshal and the local 
government that identified the subdivision, shall develop rec- 
ommendations to improve the subdivision’s fire safety. The 
Board shall provide the final recommendations to the local 
government that identified the subdivision and to the resi- 
dents of the subdivision. 


4909.3 Implementation. The Board shali maintain a list of 
the subdivisions identified and the status of the LI eNrade 24 
tion of the recommendations provided. 


4909.4 Re-survey. Beginning July 1, 2021, the Board shall 
conduct this survey every 5 years. 


SECTION 4910 
GENERAL PLAN SAFETY ELEMENT 


4910.1 General. Pursuant to Government Code Section 
65302(g) (3), the safety element of a city or county’s General 
Plan shall be reviewed and updated as necessary to address 
the risk of fire for land classified as SRA, as defined in Sec- 
tion 4102 of the Public Resources Code, and land classified 
as an LRA Very High Fire Hazard Severity Zone, as defined 
in Section 51177. 


4910.2 Submission to the Board of Forestry and Fire Pro- 
tection and local fire agencies. Pursuant to Government 
Code Section 65302.5(b)(1), the draft element of, or draft 
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amendment to, the safety element of a county or a city’s gen- 
eral plan shall be submitted to the State Board of Forestry 
and Fire Protection and to every local agency that provides 
fire protection to territory in the city or county at least 90 
days prior to either of the following: the adoption or amend- 
ment to the safety element of its general plan for each county 
that contains state responsibility areas; or the adoption or 
amendment to the safety element of its general plan for each 
city or county that contains a Very High Fire Hazard Severity 
Zone as defined pursuant to subdivision (i) of Section 51177. 


4910.3 Review by the Board of Forestry and Fire Protection 
and local fire agencies. The State Board of Forestry and Fire 
Protection shall, and a local agency may, review the draft or 
an existing safety element and recommend changes to the 
planning agency within 60 days of its receipt regarding the 
requirements in Government Code Section 65302.5(b)(2). 
The review by the Board of Forestry and Fire Protection is 
governed by Title 14, Division 1.5, Chapter 7, Article 6. 


4910.4 Adoption of the safety element. Prior to the adoption 
of its draft element or draft amendment, the board of supervi- 
sors of the county or the council of a city shall consider the 
recommendations, if any, made by the State Board of For- 
estry and Fire Protection and any local agency that provides 
fire protection to territory in the city or county. The board of 
supervisors or city council shall respond to the Board of For- 
estry and Fire Protection and any local agency providing fire 
protection in compliance with Government Code Section 
65302.5(b)(3) and (b)(4) and Title 14, Division 1.5, Chapter 
7, Article 6. 
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Part V—Hazardous Materials 


CHAPTER 50 
HAZARDOUS MATERIALS—GENERAL PROVISIONS 


User note: 


About this chapter: Chapter 50 contains the general requirements for all hazardous materials in all occupancies. Hazardous materials are 
defined as those that pose an unreasonable risk to the health and safety of operating or emergency personnel, the public and the environ- 
ment if not properly controlled during handling, storage, manufacture, processing, packaging, use, disposal or transportation. The general 
provisions of this chapter are intended to be companion provisions with the specific requirements of Chapters 51 through 67 regarding a 
given hazardous material. Also, Sections 414 and 415 of the California Building Code contain construction requirements related to the stor- 
age and use of such materials. 


SECTION 5001 
GENERAL 


5001.1 Scope. Prevention, control and mitigation of danger- 
ous conditions related to storage, dispensing, use and 
handling of hazardous materials shall be in accordance with 
this chapter. 


This chapter shall apply to all hazardous materials, 
including those materials regulated elsewhere in this code, 
except that where specific requirements are provided in other 
chapters, those specific requirements shall apply in accor- 
dance with the applicable chapter. Where a material has mul- 
tiple hazards, all hazards shall be addressed. 


Exceptions: 


i 


In retail or wholesale sales occupancies, medicines, 
foodstuff, cosmetics and commercial or institu- 
tional products containing not more than 50 percent 
by volume of water-miscible liquids and with the 
remainder of the solutions not being flammable, 
provided that such materials are packaged in indi- 
vidual containers not exceeding 1.3 gallons (5 L). 


. Alcoholic beverages in retail or wholesale sales 


occupancies, provided that the liquids are packaged 
in individual containers not exceeding 1.3 gallons 
(542): 


. Application and release of pesticide and agricul- 


tural products and materials intended for use in 
weed abatement, erosion control, soil amendment 
or similar applications where applied in accordance 
with the manufacturer’s instructions and _ label 
directions. 


. The off-site transportation of hazardous materials 


where in accordance with Department of Transpor- 
tation (DOTn) regulations. 


. Building materials not otherwise regulated by this 


code. 


. Refrigeration systems (see Section 608). 
. Stationary storage battery systems regulated by 


Section 1207. 
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10. 


11 


t2. 


i, 


14, 


ley 


16. 


17. 


The display, storage, sale or use of fireworks and 
explosives in accordance with Chapter 56. 


Corrosives utilized in personal and household prod- 
ucts in the manufacturer’s original consumer pack- 
aging in Group M occupancies. 


The storage of beer, distilled spirits and wines in 
barrels and casks. 


. The use of wall-mounted dispensers containing 


alcohol-based hand rubs classified as Class I or I 
liquids where in accordance with Section 5705.5. 


Specific provisions for flammable liquids in motor 
fuel-dispensing facilities, repair garages, airports 
and marinas in Chapter 23. 


Storage and use of fuel oil in tanks and containers 
connected to oil-burning equipment. Such storage 
and use shall be in accordance with Section 605. 
For abandonment of fuel oil tanks, Chapter 57 
applies. 


Storage and display of aerosol products complying 
with Chapter 51. 


Storage and use of flammable or combustible liq- 
uids that do not have a fire point when tested in 
accordance with ASTM D92, not otherwise regu- 
lated by this code. 


Flammable or combustible liquids with a flash 
point greater than 95°F (35°C) in a water-miscible 
solution or dispersion with a water and inert (non- 
combustible) solids content of more than 80 percent 
by weight, which do not sustain combustion, not 
otherwise regulated by this code. 


Commercial cooking oil storage tank systems 
located within a building and designed and installed 
in accordance with Section 607 and NFPA 30. 


5001.1.1 Waiver. The provisions of this chapter are 
waived where the fire code official determines that such 
enforcement is preempted by other codes, statutes or ordi- 
nances. The details of any action granting such a waiver 
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shall be recorded and entered in the files of the code 
enforcement agency. 


5001.2 Material classification. Hazardous materials are 
those chemicals or substances defined as such in this code. 
Definitions of hazardous materials shall apply to all hazard- 
ous materials, including those materials regulated elsewhere 
in this code. 


5001.2.1 Mixtures. Mixtures shall be classified in accor- 
dance with hazards of the mixture as a whole. Mixtures of 
hazardous materials shall be classified in accordance with 
nationally recognized reference standards; by an approved 
qualified organization, individual, or Safety Data Sheet 
(SDS); or by other approved methods. 


5001.2.2 Hazard categories. Hazardous materials shall be 
classified according to hazard categories. The categories 
include materials regulated by this chapter and materials 
regulated elsewhere in this code. 


5001.2.2.1 Physical hazards. The material categories 
listed in this section are classified as physical hazards. 
A material with a primary classification as a physical 
hazard can also pose a health hazard. 


1. Explosives and blasting agents. 

. Combustible liquids. 

. Flammable solids, liquids and gases. 

. Organic peroxide solids or liquids. 

. Oxidizer, solids or liquids. 

. Oxidizing gases. 

. Pyrophoric solids, liquids or gases. 

. Unstable (reactive) solids, liquids or gases. 
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. Water-reactive materials solids or liquids. 
10. Cryogenic fluids. 


5001.2.2.2 Health hazards. The material categories 
listed in this section are classified as health hazards. A 
material with a primary classification as a health hazard 
can also pose a physical hazard. 


1. Highly toxic and toxic materials. 
2. Corrosive materials. 


5001.3 Performance-based design alternative. Where 
approved by the fire code official, buildings and facilities 
where hazardous materials are stored, used or handled shall 
be permitted to comply with this section as an alternative to 
compliance with the other requirements set forth in this chap- 
ter and Chapters 51 through 67. 


5001.3.1 Objective. The objective of Section 5001.3 is to 
protect people and property from the consequences of 
unauthorized discharge, fires or explosions involving 
hazardous materials. 


5001.3.2 Functional statements. Performance-based 
design alternatives are based on the following functional 
statements: 


1. Provide safeguards to minimize the risk of unwanted 
releases, fires or explosions involving hazardous 
materials. 
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2. Provide safeguards to minimize the consequences of 
an unsafe condition involving hazardoys materials 
during normal operations and in the event of an 
abnormal condition. 


5001.3.3 Performance requirements. Where safeguards, 
systems, documentation, written plans or procedures, 
audits, process hazards analysis, mitigation measures, 
engineering controls or construction features are required 
by Sections 5001.3.3.1 through 5001.3.3.18, the details of 
the design alternative shall be subject to approval by the 
fire code official. The details of actions granting the use of 
the design alternatives shall be recorded and entered in the 
files of the jurisdiction. 


5001.3.3.1 Properties of hazardous materials. The 
physical- and health-hazard properties of hazardous 
materials on-site shall be known and shall be made 
readily available to employees, neighbors and the fire 
code official. 


5001.3.3.2 Reliability of equipment and operations. 
Equipment and operations involving hazardous materi- 
als shall be designed, installed and maintained to 
ensure that they reliably operate as intended. 


5001.3.3.3 Prevention of unintentional reaction or 
release. Safeguards shall be provided to minimize the 
risk of an unintentional reaction or release that could 
endanger people or property. 


5001.3.3.4 Spill mitigation. Spill containment systems 
or means to render a spill harmless to people or prop- 
erty shall be provided where a spill is determined to be 
a plausible event and where such an event would 
endanger people or property. 


5001.3.3.5 Ignition hazards. Safeguards shall be 
provided to minimize the risk of exposing combustible 
hazardous materials to unintended sources of ignition. 


5001.3.3.6 Protection of hazardous materials. Safe- 
guards shall be provided to minimize the risk of 
exposing hazardous materials to a fire or physical 
damage whereby such exposure could endanger or lead 
to the endangerment of people or property. 


5001.3.3.7 Exposure hazards. Safeguards shall be 
provided to minimize the risk of and limit damage from 
a fire or explosion involving explosive hazardous mate- 
rials whereby such fire or explosion could endanger or 
lead to the endangerment of people or property. 


5001.3.3.8 Detection of gas or vapor release. Where a 
release of hazardous materials gas or vapor would 
cause immediate harm to persons or property, means of 
mitigating the dangerous effects of a release shall be 
provided. 


5001.3.3.9 Reliable power source. Where a power 
supply is relied on to prevent or control an emergency 
condition that could endanger people or property, the 
power supply shall be from a reliable source. 


5001.3.3.10 Ventilation. Where ventilation is neces- 
sary to limit the risk of creating an emergency 
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condition resulting from normal or abnormal opera- 
tions, means of ventilation shall be provided. 


5001.3.3.11 Process hazard analyses. Process hazard 
analyses shall be conducted to ensure reasonably the 
protection of people and property from dangerous 
conditions involving hazardous materials. 


5001.3.3.12 Prestartup safety review. Written docu- 
mentation of prestartup safety review procedures shall 
be developed and enforced to ensure that operations are 
initiated in a safe manner. The process of developing 
and updating such procedures shall involve the partici- 
pation of affected employees. 


5001.3.3.13 Operating and emergency procedures. 
Written documentation of operating procedures and 
procedures for emergency shutdown shall be developed 
and enforced to ensure that operations are conducted in 
a safe manner. The process of developing and updating 
such procedures shall involve the participation of 
affected employees. 


5001.3.3.14 Management of change. A written plan for 
management of change shall be developed and enforced. 
The process of developing and updating the plan shall 
involve the participation of affected employees. 


5001.3.3.15 Emergency plan. A written emergency 
plan shall be developed to ensure that proper actions 
are taken in the event of an emergency, and the plan 
_ shall be followed if an emergency condition occurs. 
The process of developing and updating the plan shall 
involve the participation of affected employees. 


5001.3.3.16 Accident procedures. Written procedures 
for investigation and documentation of accidents shall 
be developed, and accidents shall be investigated and 
documented in accordance with these procedures. 


5001.3.3.17 Consequence analysis. Where an acciden- 
tal release of hazardous materials could endanger 
people or property, either on- or off-site, an analysis of 
the expected consequences of a plausible release shall 
be performed and utilized in the analysis and selection 
of active and passive hazard mitigation controls. 


5001.3.3.18 Safety audits. Safety audits shall be 
conducted on a periodic basis to verify compliance with 
the requirements of this section. 


5001.4 Retail and wholesale storage and display. For retail 
and wholesale storage and display of nonflammable solid and 
nonflammable or noncombustible liquid hazardous materials 
in Group M occupancies and storage in Group S occupancies, 
see Section 5003.11. 


5001.5 Permits. Permits shall be required as set forth in 
Sections 105.5 and 105.6. 


Where required by the fire code official, permittees shall 
apply for approval to permanently close a storage, use or han- 
dling facility. Such application shall be submitted not less than 
30 days prior to the termination of the storage, use or handling 
of hazardous materials. The fire code official is authorized to 
require that the application be accompanied by an approved 
facility closure plan in accordance with Section 5001.6.3. 
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5001.5.1 Hazardous Materials Management Plan 
(HMMP). Where required by the fire code official, an 
application for a permit shall include a Hazardous Materi- 
als Management Plan (HMMP). The HMMP shall include 
a facility site plan designating the following: 


1. Access to each storage and use area. 
2. Location of emergency equipment. 


3. Location where liaison will meet emergency 
responders. 


4. Facility evacuation meeting point locations. 


5. The general purpose of other areas within the build- 
ing. 


6. Location of all above-ground and underground tanks 
and their appurtenances including, but not limited 
to, sumps, vaults, below-grade treatment systems 
and piping. 

7. The hazard classes in each area. 


8. Locations of all control areas and Group H occupan- 
cies. 


9. Emergency exits. 


[For SFM] The HMMP shall comply with Health and 
Safety Code, Chapter 6.95, Sections 25500 through 25545, 
and Title 19, Division 2, Chapter 4. 


5001.5.2 Hazardous Materials Inventory Statement 
(HMIS). Where required by the fire code official, an 
application for a permit shall include an HMIS, such as 
Superfund Amendments and Reauthorization Act of 1986 
(SARA) Title III, Tier II Report or other approved state- 
ment. The HMIS shall include the following information: 


1. Product name. 

. Component. 

. Chemical Abstract Service (CAS) number. 
. Location where stored or used. 

. Container size. 

. Hazard classification. 

. Amount in storage. 
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. Amount in use-closed systems. 
9. Amount in use-open systems. 


[For SFM] The HMIS shall comply with Health and Safety 
Code, Chapter 6.95, Sections 25500 through 25545, and 
Title 19, Division 2, Chapter 4. 


5001.6 Facility closure. Facilities shall be placed out of 
service in accordance with Sections 5001.6.1 through 
5001.6.3. 


§001.6.1 Temporarily out-of-service facilities. Facilities 
that are temporarily out of service shall continue to main- 
tain a permit and be monitored and inspected. 


5001.6.2 Permanently out-of-service facilities. Facili- 
ties for which a permit is not kept current or is not 
monitored and inspected on a regular basis shall be 
deemed to be permanently out of service and shall be 
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closed in an approved manner. Where required by the fire 
code official, permittees shall apply for approval to close 
permanently storage, use or handling facilities. The fire 
code official is authorized to require that such application 
be accompanied by an approved facility closure plan in 
accordance with Section 5001.6.3. 


5001.6.3 Facility closure plan. Where a facility closure 
plan is required in accordance with Section 5001.5 to 
terminate storage, dispensing, handling or use of hazard- 
ous materials, it shall be submitted to the fire code official 
not less than 30 days prior to facility closure. The plan 
shall demonstrate that hazardous materials that are stored, 
dispensed, handled or used in the facility will be trans- 
ported, disposed of or reused in a manner that eliminates 
the need for further maintenance and any threat to public 
health and safety. 


SECTION 5002 
DEFINITIONS 


5002.1 Definitions. The following terms are defined in Chap- 
ter .Z: 


BOILING POINT. 

CEILING LIMIT. 
CHEMICAL. 

CHEMICAL NAME. 
CLOSED CONTAINER. 
CONTAINER. 

CONTROL AREA. 
CYLINDER. 

DAY BOX. 
DEFLAGRATION. 

DESIGN PRESSURE. 
DETACHED BUILDING. 
DISPENSING. 

EXCESS FLOW CONTROL. 
EXHAUSTED ENCLOSURE. 
EXPLOSION. 
FLAMMABLE VAPORS OR FUMES. 
GAS CABINET, 

GAS ROOM. 

HANDLING. 

HAZARDOUS MATERIALS. 
HEALTH HAZARD. 


IMMEDIATELY DANGEROUS TO LIFE AND 
HEALTH (IDLH). 


INCOMPATIBLE MATERIALS. 
LIQUID. 

LOWER EXPLOSIVE LIMIT (LEL). 
LOWER FLAMMABLE LIMIT (LFL). 
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MAXIMUM ALLOWABLE QUANTITY PER @ 
CONTROL AREA. 


NORMAL TEMPERATURE AND PRESSURE (NTP). 
OUTDOOR CONTROL AREA. 

PERMISSIBLE EXPOSURE LIMIT (PEL). 

PESTICIDE. 

PHYSICAL HAZARD. 

PRESSURE VESSEL. 

SAFETY CAN. 

SAFETY DATA SHEET (SDS). 

SECONDARY CONTAINMENT. 

SEGREGATED. 

SOLID. 

STORAGE, HAZARDOUS MATERIALS. 

SYSTEM. 

TANK, ATMOSPHERIC. 

TANK, PORTABLE. 

TANK, STATIONARY. 

TANK VEHICLE. 

UNAUTHORIZED DISCHARGE. 

USE (MATERIAL). - 
VAPOR PRESSURE. eB 


SECTION 5003 
GENERAL REQUIREMENTS 


5003.1 Scope. The storage, use and handling of all hazardous 
materials shall be in accordance with this section. 


5003.1.1 Maximum allowable quantity per control 
area. The maximum allowable quantity per control area 
shall be as specified in Tables 5003.1.1(1) through 
5003.1.1(4). 


For retail and wholesale storage and display in Group 
M occupancies and Group S storage, see Section 5003.11. 


5003.1.2 Conversion. Where quantities are indicated in 
pounds and where the weight per gallon of the liquid is not 
provided to the fire code official, a conversion factor of 10 
pounds per gallon (1.2 kg/L) shall be used. 


5003.1.3 Quantities not exceeding the maximum allow- 
able quantity per control area. The storage, use and 
handling of hazardous materials in quantities not exceed- 
ing the maximum allowable quantity per control area 
indicated in Tables 5003.1.1(1) through 5003.1.1(4) shall 
be in accordance with Sections 5001 and 5003. 


5003.1.4 Quantities exceeding the maximum allowable 
quantity per control area. The storage and use of hazard- 

ous materials in quantities exceeding the maximum @ 
allowable quantity per control area indicated in Tables 
5003.1.1(1) through 5003.1.1(4) shall be in accordance 

with this chapter. 
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5003.2 Systems, equipment and processes. Systems, equip- 
ment and processes utilized for storage, dispensing, use or 
handling of hazardous materials shall be in accordance with 
Sections 5003.2.1 through 5003.2.9. 


5003.2.1 Design and construction of containers, cylin- 
ders and tanks. Containers, cylinders and tanks shall be 
designed and constructed in accordance with approved 
standards. Containers, cylinders, tanks and other means 
used for containment of hazardous materials shall be of an 
approved type. Pressure vessels not meeting DOTn 
requirements for transportation shall comply with the 
ASME Boiler and Pressure Vessel Code. 


5003.2.2 Piping, tubing, valves and fittings. Piping, 
tubing, valves, and fittings conveying hazardous materials 
shall be designed and installed in accordance with ASME 
B31.1 or other approved standards, and shall be in accor- 
dance with Sections 5003.2.2.1 and 5003,2.2.2. 


5003.2.2.1 Design and construction. Piping, tubing, 
valves, fittings and related components used for hazard- 
ous materials shall be in accordance with the following: 


1. Piping, tubing, valves, fittings and related com- 
ponents shall be designed and fabricated from 
materials that are compatible with the material to 
be contained and shall be of adequate strength 
and durability to withstand the pressure, struc- 
tural and seismic stress and exposure to which 
they are subject. 


2. Piping and tubing shall be identified in accor- 
dance with ASME A13.1 to indicate the material 
conveyed. 


3. Manual valves or automatic remotely activated 
fail-safe emergency shutoff valves shall be 
installed on supply piping and tubing and pro- 
vided with ready access at the following loca- 
tions: 


3.1. The point of use. 
3.2. The tank, cylinder or bulk source. 


4, Manual emergency shutoff valves and controls 
for remotely activated emergency shutoff valves 
shall be clearly visible, provided with ready 
access and identified in an approved manner. 


5. Backflow prevention or check valves shall be 
provided where the backflow of hazardous mate- 
rials could create a hazardous condition or cause 
the unauthorized discharge of hazardous materi- 
als. 


Exceptions: 


1. Piping for inlet connections designed to pre- 
vent backflow. 


2. Piping for pressure relief devices. 


5003.2.2.2 Additional regulations for supply piping 
for health-hazard materials. Supply piping and 
tubing for gases and liquids having a health-hazard 
ranking of 3 or 4 in accordance with NFPA 704 shall be 
in accordance with ASME B31.3 and the following: 
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1. Piping and tubing utilized for the transmission of 
highly toxic, toxic or highly volatile corrosive 
liquids and gases shall have welded, threaded or 
flanged connections throughout except for con- 
nections located within a ventilated enclosure if 
the material is a gas, or an approved method of 
drainage or containment is provided for connec- 
tions if the material is a liquid. 


2. Piping and tubing shall not be located within cor- 
ridors, within any portion of a means of egress 
required to be enclosed in fire-resistance-rated 
construction or in concealed spaces in areas not 
classified as Group H occupancies. 


Exception: Piping and tubing within the space 
defined by the walls of corridors and the floor or roof 
above or in concealed spaces above other occupan- 
cies where installed in accordance with Section 
415.11.7.4 of the California Building Code for 
Group H-5 occupancies. 


5003.2.3 Equipment, machinery and alarms. Equip- 
ment, machinery and required detection and alarm systems 
associated with the use, storage or handling of hazardous 
materials shall be listed or approved. 


5003.2.4 Installation of tanks. Installation of tanks shall 
be in accordance with Sections 5003.2.4.1 through 
5003.2.4.2.1. 


5003.2.4.1 Underground tanks. Underground tanks 
used for the storage of liquid hazardous materials shall 
be provided with secondary containment. In lieu of 
providing secondary containment for an underground 
tank, an above-ground tank in an underground vault 
complying with Section 5704.2.8 shall be permitted. 


5003.2.4.2 Above-ground tanks. Above-ground 
stationary tanks used for the storage of hazardous mate- 
rials shall be located and protected in accordance with 
the requirements for outdoor storage of the particular 
material involved. 


Exception: Above-ground tanks that are installed in 
vaults complying with Section 5303.16 or 5704.2.8 
shall not be required to comply with location and 
protection requirements for outdoor storage. 


5003.2.4.2.1 Marking. Above-ground stationary 
tanks shall be marked as required by Section 5003.5. 


5003.2.5 Empty containers and tanks. Empty containers 
and tanks previously used for the storage of hazardous 
materials shall be free from residual material and vapor as 
defined by DOTn, the Resource Conservation and Recov- 
ery Act (RCRA) or other regulating authority or 
maintained as specified for the storage of hazardous 
material. 


5003.2.6 Maintenance. In addition to the requirements of 
Section 5003.2.3, equipment, machinery and required 
detection and alarm systems associated with hazardous 
materials shall be maintained in an operable condition. 
Defective containers, cylinders and tanks shall be removed 
from service, repaired or disposed of in an approved 
manner. Defective equipment or machinery shall be 
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removed from service and repaired or replaced. Required 
detection and alarm systems shall be replaced or repaired 
where defective. 


5003.2.6.1 Tanks out of service for 90 days. Station- 
ary tanks not used for a period of 90 days shall be 
properly safeguarded or removed in an approved 
manner. Such tanks shall have the fill line, gauge open- 
ing and pump connection secured against tampering. 
Vent lines shall be properly maintained. 


5003.2.6.1.1 Return to service. Tanks that are to be 
placed back in service shall be tested in an approved 
manner. 


5003.2.6.2 Defective containers and tanks. Defective 
containers and tanks shall be removed from service, 
repaired in accordance with approved standards or 
disposed of in an approved manner. 


5003.2.7 Liquid-level limit control. Atmospheric tanks 
having a capacity greater than 500 gallons (1893 L) and 
that contain hazardous material liquids shall be equipped 
with a liquid-level limit control or other approved means 
to prevent overfilling of the tank. 


5003.2.8 Seismic protection. Machinery and equipment 
utilizing hazardous materials shall be braced and anchored 
in accordance with the seismic design requirements of the 
California Building Code for the seismic design category 
in which the machinery or equipment is classified. 


5003.2.9 Testing. The equipment, devices and systems 
listed in Section 5003.2.9.1 shall be tested at the time of 
installation and at one of the intervals listed in Section 
5003.2.9.2. Records of the tests conducted or maintenance 
performed shall be maintained in accordance with the 
provisions of Section 109.3. 


Exceptions: 


1. Periodic testing shall not be required where 
approved written documentation is provided stat- 
ing that testing will damage the equipment, 
device or system and the equipment, device or 
system is maintained as specified by the manu- 
facturer. 


2. Periodic testing shall not be required for equip- 
ment, devices and systems that fail in a fail-safe 
manner, 


3. Periodic testing shall not be required for equip- 
ment, devices and systems that self-diagnose and 
report trouble. Records of the self-diagnosis and 
trouble reporting shall be made available to the 
fire code official. 


4. Periodic testing shall not be required if system 
activation occurs during the required test cycle 
for the components activated during the test 
cycle. 


5. Approved maintenance in accordance with Sec- 
tion 5003.2.6 that is performed not less than 
annually or in accordance with an approved 
schedule shall be allowed to meet the testing 
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requirements set forth in Sections 5003.2.9.1 and 
5003.2.9.2. t 


5003.2.9.1 Equipment, devices and systems requir- 
ing testing. The following equipment, systems and 
devices shall be tested in accordance with Sections 
5003.2.9 and 5003.2.9.2. 


1. Gas detection systems, alarms and automatic 
emergency shutoff valves required by Section 
6004.2.2.10 for highly toxic and toxic gases. 


2. Limit control systems for liquid level, tempera- 
ture and pressure required by Sections 5003.2.7, 
5004.8 and 5005.1.4. 


3. Emergency alarm systems and_ supervision 
required by Sections 5004.9 and 5005.4.4. 


4. Monitoring and supervisory systems required by 
Sections 5004.10 and 5005.1.6. 


5. Manually activated shutdown controls required 
by Section 6403.1.1.1 for compressed gas sys- 
tems conveying pyrophoric gases. 


5003.2.9.2 Testing frequency. The equipment, 
systems and devices listed in Section 5003.2.9.1 shall 
be tested at one of the following frequencies: 


1. Not less than annually. 


2. In accordance with the approved manufacturer’s 
requirements. 


3. In accordance with approved recognized industry 
standards. 


4. In accordance with an approved schedule. 


5003.3 Release of hazardous materials. Hazardous materi- 
als in any quantity shall not be released into a sewer, storm 
drain, ditch, drainage canal, creek, stream, river, lake or tidal 
waterway or on the ground, sidewalk, street, highway or into 
the atmosphere. 


Exceptions: 


1. The release or emission of hazardous materials is 
allowed where in compliance with federal, state or 
local governmental agencies, regulations or permits. 


2. The release of pesticides is allowed where used in 
accordance with registered label directions. 


3. The release of fertilizer and soil amendments is 
allowed where used in accordance with manufac- 
turer’s specifications. 


5003.3.1 Unauthorized discharges. In the event hazard- 
ous materials are released in quantities reportable under 
state, federal or local regulations, the fire code official 
shall be notified and the following procedures required in 
accordance with Sections 5003.3.1.1 through 5003.3.1.4. 


5003.3.1.1 Records. Records of the unauthorized 
discharge of hazardous materials by the permittee shall 
be maintained. 


5003.3.1.2 Preparation. Provisions shall be made for 
controlling and mitigating unauthorized discharges. 
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5003.3.1.3 Control. Where an unauthorized discharge 
caused by primary container failure is discovered, the 
involved primary container shall be repaired or 
removed from service. 


5003.3.1.4 Responsibility for cleanup. The person, 
firm or corporation responsible for an unauthorized 
discharge shall institute and complete all actions neces- 
sary to remedy the effects of such unauthorized 
discharge, whether sudden or gradual, without cost to 
the jurisdiction. Where deemed necessary by the fire 
code official, cleanup can be initiated by the fire depart- 
ment or by an authorized individual or firm. Costs 
associated with such cleanup shall be borne by the 
owner, operator or other person responsible for the 
unauthorized discharge. 


5003.4 Safety Data Sheets. Safety Data Sheets (SDS) shall 
be readily available on the premises for hazardous materials 
regulated by this chapter. Where a hazardous substance is 
developed in a laboratory, available information shall be 
documented. 


Exception: Designated hazardous waste. 


5003.5 Hazard identification signs. Unless otherwise 
exempted by the fire code official, visible hazard identifica- 
tion signs as specified in NFPA 704 for the specific material 
contained shall be placed on stationary containers and above- 
ground tanks and at entrances to locations where hazardous 
materials are stored, dispensed, used or handled in quantities 
requiring a permit and at specific entrances and locations 
designated by the fire code official. 


5003.5.1 Markings. Individual containers, cartons or 
packages shall be conspicuously marked or labeled in an 
approved manner. Rooms or cabinets containing 
compressed gases shall be conspicuously labeled: 
“COMPRESSED GAS.” 


5003.6 Signs. Signs and markings required by Sections 
5003.5 and 5003.5.1 shall not be obscured or removed, shall 
be in English as a primary language or in symbols allowed by 
this code, shall be durable, and the size, color and lettering 
shall be approved. 


5003.7 Sources of ignition. Sources of ignition shall comply 
with Sections 5003.7.1 through 5003.7.3. 


5003.7.1 Smoking. Smoking shall be prohibited and “No 
Smoking” signs provided as follows: 


1. In rooms or areas where hazardous materials are 
stored or dispensed or used in open systems in 
amounts requiring a permit in accordance with Sec- 
tion 5001.5. 


2. Within 25 feet (7620 mm) of outdoor storage, dis- 
pensing or open use areas. 


3. Facilities or areas within facilities that have been 
designated as totally “no smoking” shall have “No 
Smoking” signs placed at all entrances to the facility 
or area. Designated areas within such facilities 
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where smoking is permitted either permanently or 
temporarily, shall be identified with signs designat- 
ing that smoking is permitted in these areas only. 


4. In rooms or areas where flammable or combusti- 
ble hazardous materials are stored, dispensed or 
used. 


Signs required by this section shall be in English as a 
primary language or in symbols allowed by this code and 
shall comply with Section 310. 


5003.7.2 Open flames. Open flames and high-temperature 
devices shall not be used in a manner that creates a hazard- 
ous condition and shall be listed for use with the 
hazardous materials stored or used. 


5003.7.3 Industrial trucks. Powered industrial trucks 
used in areas designated as hazardous (classified) loca- 
tions shall be in accordance with Section 309.2. 


5003.7.4 Respiratory therapy. In Group I-2 and ambula- 
tory care facilities, within areas with respiratory therapy 
services, sources of ignition shall be regulated in accor- 
dance with NFPA 99. 


5003.8 Construction requirements. Buildings, control 
areas, enclosures and cabinets for hazardous materials shall 
be in accordance with Sections 5003.8.1 through 5003.8.7.2. 


5003.8.1 Buildings. Buildings, or portions thereof, in 
which hazardous materials are stored, handled or used 
shall be constructed in accordance with the California 
Building Code. 


5003.8.2 Required detached buildings. Group H occu- 
pancies containing quantities of hazardous materials in 
excess of those set forth in Table 5003.8.2 shall be in 
detached buildings. 


5003.8.3 Control areas. Control areas shall comply 
with Sections 5003.8.3.1 through 5003.8.3.5.3. 


5003.8.3.1 Construction requirements. Control areas 
shall be separated from each other by fire barriers 
constructed in accordance with Section 707 of the Caii- 
fornia Building Code or horizontal assemblies 
constructed in accordance with Section 711 of the Caii- 
fornia Building Code, or both. 


5003.8.3.2 Percentage of maximum allowable quan- 
tities. The percentage of maximum allowable quantities 
of hazardous materials per control area allowed at each 
story within a building shall be in accordance with 
Table 5003.8.3.2. 


5003.8.3.3 Number. The maximum number of control 
areas per floor within a building shall be in accor- 
dance with Table 5003.8.3.2. For the purposes of 
determining the number of control areas within a 
building, each portion of a building separated by one 
or more fire walls complying with Section 706 of the 
California Building Code shall be considered a sepa- 
rate building. 
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TABLE 5003.8.2 
DETACHED BUILDING REQUIRED 


Maximum Allowable Quantity 

Maximum Allowable Quantity 

Maximum Allowable Quantity 

Maximum Allowable Quantity 
1 

Maximum Allowable Quantity 

Maximum Allowable Quantity 


Division 1.1 
Division 1,2 
Division 1.3 
Division 1.4 
Division 1.4° 
Division 1.5 
Division 1.6 


Explosives 


Maximum Allowable Quantty_|_ Maximum ATlowable Quanity 
Unstable Unstable (reactives) detonable Unstable (reactives) detonable + bow Class. 208 4ouy | 3 + bow Class. 208 4ouy | 4 Maximum Allowable Quantity Maximum Allowable Quantity 


Class 3 1,200 
Oxidizer, liquids and solids 2,000 Not Applicable 


Detonable Maximum Allowable Quantity 
Class I Maximum Allowable Quantity 
Class II 
Class II] 


Organic peroxides 


For SI: 1 pound = 0.454 kg, | cubic foot = 0.02832 m’, 1 ton = 2000 Ib = 907.2 kg. 


A DETACHED BUILDING IS REQUIRED WHERE THE QUANTITY OF MATERIAL EXCEEDS THAT LISTED HEREIN 


Material Solids and liquids (tons)*° Gases (cubic aay b 


Class 3 2,000 
Water reactives Class 3 125 Not Applicable 
Class 2 PP 


Pyrophoric gases* Not Applicable Not Applicable 2,000 


Not Applicable 


Not Applicable 


a. For materials that are detonable, the distance to other buildings or lot lines shall be in accordance with Section 415.6 of the California Building Code or 


Chapter 56 based on the trinitrotoluene (TNT) equivalence of the material, whichever is greater. 


b. “Maximum Allowable Quantity” means the maximum allowable quantity per control area set forth in Table 5003.1.1(1). 
c. Limited to Division 1.4 materials and articles, including articles packaged for shipment, that are not regulated as an explosive under Bureau of Alcohol, 
Tobacco, Firearms and Explosives regulations, or unpackaged articles used in process operations that do not propagate a detonation or deflagration between 


articles, providing the net explosive weight of individual articles does not exceed 1 pound. 


d. Detached buildings are not required for gases in gas rooms that support H-5 fabrication facilities where the gas room is separated from other areas by a fire 
barrier with a fire-resistance rating of not less than 2 hours and the gas is located in a gas cabinet that is internally sprinklered, equipped with continuous leak 
detection, automatic shutdown, and is not manifolded upstream of pressure controls. The gas supply is limited to cylinders that do not exceed 125 pounds 


water capacity in accordance with DOTn 49 CFR 173.192 for Hazard Zone A toxic gases. 


TABLE 5003.8.3.2 
DESIGN AND NUMBER OF CONTROL AREAS 


PERCENTAGE OF THE 


MAXIMUM ALLOWABLE NUMBER OF CONTROL 
QUANTITY PER CONTROL AREAS PER STORY 


AREA? 
Higher than 9 


Above grade plane 


1 
2 
2 
Z 
2 
2 
3 
4 
3 


Below grade plane 2 


FIRE-RESISTANCE RATING 
FOR FIRE BARRIERS IN 
HOURS? 


nN 


melee Be NNN WN 


1 


Lower than 2 Not Allowed Not Allowed Not Allowed 


a. Percentages shall be of the maximum allowable quantity per control area shown in Tables 5003.1.1(1) and 5003.1.1(2), with all increases allowed in the 


footnotes to those tables. 


b. Separation shall include fire barriers and horizontal assemblies as necessary to provide separation from other portions of the building. 
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5003.8.3.4 Fire-resistance-rating requirements. The 
required fire-resistance rating for fire barriers shall be 
in accordance with Table 5003.8.3.2. The floor assem- 
bly of the control area and the construction supporting 
the floor of the control area shall have a fire-resistance 
rating of not less than 2 hours. 


Exception: The floor assembly of the control area 
and the construction supporting the floor of the 
control area is allowed to be 1-hour fire-resistance 
rated in buildings of Types IIA, INA, IV and VA 
construction, provided that both of the following 
conditions exist: 


1. The building is equipped throughout with an 
automatic sprinkler system in accordance with 
Section 903.3.1.1. 


2. The building is three stories or less above 
grade plane. 


5003.8.3.5 Hazardous materials in Group M display 
and storage areas and in Group S storage areas. 
Hazardous materials located in Group M and Group S 
occupancies shall be in accordance with Sections 
5003.8.3.5.1 through 5003.8.3.5.3. 


5003.8.3.5.1 Nonflammable solids and nonflamma- 
ble and noncombustible liquids. The aggregate 
quantity of nonflammable solid and nonflammable or 
noncombustible liquid hazardous materials allowed 
within a single control area of a Group M display and 
storage area or a Group S storage area is allowed to 
exceed the maximum allowable quantities per control 
area specified in Tables 5003.1.1(1) and 5003.1.1(2) 
without classifying the building or use as a Group H 
occupancy, provided that the materials are displayed 
and stored in accordance with Section 5003.11. 


5003.8.3.5.2 Flammable and combustible liquids. 
In Group M occupancy wholesale and retail sales 
uses, indoor storage of flammable and combustible 
liquids shall not exceed the maximum allowable 
quantities per control area as indicated in Table 
5704.3.4.1, provided that the materials are displayed 
and stored in accordance with Chapter 57. 


5003.8.3.5.3 Aerosols. The maximum quantity of 
aerosol products in Group M occupancy retail 
display areas, storage areas adjacent to retail display 
areas and retail storage areas shall be in accordance 
with Chapter 51. 


5003.8.4 Gas rooms. Where a gas room is used to 
increase the maximum allowable quantity per control area 
or provided to comply with the provisions of Chapter 60, 
the gas room shall be in accordance with Sections 
5003.8.4.1 and 5003.8.4.2. 


5003.8.4.1 Construction. Gas rooms shall be protected 
with an automatic sprinkler system. Gas rooms shall be 
separated from the remainder of the building in accor- 
dance with the requirements of the California Building 
Code based on the occupancy group into which it has 
been classified. 
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5003.8.4.2 Ventilation system. The ventilation system 
for gas rooms shall be designed to operate at a negative 
pressure in relation to the surrounding area. Highly 
toxic and toxic gases shall also comply with Section 
6004.2.2.6. The ventilation system shall be installed in 
accordance with the California Mechanical Code. 


5003.8.5 Exhausted enclosures. Where an exhausted 
enclosure is used to increase maximum allowable quantity 
per control area or where the location of hazardous materi- 
als in exhausted enclosures is provided to comply with the 
provisions of Chapter 60, the exhausted enclosure shall be 
in accordance with Sections 5003.8.5.1 through 5003.8.5.3. 


5003.8.5.1 Construction. Exhausted enclosures shall 
be of noncombustible construction. 


5003.8.5.2 Ventilation. Exhausted enclosures shall be 
provided with an exhaust ventilation system. The venti- 
lation system for exhausted enclosures shall be 
designed to operate at a negative pressure in relation to 
the surrounding area. Ventilation systems used for 
highly toxic’ and toxic gases shall also comply with 
Items 1, 2 and 3 of Section 6004.1.3. The ventilation 
system shall be installed in accordance with the Cali- 
fornia Mechanical Code. 


5003.8.5.3 Fire-extinguishing system. Exhausted 
enclosures where flammable materials are used shall be 
protected by an approved automatic fire-extinguishing 
system in accordance with Chapter 9. 


5003.8.6 Gas cabinets. Where a gas cabinet is used to 
increase the maximum allowable quantity per control area 
or where the location of compressed gases in gas cabinets 
is provided to comply with the provisions of Chapter 60, 
the gas cabinet shall be in accordance with Sections 
5003.8.6.1 through 5003.8.6.3. 


5003.8.6.1 Construction. Gas cabinets shall be 
constructed with the following: 


1. Not less than 0.097-inch (2.5 mm) (No. 12 gage) 
steel. 


2. Self-closing limited access ports or noncombusti- 
ble windows to give access to equipment con- 
trols. 


3. Self-closing doors. 


4. Interiors treated, coated or constructed of materials 
that are compatible with the hazardous materials 
stored. Such treatment, coating or construction 
shall include the entire interior of the cabinet. 


5003.8.6.2 Ventilation. Gas cabinets shall be provided 
with an exhaust ventilation system. The ventilation 
system for gas cabinets shall be designed to operate at a 
negative pressure in relation to the surrounding area. 
Ventilation systems used for highly toxic and toxic 
gases shall also comply with Items 1, 2 and 3 of Section 
6004.1.2. The ventilation system shall be installed in 
accordance with the California Mechanical Code. 


5003.8.6.3 Maximum number of cylinders per gas 
cabinet. The number of cylinders contained in a single 
gas cabinet shall not exceed three. 
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5003.8.7 Hazardous materials storage cabinets. Where 
storage cabinets are used to increase maximum allowable 
quantity per control area or to comply with this chapter, 
such cabinets shall be in accordance with Sections 
5003.8.7.1 and 5003.8.7.2. 


5003.8.7.1 Construction. The interior of cabinets shall 
be treated, coated or constructed of materials that are 
nonreactive with the hazardous material stored. Such 
treatment, coating or construction shall include the entire 
interior of the cabinet. Cabinets shall either be listed in 
accordance with UL 1275 as suitable for the intended 
storage or constructed in accordance with the following: 


1. Cabinets shall be of steel having a thickness of not 
less than 0.0478 inch (1.2 mm) (No. 18 gage). The 
cabinet, including the door, shall be double walled 
with a 1'/,-inch (38 mm) airspace between the 
walls. Joints shall be riveted or welded and shall be 
tight fitting. Doors shall be well fitted, self-closing 
and equipped with a self-latching device. 


2. The bottoms of cabinets utilized for the storage of 
liquids shall be liquid tight to a minimum height 
of 2 inches (51 mm). 

Electrical equipment and devices within cabinets 
used for the storage of hazardous gases or liquids shall 
be in accordance with the California Electrical Code. 
5003.8.7.2 Warning markings. Cabinets shall be 
clearly identified in an approved manner with red 
letters on a contrasting background to read: 


HAZARDOUS—KEEP FIRE AWAY 


5003.9.5 Static accumulation. Where processes or condi- 
tions exist where a flammable mixture could be ignited by 
static electricity, means shall be provided to prevent the 
accumulation of a static charge. 


5003.9.6 Protection from light. Materials that are sensi- 
tive to light shall be stored in containers designed to 
protect them from such exposure. 


5003.9.7 Shock padding. Materials that are shock sensi- 
tive shall be padded, suspended or otherwise protected 
against accidental dislodgement and dislodgement during 
seismic activity. 


5003.9.8 Separation of incompatible materials. Incom- 
patible materials in storage and storage of materials that 
are incompatible with materials in use shall be separated 
where the stored materials are in containers having a 
capacity of more than 5 pounds (2 kg), 0.5 gallon (2 L) or 
any amount of compressed gases. Separation shall be 
accomplished by: 


1. Segregating incompatible materials in storage by a 
distance of not less than 20 feet (6096 mm). 


2. Isolating incompatible materials in storage by a non- 
combustible partition extending not less than 18 
inches (457 mm) above and to the sides of the stored 
material. 


3. Storing liquid and solid materials in hazardous 
material storage cabinets. 


4, Storing compressed gases in gas cabinets or 
exhausted enclosures in accordance with Sections 
5003.8.5 and 5003.8.6. 


5003.9 General safety precautions. General precautions for 
the safe storage, handling or care of hazardous materials shall 
be in accordance with Sections 5003.9.1 through 5003.9.10. 


Materials that are incompatible shall not be stored 
within the same cabinet or exhausted enclosure. 


5003.9.1 Personnel training and written procedures. 
Persons responsible for the operation of areas in which 
hazardous materials are stored, dispensed, handled or used 
shall be familiar with the chemical nature of the materials 
and the appropriate mitigating actions necessary in the 
event of fire, leak or spill. 


5003.9.1.1. Fire department liaison. Responsible 
persons shall be designated and trained to be liaison 
personnel to the fire department. These persons shall 
aid the fire department in preplanning emergency 
responses and identifying the locations where hazard- 
ous materials are located, and shall have access to 
Safety Data Sheets and be knowledgeable in the site’s 
emergency response procedures. 


5003.9.2 Security. Storage, dispensing, use and handling 
areas shall be secured against unauthorized entry and safe- 
guarded in a manner approved by the fire code official. 


5003.9.3 Protection from vehicles. Guard posts or other 
approved means shall be provided to protect storage tanks 
and connected piping, valves and fittings; dispensing 
areas; and use areas subject to vehicular damage in accor- 
dance with Section 312. 


5003.9.4 Electrical wiring and equipment. Electrical 
wiring and equipment shall be installed and maintained in 
accordance with the California Electrical Code. 
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5003.9.9 Shelf storage. Shelving shall be of substantial 
construction, and shall be braced and anchored in accordance 
with the seismic design requirements of the California Build- 
ing Code for the seismic zone in which the material is 
located. Shelving shall be treated, coated or constructed of 
materials that are compatible with the hazardous materials 
stored. Shelves shall be provided with a lip or guard where 
used for the storage of individual containers. 


Shelf storage of hazardous materials shall be main- 
tained in an orderly manner. 


Exceptions: 


1. Storage in hazardous material storage cabinets or 
laboratory furniture specifically designed for 
such use. 


2. Storage of hazardous materials in amounts not 
requiring a permit in accordance with Section 
5001.5. 


5003.9.10 Safety cans. Safety cans shall be listed in 
accordance with UL 30 where used to increase the maxi- 
mum allowable quantities per control area of flammable or 
combustible liquids in accordance with Table 5003.1.1(1). 
Safety cans listed in accordance with UL 1313 are allowed 
for flammable and combustible liquids where not used to 
increase the maximum allowable quantities per control 


2022 CALIFORNIA FIRE CODE 


area and for other hazardous material liquids in accor- 
dance with the listing. 


5003.10 Handling and transportation. In addition to the 
requirements of Section 5003.2, the handling and transporta- 
tion of hazardous materials in corridors or enclosures for 
stairways and ramps shall be in accordance with Sections 
5003.10.1 through 5003.10.3.6. 


5003.10.1 Valve protection. Hazardous material gas 
containers, cylinders and tanks in transit shall have their 
protective caps in place. Containers, cylinders and tanks of 
highly toxic or toxic compressed gases shall have their 
valve outlets capped or plugged with an approved closure 
device in accordance with Chapter 53. 


5003.10.2 Carts and trucks required. Liquids in contain- 
ers exceeding 5.28 gallons (20 L) in an elevator, a corridor 
or enclosure for a stairway or ramp shall be transported on 
a cart or truck. Containers of hazardous materials having a 
hazard ranking of 3 or 4 in accordance with NFPA 704 
and transported within an elevator, corridors or interior 
exit stairways and ramps, shall be on a cart or truck. 
Where carts and trucks are required for transporting 
hazardous materials, they shall be in accordance with 
Section 5003.10.3. Exceptions 1 through 4 shall not apply 
where elevators are utilized. 


Exceptions: 


1. Two hazardous material liquid containers that are 
hand carried in acceptable safety carriers. 


2. Not more than four drums not exceeding 55 gal- 
lons (208 L) each that are transported by suitable 
drum trucks. 


3. Containers and cylinders of compressed gases 
that are transported by approved hand trucks, and 
containers and cylinders not exceeding 25 pounds 
(11 kg) that are hand carried. 


4. Solid hazardous materials not exceeding 100 
pounds (45 kg) that are transported by approved 
hand trucks, and a single container not exceeding 
50 pounds (23 kg) that is hand carried. 


5003.10.2.1 On the 11" story and above. On the 11" 
story and above of any occupancy, all vertical handling 
and transportation of hazardous materials in the build- 
ing shall be in approved carts. 


5003.10.2.2 Transportation of hazardous materials on 
the 11" story and above. The handling and transporta- 
tion of hazardous materials on the 11" story and above 
shall be limited to 5 percent of the maximum allowable 
quantities of Tables 5003.1(1) and (2). Quantities are 
permitted to be increased by 100 percent in buildings 
with an approved automatic sprinkler system in accor- 
dance with Section 903. 3.1.1. Materials where footnote 
g applies shall not be increased. 


5003.10.3 Carts and trucks. Carts and trucks required by 
Section 5003.10.2 to be used to transport hazardous materi- 
als shall be in accordance with Sections 5003.10.3.1 
through 5003.10.3.6. 
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5003.10.3.1 Design. Carts and trucks used to transport 
hazardous materials shall be designed to provide a 
stable base for the commodities to be transported and 
shall have a means of restraining containers to prevent 
accidental dislodgement. Compressed gas cylinders 
placed on carts and trucks shall be individually 
restrained. 


5003.10.3.2 Speed-control devices. Carts and trucks 
shall be provided with a device that will enable the 
operator to control safely movement by providing stops 
or speed-reduction devices. 


5003.10.3.3 Construction. Construction materials for 
hazardous material carts or trucks shall be compatible 
with the material transported. The cart or truck shall be 
of substantial construction. 


5003.10.3.4 Spill control. Carts and trucks transporting 
liquids shall be capable of containing a spill from the 
largest single container transported. 


5003.10.3.5 Attendance. Carts and trucks used to 
transport materials shall not obstruct or be left unat- 
tended within any part of a means of egress. 


5003.10.3.6 Incompatible materials. Incompatible 
materials shall not be transported on the same cart or 
truck. 


5003.10.4 Elevators utilized to transport hazardous 
materials, 


5003.10.4.1 When transporting hazardous materials, 
elevators shall have no other passengers other than the 
individual(s) handling the chemical transport cart. 


5003.10.4.1.1 When transporting cryogenic or lique- 
fied compressed gases, there shall be no occupants in 
the elevator. 


5003.10.4.2 Hazardous materials liquid containers 
shall have a maximum capacity of 20 liters (5.28 gal). 


5003.10.4.3 Toxic and highly-toxic gases shall be 
limited to a container of a maximum water capacity of 
1 pound. 


5003.10.4.4 When transporting cryogenic or liquefied 
compressed gases, means shall be provided to prevent 
the elevator from being summoned to other floors. 


5003.10.5 Elevators or conveyance systems utilized to 
transport hazardous materials in excess of the quantities 
listed in Section 5003.10.4 shall comply with Sections 
5003. 10.5.1 through 5003.10.5.6. 


5003.10.5.1 Elevators or conveyance hoist-way enclo- 
sures shall be located in a shaft constructed in 
accordance with Section 713 of the California Building 
Code. 


5003.10.5.2 Elevators shall have no passengers other 
than the individual handling the chemical transport 
and shall comply with the requirements of Section 
5003.10.4. 


5003.10.5.2.1 When transporting cryogenic or liq- 
uefied compressed gases, there shall be no occu- 
pants in the elevator. 
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5003.10.5.3 Spill containment shall be provided for all 
transported liquids. 


5003.10.5.4 Ventilation shall be provided in the eleva- 
tor shaft in accordance with Section 5004. 3.1. 


5003.10.5.5 Signage shall be provided on all floors adja- 
cent to each elevator call station to indicate the elevator 
is designated for hazardous materials transportation. 


5003.10.5.6 Use of an elevator or conveyance system 
described in this section shall be restricted to personnel 
that have been properly trained. 


5003.10.5.7 Means shall be provided to prevent the ele- 
vator from being summoned to other floors. 


5003.10.6 Posted sequence of operation. A documented 
sequence of operation shall be submitted to the authority 
having jurisdiction for review and approval prior to the 
transportation of hazardous materials in elevators or con- 
veyance systems described in Section 5003.10.5. 


5003.10.6.1 The approved sequence of operations shall 
be posted in the elevator car or conveyance system. 


5003.10.6.2 The approved sequence of operation shall 
be maintained and tested upon the request of the 
authority having jurisdiction. 


5003.11 Group M storage and display and Group S stor- 
age. The aggregate quantity of nonflammable solid and 
nonflammable or noncombustible liquid hazardous materials 
stored and displayed within a single control area of a Group 
M occupancy, or an outdoor control area, or stored in a single 
control area of a Group S occupancy, is allowed to exceed the 
maximum allowable quantity per control area indicated in 
Section 5003.1 where in accordance with Sections 5003.11.1 
through 5003.11.3.11. 


5003.11.1 Maximum allowable quantity per control 
area in Group M or S occupancies. The aggregate 
amount of nonflammable solid and nonflammable or 
noncombustible liquid hazardous materials stored and 
displayed within a single control area of a Group M occu- 
pancy or stored in a single control area of a Group S 
occupancy shall not exceed the amounts set forth in Table 
5003.11.1. 


5003.11.2 Maximum allowable quantity per outdoor 
control area in Group M or S occupancies. The aggre- 
gate amount of nonflammable solid and nonflammable or 
noncombustible liquid hazardous materials stored and 
displayed within a single outdoor control area of a Group 
M occupancy shall not exceed the amounts set forth in 
Table 5003.11.1. 


5003.11.3 Storage and display. Storage and display shall 
be in accordance with Sections 5003.11.3.1 through 
5003.11.3.11. 


5003.11.3.1 Density. Storage and display of solids 
shall not exceed 200 pounds per square foot (976 
kg/m*) of floor area actually occupied by solid 
merchandise. Storage and display of liquids shall not 
exceed 20 gallons per square foot (0.50 L/m’) of floor 
area actually occupied by liquid merchandise. 
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5003.11.3.2 Storage and display height. Display 
height shall not exceed 6 feet (1829 mm) above the 
finished floor in display areas of Group M occupancies. 
Storage height shall not exceed 8 feet (2438 mm) above 
the finished floor in storage areas of Group M and 
Group S occupancies. 


5003.11.3.3 Container location. Individual containers 
less than 5 gallons (19 L) or less than 25 pounds (11 kg) 
shall be stored or displayed on pallets, racks or shelves. 


5003.11.3.4 Racks and shelves. Racks and shelves 
used for storage or display shall be in accordance with 
Section 5003.9.9, 


5003.11.3.5 Container type. Containers shall be 
approved for the intended use and identified as to their 
content. 


5003.11.3.6 Container size. Individual containers shall 
not exceed 100 pounds (45 kg) for solids or 10 gallons 
(38 L) for liquids in storage and display areas. 


5003.11.3.7 Incompatible materials. Incompatible 
materials shall be separated in accordance with Section 
5003.9.8. 


5003.11.3.8 Floors. Floors shall be in accordance with 
Section 5004.12. 


5003.11.3.9 Aisles. Aisles 4 feet (1219 mm) in width 
shall be maintained on three sides of the storage or 
display area. 


5003.11.3.10 Signs. Hazard identification signs shall 
be provided in accordance with Section 5003.5. 


5003.11.3.11 Storage plan. A storage plan illustrating 
the intended storage arrangement, including the loca- 
tion and dimensions of aisles, and storage racks shall be 
provided. 


5003.12 Outdoor control areas. Outdoor control areas for 
hazardous materials shall be in accordance with the following 
general requirements: 


1. Outdoor control areas shall be kept free from weeds, 
debris and common combustible materials not neces- 
sary to the storage. The area surrounding an outdoor 
control area shall be kept clear of such materials for not 
less than 15 feet (4572 mm). 


2. Outdoor control areas shall be located not closer than 


20 feet (6096 mm) from a public street, public alley, 
public way or lot line that can be built on. 


Exceptions: 


1. For solid and liquid hazardous materials, a 2- 
hour fire-resistance-rated wall without open- 
ings extending not less than 30 inches (762 
mmm) above and to the sides of the storage area 
shall be allowed in lieu of such distance. 


2. For compressed gas hazardous materials, 
unless otherwise specified, the minimum 
required distances shall not apply where fire 
barriers without openings or penetrations hav- 
ing a minimum fire-resistance rating of 2 
hours interrupt the line of sight between the 
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TABLE 5003.11.1 
MAXIMUM ALLOWABLE QUANTITY PER INDOOR AND OUTDOOR CONTROL AREA IN GROUP M 
AND S OCCUPANCIES—NONFLAMMABLE SOLIDS, NONFLAMMABLE AND NONCOMBUSTIBLE LIQUIDS**‘ 


Water as otc pou) —Eiguide gations) 


1. Oxidizers? * - 
2250 225 


1,800" 


For SI: 1 pound = 0.454 kg, 1 gallon = 3.785 L, 1 cubic foot = 0.02832 m’. 

a. Hazard categories are as specified in Section 5001.2.2. 

b. Maximum allowable quantities shall be increased 100 percent in buildings equipped throughout with an approved automatic sprinkler system in accordance 
with Section 903.3.1.1, Where Note c applies, the increase for both notes shall be applied accumulatively. 

c. Maximum allowable quantities shall be increased 100 percent where stored in approved storage cabinets in accordance with Section 5003.8. Where Note b 
applies, the increase for both notes shall be applied accumulatively. 

d. See Table 5003.8.3.2 for design and number of control areas. 

e. Maximum allowable quantities for other hazardous material categories shall be in accordance with Section 5003.1. 

f, Maximum allowable quantities shall be increased 100 percent in outdoor control areas. 

g. Maximum allowable quantities shall be increased to 2,250 pounds where individual packages are in the original sealed containers from the manufacturer or 
packager and do not exceed 10 pounds each. 

h. Maximum allowable quantities shall be increased to 4,500 pounds where individual packages are in the original sealed containers from the manufacturer or 
packager and do not exceed 10 pounds each. 

i. Quantities are unlimited where protected by an automatic sprinkler system. 

j. Quantities are unlimited in an outdoor control area. 

k. Maximum allowable quantity of consumer products shall be increased to 10,000 pounds where individual packages are in the original sealed containers from 
the manufacturer and the toxic classification is exclusively based on the LC,, threshold and no other hazardous materials classifications apply. 


2. Unstable (reactives)”° 


3. Water reactives 


storage and the exposure. The configuration of as set forth in Section 5003.1 shall be in accordance with 
the fire barrier shall be designed to allow natu- Sections 5001, 5003 and 5004. Storage of hazardous materi- 
ral ventilation to prevent the accumulation of | als in amounts not exceeding the maximum allowable 
hazardous gas concentrations. quantity per control area as set forth in Section 5003.1 shall 


001 and 5003. Retail and 

3. Where a property exceeds 10,000 square feet (929 m2), be in accordance with Sections 5 
a group een acoannicl pie eiinwed where wholesale storage and display of nonflammable solid and 
approved and where each control area is separated by a nonflammable and noncombustible liquid hazardous materi- 


minimum distance of 50 feet (15 240 mm). als in Group M occupancies and Group S storage shall be in 


accordance with Section 5003.11. 
4. Where a property exceeds 35,000 square feet (3252 
m’), additional groups of outdoor control areas are 
allowed where approved and where each group is sepa- 
rated by a minimum distance of 300 feet (91 440 mm). 


5004.2 Spill control and secondary containment for 
liquid and solid hazardous materials. Rooms, buildings or 
areas used for the storage of liquid or solid hazardous mate- 
rials shall be provided with spill control and secondary 
containment in accordance with Sections 5004.2.1 through 


SECTION 5004 5004.2.3. 
STORAGE Exception: Outdoor storage of containers on approved 
5004.1 Scope. Storage of hazardous materials in amounts containment pallets in accordance with Section 5004.2.3. 


exceeding the maximum allowable quantity per control area 
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5004.2.1 Spill control for hazardous material liquids. 
Rooms, buildings or areas used for the storage of hazard- 
ous material liquids in individual vessels having a 
capacity of more than 55 gallons (208 L), or in which the 
aggregate capacity of multiple vessels exceeds 1,000 
gallons (3785 L), shall be provided with spill control to 
prevent the flow of liquids to adjoining areas. Floors in 
indoor locations and similar surfaces in outdoor locations 
shall be constructed to contain a spill from the largest 
single vessel by one of the following methods: 


1. Liquid-tight sloped or recessed floors in indoor loca- 
tions or similar areas in outdoor locations. 


2. Liquid-tight floors in indoor locations or similar 
areas in outdoor locations provided with liquid-tight 
raised or recessed sills or dikes. 


3. Sumps and collection systems. 
4. Other approved engineered systems. 


Except for surfacing, the floors, sills, dikes, sumps and 
collection systems shall be constructed of noncombustible 
material, and the liquid-tight seal shall be compatible with 
the material stored. Where liquid-tight sills or dikes are 
provided, they are not required at perimeter openings hav- 
ing an open-grate trench across the opening that connects 
to an approved collection system. 


5004,2.2 Secondary containment for hazardous mate- 
rial liquids and solids. Where required by Table 
5004.2.2, buildings, rooms or areas used for the storage 
of hazardous materials liquids or solids shall be provided 
with secondary containment in accordance with this 
section where the capacity of an individual vessel or the 
aggregate capacity of multiple vessels exceeds both of 
the following: 


1. Liquids: Capacity of an individual vessel exceeds 55 
gallons (208 L) or the aggregate capacity of multiple 
vessels exceeds 1,000 gallons (3785 L), 


2. Solids: Capacity of an individual vessel exceeds 550 
pounds (250 kg) or the aggregate capacity of multi- 
ple vessels exceeds 10,000 pounds (4540 kg). 


5004.2.2.1 Containment and drainage methods. The 
building, room or area shall contain or drain the hazard- 
ous materials and fire protection water through the use 
of one of the following methods: 


1. Liquid-tight sloped or recessed floors in indoor 
locations or similar areas in outdoor locations. 


2. Liquid-tight floors in indoor locations or similar 
areas in outdoor locations provided with liquid- 
tight raised or recessed sills or dikes. 


3. Sumps and collection systems. 


4. Drainage systems leading to an approved loca- 
tion, 


5. Other approved engineered systems. 
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5004.2.2.2 Incompatible materials. Incompatible 
materials used in open systems shall be separated from 
each other in the secondary containment system. 


5004.2.2.3 Indoor design. Secondary containment for 
indoor storage areas shall be designed to contain a spill 
from the largest vessel plus the design flow volume of 
fire protection water calculated to discharge from the 
fire-extinguishing system over the minimum required 
system design area or area of the room or area in which 
the storage is located, whichever is smaller. The 
containment capacity shall be designed to contain the 
flow for a period of 20 minutes. 


5004.2.2.4 Outdoor design. Secondary containment for 
outdoor storage areas shall be designed to contain a spill 
from the largest individual vessel. If the area is open to 
rainfall, secondary containment shall be designed to 
include the volume of a 24-hour rainfall as determined 
by a 25-year storm and provisions shall be made to drain 
accumulations of groundwater and rainwater. 


5004.2.2.5 Monitoring. An approved monitoring 
method shall be provided to detect hazardous materials 
in the secondary containment system. The monitoring 
method is allowed to be visual inspection of the 
primary or secondary containment, or other approved 
means. Where secondary containment is subject to the 
intrusion of water, a monitoring method for detecting 
water shall be provided. Where monitoring devices are 
provided, they shall be connected to approved visual or 
audible alarms. 


5004.2.2.6 Drainage system design. Drainage systems 
shall be in accordance with the California Plumbing 
Code and all of the following: 


1. The slope of floors to drains in indoor locations, 
or similar areas in outdoor locations shall be not 
less than 1 percent. 


2. Drains from indoor storage areas shall be sized to 
carry the volume of the fire protection water as 
determined by the design density discharged 
from the automatic fire-extinguishing system 
over the minimum required system design area or 
area of the room or area in which the storage is 
located, whichever is smaller. 


3. Drains from outdoor storage areas shall be sized 
to carry the volume of the fire flow and the vol- 
ume of a 24-hour rainfall as determined by a 25- 
year storm. 


4. Materials of construction for drainage systems 
shall be compatible with the materials stored. 


5. Incompatible materials used in open systems 
shall be separated from each other in the drainage 
system. 


6. Drains shall terminate in an approved location away 
from buildings, valves, means of egress, fire access 
roadways, adjoining property and storm drains. 
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TABLE 5004.2.2 
REQUIRED SECONDARY CONTAINMENT—HAZARDOUS MATERIAL SOLIDS AND LIQUIDS STORAGE 


INDOOR STORAGE OUTDOOR 
avout [NDOOR'STORAGE DOOR STORAGE 
oe ae Liquids Solids Liquids 


1. Physical-hazard materials 

[_Gassit 

Combustible igus | , 
Not Applicable Not Applicable 


Flammable solids Not Required Not Applicable Not Required Not Applicable 


able 
Required Required Not Required Not Required 


Not Required Not Required Not Required Not Required 


Required Required Not Required Not Required 


Not Required Not Required Not Required Not Required 


Required Required Required Required 


Not Required Not Required Not Required Not Required 


Required Required Required Required 
Not Required Not Required Not Required Not Required 


2. Health-hazard materials 


Highly toxics 5 : i : 
- Required Required Required Required 


5004.2.3 Containment pallets. Where used as an alterna- 4, Containment pallets shall be protected to prevent 
tive to spill control and secondary containment for outdoor collection of rainwater within the sump. 

storage in accordance with the exception in Section 
5004.2, containment pallets shall comply with all of the 


Flammable liquids 


Organic peroxides 


Oxidizers 


Unstable (reactives) 


Water reactives 


5004.3 Ventilation. Indoor storage areas and storage build- 
_ings shall be provided with mechanical exhaust ventilation or 


following: natural ventilation where natural ventilation can be shown to 
1. A liquid-tight sump with access for visual inspection be acceptable for the materials as stored. 
shall be provided. Exceptions: 
2. The sump shall be designed to contain not less than 1S parte hlawsnlid oe ith 
66 gallons (250 L). _ pre eas or flammable solids complying wi 
3. Exposed surfaces shall be compatible with material 


2. Storage areas for medical gases complying with 
stored. Chapter 53. 
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5004.3.1 System requirements. Exhaust ventilation 
systems shall comply with all of the following: 


1. Installation shall be in accordance with the Califor- 
nia Mechanical Code. 


2. Mechanical ventilation shall be at a rate of not less 
than 1 cubic foot per minute per square foot 
[0.00508 m?/(s x m’)] of floor area over the storage 
area. 


3. Systems shall operate continuously unless alterna- 
tive designs are approved. 


4, A manual shutoff control shall be provided outside 
of the room in a position adjacent to the access door 
to the room or in an approved location. The switch 
shall be a break-glass or other approved type and 
shall be labeled: “VENTILATION SYSTEM 
EMERGENCY SHUTOFF.” 


Exception: [For SFM] When exhaust systems con- 
taining explosive, corrosive, combustible, flamma- 
ble or highly toxic dusts, mists, fumes, vapors or 
gases are 100 percent exhausted to the outside, an 
emergency ventilation system shutoff is not required. 


5. Exhaust ventilation shall be designed to consider the 
density of the potential fumes or vapors released. 
For fumes or vapors that are heavier than air, 
exhaust shall be taken from a point within 12 inches 
(305 mm) of the floor, For fumes or vapors that are 
lighter than air, exhaust shall be taken from a point 
within 12 inches (305 mm) of the highest point of 
the room. 


6. The location of both the exhaust and inlet air open- 
ings shall be designed to provide air movement 
across all portions of the floor or room to prevent the 
accumulation of vapors. 


7. Exhaust air shall not be recirculated to occupied 
areas if the materials stored are capable of emitting 
hazardous vapors and contaminants have not been 
removed, Air contaminated with explosive or flam- 
mable vapors, fumes or dusts; flammable, highly 
toxic or toxic gases; or radioactive materials shall 
not be recirculated. 


5004.4 Separation of incompatible hazardous materials. 
Incompatible materials shall be separated in accordance with 
Section 5003.9.8. 


5004.5 Automatic sprinkler systems. Indoor storage areas 
and storage buildings shall be equipped throughout with an 
approved automatic sprinkler system in accordance with 
Section 903.3.1.1. The design of the sprinkler system shall be 
not less than that required for Ordinary Hazard Group 2 with 
a minimum design area of 3,000 square feet (279 m’), Where 
the materials or storage arrangement are required by other 
regulations to be provided with a higher level of sprinkler 
system protection, the higher level of sprinkler system protec- 
tion shall be provided. 


5004.6 Explosion control. Indoor storage rooms, areas and 
buildings shall be provided with explosion control in accor- 
dance with Section 911. 
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5004.7 Standby or emergency power. Where-mechanical 
ventilation, treatment systems, temperature control, alarm, 
detection or other electrically operated systems are required, 
such systems shall be provided with an emergency or standby 
power in accordance with Section 1203. ; 


For storage areas for highly toxic or toxic materials, see 
Sections 6004.2.2.8 and 6004.3.4.2. 


5004.7.1 Exempt applications. Standby or emergency 
power is not required for mechanical ventilation systems 
for any of the following: 


1. Storage of Class IB and IC flammable liquids and 
Class II and If combustible liquids in closed con- 
tainers not exceeding a capacity of 6'/, gallons (25 
L). 


2. Storage of Class 1 and 2 oxidizers. 
3. Storage of Class II, II], IV and V organic peroxides. 
4, Storage of asphyxiant, irritant and radioactive gases. 


5004.7.2 Fail-safe engineered systems. Standby power 
for mechanical ventilation, treatment systems and 
temperature control systems shall not be required where an 
approved fail-safe engineered system is installed. 


5004.8 Limit controls. Limit controls shall be provided in 
accordance with Sections 5004.8.1 and 5004.8.2. 


5004.8.1 Temperature control. Materials that must be 
kept at temperatures other than normal ambient tempera- 
tures to prevent a hazardous reaction shall be provided 
with an approved means to maintain the temperature 
within a safe range. Redundant temperature control equip- 
ment that will operate on failure of the primary 
temperature control system shall be provided. Where 
approved, alternative means that prevent a hazardous reac- 
tion are allowed. 


5004.8.2 Pressure control. Stationary tanks and equip- 
ment containing hazardous material liquids that can 
generate pressures exceeding design limits because of 
exposure fires or internal reaction shall have some form of 
construction or other approved means that will relieve 
excessive internal pressure. The means of pressure relief 
shall vent to an approved location or to an exhaust scrub- 
ber or treatment system where required by Chapter 60. 


5004.9 Emergency alarm. An approved manual emergency 
alarm system shall be provided in buildings, rooms or areas 
used for storage of hazardous materials. Emergency alarm- 
initiating devices shall be installed outside of each interior 
exit or exit access door of storage buildings, rooms or areas. 
Activation of an emergency alarm-initiating device shall 
sound a local alarm to alert occupants of an emergency situa- 
tion involving hazardous materials. 


5004.10 Supervision and monitoring. Emergency alarm, 
detection and automatic fire-extinguishing systems required 
by Section 5004 shall be electrically supervised and moni- 
tored by an approved supervising station or, where approved, 
shall initiate an audible and visual signal at a constantly 
attended on-site location. 
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5004.11 Clearance from combustibles. The area surround- 
ing an outdoor storage area or tank shall be kept clear of 
combustible materials and vegetation for a minimum distance 
of 25 feet (7620 mm). 


5004.12 Noncombustible floor. Except for surfacing, floors 
of storage areas shall be of noncombustible construction. 


5004.13 Weather protection. Where overhead noncombusti- 
ble construction is provided for sheltering outdoor hazardous 
material storage areas, such storage shall not be considered 
indoor storage where the area is constructed in accordance 
with the requirements for weather protection as required by 
the California Building Code. 


Exception: Storage of explosive materials shall be consid- 
ered as indoor storage. 


5004.14 Outdoor storage location. Outdoor storage areas 
for hazardous materials shall be located as required by 
Section 5003.12 except where material-specific require- 
ments, including requirements in referenced standards, are 
provided in other chapters of this code. 


SECTION 5005 
USE, DISPENSING AND HANDLING 


5005.1 General. Use, dispensing and handling of hazardous 
materials in amounts exceeding the maximum allowable 
quantity per control area set forth in Section 5003.1 shall be 
in accordance with Sections 5001, 5003 and 5005. Use, 
dispensing and handling of hazardous materials in amounts 
not exceeding the maximum allowable quantity per control 
area set forth in Section 5003.1 shall be in accordance with 
Sections 5001 and 5003. 


5005.1.1 Separation of incompatible materials. Separa- 
tion of incompatible materials shall be in accordance with 
Section 5003.9.8. 


5005.1.2 Noncombustible floor. Except for surfacing, 
floors of areas where liquid or solid hazardous materials 
are dispensed or used in open systems shall be of noncom- 
bustible, liquid-tight construction. 


5005.1.3 Spill control and secondary containment for 
hazardous material liquids. Where required by other 
provisions of Section 5005, spill control and secondary 
containment shall be provided for hazardous material 
liquids in accordance with Section 5004.2. 


5005.1.4 Limit controls. Limit controls shall be provided 
in accordance with Sections 5005.1.4.1 through 
5005.1.4.4. 


5005.1.4.1 High-liquid-level control. Open tanks in 
which liquid hazardous materials are used shall be 
equipped with a liquid-level limit control or other 
means to prevent overfilling of the tank. 


5005.1.4.2 Low-liquid-level control. Approved safe- 
guards shall be provided to prevent a low-liquid level in 
a tank from creating a hazardous condition, including 
but not limited to, overheating of a tank or its contents. 
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5005.1.4.3 Temperature control. Temperature control 
shall be provided in accordance with Section 5004.8.1. 


5005.1.4.4 Pressure control. Pressure control shall be 
provided in accordance with Section 5004.8.2. 


5005.1.5 Standby or emergency power. Where mechani- 
cal ventilation, treatment systems, temperature control, 
manual alarm, detection or other electrically operated 
systems are required by this code, such systems shall be 
provided with emergency or standby power in accordance 
with Section 1203. 


5005.1.5.1 Exempt applications. Standby power for 
mechanical ventilation, treatment systems and tempera- 
ture control systems shall not be required where an 
approved fail-safe engineered system is installed. 


5005.1.6 Supervision and monitoring. Manual alarm, 
detection and automatic fire-extinguishing systems 
required by other provisions of Section 5005 shall be elec- 
trically supervised and monitored by an approved 
supervisory service or, where approved, shall initiate an 
audible and visual signal at a constantly attended on-site 
location. 


5005.1.7 Lighting. Adequate lighting by natural or artifi- 
cial means shall be provided. 


5005.1.8 Fire protection systems. Indoor rooms or areas 
in which hazardous materials are dispensed or used shall 
be protected by an automatic sprinkler system or auto- 
matic fire-extinguishing system in accordance with 
Chapter 9. Sprinkler system design shall be not less than 
that required for Ordinary Hazard, Group 2, with a mini- 
mum design area of 3,000 square feet (279 m’). Where the 
materials or storage arrangement are required by other 
regulations to be provided with a higher level of sprinkler 
system protection, the higher level of sprinkler system 
protection shall be provided. 


5005.1.9 Ventilation. Indoor dispensing and use areas 
shall be provided with exhaust ventilation in accordance 
with Section 5004.3. 


Exception: Ventilation is not required for dispensing 
and use of flammable solids other than finely divided 
particles. 


5005.1.10 Liquid transfer. Liquids having a hazard rank- 


ing of 3 or 4 in accordance with NFPA 704 shall be 
transferred by one of the following methods: 


1. From safety cans complying with UL 30. 
2. Through an approved closed piping system. 


3. From containers or tanks by an approved pump tak- 
ing suction through an opening in the top of the con- 
tainer or tank, 


4, From containers or tanks by gravity through an 
approved self-closing or automatic-closing valve 
where the container or tank and dispensing opera- 
tions are provided with spill control and secondary 
containment in accordance with Section 5004.2. 
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Highly toxic liquids shall not be dispensed by grav- 
ity from tanks. 


5. Approved engineered liquid transfer systems. 
Exceptions: 


1. Liquids having a hazard ranking of 4 where dis- 
pensed from approved containers not exceeding 
1.3 gallons (5 L). 


2. Liquids having a hazard ranking of 3 where dis- 
pensed from approved containers not exceeding 
5.3 gallons (20 L). 


5005.1.11 Design. Systems shall be suitable for the use 
intended and shall be designed by persons competent in 
such design. Controls shall be designed to prevent materi- 
als from entering or leaving the process or reaction system 
at other than the intended time, rate or path. Where failure 
of an automatic control could result in a dangerous condi- 
tion or reaction, the automatic control shall be fail-safe. 


5005.1.12 Emergency isolation. Where gases or liquids 
having a hazard ranking of Health Class 3 or 4, Flamma- 
bility Class 4 or Instability Class 3 or 4 in accordance with 
NFPA 704 are carried in pressurized piping above 15 
pounds per square inch gauge (psig) (103 kPa), an 
approved means of leak detection and emergency shutoff 
or excess flow control shall be provided. Where the piping 
originates from within a hazardous material storage room 
or area, the excess flow control shall be located within the 
storage room or area. Where the piping originates from a 
bulk source, the excess flow control shall be located as 
close to the bulk source as practical. 


Exceptions: 


1. Piping for inlet connections designed to prevent 
backflow, 


2. Piping for pressure relief devices. 


5005.2.1.3. Spill control for hazardous material 
liquids. Buildings, rooms or areas where, hazardous 
material liquids are dispensed into vessels exceeding a 
1.3-gallon (5 L) capacity or used in open systems 
exceeding a 5,.3-gallon (20 L) capacity shall be 
provided with spill control in accordance with Section 
5004.2.1. 


5005.2.1.4 Secondary containment for hazardous 
material liquids. Where required by Table 5005.2.1.4, 
buildings, rooms or areas where hazardous material 
liquids are dispensed or used in open systems shall be 
provided with secondary containment in accordance 
with Section 5004.2.2 where the capacity of an individ- 
ual vessel or system or the capacity of multiple vessels 
or systems exceeds the following: 


1. Individual vessel or system: greater than 1.3 gal- 
lons (5 L). 


2. Multiple vessels or systems: greater than 5.3 gal- 
lons (20 L), 


5005.2.2 Closed systems. Use of hazardous materials in 
closed containers or systems shall be in accordance with 
Sections 5005.2.2.1 through 5005.2.2.4. 


5005.2.2.1 Ventilation. Where closed systems are 
designed to be opened as part of normal operations, 
ventilation shall be provided in accordance with 
Section 5005.2.1.1. 


5005.2.2.2 Explosion control. Explosion control shall 
be provided in accordance with Section 5004.6 where 
an explosive environment exists because of the hazard- 
ous materials dispensed or used, or as a result of the 
dispensing or use process. 


Exception: Where process vessels are designed to 
contain fully the worst-case explosion anticipated 
within the vessel under process conditions based on 
the most likely failure. 


5005.2 Indoor dispensing and use. Indoor dispensing and 
use of hazardous materials shall be in buildings complying 
with the California Building Code and in accordance with 
Section 5005.1 and Sections 5005.2.1 through 5005.2.2.4. 


5005.2.2.3 Spill control for hazardous material 
liquids. Buildings, rooms or areas where hazardous 


5005.2.1 Open systems. Dispensing and use of hazardous 
materials in open containers or systems shall be in accor- 
dance with Sections 5005.2.1.1 through 5005.2.1.4. 


5005.2.1.1 Ventilation. Where gases, liquids or solids 
having a hazard ranking of 3 or 4 in accordance with 
NFPA 704 are dispensed or used, mechanical exhaust 
ventilation shall be provided to capture gases, fumes, 
mists or vapors at the point of generation. 


Exception: Gases, liquids or solids that can be 
demonstrated not to create harmful gases, fumes, 
mists or vapors. 


$005.2.1.2 Explosion control. Explosion control shall 
be provided in accordance with Section 5004.6 where 
an explosive environment can occur because of the 


material liquids are used in individual vessels exceed- 
ing a 55-gallon (208 L) capacity shall be provided with 
spill control in accordance with Section 5004.2.1. 


5005.2.2.4 Secondary containment for hazardous 
material liquids. Where required by Table 5005.2.1.4, 
buildings, rooms or areas where hazardous material 
liquids are used in vessels or systems shall be provided 
with secondary containment in accordance with Section 
5004.2.2 where the capacity of an individual vessel or 
system or the capacity of multiple vessels or systems 
exceeds the following: 


1. Individual vessel or system: greater than 55 gal- 
lons (208 L). 


2. Multiple vessels or systems: greater than 1,000 
gallons (3785 L). 


5005.3 Outdoor dispensing and use. Dispensing and use of e 
hazardous materials outdoors shall be in accordance with 
Sections 5005.3.1 through 5005.3.9. 


characteristics or nature of the hazardous materials 
dispensed or used, or as a result of the dispensing or use 
process. 
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TABLE 5005.2.1.4 
REQUIRED SECONDARY CONTAINMENT—HAZARDOUS MATERIAL LIQUIDS USE 


MATERIAL INDOOR LIQUIDS USE OUTDOOR LIQUIDS USE 


1. Physical-hazard materials 


ite iS ae I 
eel at 
Required Required 
ede len 8 | ll 
Se IV 


oe (Qe: = aa 3 
Oxidizers Required Required 
= —— 2 


POL eae Class Wile i). | 3 Required Required 
Se 2 


Required Required 
eat Cass oie Ve i | pi 


2. Health-hazard materials 


Combustible liquids 


Flammable liquids 


Organic peroxides 


Unstable (reactives) 


Water reactives 


Required 


Required 


5005.3.1 Quantities exceeding the maximum allowable 
quantity per control area. Outdoor dispensing or use of 
hazardous materials, in either closed or open containers or 
systems, in amounts exceeding the maximum allowable 
quantity per control area indicated in Tables 5003.1.1(3) 
and 5003.1.1(4) shall be in accordance with Sections 
5001, 5003, 5005.1 and 5005.3. 


5005.3.2 Quantities not exceeding the maximum allow- 
able quantity per control area. Outdoor dispensing or 
use of hazardous materials, in either closed or open 
containers or systems, in amounts not exceeding the maxi- 
mum allowable quantity per control area indicated in 
Tables 5003.1.1(3) and 5003.1.1(4) shall be in accordance 
with Sections 5001 and 5003. 
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5005.3.3 Outdoor location. Outdoor dispensing and use 
areas for hazardous materials shall be located as required 
by Section 5003.12 except where material-specific 
requirements, including requirements in referenced stan- 
dards, are provided in other chapters of this code. 


5005.3.4 Spill control for hazardous material liquids in 
open systems. Outdoor areas where hazardous material 
liquids are dispensed in vessels exceeding a 1.3-gallon (5 
L) capacity or used in open systems exceeding a 5.3- 
gallon (20 L) capacity shall be provided with spill control 
in accordance with Section 5004.2.1. 


5005.3.5 Secondary containment for hazardous mate- 
rial liquids in open systems. Where required by Table 
5005.2.1.4, outdoor areas where hazardous material 
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liquids are dispensed or used in open systems shall be 
provided with secondary containment in accordance with 
Section 5004.2.2 where the capacity of an individual 
vessel or system or the capacity of multiple vessels or 
systems exceeds the following: 


1. Individual vessel or system: greater than 1.3 gallons 
ele 


2. Multiple vessels or systems: greater than 5.3 gallons 
(20 L). 


5005.3.6 Spill control for hazardous material liquids in 
closed systems. Outdoor areas where hazardous material 
liquids are used in closed systems exceeding 55 gallons 
(208 L) shall be provided with spill control in accordance 
with Section 5004.2.1. 


5005.3.7 Secondary containment for hazardous mate- 
rial liquids in closed systems. Where required by Table 
5005.2.1.4, outdoor areas where hazardous material 
liquids are dispensed or used in closed systems shall be 
provided with secondary containment in accordance with 
Section 5004.2.2 where the capacity of an individual 
vessel or system or the capacity of multiple vessels or 
systems exceeds the following: 


1. Individual vessel or system: greater than 55 gallons 
(208 L). 


2. Multiple vessels or systems: greater than 1,000 gal- 
lons (3785 L). 


5005.3.8 Clearance from combustibles. The area 
surrounding an outdoor dispensing or use area shall be 
kept clear of combustible materials and vegetation for a 
minimum distance of 30 feet (9144 mm). 


5005.3.9 Weather protection. Where overhead noncom- 
bustible construction is provided for sheltering outdoor 
hazardous material use areas, such use shall not be consid- 
ered indoor use where the area is constructed in 
accordance with the requirements for weather protection 
as required in the California Building Code. 


Exception: Use of explosive materials shall be consid- 
ered as indoor use. 


5005.4 Handling. Handling of hazardous materials shall be 
in accordance with Sections 5005.4.1 through 5005.4.4. 


5005.4.1 Quantities exceeding the maximum allowable 
quantity per control area. Handling of hazardous materi- 
als in indoor and outdoor locations in amounts exceeding 
the maximum allowable quantity per control area indi- 
cated in Tables 5003.1.1(1) through 5003.1.1(4) shall be in 
accordance with Sections 5001, 5003, 5005.1 and 5005.4. 


5005.4.2 Quantities not exceeding the maximum allow- 
able quantity per control area. Handling of hazardous 
materials in indoor locations in amounts not exceeding the 
maximum allowable quantity per control area indicated in 
Tables 5003.1.1(1) and 5003.1.1(2) shall be in accordance 
with Sections 5001, 5003 and 5005.1. Handling of hazard- 
ous materials in outdoor locations in amounts not 
exceeding the maximum allowable quantity per control 
area indicated in Tables 5003.1.1(3) and 5003.1.1(4) shall 
be in accordance with Sections 5001 and 5003. 
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5005.4.3 Outdoor location. Outdoor handling areas for 
hazardous materials shall be located as required by Section 
5003.12 except where material-specific requirements, 
including requirements in referenced standards, are 
provided in other chapters of this code. 


5005.4.4 Dispensing, use and handling. Where hazard- 
ous materials having a hazard ranking of 3 or 4 in 
accordance with NFPA 704 are transported through corri- 
dors, interior exit stairways or ramps or exit passageways, 
there shall be an emergency telephone system, a local 
manual alarm station or an approved alarm-initiating 
device at not more than 150-foot (45 720 mm) intervals 
and at each exit and exit access doorway throughout the 
transport route. The signal shall be relayed to an approved 
central, proprietary or remote station service or constantly 
attended on-site location and shall initiate a local audible 
alarm. 
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CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
CHAPTER 51 — AEROSOLS 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications.) 
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* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division 1 text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same. 
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CHAPTER 51 
AEROSOLS 


User note: 


About this chapter: Chapter 51 provides requirements for the prevention, contro! and extinguishment of fires and explosions in facilities 
where retail aerosol products are displayed or stored. It is concerned with both life safety and property protection from a fire; however, histor- 
ically, aerosol product fires have caused property loss more frequently than loss of life. Requirements for storing aerosol products are 
dependent on the level of aerosol product, level of sprinkler protection, type of storage condition and quantity of aerosol products. 


SECTION 5101 
GENERAL 


5101.1 Scope. The provisions of this chapter, the California 
Building Code and NFPA 30B shall apply to the manufactur- 
ing, storage and display of aerosol products, aerosol cooking 
spray products and plastic aerosol 3 products. Manufacturing 
of aerosol products, aerosol cooking spray products and plas- 
tic aerosol 3 products using hazardous materials shall also 
comply with Chapter 50. 


5101.2 Permit required. Permits shall be required as set 
forth in Section 105.5. 


5101.3 Safety Data Sheets. Safety Data Sheet (SDS) infor- 
mation for aerosol products displayed shall be kept on the 
premises at an approved location. 


5101.4 Containers. Metal aerosol containers shall be limited 
to a maximum size of 33.8 fluid ounces (1000 ml). Plastic 
aerosol containers shall be limited to a maximum of 4 fluid 
ounces (118 ml) except as provided in Sections 5104.1.1 and 
5104.1.2. Glass aerosol containers shall be limited to a maxi- 
mum of 4 fluid ounces (118 ml). 


SECTION 5102 
DEFINITIONS 


5102.1 Definitions. The following terms are defined in Chap- 
teh: 


AEROSOL CONTAINER. 
AEROSOL PRODUCT. 
Level 1 aerosol products. 
Level 2 aerosol products. 
Level 3 aerosol products. 
AEROSOL PRODUCT WAREHOUSE. 
PROPELLANT. 
RETAIL DISPLAY AREA. 


SECTION 5103 
CLASSIFICATION OF AEROSOL PRODUCTS 


5103.1 Classification levels. Aerosol products shall be clas- 
sified as Level 1, 2 or 3 in accordance with Table 5103.1 and 
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NFPA 30B. Aerosol products in cartons that are not identified 
in accordance with this section shall be classified as Level 3. 


TABLE 5103.1 
CLASSIFICATION OF AEROSOL PRODUCTS 


CHEMICAL HEAT OF COMBUSTION 


Greater than Less than or equal to 
(Btu/Ib) (Btu/Ib) 


8,600 


AEROSOL 
CLASSIFICATION 


8,600 13,000 


For SI: 1 British thermal unit per pound = 0.002326 kJ/g. 


5103.2 Identification. Cartons or outer packaging shall be 
identified on not fewer than one exterior side with the classi- 
fication level of the aerosol products contained within the 
carton. 


5103.2.1 Aerosol products. Cartons or outer packaging 
containing aerosol products in metal containers or glass 
and plastic containers 4 fluid ounces. (118 ml) or less shall 
be clearly marked as follows: 


LEVEL AEROSOLS 


5103.2.2 Aerosol cooking spray products. Cartons or 
outer packaging containing aerosol cooking spray prod- 
ucts in metal containers shall be clearly marked as follows: 


AEROSOL COOKING SPRAY 


5103.2.3 Plastic aerosol products. Cartons or outer pack- 
aging containing aerosol products in plastic containers 
greater than 4 fluid ounces (118 ml) shall be clearly 
marked as follows: 


PLASTIC AEROSOL 1, 3 or X 


SECTION 5104 
INSIDE STORAGE OF AEROSOL PRODUCTS 


5104.1 General. The inside storage of Level 2 and 3 aerosol 
products shall comply with Sections 5104.2 through 5104.8 
and NFPA 30B. Level 1 aerosol products and those aerosol 
products covered by Section 5104.1.1 shall be considered to 
be equivalent to a Class III] commodity and shall comply 
with the requirements for palletized or rack storage in 
NFPA 13. 
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5104.1.1 Plastic aerosol products. Aerosol products in 
plastic containers larger than 4 fluid ounces (118 ml), but 
not to exceed 33.8 fluid ounces (1000 ml), shall be 
allowed only where in accordance with this section. The 
commodity classification shall be Class III commodities, 
as defined in NFPA 13 where any of the following condi- 
tions are met: 


1. Base product does not have a fire point where tested 
in accordance with ASTM D92, and nonflammable 
propellant. 


2. Base product does not sustain combustion as tested 
in accordance with DOTn 49 CFR Part 173, Appen- 
dix H, and nonflammable propellant. 


3. Base product contains up to 20 percent by volume 
(15.8 percent by weight) of ethanol, isopropyl! alco- 
hol or a combination thereof in an aqueous mix, and 
nonflammable propellant. 


4. Base product contains 4 percent by weight or less of 
an emulsified flammable liquefied gas propellant 
within an aqueous base. The propellant shall remain 
emulsified for the life of the product. Where such 
propellant is not permanently emulsified, the propel- 
lant shall be nonflammable. 


5104.1.2 Plastic aerosol 3 products. Plastic aerosol 3 
products shall be defined as those that meet one of the 
following criteria: 


1. Base product does not have a fire point where tested 
in accordance with ASTM D92, and there is not 
more than 10 percent by weight flammable propel- 
lant. 


2. Base product does not sustain combustion as tested 
in accordance with DOTn 49 CFR 173, Appendix H, 
and there is not more than 10 percent by weight 
flammable propellant. 


3. Base product contains 50 percent by volume or less 
of flammable or combustible water-miscible alco- 
hols in an aqueous mix, and there is not more than 
10 percent by weight of flammable propellant. 


5104.1.3 Plastic aerosol X products. Plastic aerosol X 
products are those products, in containers larger than 4 
fluid ounces (118 ml), that do not meet the criteria 
provided in Section 5104.1.1 or 5104.1.2. 


5104.1.3.1 Storage, use or handling. The storage, use 
or handling of plastic aerosol X products shall be 
prohibited. 
5104.2 Storage in Groups A, B, E, F, I and R. Storage of 
Level 2 and 3 aerosol products in occupancies in Groups A, 
B, E, F, I and R shall be limited to the following maximum 
quantities: 
1. A net weight of 1,000 pounds (454 kg) of Level 2 aero- 
sol products. 


2. A net weight of 500 pounds (227 re) 8 of Level 3 aerosol 
products. 
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3. A combined net weight of 1,000 pounds-(454 kg) of ( 
Level 2 and 3 aerosol products. ' 


y 


The maximum quantity shall be increased 100 percent 


where the excess quantity is stored in storage cabinets in 
accordance with Section 5704.3.2. 


5104.2.1 Excess storage. Storage of quantities exceeding 
the maximum quantities indicated in Section 5104.2 shall 
be stored in separate inside flammable liquid storage 
rooms in accordance with Section 5104.5. 


5104.2.2 Aerosol cooking spray products. Storage of 
aerosol cooking spray products in Group A, B, E, F, I and 
R occupancies shall not be more than 1,000 pounds (454 
kg) net weight. 


5104.3 Storage in general purpose warehouses. Aerosol 
product storage in general purpose warehouses utilized only 
for warehousing-type operations involving mixed commodi- 


ties shall comply with Section 5104.3.1, 


5104.3.2. or 


5104.3.3, 


—_—— 2,500 12,000 2,500 24,000 
2 and 3 


5104.3.1 Nonsegregated storage. Storage consisting of 
solid pile, palletized or rack storage of Level 2 and 3 aero- 
sol products not segregated into areas utilized exclusively 
for the storage of aerosol products shall comply with Table 
5104.3.1. 

TABLE 5104.3.1 


NONSEGREGATED STORAGE OF LEVEL 2 AND 3 AEROSOL 
PRODUCTS IN GENERAL PURPOSE WAREHOUSES? 


MAXIMUM NET WEIGHT PER FLOOR | MAXIMUM NET WEIGHT PER FLOOR (pounds)” 


a ee or solid- deciles sso aamil 
st deciles sso aamil 


AEROSOL 
LEVEL 


Rack storage 


For SI: 1 foot = 304.8 mm, 1 pound = 0.454 kg, 1 square foot = 0.0929 m’. 


a. 


io” 


Approved automatic sprinkler system protection and storage arrangements 
shall comply with NFPA 30B. Sprinkler system protection shall extend 20 
feet beyond the storage area containing the aerosol products. 


. Storage quantities indicated are the maximum permitted in any 50,000- 


square-foot area. 


5104.3.2 Segregated storage. Storage of Level 2 and 3 
aerosol products segregated into areas utilized exclu- 
sively for the storage of aerosol products shall comply 
with Table 5104.3.2 and Sections 5104.3.2.1 and 
5104.3.2.2. 


5104.3.2.1 Chain-link fence enclosures. Chain-link 
fence enclosures required by Table 5104.3.2 shall 
comply with the following: 

1. The fence shall be not less than No. 9 gage steel 
wire, woven into a maximum 2-inch (51 mm) 
diamond mesh. 

2. The fence shall be installed from the floor to the 
underside of the roof or ceiling above. 
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3. Class IV and high-hazard commodities shall be 
stored outside of the aerosol storage area and not 
less than 8 feet (2438 mm) from the fence. 


4. Access openings in the fence shall be provided 
with either self- or automatic-closing devices or a 
labyrinth opening arrangement preventing aero- 
sol containers from rocketing through the access 
openings. 


5. Not less than two means of egress shall be pro- 
vided from the fenced enclosure. 


TABLE 5104.3.2 
SEGREGATED STORAGE OF LEVEL 2 AND 3 AEROSOL 
PRODUCTS AND PLASTIC AEROSOL 3 PRODUCTS IN 
GENERAL PURPOSE WAREHOUSES 


MAXIMUM SEGREGATED 
STORAGE AREA? 


STORAGE SEPARATION | Percentage 
of building 


area 
(percent) 


SPRINKLER 


Area REQUIREMENTS 


limitation 
(square feet) 


Separation area®' 


Chain-link fence 
enclosure? 


1-hour fire-resistance- 
rated interior walls 


2-hour fire-resistance- 
rated interior walls 


3-hour fire-resistance- 
rated interior walls 


For SI: 1 foot = 304.8 mm, | square foot = 0.0929 m’. 

a. The maximum segregated storage area shall be limited to the smaller of 
the two areas resulting from the percentage of building area limitation and 
the area limitation. 

b. Automatic sprinkler system protection in aerosol product storage areas 
shall comply with NFPA 30B and be approved. Building areas not 
containing aerosol product storage shall be equipped throughout with an 
approved automatic sprinkler system in accordance with Section 
903.3.1.1. 

c. Automatic sprinkler system protection in aerosol product storage areas 
shall comply with NFPA 30B and be approved. Sprinkler system 
protection shall extend a minimum 20 feet beyond the aerosol storage 
area. 

d, Chain-link fence enclosures shall comply with Section 5104,3.2.1. 

e. A separation area shall be defined as an area extending outward from the 
periphery of the segregated aerosol product storage area as follows: 

1. The limits of the aerosol product storage shall be clearly marked on 
the floor. 

2. The separation distance shall be not less than 25 feet and main- 
tained clear of all materials with a commodity classification greater 
than Class IL in accordance with Section 903.3.1.1, 


f, Separation areas shall only be permitted where approved. 


5104.3.2.2 Aisles. The minimum aisle requirements for 
segregated storage in general purpose warehouses shall 
comply with Table 5104.3.2.2. 


5104.3.3 Aerosol cooking spray products, Solid pile, 
palletized or rack storage of aerosol cooking spray prod- 
ucts in a general purpose warehouse shall not be more than 
2,500 pounds (1135 kg) net weight, unless protected in 
accordance with NFPA 30B. 
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TABLE 5104.3.2.2 
SEGREGATED STORAGE AISLE WIDTHS AND DISTANCE 
TO AISLES IN GENERAL PURPOSE WAREHOUSES 
MAXIMUM 
DISTANCE FROM 


STORAGE TO 
AISLE 


(feet) 


4 feet between piles 


4 feet between racks and 
adjacent Level 2 and 3 
aerosol product storage 


MINIMUM AISLE WIDTH 


STORAGE CONDITION 
(feet) 


Solid pile or 
palletized* 


Racks with ESFR 
sprinklers® 


8 feet between racks and 
adjacent Level 2 and 3 
aerosol product storage 


Racks without ESFR 
sprinklers* 


For SI: 1 foot = 304.8 mm. 
a. Sprinklers shall comply with NFPA 30B. 


5104.4 Storage in aerosol product warehouses. The total 
quantity of Level 2 and 3 aerosol products in a warehouse 
utilized for the storage, shipping and receiving of aerosol 
products shall not be restricted in structures complying with 
Sections 5104.4.1 through 5104.4.4. 


5104.4.1 Automatic sprinkler system. Aerosol product 
warehouses shall be protected by an approved wet-pipe 
automatic sprinkler system in accordance with NFPA 30B. 
Sprinkler protection shall be designed based on the highest 
classification level of aerosol product present. 


5104.4.2 Pile and palletized storage aisles. Solid pile and 
palletized storage shall be arranged so the maximum travel 
distance to an aisle is 25 feet (7620 mm). Aisles shall have 
a minimum width of 4 feet (1219 mm). 


5104.4.3 Rack storage aisles. Rack storage shall be 
arranged with a minimum aisle width of 8 feet (2438 mm) 
between rows of racks and 8 feet (2438 mm) between 
racks and adjacent solid pile or palletized storage. Where 
early suppression fast-response (ESFR) sprinklers provide 
automatic sprinkler protection, the minimum aisle width 
shall be 4 feet (1219 mm). 


5104.4.4 Combustible commodities. Combustible commod- 
ities other than flammable and combustible liquids shall be 
permitted to be stored in an aerosol product warehouse. 


Exception: Flammable and combustible liquids in 1- 
quart (946 ml) metal containers and smaller shall be 
permitted to be stored in an aerosol product warehouse. 


5104.5 Storage in inside flammable liquid storage rooms. 
Inside flammable liquid storage rooms shall comply with 
Section 5704.3.7. The maximum quantities of aerosol prod- 
ucts shall comply with Section 5104.5.1 or 5104.5.2. 


5104.5.1 Storage rooms of 500 square feet or less. The 
storage of aerosol products in flammable liquid storage 
rooms less than or equal to 500 square feet (46 m’) in area 
shall not exceed the following quantities: 


1. A net weight of 1,000 pounds (454 kg) of Level 2 
aerosol products. 


2. A net weight of 500 pounds (227 kg) of Level 3 
aerosol products. 
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3. A combined net weight of 1,000 pounds (454 kg) of 
Level 2 and 3 aerosol products. 


5104.5.2 Storage rooms greater than 500 square feet. 
The storage of aerosol products in flammable liquid stor- 
age rooms greater than 500 square feet (46 m’) in area 
shall not exceed the following quantities: 


1. A net weight of 2,500 pounds (1135 kg) of Level 2 
aerosol products. 


2. A net weight of 1,000 pounds (454 kg) of Level 3 
aerosol products. 


3. A combined net weight of 2,500 pounds (1135 kg) 
of Level 2 and 3 aerosol products. 


The maximum aggregate storage quantity of Level 2 
and 3 aerosol products permitted in separate inside storage 
rooms protected by an approved automatic sprinkler sys- 
tem in accordance with NFPA 30B shall be 5,000 pounds 
(2270 kg). 


5104.6 Storage in liquid warehouses. The storage of Level 
2 and 3 aerosol products in liquid warehouses shall comply 
with NFPA 30B. The storage shall be located within segre- 
gated storage areas in accordance with Section 5104.3.2 and 
Sections 5104.6.1 through 5104.6.3. 


5104.6.1 Containment. Spill control or drainage shall be 
provided to prevent the flow of liquid to within 8 feet 
(2438 mm) of the segregated storage area. 


5104.6.2 Sprinkler design. Sprinkler protection shall be 
designed based on the highest level of aerosol product 
present. 


5104.6.3 Opening protection into segregated storage 
areas. Fire doors or gates opening into the segregated stor- 
age area shall either be self-closing or provided with 
automatic-closing devices activated by sprinkler water 
flow or an approved fire detection system. 


5104.7 Storage in Group M occupancies. Storage of Level 
2 and 3 aerosol products, aerosol cooking spray products and 
plastic aerosol 3 products in occupancies in Group M shall 
comply with Table 5104.7. Retail display shall comply with 
Section 5106. 


TABLE 5104.7 
MAXIMUM QUANTITIES OF LEVEL 2 AND 3 AEROSOL PROD- 
UCTS, AEROSOL COOKING SPRAY PRODUCTS AND PLASTIC 
AEROSOL 3 PRODUCTS IN RETAIL STORAGE AREAS 


MAXIMUM NET WEIGHT PER FLOOR (pounds) 


Segregated storage 


p | Separated from 
Storage cabinets 


For SI: 1 pound = 0,454 kg, 1 square foot = 0.0929 m°. 

a. The total aggregate quantity on display and in storage shall not exceed the 
maximum retail display quantity indicated in Section 5106.3. 

b. Storage quantities indicated are the maximum permitted in any 50,000- 
square-foot area. 


c. The storage area shall be separated from the retail area with a 1-hour fire- 
resistance-rated assembly. 
d. See Table 5104.3.2. 
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5104.8 Storage of aerosol cooking spray products. Aerosol 
cooking spray products shall be permitted to be,stored in a 
general purpose warehouse. 


5104.8.1 Mixed storage. Where aerosol cooking spray 
products are mixed with other higher-hazard aerosol prod- 
ucts, the provided isolation, storage height restrictions and 
protection shall be based on the highest-hazard aerosol 
product present. 


5104.8.2 Storage conditions. The storage and handling of 
aerosol cooking spray products shall comply with this 
chapter and NFPA 30B. 


SECTION 5105 
OUTSIDE STORAGE 


5105.1 General. The outside storage of Level 2 and 3 aerosol 
products and plastic aerosol 3 products, including storage in 
temporary storage trailers, shall be separated from exposures 
in accordance with Table 5105.1. 


TABLE 5105.1 
DISTANCE TO EXPOSURES FOR OUTSIDE STORAGE OF LEVEL 
2 AND 3 AEROSOL PRODUCTS AND PLASTIC 
AEROSOL 3 PRODUCTS 


Public alleys, public ways, public 
streets 


For SI: 1 inch = 25.4 mm, | foot = 304.8 mm. 

a. The minimum separation distance indicated is not required where exterior 
walls haying a 2-hour fire-resistance rating without penetrations separate 
the storage from the exposure. The walls shall extend not less than 30 
inches above and to the sides of Level 2 and 3 aerosol products and plastic 
aerosol 3 products. 


SECTION 5106 
RETAIL DISPLAY 


5106.1 General. This section shall apply to the retail display 
of 500 pounds (227 kg) or more of Level 2 and 3 aerosol 
products, aerosol cooking spray products and plastic aerosol 
3 products, 


5106.2 Aerosol display and normal merchandising not 
exceeding 8 feet in height. Aerosol display and normal 
merchandising not exceeding 8 feet (2438 mm) in height 
shall be in accordance with Sections 5106.2.1 through 
5106.2.5. 


5106.2.1 Maximum quantities in retail display areas. 
Aerosol products, aerosol cooking spray products and 
plastic aerosol 3 products in retail display areas shall not 
exceed quantities needed for display and normal merchan- 
dising and shall not exceed the quantities in Table 
5106.2.1. 
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TABLE 5106.2.1 
MAXIMUM QUANTITIES OF LEVEL 2 AND 3 AEROSOL 
PRODUCTS, AEROSOL COOKING SPRAY PRODUCTS AND 
PLASTIC AEROSOL 3 PRODUCTS IN RETAIL DISPLAY AREAS 


MAXIMUM NET WEIGHT PER FLOOR (pounds)? 


Protected in Protected in 
Unprotected? accordance with .| accordance with 
Section 5106.27 ° Section 5106.3° 


2,500 10,000 10,000 


For SI: 1 pound = 0.454 kg, 1 square foot = 0.0929 m’. 
a. The total quantity shall not exceed 1,000 pounds net weight in any one 
100-square-foot retail display area. 
b. Per 25,000-square-foot retail display area. 
c. Minimum Ordinary Hazard Group 2 wet-pipe automatic sprinkler system 
throughout the retail sales occupancy. 
5106.2.2 Aerosol cooking spray product and plastic 
aerosol 3 product storage and fire protection. The stor- 
age and handling of aerosol cooking spray products and 
plastic aerosol 3 products shall comply with this chapter 
and NFPA 30B. 


5106.2.3 Display of aerosol products. Level 2 and 3 
aerosol products shall not be stacked more than 6 feet 
(1829 mm) high from the base of the aerosol product array 
to the top of the aerosol product array unless the aerosol 
products are placed on fixed shelving or otherwise secured 
in an approved manner. Where storage or retail display is 
on shelves, the height of such storage or retail display to 
the top of aerosol products shall not exceed 8 feet (2438 
mm). 


5106.2.4 Combustible cartons. Aerosol products located 
in retail display areas shall be removed from combustible 
cartons. 


Exceptions: 


1. Display areas that use a portion of combustible 
cartons that consist of only the bottom panel and 
not more than 2 inches (51 mm) of the side panel 
are allowed. 


2. Where the display area is protected in accordance 
with Tables 6.4.2.7(a) through 6.4.2.7(1) of 
NFPA 30B, storage of aerosol products in com- 
bustible cartons is allowed. 


5106.2.5 Retail display automatic sprinkler system. 
Where an automatic sprinkler system is required for the 
protected retail display of aerosol products, the wet-pipe 
automatic sprinkler system shall be in accordance with 
Section 903.3.1.1. The minimum system design shall be 
for an Ordinary Hazard Group 2 occupancy. The system 
shall be provided throughout the retail display area. 


5106.3 Aerosol product display and normal merchandis- 
ing exceeding 8 feet in height. Aerosol product display and 
merchandising exceeding 8 feet (2438 mm) in height shall be 
in accordance with Sections 5106.3.1 through 5106.3.3. 


5106.3.1 Maximum quantities in retail display areas. 
Aerosol products in retail display areas shall not exceed 
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quantities needed for display and normal merchandising 
and shall not exceed the quantities in Table 5106.2.1, with 
fire protection in accordance with Section 5106.3.2. 


5106.3.2 Automatic sprinkler protection. Aerosol prod- 
uct and plastic aerosol 3 product display and 
merchandising areas shall be protected by an automatic 
sprinkler system based on the requirements set forth in 
Tables 6.4.2.7(a) through 6.4.2.7(1) of NFPA 30B and the 
following: 


1. Protection shall be based on the highest level of 
aerosol product in the array and the packaging 
method of the storage located more than 6 feet (1829 
mm) above the finished floor. 


2. Where using the cartoned aerosol products tables of 
NFPA 30B, uncartoned or display-cut Level 2 and 3 
aerosol products and plastic aerosol 3 products shall 
not be permitted more than 6 feet (1829 mm) above 
the finished floor. 


3. The design area for Level 2 and 3 aerosol products 
and plastic aerosol 3 products shall extend not less 
than 20 feet (6096 mm) beyond the Level 2 and 3 
aerosol product and plastic aerosol 3 product display 
and merchandising areas. 


4. Where ordinary and high-temperature ceiling sprin- 
kler systems are adjacent to each other, noncombus- 
tible draft curtains shall be installed at the interface. 


5106.3.3 Separation of Level 2 and 3 aerosol product 
and plastic aerosol 3 product areas. Separation of Level 
2 and 3 aerosol product areas or plastic aerosol 3 product 
areas shall comply with the following: 


1. Level 2 and 3 aerosol product or plastic aerosol 3 
product display and merchandising areas shall be 
separated from each other by not less than 25 feet 
(7620 mm), See Table 5106,2.1. 


2. Level 2 and 3 aerosol product or plastic aerosol 3 
product display and merchandising areas shall be 
separated from flammable and combustible liquids 
storage and display areas by one or a combination of 
the following: 


2.1. Segregating areas from each other by hori- 
zontal distance of not less than 25 feet (7620 
mm). 


2.2. Isolating areas from each other by a non- 
combustible partition extending not less than 
18 inches (457 mm) above the merchandise. 


2.3. In accordance with Section 5106.5. 


3. Where Item 2.2 is used to separate Level 2 or 3 aero- 
sol products or plastic aerosol 3 products from flam- 
mable or combustible liquids, and the aerosol 
products are located within 25 feet (7620 mm) of 
flammable or combustible liquids, the area below 
the noncombustible partition shall be liquid tight at 
the floor to prevent spilled liquids from flowing 
beneath the aerosol products. 
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5106.4 Maximum quantities in storage areas. Aerosol 
products in storage areas adjacent to retail display areas shall 
not exceed the quantities in Table 5106.4. 


5106.5 Special protection design for Level 2 and 3 aerosol 
products adjacent to flammable and combustible liquids 
in double-row racks. The display and merchandising of 
Level 2 and 3 aerosol products adjacent to flammable and 
combustible liquids in double-row racks shall be in accor- 
dance with Section 5106.3.3 or Sections 5106.5.1 through 
5106.5.8. 


5106.5.1 Fire protection. Fire protection for the display 
and merchandising of Level 2 and 3 aerosols in double- 
row racks shall be in accordance with Table 7.5.1 and 
Figure 7.5.1 of NFPA 30B. 


5106.5.2 Cartoned aerosol products. Level 2 and 3 aero- 
sol products displayed or merchandised more than 8 feet 
(2438 mm) above the finished floor shall be in cartons. 


5106.5.3 Shelving. Shelving in racks shall be limited to 
wire mesh shelving having uniform openings not more 
than 6 inches (152 mm) apart, with the openings compris- 
ing not less than 50 percent of the overall shelf area. 


5106.5.4 Aisles. Racks shall be arranged so that aisles not 
less than 7'/, feet (2286 mm) wide are maintained between 
rows of racks and adjacent solid-piled or palletized 
merchandise. 


5106.5.5 Flue spaces. Flue spaces in racks shall comply 
with the following: 


5106.5.6 Horizontal barriers. Horizontal barriers 
constructed of minimum */,-inch-thick (10 mm) plywood 
or minimum 0,034-inch (0.086 mm) (No, 22 gage) sheet 
metal shall be provided and located in accordance with 
Table 7.5.1 and Figure 7.5.1 of NFPA 30B where in-rack 
sprinklers are installed. 


5106.5.7 Class I, UH, HI, IV and plastic commodities. 
Class I, II, III, 1V and plastic commodities located adja- 
cent to Level 2 and 3 aerosol products and plastic aerosol 
3 products shall be protected in accordance with NFPA 13. 


5106.5.8 Flammable and combustible liquids. Class I, 
II, UI A and III B liquids shall be allowed to be located 
adjacent to Level 2 and 3 aerosol products where both of 
the following conditions are met: 


1. Class I, Hl, NIA and IMB liquid containers: Contain- 
ers for Class I, II, IIIA and IIIB liquids shall be lim- 
ited to 1.06-gallon (4 L) metal-relieving and 
nonrelieving style containers and 5.3-gallon (20 L) 
metal-relieving style containers. 


2. Fire protection for Class I, I, MIA and IIIB Liquids: 
Automatic sprinkler protection for Class I, I], HIA 
and ITIB liquids shall be in accordance with Chapter 
57; 


SECTION 5107 
MANUFACTURING FACILITIES 


5107.1 General. Manufacturing facilities shall be in accor- 


1. Transverse flue spaces—Nominal 3-inch (76 mm) dance with NFPA 30B. 
transverse flue spaces shall be maintained between 
merchandise and rack uprights. 
2. Longitudinal flue spaces—Nominal 6-inch (152 
mm) longitudinal flue spaces shall be maintained. 
TABLE 5106.4 


MAXIMUM STORAGE QUANTITIES FOR STORAGE AREAS ADJACENT TO RETAIL DISPLAY 
OF LEVEL 2 AND 3 AEROSOL PRODUCTS AND PLASTIC AEROSOL 3 PRODUCTS 


For SI: 1 pound = 0.454 kg, 1 square foot = 0.0929 m’. 


MAXIMUM NET WEIGHT PER FLOOR (pounds) 
Unseparated*” Separating 
Storage cabinets” {-hour occupancy separation 
Not Allowed Not Allowed 


In accordance with Sections 6.4.4.3 and 6.4.4.4 of NFPA 30B 
000 In accordance with Sections 6.4.4.3 and 6.4.4.4 of NFPA 30B 


Not Allowed 


a. The aggregate quantity in storage and retail display shall not exceed the quantity limits for retail display. 


b. In any 50,000-square-foot area. 
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CHAPTER 52 
RESERVED 
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CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
CHAPTER 53 — COMPRESSED GASES 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications.) 
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* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division 1 text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same. 
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CHAPTER 53 
COMPRESSED GASES 


User note: 


About this chapter: Chapter 53 regulates the storage, use and handling of all flammable and nonflammable compressed gases, such as 
those that are used in medical facilities, air separation plants, industrial plants, agricultural equipment and similar occupancies. Also, this 
chapter regulates inert gases, such as CO, used for enrichment and beverage dispensing, that although inert are considered asphyxiants 
and in larger amounts pose a life safety hazard. Standards for the design, construction and marking of compressed gas cylinders and pres- 
sure vessels are referenced. Compressed gases used in welding and cutting, cryogenic liquids and liquefied petroleum gases are also 
regulated under Chapters 35, 55 and 61, respectively. Compressed gases that are classified as hazardous materials are also regulated in 


Chapter 50, which includes general requirements. 


SECTION 5301 
GENERAL 


5301.1 Scope. Storage, use and handling of compressed 
gases in compressed gas containers, cylinders, tanks and 
systems shall comply with this chapter and NFPA 55, 
including those gases regulated elsewhere in this code. 
Partially full compressed gas containers, cylinders or tanks 
containing residual gases shall be considered as full for the 
purposes of the controls required. 


Liquefied natural gas for use as a vehicular fuel shall also 
comply with NFPA 52 and NFPA 59A. 


Compressed gases classified as hazardous materials shall 
also comply with Chapter 50 for general requirements and 
chapters addressing specific hazards, including Chapters 58 
(Flammable Gases and Flammable Cryogenic Fluids), 60 
(Highly Toxic and Toxic Materials), 63 (Oxidizers, Oxidiz- 
ing Gases and Oxidizing Cryogenic Fluids) and 64 (Pyro- 
phoric Materials). 


Compressed hydrogen (CH,) shall also comply with the 
applicable portions of Chapters 23 and 58 of this code, the 
International Fuel Gas Code and NFPA 2. 


Cutting and welding gases shall also comply with Chapter 
a5 


Exceptions: 


1. Gases used as refrigerants in refrigeration systems 
(see Section 605). 


2. Compressed natural gas (CNG) for use as a vehicu- 
lar fuel shall comply with Chapter 23, the /nterna- 
tional Fuel Gas Code and NFPA 52. 


3. Cryogenic fluids shall comply with Chapter 55. 


4, LP-gas shall comply with Chapter 61 and the /nter- 
national Fuel Gas Code. 


[California Code of Regulations, Title 19, Division 1, 
§3.18(a) and (b)] Hazardous Areas. 


(a) General. Occupancies or portions thereof used or 
intended to be used as operating rooms, surgeries, deliv- 
ery rooms, storage rooms and similar hazardous loca- 
tions in which flammable or nonflammable mixtures of 
gases are used or stored shall be maintained in accor- 
dance with the provisions of NFPA 99-2005 Inhalation 
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Anesthetics, NFPA 99-2005 Laboratories, NFPA 99-2005 
Hyperbaric Facilities, NFPA 55-2010 Bulk Oxygen Sys- 
tems at Consumer Sites, and this section. 


(b) Containers. Cylinders and fittings for compressed 
gases shall conform to the regulations of the Federal 
Department of Transportation. 


Compressed gas cylinders shall be clearly marked with 
the name of the gas contained therein. Cylinders shall bear 
color makings and labels conforming to the following: 


Gas Color 
ON U ZEN een mews Mem eman Merion ea tittai neetaies Aten Green 
(29 OC GPGOH Dioxiders. nent nora ie, Gray 
(SUN TYOUS CRIA Ran... i. 7, Messmer tae reek Light Blue 
(AEC VCHOTEODAT Wiatvan scr ehiccs Wea tecya: nants <a ties aeons Orange 
(Eleitoral kes CORI, . Shee. CARER LAAN Brown 
ODE IE OSS ERROR) ae TE STR aE: MIRED rebel Red 
(7) Carbon Dioxide and Oxygen.......... Gray and Green 
(8) Helium and OxYZen....ccccccccceees Brown and Green 


Note: Polished metal or chrome-plated cylinders shall 
have color tags in addition to color labels. 


When deemed necessary by the enforcing agency, 
compressed gas cylinders shall be secured by chains, 
metal straps or other approved materials to prevent over- 
turning. 


5301.2 Permits. Permits shall be required as set forth in 
Section 105.5. 


SECTION 5302 
DEFINITIONS 


5302.1 Definitions. The following terms are defined in 
Chapter 2: 


COMPRESSED GAS. 
COMPRESSED GAS CONTAINER. 
COMPRESSED GAS SYSTEM. 
NESTING. 

TUBE TRAILER. 
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SECTION 5303 
GENERAL REQUIREMENTS 


5303.1 Containers, cylinders and tanks. Compressed gas 
containers, cylinders and tanks shall comply with this section. 
Compressed gas containers, cylinders or tanks that are not 
designed for refillable use shall not be refilled after use of the 
original contents. 


5303.2 Design and construction. Compressed gas contain- 
ers, cylinders and tanks shall be designed, fabricated, tested, 
marked with the specifications of manufacture and main- 
tained in accordance with the regulations of DOTn 49 CFR 
Parts 100-185 or the ASME Boiler and Pressure Vessel Code, 
Section VII. 


5303.3 Pressure relief devices. Pressure relief devices shall 
be in accordance with Sections 5303.3.1 through 5303.3.5. 


5303.3.1 Where required. Pressure relief devices shall be 
provided to protect containers, cylinders and tanks 
containing compressed gases from rupture in the event of 
overpressure. 


Exception: Cylinders, containers and tanks where 
exempt from the requirements for pressure relief 
devices specified by the standards of design listed in 
Section 5303.3.2. 


5303.3.2 Design. Pressure relief devices to protect 
containers shall be designed and provided in accordance 
with CGA S-1.1, CGA S-1.2, CGA S-1.3 or the ASME 
Boiler and Pressure Vessel Code, Section VIII, as 
applicable. 


5303.3.3 Sizing. Pressure relief devices shall be sized in 
accordance with the specifications to which the container 
was fabricated and to material-specific requirements as 
applicable. 


5303.3.4 Arrangement. Pressure relief devices shall be 
arranged to discharge upward and unobstructed to the 
open air in such a manner as to prevent any impingement 
of escaping gas upon the container, adjacent structures or 
personnel. 


Exception: DOTn specification containers having an 
internal volume of 30 cubic feet (0.855 m’) or less. 


5303.3.5 Freeze protection. Pressure relief devices or 
vent piping shall be designed or located so that moisture 
cannot collect and freeze in a manner that would interfere 
with the operation of the device. 


5303.4 Marking. Stationary and portable compressed gas 
containers, cylinders, tanks and systems shall be marked in 
accordance with Sections 5303.4.1 through 5303.4.3. 


5303.4.1 Stationary compressed gas containers, cylin- 
ders and tanks. Stationary compressed gas containers, 
cylinders and tanks shall be marked with the name of the 
gas and in accordance with Sections 5003.5 and 5003.6. 
Markings shall be visible from any direction of approach. 


5303.4.2 Portable containers, cylinders and tanks. 
Portable compressed gas containers, cylinders and tanks 
shall be marked in accordance with CGA C-7. 
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5303.4.3 Piping systems. Piping systems shall be marked { 


in accordance with ASME A13.1. Markings used for 
piping systems shall consist of the content’s name and 
include a direction-of-flow arrow. Markings shall be 
provided at each valve; at wall, floor or ceiling penetra- 
tions; at each change of direction; and at not less than 
every 20 feet (6096 mm) or fraction thereof throughout the 
piping run. 
Exceptions: 


1. Piping that is designed or intended to carry more 
than one gas at various times shall have appropri- 
ate signs or markings posted at the manifold, 
along the piping and at each point of use to pro- 
vide clear identification and warning. 


2. Piping within gas manufacturing plants, gas pro- 
cessing plants, refineries and similar occupancies 
shall be marked in an approved manner. 


5303.5 Security. Compressed gas containers, cylinders, tanks 
and systems shall be secured against accidental dislodgement 
and against access by unauthorized personnel in accordance 
with Sections 5303.5.1 through 5303.5.3. 


5303.5.1 Security of areas. Areas used for the storage, 
use and handling of compressed gas containers, cylinders, 
tanks and systems shall be secured against unauthorized 
entry and safeguarded in an approved manner. 


5303.5.2 Physical protection. Compressed gas contain- 
ers, cylinders, tanks and systems that could be exposed to 
physical damage shall be protected. Guard posts or other 
approved means shall be provided to protect compressed 
gas containers, cylinders, tanks and systems indoors and 
outdoors from vehicular damage and shall comply with 
Section 312. 


5303.5.3 Securing compressed gas containers, cylinders 
and tanks. Compressed gas containers, cylinders and 
tanks shall be secured to prevent falling caused by contact, 
vibration or seismic activity. Securing of compressed gas 
containers, cylinders and tanks shall be by one of the 
following methods: 


1. Securing containers, cylinders and tanks to a fixed 
object with one or more restraints. 


2. Securing containers, cylinders and tanks on a cart or 
other mobile device designed for the movement of 
compressed gas containers, cylinders or tanks. 


3. Nesting of compressed gas containers, cylinders and 
tanks at container filling or servicing facilities or in 
sellers’ warehouses not open to the public. Nesting 
shall be allowed provided that the nested containers, 
cylinders or tanks, if dislodged, do not obstruct the 
required means of egress. 


4. Securing of compressed gas containers, cylinders 
and tanks to or within a rack, framework, cabinet or 
similar assembly designed for such use. 


Exception: Compressed gas containers, cylin- 
ders and tanks in the process of examination, 
filling, transport or servicing. 
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5303.6 Valve protection. Compressed gas container, cylin- 
der and tank valves shall be protected from physical damage 
by means of protective caps, collars or similar devices in 
accordance with Sections 5303.6.1 and 5303.6.2. 


5303.6.1 Compressed gas container, cylinder or tank 
protective caps or collars. Compressed gas containers, 
cylinders and tanks designed for protective caps, collars or 
other protective devices shall have the caps or devices in 
place except when the containers, cylinders or tanks are in 
use or are being serviced or filled. 


5303.6.2 Caps and plugs. Compressed gas containers, 
cylinders and tanks designed for valve protection caps or 
other protective devices shall have the caps or devices in 
place. When outlet caps or plugs are installed, they shall 
be in place. 


Exception: Compressed gas containers, cylinders or 
tanks in use, being serviced or being filled. 


5303.7. Separation from hazardous conditions. 
Compressed gas containers, cylinders and tanks and systems 
in storage or use shall be separated from materials and condi- 
tions that pose exposure hazards to or from each other. 
Compressed gas containers, cylinders, tanks and systems in 
storage or use shall be separated in accordance with Sections 
5303.7.1 through 5303.7.11.2. 


5303.7.1 Incompatible materials. Compressed gas 
containers, cylinders and tanks shall be separated from 
each other based on the hazard class of their contents. 
Compressed gas containers, cylinders and tanks shall be 
separated from incompatible materials in accordance with 
Section 5003.9.8. 


5303.7.2 Combustible waste, vegetation and similar 
materials. Combustible waste, vegetation and similar 
materials shall be kept not less than 10 feet (3048 mm) 
from compressed gas containers, cylinders, tanks and 
systems. A noncombustible partition, without openings or 
penetrations and extending not less than 18 inches 
(457 mm) above and to the sides of the storage area is 
allowed in lieu of such distance. The wall shall either be 
an independent structure, or the exterior wall of the build- 
ing adjacent to the storage area. 


5303.7.3 Ledges, platforms and elevators. Compressed 
gas containers, cylinders and tanks shall not be placed near 
elevators, unprotected platform ledges or other areas 
where falling would result in compressed gas containers, 
cylinders or tanks being allowed to drop distances exceed- 
ing one-half the height of the container, cylinder or tank. 


5303.7.4 Temperature extremes. Compressed gas 
containers, cylinders and tanks, whether full or partially 
full, shall not be exposed to artificially created high 
temperatures exceeding 125°F (52°C) or subambient (low) 
temperatures unless designed for use under the exposed 
conditions. 


5303.7.5 Falling objects. Compressed gas containers, 
cylinders, tanks and systems shall not be placed in areas 
where they are capable of being damaged by falling 
objects. 
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5303.7.6 Heating. Compressed gas containers, cylinders 
and tanks, whether full or partially full, shall not be heated 
by devices that could raise the surface temperature of the 
container, cylinder or tank to above 125°F (52°C). Heating 
devices shall comply with the California Mechanical 
Code and the California Electrical Code. Approved heat- 
ing methods involving temperatures of less than 125°F 
(52°C) are allowed to be used by trained personnel. 
Devices designed to maintain individual compressed gas 
containers, cylinders or tanks at constant temperature shall 
be approved and shall be designed to be fail-safe. 


5303.7.7 Sources of ignition. Open flames and high- 
temperature devices shall not be used in a manner that 
creates a hazardous condition. 


5303.7.8 Exposure to chemicals. Compressed gas 
containers, cylinders, tanks and systems shall not be 
exposed to corrosive chemicals or fumes that could 
damage containers, cylinders, tanks, valves or valve- 
protective caps. 


5303.7.9 Exhausted enclosures. Where exhausted enclo- 
sures are provided as a means to segregate compressed gas 
containers, cylinders and tanks from exposure hazards, 
such enclosures shall comply with the requirements of 
Section 5003.8.5. 


5303.7.10 Gas cabinets. Where gas cabinets are provided 
as a means to separate compressed gas containers, cylin- 
ders and tanks from exposure hazards, such gas cabinets 
shall comply with the requirements of Section 5003.8.6. 


5303.7.11 Tube trailers. Tube trailers, including those 
containing compatible compressed gases, shall be 
surrounded by a clear space of not less than 3 feet (914 
mm) to allow for maintenance, access and inspection. 


5303.7.11.1 Individual tube trailers containing 
incompatible materials. Increased separation 
distances between individual tube trailers containing 
incompatible gases shall be provided where required by 
Section 5303.7.1. 


5303.7.11.2 Connections. Piping systems used to 
connect tube trailers to a user piping system shall not be 
viewed as an encroachment into the 3-foot (914 mm) 
clear space. 


§303.8 Wiring and equipment. Electrical wiring and equip- 
ment shall comply with the California Electrical Code. 
Compressed gas containers, cylinders, tanks and systems 
shall not be located where they could become part of an elec- 
trical circuit. Compressed gas containers, cylinders, tanks and 
systems shall not be used for electrical grounding. 


5303.9 Service and repair. Service, repair, modification or 
removal of valves, pressure-relief devices or other 
compressed gas container, cylinder or tank appurtenances 
shall be performed by trained personnel. 


5303.10 Unauthorized use. Compressed gas containers, 
cylinders, tanks and systems shall not be used for any purpose 
other than to serve as a vessel for containing the product that 
it is designed to contain. 
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5303.11 Exposure to fire. Compressed gas containers, cylin- 
ders and tanks that have been exposed to fire shall be 
removed from service. Containers, cylinders and tanks so 
removed shall be handled by approved, qualified persons. 


5303.12 Leaks, damage or corrosion. Leaking, damaged or 
corroded compressed gas containers, cylinders and tanks 
shall be removed from service. Leaking, damaged or 
corroded compressed gas systems shall be replaced or 
repaired in accordance with the following: 


1. Compressed gas containers, cylinders and tanks that 
have been removed from service shall be handled in an 
approved manner. 


2. Compressed gas systems that are determined to be leak- 
ing, damaged or corroded shall be repaired to a service- 
able condition or removed from service. 


5303.13 Surface of unprotected storage or use areas. 
Unless otherwise specified in Section 5303.14, compressed 
gas containers, cylinders and tanks are allowed to be stored or 
used without being placed under overhead cover. To prevent 
bottom corrosion, containers, cylinders and tanks shall be 
protected from direct contact with soil or unimproved 
surfaces. The surface of the area on which the containers are 
placed shall be graded to prevent accumulation of water. 


5303.14 Overhead cover. Compressed gas containers, cylin- 
ders and tanks are allowed to be stored or used in the sun 
except in locations where extreme temperatures prevail. 
Where extreme temperatures prevail, overhead covers shall 
be provided. 


5303.15 Lighting. Approved lighting by natural or artificial 
means shall be provided. 


5303.16 Vaults. Generation, compression, storage and 
dispensing equipment for compressed gases shall be allowed 
to be located in either above- or below-grade vaults comply- 
ing with Sections 5303.16.1 through 5303.16.14. 


5303.16.1 Listing required. Vaults shall be listed by a 
nationally recognized testing laboratory. 


Exception: Where approved by the fire code official, 
below-grade vaults are allowed to be constructed on 
site, provided that the design is in accordance with the 
California Building Code and that special inspections 
are conducted to verify structural strength and compli- 
ance of the installation with the approved design in 
accordance with Section 1707 of the California Build- 
ing Code. Installation plans for below-grade vaults that 
are constructed on site shall be prepared by, and the 
design shall bear the stamp of, a professional engineer. 
Consideration shall be given to soil and hydrostatic 
loading on the floors, walls and lid; anticipated seismic 
forces; uplifting by ground water or flooding; and to 
loads imposed from above, such as traffic and equip- 
ment loading on the vault lid. 


5303.16.2 Design and construction. The vault shall 
completely enclose generation, compression, storage or 
dispensing equipment located in the vault. There shall not 
be openings in the vault enclosure except those necessary 
for vault ventilation and access, inspection, filling, empty- 
ing or venting of equipment in the vault. The walls and 
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floor of the vault shall be constructed -of reinforced 
concrete not less than 6 inches (152 mm) thick. The top of 
an above-grade vault shall be constructed of noncombusti- 
ble material and shall be designed to be weaker than the 
walls of the vault to ensure that the thrust of any explosion 
occurring inside the vault is directed upward. 


The top of an at- or below-grade vault shall be designed 
to relieve safely or contain the force of an explosion occur- 
ring inside the vault. The top and floor of the vault and the 
tank foundation shall be designed to withstand the antici- 
pated loading, including loading from vehicular traffic, 
where applicable. The walls and floor of a vault installed 
below grade shall be designed to withstand anticipated soil 
and hydrostatic loading. Vaults shall be designed to be 
wind and earthquake resistant, in accordance with the Cal- 
ifornia Building Code. 


5303.16.3 Secondary containment. Vaults shall be 
substantially liquid-tight and there shall not be backfill 
within the vault. The vault floor shall drain to a sump. For 
premanufactured vaults, liquid tightness shall be certified 
as part of the listing provided by a nationally recognized 
testing laboratory. For field-erected vaults, liquid tightness 
shall be certified in an approved manner. 


5303.16.4 Internal clearance. There shall be sufficient 
clearance within the vault to allow for visual inspection 
and maintenance of equipment in the vault. 


5303.16.5 Anchoring. Vaults and equipment contained 
therein shall be suitably anchored to withstand uplifting by 
groundwater or flooding. The design shall verify that 
uplifting is prevented even where equipment within the 
vault is empty. 


5303.16.6 Vehicle impact protection. Vaults shall be 
resistant to damage from the impact of a motor vehicle, or 
vehicle impact protection shall be provided in accordance 
with Section 312. 


5303.16.7 Arrangement. Equipment in vaults shall be 
listed or approved for above-ground use. Where multiple 
vaults are provided, adjacent vaults shall be allowed to 
share a common wall. The common wall shall be liquid 
and vapor tight and shall be designed to withstand the load 
imposed when the vault on either side of the wall is filled 
with water. 


5303.16.8 Connections. Connections shall be provided to 
permit the venting of each vault to dilute, disperse and 
remove vapors prior to personnel entering the vault. 


5303.16.9 Ventilation. Vaults shall be provided with an 
exhaust ventilation system installed in accordance with 
Section 5004.3. The ventilation system shall operate 
continuously or be designed to operate upon activation of 
the vapor or liquid detection system. The system shall 
provide ventilation at a rate of not less than 1 cubic foot 
per minute (cfm) per square foot [0.00508 m?/(s x m’)] of 
floor area, but not less than 150 cfm (4 m’/min). The 
exhaust system shall be designed to provide air movement 
across all parts of the vault floor for gases having a density 
greater than air and across all parts of the vault ceiling for 
gases having a density less than air. Supply ducts shall 
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extend to within 3 inches (76 mm), but not more than 12 
inches (305 mm), of the floor. Exhaust ducts shall extend 
to within 3 inches (76 mm), but not more than 12 inches 
(305 mm) of the floor or ceiling, for heavier-than-air or 
lighter-than-air gases, respectively. The exhaust system 
shall be installed in accordance with the California 
Mechanical Code. 


5303.16.10 Monitoring and detection. Vaults shall be 
provided with approved vapor and liquid detection 
systems and equipped with on-site audible and visual 
warning devices with battery backup. Vapor detection 
systems shall sound an alarm when the system detects 
vapors that reach or exceed 25 percent of the lower explo- 
sive limit (LEL) or one-half the immediately dangerous to 
life and health (IDLH) concentration for the gas in the 
vault. Vapor detectors shall be located not higher than 12 
inches (305 mm) above the lowest point in the vault for 
heavier-than-air gases and not lower than 12 inches (305 
mm) below the highest point in the vault for lighter-than- 
air gases. Liquid detection systems shall sound an alarm 
upon detection of any liquid, including water. Liquid 
detectors shall be located in accordance with the manufac- 
turer’s instructions. Activation of either vapor or liquid 
detection systems shall cause a signal to be sounded at an 
approved, constantly attended location within the facility 
served by the tanks or at an approved location. Activation 
of vapor detection systems shall shut off gas-handling 
equipment in the vault and dispensers. 


5303.16.11 Liquid removal. Means shall be provided to 
recover liquid from the vault. Where a pump is used to 
meet this requirement, it shall not be permanently installed 
in the vault. Electric-powered portable pumps shall be 
suitable for use in Class I, Division 1, locations, as defined 
in the California Electrical Code. 


5303.16.12 Relief vents. Vent pipes for equipment in the 
vault shall terminate not less than 12 feet (3658 mm) 
above ground level. 


5303.16.13 Accessway. Vaults shall be provided with an 
approved personnel accessway with a minimum dimen- 
sion of 30 inches (762 mm) and with a permanently 
affixed, nonferrous ladder. Accessways shall be designed 
to be nonsparking. Travel distance from any point inside a 
vault to an accessway shall not exceed 20 feet (6096 mm). 
At each entry point, a warning sign indicating the need for 
procedures for safe entry into confined spaces shall be 
posted. Entry points shall be secured against unauthorized 
entry and vandalism. 


5303.16.14 Classified area. The interior of a vault 
containing a flammable gas shall be designated a Class I, 
Division 1, location, as defined in the California Electrical 
Code. 


SECTION 5304 
STORAGE OF COMPRESSED GASES 


5304.1 Upright storage. Compressed gas containers, cylin- 
ders and tanks, except those designed for use in a horizontal 
position, and all compressed gas containers, cylinders and 
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tanks containing nonliquefied gases, shall be stored in an 
upright position with the valve end up. An upright position 
shall include conditions where the container, cylinder or tank 
axis is inclined as much as 45 degrees (0.80 rad) from the 
vertical. 


Exceptions: 


1. Compressed gas containers with a water volume less 
than 1.3 gallons (5 L) are allowed to be stored in a 
horizontal position. 


2. Cylinders, containers and tanks containing nonflam- 
mable gases, or cylinders, containers and tanks con- 
taining nonliquefied flammable gases that have been 
secured to a pallet for transportation purposes. 


5304.2 Material-specific regulations. In addition to the 
requirements of this section, indoor and outdoor storage of 
compressed gases shall comply with the material-specific 
provisions of Chapters 54, 58 and 60 through 67. 


SECTION 5305 
USE AND HANDLING OF COMPRESSED GASES 


5305.1 Compressed gas systems. Compressed gas systems 
shall be suitable for the use intended and shall be designed 
by persons competent in such design. Compressed gas 
equipment, machinery and processes shall be listed or 
approved. 


5305.2 Controls. Compressed gas system controls shall be 
designed to prevent materials from entering or leaving 
process or reaction systems at other than the intended time, 
rate or path. Automatic controls shall be designed to be fail- 
safe. 


5305.3 Piping systems. Piping, including tubing, valves, 
fittings and pressure regulators, shall comply with this 
section and Chapter 50. Piping, tubing, pressure regulators, 
valves and other apparatus shall be kept gas tight to prevent 
leakage. 


5305.4 Valves. Valves utilized on compressed gas systems 
shall be suitable for the use intended. Access to such valves 
shall be provided and maintained. Valve handles or operators 
for required shutoff valves shall not be removed or otherwise 
altered to prevent access. 


5305.5 Venting. Venting of gases shall be directed to an 
approved location. Venting shall comply with the California 
Mechanical Code. 


5305.6 Upright use. Compressed gas containers, cylinders 
and tanks, except those designed for use in a horizontal posi- 
tion, and all compressed gas containers, cylinders and tanks 
containing nonliquefied gases, shall be used in an upright 
position with the valve end up. An upright position shall 
include conditions where the container, cylinder or tank axis 
is inclined as much as 45 degrees (0.80 rad) from the vertical. 
Use of nonflammable liquefied gases in the inverted position 
where the liquid phase is used shall not be prohibited 
provided that the container, cylinder or tank is properly 
secured and the dispensing apparatus is designed for liquefied 
gas use. 
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Exception: Compressed gas containers, cylinders and 
tanks with a water volume less than 1.3 gallons (5 L) are 
allowed to be used in a horizontal position. 


5305.7 Transfer. Transfer of gases between containers, 
cylinders and tanks shall be performed by qualified personnel 
using equipment and operating procedures in accordance 
with CGA P-1. 


Exception: The fueling of vehicles with CNG or CH,, 
conducted in accordance with Chapter 23. 


5305.8 Use of compressed gas for inflation. Inflatable 
equipment, devices or balloons shall only be pressurized or 
filled with compressed air or inert gases. 


5305.9 Material-specific regulations. In addition to the 
requirements of this section, indoor and outdoor use of 
compressed gases shall comply with the material-specific 
provisions of Chapters 54, 58 and 60 through 67. 


5305.10 Handling. The handling of compressed gas contain- 
ers, cylinders and tanks shall comply with Sections 5305.10.1 
and 5305.10.2. 


5305.10.1 Carts and trucks. Containers, cylinders and 
tanks shall be moved using an approved method. Where 
containers, cylinders or tanks are moved by hand cart, 
hand truck or other mobile device, such carts, trucks or 
devices shall be designed for the secure movement of 
containers, cylinders or tanks. Carts and trucks utilized for 
transport of compressed gas containers, cylinders and 
tanks within buildings shall comply with Section 5003.10. 
Carts and trucks utilized for transport of compressed gas 
containers, cylinders and tanks exterior to buildings shall 
be designed so that the containers, cylinders and tanks will 
be secured against dropping or otherwise striking against 
each other or other surfaces. 


5305.10.2 Lifting devices. Ropes, chains or slings shall 
not be used to suspend compressed gas containers, cylin- 
ders and tanks unless provisions at time of manufacture 
have been made on the container, cylinder or tank for 
appropriate lifting attachments, such as lugs. 


SECTION 5306 
MEDICAL GASES 


5306.1 General. Medical gases at health care-related facili- 
ties intended for patient or veterinary care shall comply with 
Sections 5306.2 through 5306.5 in addition to other require- 
ments of this chapter and Section 427 of the California 
Building Code. 


5306.1.1 Training. Personnel who handle medical gases 
and associated equipment and cylinders shall be trained on 
the use, safe handling and associated hazards. 


5306.2 Interior supply location. Medical gases shall be 
located in areas dedicated to the storage of such gases without 
other storage or uses. Where containers of medical gases in 
quantities greater than the permit amount are located inside 
buildings, they shall be in a 1-hour exterior room, a 1-hour 
interior room or a gas cabinet in accordance with Section 
5306.2.1, 5306.2.2 or 5306.2.3, respectively. Rooms or areas 
where medical gases are stored or used in quantities exceed- 
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ing the maximum allowable quantity per control area as set 
forth in Section 5003.1 shall be in accordance with the Cali- 
fornia Building Code for high-hazard Group H occupancies. 


5306.2.1 One-hour exterior rooms. A 1-hour. exterior 
room shall be a room or enclosure separated from the 
remainder of the building by fire barriers constructed in 
accordance with Section 707 of the California Building 
Code or horizontal assemblies constructed in accordance 
with Section 711 of the California Building Code, or both, 
with a fire-resistance rating of not less than 1 hour. Open- 
ings between the room or enclosure and interior spaces 
shall be self-closing smoke- and draft-control assemblies 
having a fire protection rating of not less than 1 hour. 
Rooms shall have not less than one exterior wall that is 
provided with not less than two vents. Each vent shall 
have a minimum free opening area of 36 square inches 
(232 cm’) for each 1,000 cubic feet (28 m*) at normal 
temperature and pressure (NTP) of gas stored in the room 
and shall be not less than 72 square inches (465 cm’) in 
aggregate free opening area. One vent shall be within 6 
inches (152 mm) of the floor and one shall be within 6 
inches (152 mm) of the ceiling. Rooms shall be provided 
with not less than one automatic sprinkler to provide 
container cooling in case of fire. 


5306.2.2 One-hour interior room. Where an exterior 
wall cannot be provided for the room, a 1-hour interior 
room shall be provided and shall be a room or enclosure 
separated from the remainder of the building by fire barri- 
ers constructed in accordance with Section 707 of the 
California Building Code or horizontal assemblies 
constructed in accordance with Section 711 of the Califor- 
nia Building Code, or both, with a fire-resistance rating of 
not less than 1 hour. Openings between the room or enclo- 
sure and interior spaces shall be provided with self- 
closing, smoke- and draft-control assemblies having a fire 
protection rating of not less than 1 hour. An automatic 
sprinkler system shall be installed within the room. The 
room shall be exhausted through a duct to the exterior. 
Supply and exhaust ducts shall be enclosed in a 1-hour- 
rated shaft enclosure from the room to the exterior. 
Approved mechanical ventilation shall comply with the 
California Mechanical Code and be provided at a mini- 
mum rate of 1 cfm per square foot [0.00508 m?/(s x m?)] 
of the area of the room. 


5306.2.3 Gas cabinets. Gas cabinets shall be constructed 
in accordance with Section 5003.8.6 and shall comply 
with the following: 


1. Exhausted to the exterior through dedicated exhaust 
duct system installed in accordance with Chapter 5 
of the California Mechanical Code. 


2. Supply and exhaust ducts shall be enclosed in a 1- 
hour fire-resistance-rated shaft enclosure from the 
cabinet to the exterior. The average velocity of ven- 
tilation at the face of access ports or windows shall 
be not less than 200 feet per minute (1.02 m/s) with 
not less than 150 feet per minute (0.76 m/s) at any 
point of the access port or window. 
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3. Provided with an automatic sprinkler system inter- 
nal to the cabinet. 


5306.3 Exterior supply locations. Oxidizer medical gas 
systems located on the exterior of a building with quantities 
greater than the permit amount shall be located in accordance 
with Section 6304.2.1. : 


5306.4 Transfilling. Transfilling areas and operations 
including, but not limited to, ventilation and separation, shall 
comply with NFPA 99. 


5306.5 Medical gas systems and equipment. Medical gas 
systems and equipment shall be installed, tested and labeled 
in accordance with NFPA 99 and the general provisions of 
this chapter. Existing medical gas systems and equipment 
shall be used and maintained in accordance with the use, 
maintenance, inspection and testing provisions of NFPA 99 
for medical gas systems and equipment. 


SECTION 5307 
COMPRESSED GASES 
NOT OTHERWISE REGULATED 


5307.1 General. Compressed gases in storage or use not 
regulated by the material-specific provisions of Chapters 6, 
54, 55, and 60 through 67, including asphyxiant, irritant and 
radioactive gases, shall comply with this section in addition 
to other requirements of this chapter. 


5307.2 Ventilation. Indoor storage and use areas and storage 
buildings shall be provided with ventilation in accordance 
with Section 5004.3. Where mechanical ventilation is 
provided, the systems shall be operational during such time as 
the building or space is occupied. 


Exceptions: 


1. A gas detection system complying with Section 
5307.2.1 shall be permitted in lieu of mechanical 
ventilation. 


2. Areas containing insulated liquid carbon dioxide 
systems used in beverage dispensing applications 
shall comply with Section 5307.3. 


5307.2.1 Gas detection system. In rooms or areas not 
provided with ventilation in accordance with Section 
5307.2, a gas detection system complying with Section 
916 or, where approved, an oxygen depletion alarm 
system, either of which initiates audible and visible alarm 
signals in the room or area where sensors are installed, 
shall be provided. 


5307.3 Insulated liquid carbon dioxide systems used in 
beverage dispensing applications. Insulated liquid carbon 
dioxide systems with more than 100 pounds (45.4 kg) of 
carbon dioxide used in beverage dispensing applications shall 
comply with Section 5307.3.1. 


5307.3.1 Ventilation. Where insulated liquid carbon diox- 
ide storage tanks, cylinders, piping and equipment are 
located indoors, rooms or areas containing storage tanks, 
cylinders, piping and equipment, and other areas where a 
leak of carbon dioxide is expected to accumulate, shall be 
provided with mechanical ventilation in accordance with 
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Section 5004.3 and designed to maintain the room 
containing carbon dioxide at a negative pressure in rela- 
tion to the surrounding area. 


Exception: A gas detection system complying with 
Section 5307.3.2 shall be permitted in lieu of mechani- 
cal ventilation. 


5307.3.2 Gas detection system. Where ventilation is not 
provided in accordance with Section 5307.3.1, a gas detec- 
tion system shall be provided in rooms or indoor areas and 
in below-grade outdoor locations with insulated carbon 
dioxide systems. Carbon dioxide sensors shall be provided 
within 12 inches (305 mm) of the floor in the area where 
the gas is expected to accumulate or other approved loca- 
tions. The system shall be designed as follows: 


1. Activates an audible and visible supervisory alarm 
at a normally attended location upon detection of a 
carbon dioxide concentration of 5,000 ppm (9000 
mg/m’). 

2. Activates an audible and visible alarm within the 
room or immediate area where the system is 
installed upon detection of a carbon dioxide concen- 
tration of 30,000 ppm (54 000 mg/m’). 


5307.4 Carbon dioxide enrichment systems. The design, 
installation and maintenance of carbon dioxide enrichment 
systems with more than 100 pounds (45.4 kg) of carbon diox- 
ide, and carbon dioxide enrichment systems with any quantity 
of carbon dioxide having a remote fill connection, shall 
comply with Sections 5307.4.1 through 5307.4.7. 


5307.4.1 Documentation. The following information 
shall be provided with the application for permit: 


1. Total aggregate quantity of liquid carbon dioxide in 
pounds or cubic feet at normal temperature and pres- 
sure. 


2. Location and total volume of the room where the 
carbon dioxide enrichment operation will be con- 
ducted. Identify whether the room is at grade or 
below grade. 


3. Location of containers relative to equipment, build- 
ing openings and means of egress. 


4, Manufacturer’s specifications and pressure rating, 
including cut sheets, of all piping and tubing to be 
used. 


5. A piping and instrumentation diagram that shows 
piping support and remote fill connections. 


6. Details of container venting, including but not lim- 
ited to vent line size, material and termination loca- 
tion. 


7. Alarm and detection system and equipment, if appli- 
cable. 


8. Seismic support for containers. 


5307.4.2 Equipment. Pressure relief, vent piping, fill 
indicators, fill connections, vent terminations, piping 
systems and the storage, use and handling of the carbon 
dioxide shall be in accordance with Chapter 53 and NFPA 
a5, 
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5307.4.3 Gas detection system. A gas detection system 
complying with Section 916 shall be provided in rooms or 
indoor areas in which the carbon dioxide enrichment 
process is located, in rooms or indoor areas in which 
container systems are located, and in other areas where 
carbon dioxide is expected to accumulate. Carbon dioxide 
sensors shall be provided within 12 inches (305 mm) of 
the floor in the area where the gas is expected to accumu- 
late or leaks are most likely to occur. The system shall be 
designed as follows: 


1. Activates a low-level alarm upon detection of a car- 
bon dioxide concentration of 5,000 ppm (9000 
mg/m’*). 

2. Activates a high-level alarm upon detection of a car- 
bon dioxide concentration of 30,000 ppm (54 000 
mg/m’), 

5307.4.3.1 System activation. Activation of the low- 

level gas detection system alarm shall automatically: 


1. Stop the flow of carbon dioxide to the piping sys- 
tem. 


2. Activate the mechanical exhaust ventilation sys- 
tem. 


3. Activate an audible and visible supervisory alarm 
signal at an approved location within the build- 
ing. 

Activation of the high-level gas detection system 

alarm shall automatically: 


1. Stop the flow of carbon dioxide to the piping sys- 
tem. 


2. Activate the mechanical exhaust ventilation sys- 
tem. 


3. Activate an audible and visible evacuation alarm 
both inside and outside of the carbon dioxide 
enrichment area, and the area in which the carbon 
dioxide containers are located. 


5307.4.4 Pressurization and ventilation. Rooms or 
indoor areas in which carbon dioxide enrichment is 
provided shall be maintained at a negative pressure in rela- 
tion to the surrounding areas in the building. A mechanical 
ventilation system shall be provided in accordance with 
the California Mechanical Code that complies with all of 
the following: 


1. Mechanical ventilation in the room or area shall be 
at a rate of not less than | cfm per square foot 
[0.00508 m?/(s x m’)]. 


2. When activated by the gas detection system, the 
mechanical ventilation system shall remain on until 
manually reset. 


3. The exhaust system intakes shall be taken from 
points within 12 inches (305 mm) of the floor. 


4. The ventilation system shall discharge to the out- 
doors in an approved location. 
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5307.4.5 Signage. Hazard identification signs shall be 
posted at the entrance to the room and indoor, areas where 
the carbon dioxide enrichment process is located, and at 
the entrance to the room or indoor area where the carbon 
dioxide containers are located. The sign shall be not less 
than 8 inches (200 mm) in width and 6 inches (150 mm) in 
height and indicate: 


CAUTION—CARBON DIOXIDE GAS 


VENTILATE THE AREA BEFORE ENTERING. 
A HIGH CARBON DIOXIDE (CO,) 
GAS CONCENTRATION 
IN THIS AREA 
CAN CAUSE ASPHYXIATION. 


5307.4.6 Seismic and structural design. Carbon dioxide 
system containers and piping shall comply with the seis- 
mic design requirements in Chapter 16 of the California 
Building Code and shall not exceed the floor loading 
limitation of the building. 


5307.4.7 Container refilling. Carbon dioxide containers 
located indoors shall not be refilled unless filled from a 
remote connection located outdoors. 
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CHAPTER 54 
CORROSIVE MATERIALS 


User note: 


About this chapter: Chapter 54 addresses the hazards of corrosive materials that have a destructive effect on living tissues. Though corro- 
sive gases exist, most corrosive materials are solid or liquid and classified as either acids or bases (alkalis). These materials may pose a wide 
range of hazards other than corrosivity, such as combustibility, reactivity or oxidizing hazards, and must conform to the requirements of this 
code with respect to all of their known hazards. The focus of this chapter is on materials whose primary hazard is corrosivity; that is, the ability 


to destroy or irreparably damage living tissue on contact. 


SECTION 5401 
GENERAL 


5401.1 Scope. The storage and use of corrosive materials 


shall be in accordance with this chapter. Compressed gases 


shall also comply with Chapter 53. 
Exceptions: 


1. Display and storage in Group M and storage in 
Group S occupancies complying with Section 
5003.11. 


2. Stationary storage battery systems in accordance 
with Section 1207. 


3. This chapter shall not apply to R-717 (ammonia) 
where used as a refrigerant in a refrigeration system 
(see Section 608). 


5401.2 Permits. Permits shall be required as set forth in 
Section 105.5. 


SECTION 5402 
DEFINITION 


5402.1 Definition. The following term is defined in Chapter 
gu 


CORROSIVE. 


SECTION 5403 
GENERAL REQUIREMENTS 


5403.1 Quantities not exceeding the maximum allowable 
quantity per control area. The storage and use of corrosive 
materials in amounts not exceeding the maximum allowable 
quantity per control area indicated in Section 5003.1 shall be 
in accordance with Sections 5001, 5003 and 5401. 


5403.2 Quantities exceeding the maximum allowable 
quantity per control area. The storage and use of corrosive 
materials in amounts exceeding the maximum allowable 
quantity per control area indicated in Section 5003.1 shall be 
in accordance with this chapter and Chapter 50. 
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SECTION 5404 
STORAGE 


5404.1 Indoor storage. Indoor storage of corrosive materials 
in amounts exceeding the maximum allowable quantity per 
control area indicated in Table 5003.1.1(2), shall be in accor- 
dance with Sections 5001, 5003 and 5004 and this chapter. 


5404.1.1 Liquid-tight floor. In addition to the provisions 
of Section 5004.12, floors in storage areas for corrosive 
liquids shall be of liquid-tight construction. 


5404.2 Outdoor storage. Outdoor storage of corrosive mate- 
rials in amounts exceeding the maximum allowable quantity 
per control area indicated in Table 5003.1.1(4) shall be in 
accordance with Sections 5001, 5003 and 5004 and this 
chapter. 


5404.2.1 Above-ground outside storage tanks. When 
required by Section 5004.2.2, above-ground outside stor- 
age tanks exceeding an aggregate quantity of 1,000 
gallons (3785 L) of corrosive liquids shall be provided 
with secondary containment in accordance with Section 
5004.2.2. 


5404.2.2 Distance from storage to exposures. Outdoor 
storage of corrosive materials shall not be within 20 feet 
(6096 mm) of buildings not associated with the manufac- 
turing or distribution of such materials, lot lines, public 
streets, public alleys, public ways or means of egress. A 2- 
hour fire barrier without openings or penetrations, and 
extending not less than 30 inches (762 mm) above and to 
the sides of the storage area, is allowed in lieu of such 
distance. The wall shall either be an independent structure, 
or the exterior wall of the building adjacent to the storage 
area. 


SECTION 5405 
USE 


5405.1 Indoor use. The indoor use of corrosive materials in 
amounts exceeding the maximum allowable quantity per 
control area indicated in Table 5003.1.1(2) shall be in accor- 
dance with Sections 5001, 5003 and 5005 and this chapter. 
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5405.1.1 Liquid transfer. Corrosive liquids shall be 
transferred in accordance with Section 5005.1.10. 


5405.1.2 Ventilation. Where corrosive materials are 
dispensed or used, mechanical exhaust ventilation in 
accordance with Section 5005.2.1.1 shall be provided. 


5405.2 Outdoor use. The outdoor use of corrosive materials 
in amounts exceeding the maximum allowable quantity per 
control area indicated in Table 5003.1.1(4) shall be in accor- 
dance with Sections 5001, 5003 and 5005 and this chapter. 


5405.2.1 Distance from use to exposures. Outdoor use of 
corrosive materials shall be located in accordance with 
Section 5404.2.2. 
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CHAPTER 55 
CRYOGENIC FLUIDS 


User note: 


About this chapter: Chapter 55 regulates the hazards associated with the storage, use and handling of cryogenic fluids through regulation of 
such things as pressure relief mechanisms and proper container storage. These hazards are in addition to the code requirements that 
address the other hazards of cryogenic fluids such as flammability and toxicity. These other characteristics are dealt with in Chapter 50 and 
other chapters, such as Chapter 58 and its content about flammable gases. Cryogens are hazardous because they are held at extremely low 
temperatures and high pressures. Many cryogenic fluids, however, are actually inert gases and would not be regulated elsewhere in this 
code. Cryogens are used for many applications but specifically have had widespread use in the biomedical field and in space programs. 


SECTION 5501 
GENERAL 


5501.1 Scope. Storage, use and handling of cryogenic 
fluids shall comply with this chapter and NFPA 55. Cryo- 
genic fluids classified as hazardous materials shall also 
comply with the general requirements of Chapter 50. 
Partially full containers containing residual cryogenic 
fluids shall be considered as full for the purposes of the 
controls required. 
Exceptions: 


1. Fluids used as refrigerants in refrigeration systems 
(see Section 608). 


2. Liquefied natural gas (LNG), which shall comply 
with NFPA S59A. 


Oxidizing cryogenic fluids, including oxygen, shall com- 
ply with Chapter 63, as applicable. 


Flammable cryogenic fluids, including hydrogen, methane 
and carbon monoxide, shall comply with Chapters 23 and 58, 
as applicable. 


Inert cryogenic fluids, including argon, helium and nitro- 
gen, shall comply with ANSI/CGA P-18. 


5501.2 Permits. Permits shall be required as set forth in 
Section 105.5. 


SECTION 5502 
DEFINITIONS 


5502.1 Definitions. The following terms are defined in Chap- 
ter 2. 


CRYOGENIC CONTAINER. 
CRYOGENIC FLUID. 

CRYOGENIC VESSEL. 
FLAMMABLE CRYOGENIC FLUID. 
LOW-PRESSURE TANK. 
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SECTION 5503 
GENERAL REQUIREMENTS 


5503.1 Containers. Containers employed for storage or use 
of cryogenic fluids shall comply with Sections 5503.1.1 
through 5503.1.3.2 and Chapter 50. 


5503.1.1 Nonstandard containers. Containers, equip- 
ment and devices that are not in compliance with 
recognized standards for design and construction shall be 
approved upon presentation of satisfactory evidence that 
they are designed and constructed for safe operation. 


5503.1.1.1 Data submitted for approval. The follow- 
ing data shall be submitted to the fire code official with 
reference to the deviation from the recognized standard 
with the application for approval. 


1. Type and use of container, equipment or device. 
2. Material to be stored, used or transported. 


3. Description showing dimensions and materials 
used in construction. 


4, Design pressure, maximum operating pressure 
and test pressure. 


5. Type, size and setting of pressure relief devices. 
6. Other data requested by the fire code official. 


5§03.1.2 Concrete containers. Concrete containers shall 
be built in accordance with the California Building Code. 
Barrier materials and membranes used in connection with 
concrete, but not functioning structurally, shall be compat- 
ible with the materials contained. 


§503.1.3 Foundations and supports. Containers shall be 
provided with substantial concrete or masonry founda- 
tions, or structural steel supports on firm concrete or 
masonry foundations. Containers shall be supported to 
prevent the concentration of excessive loads on the 
supporting portion of the shell. Foundations for horizontal 
containers shall be constructed to accommodate expansion 
and contraction of the container. Foundations shall be 
provided to support the weight of vaporizers or heat 
exchangers. 
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5503.1.3.1 Temperature effects. Where container 
foundations or supports are subject to exposure to 
temperatures below -130°F (-90°C), the foundations or 
supports shall be constructed of materials to withstand 
the low-temperature effects of cryogenic fluid spillage. 


5503.1.3.2 Corrosion protection. Portions of contain- 
ers in contact with foundations or saddles shall be 
painted to protect against corrosion. 


5503.3 Pressure relief vent piping. Pressure relief vent- 
piping systems shall be constructed and arranged so as to 
remain functional and direct the flow of gas to a safe location 
in accordance with Sections 5503.3.1 and 5503.3.2. 


5503.3.1 Sizing. Pressure relief device vent piping shall 
have a cross-sectional area not less than that of the pres- 
sure relief device vent opening and shall be arranged so as 
not to restrict the flow of escaping gas. 


5503.2 Pressure relief devices. Pressure relief devices shall 
be provided in accordance with Sections 5503.2.1 through 
5503.2.7 to protect containers and systems containing cryo- 
genic fluids from rupture in the event of overpressure. 
Pressure relief devices shall be designed in accordance with 
CGA S-1.1, CGA S-1.2 and CGA S-1.3. 


5503.2.1 Containers. Containers shall be provided with 
pressure relief devices. 


5503.2.2 Vessels or equipment other than containers. 


5503.3.2 Arrangement. Pressure relief device vent piping 
and drains in vent lines shall be arranged so that escaping 
gas will discharge unobstructed to the open air and not 
impinge on personnel, containers, equipment and adjacent 
structures or enter enclosed spaces. Pressure relief device 
vent lines shall be installed in such a manner to exclude or 
remove moisture and condensation and prevent malfunc- 
tion of the pressure relief device because of freezing or ice 
accumulation. 


Heat exchangers, vaporizers, insulation casings surround- 
ing containers, vessels and coaxial piping systems in 


5503.4 Marking. Cryogenic containers and systems shall be 
marked in accordance with Sections 5503.4.1 through 
5503.4.6. 


which liquefied cryogenic fluids could be trapped because 
of leakage from the primary container shall be provided 
with a pressure relief device. 


5503.2.3 Sizing. Pressure relief devices shall be sized in 
accordance with the specifications to which the container 
was fabricated. The relief device shall have sufficient 
capacity to prevent the maximum design pressure of the 
container or system from being exceeded. 


5503.2.4 Accessibility. Pressure relief devices shall be 
located such that they are provided with ready access for 
inspection and repair. 


5503.2.5 Arrangement. Pressure relief devices shall be 
arranged to discharge unobstructed to the open air in such 
a manner as to prevent impingement of escaping gas on 
personnel, containers, equipment and adjacent structures 
or to enter enclosed spaces. 


Exception: DOTn-specified containers with an internal 
volume of 2 cubic feet (0.057 m’) or less. 


5503.2.6 Shutoffs between pressure relief devices and 
containers. Shutoff valves shall not be installed between 
pressure relief devices and containers. 


Exceptions: 


1. A shutoff valve is allowed on containers 
equipped with multiple pressure relief device 
installations where the arrangement of the valves 
provides the full required flow through the mini- 
mum number of required relief devices at all 
times. 


2. A locking-type shutoff valve is allowed to be 
used upstream of the pressure relief device for 
service-related work performed by the supplier 
when in accordance with the requirements of the 
ASME Boiler and Pressure Vessel Code. 


5503.2.7 Temperature limits. Pressure relief devices 
shall not be subjected to cryogenic fluid temperatures 
except when operating. 
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5503.4.1 Identification signs. Visible hazard identifica- 
tion signs in accordance with NFPA 704 shall be provided 
at entrances to buildings or areas in which cryogenic fluids 
are stored, handled or used. 


5503.4.2 Identification of contents. Stationary and porta- 
ble containers shall be marked with the name of the gas 
contained. Stationary above-ground containers shall be 
placarded in accordance with Sections 5003.5 and 5003.6. 
Portable containers shall be identified in accordance with 
CGA C-7. 


5503.4.3 Identification of containers. Stationary contain- 
ers shall be identified with the manufacturing specification 
and maximum allowable working pressure with a perma- 
nent nameplate. The nameplate shall be installed on the 
container in a location provided with ready access. The 
nameplate shall be marked in accordance with the ASME 
Boiler and Pressure Vessel Code or DOTn 49 CFR Parts 
100-185. 


5503.4.4 Identification of container connections. 
Container inlet and outlet connections, liquid-level limit 
controls, valves and pressure gauges shall be identified 
with one of the following: 


1. A permanent tag or label identifying the function. 


2. A schematic drawing that portrays the function and 
designates whether the connection is to the vapor or 
liquid space of the container. 


Where a schematic drawing is provided, it shall be 
attached to the container and maintained in a legible con- 
dition. 

5503.4.5 Identification of piping systems. Piping 
systems shall be identified in accordance with ASME 
Al3.1. 


5503.4.6 Identification of emergency shutoff valves. 
Emergency shutoff valves shall be identified and the loca- 
tion shall be clearly visible and indicated by means of a 
sign. 
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5503.5 Security. Cryogenic containers and systems shall be 
secured against accidental dislodgement and against access 
by unauthorized personnel in accordance with Sections 
5503.5.1 through 5503.5.4. 


5503.5.1 Security of areas. Containers and systems shall 
be secured against unauthorized entry-and safeguarded in 
an approved manner. 


5503.5.2 Securing of containers. Stationary containers 
shall be secured to foundations in accordance with the 
California Building Code. Portable containers subject to 
shifting or upset shall be secured. Nesting shall be an 
acceptable means of securing containers. 


5503.5.3 Securing of vaporizers. Vaporizers, heat 
exchangers and similar equipment shall be anchored to a 
suitable foundation and its connecting piping shall be 
sufficiently flexible to provide for the effects of expansion 
and contraction due to temperature changes. 


5503.5.4 Physical protection. Containers, piping, valves, 
pressure relief devices, regulating equipment and other 
appurtenances shall be protected against physical damage 
and tampering. 


5503.6 Electrical wiring and equipment. Electrical wiring 
and equipment shall comply with the California Electrical 
Code and Sections 5503.6.1 and 5503.6.2. 


5503.6.1 Location. Containers and systems shall not be 
located where they could become part of an electrical 
circuit. 

5503.6.2 Electrical grounding and bonding. Containers 
and systems shall not be used for electrical grounding. 
Where electrical grounding and bonding is required, the 
system shall comply with the California Electrical Code. 
The grounding system shall be protected against corro- 
sion, including corrosion caused by stray electric currents. 


5503.7 Service and repair. Service, repair, modification or 
removal of valves, pressure relief devices or other container 
appurtenances shall comply with Sections 5503.7.1 and 
5503.7.2 and the ASME Boiler and Pressure Vessel Code, 
Section VIII or DOTn 49 CFR Parts 100-185. 


5503.7.1 Containers. Containers that have been removed 
from service shall be handled in an approved manner. 


5503.7.2 Systems. Service and repair of systems shall be 
performed by trained personnel. 


5503.8 Unauthorized use. Containers shall not be used for 
any purpose other than to serve as a vessel for containing the 
product that it is designed to contain. 


5503.9 Leaks, damage and corrosion. Leaking, damaged or 
corroded containers shall be removed from service. Leaking, 
damaged or corroded systems shall be replaced, repaired or 
removed in accordance with Section 5503.7. 


5503.10 Lighting. Where required, lighting, including emer- 
gency lighting, shall be provided for fire appliances and 
operating facilities such as walkways, control valves and 
gates ancillary to stationary containers. 
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SECTION 5504 
STORAGE 


5504.1 General. Storage of containers shall comply with this 
section. 


5504.2 Indoor storage. Indoor storage of containers shall 
be in accordance with Sections 5504.2.1 through 
5504,2.2.3. 


5504.2.1 Stationary containers. Stationary containers 
shall be installed in accordance with the provisions appli- 
cable to the type of fluid stored and this section. 


5504.2.1.1 Containers. Stationary containers shall 
comply with Section 5503.1. 


5504,2.1.2 Construction of indoor areas. Cryogenic 
fluids in stationary containers stored indoors shall be 
located in buildings, rooms or areas constructed in 
accordance with the California Building Code. 


5504.2.1.3 Ventilation. Storage areas for stationary 
containers shall be ventilated in accordance with the 
California Mechanical Code. 


5504.2.2 Portable containers. Indoor storage of porta- 
ble containers shall comply with the provisions 
applicable to the type of fluid stored and Sections 
5504.2.2.1 through 5504.2.2.3. 


5504.2.2.1 Containers. Portable containers shall 
comply with Section 5503.1. 


§504.2.2.2 Construction of indoor areas. Cryogenic 
fluids in portable containers stored indoors shall be 
stored in buildings, rooms or areas constructed in 
accordance with the California Building Code. 


5504.2.2.3 Ventilation. Storage areas shall be venti- 
lated in accordance with the California Mechanical 
Code. 


5504.3 Outdoor storage. Outdoor storage of containers 
shall be in accordance with Sections 5504.3.1 through 
SSU4 3 lees. 


5504.3.1 Separation from hazardous conditions. Cryo- 
genic containers and systems in outdoor storage shall be 
separated from materials and conditions that pose expo- 
sure hazards to or from each other in accordance with 
Sections 5504,3.1.1 through 5504.3.1.1.5. 


5504.3.1.1 Stationary containers. Stationary 
containers shall be separated from exposure hazards in 
accordance with the provisions applicable to the type 
of fluid contained and the minimum separation 
distances indicated in Table 5504.3.1.1. 


5504.3.1.1.1 Point-of-fill connections. Remote 
transfer points and fill connection points shall not 
be positioned closer to exposures than the minimum 
distances required for stationary containers. 
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TABLE 5504.3.1.1 
SEPARATION OF STATIONARY CONTAINERS 
FROM EXPOSURE HAZARDS 


MINIMUM DISTANCE 
(feet) 


Building exits 


Buildings, regardless of construction type 


Combustible materials such as paper, 
leaves, weeds, dry grass or debris 


Lot lines 


oT 
lo) 


Nonambulatory patient areas 


_ 


In accordance with 


Other hazardous materials Chapter 50 


> 
baw | 
= 
Comal 
~ 
za 
Q 
WwW 


Places of public assembly 


Wall openings 
For SI: 1 foot = 304.8 mm, 


5504.3.1.1.2 Surfaces beneath containers. Contain- 
ers shall be placed on surfaces that are compatible 
with the fluid in the container. 


5504.3.1.1.3 Location. Containers of cryogenic 
fluids shall not be located within diked areas contain- 
ing other hazardous materials. 


5504.3.1.1.4 Areas subject to flooding. Stationary 
containers located in areas subject to flooding shall 
be securely anchored or elevated to prevent the 
containers from separating from foundations or 
supports. 


5504.3.1.1.5 Drainage. The area surrounding 
stationary containers shall be provided with a means 
to prevent accidental discharge of fluids from endan- 
gering personnel, containers, equipment and adjacent 
structures or to enter enclosed spaces. The stationary 
container shall not be placed where spilled or 
discharged fluids will be retained around the 
container. 


Exception: These provisions shall not apply 
where it is determined by the fire code official 
that the container does not constitute a hazard, 
after consideration of special features such as 
crushed rock utilized as a heat sink, topographi- 
cal conditions, nature of occupancy, proximity to 
structures on the same or adjacent property, and 
the capacity and construction of containers and 
character of fluids to be stored. 


5504.3.1.2 Outdoor storage of portable containers. 
Outdoor storage of portable containers shall comply 
with Section 5503 and Sections 5504.3.1.2.1 through 
5504.3.1.2.3. 


5504.3.1.2.1 Exposure hazard separation. Portable 
containers in outdoor storage shall be separated from 
exposure hazards in accordance with Table 
5504,3.1.2.1. 
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TABLE 5504.3.1.2.1 - 
SEPARATION OF PORTABLE CONTAINERS 
FROM EXPOSURE HAZARDS 


MINIMUM DISTANCE 
(feet) 
Air intakes 


5 


Combustible materials such as paper, 
leaves, weeds, dry grass or debris 


1 


In accordance with 
Other hazardous materials Chapter 50 


Wall open 


For SI: 1 foot = 304.8 mm, 


5504.3.1.2.2 Surfaces beneath containers. The 
surface of the area on which stationary containers are 
placed, including the surface of the area located 
below the point where connections are made for the 
purpose of filling such containers, shall be compati- 
ble with the fluid in the container. 


5504.3.1.2.3 Drainage. The area surrounding porta- 
ble containers shall be provided with a means to 
prevent accidental discharge of fluids from endan- 
gering adjacent containers, buildings, equipment or 
adjoining property. 


Exception: These provisions shall not apply 
where it is determined by the fire code official 
that the container does not constitute a hazard. 


SECTION 5505 
USE AND HANDLING 


5505.1 General. Use and handling of cryogenic fluid 
containers and systems shall comply with Sections 5505.1.1 
through 5505.5.2. 


5505.1.1 Cryogenic fluid systems. Cryogenic fluid 
systems shall be suitable for the use intended and designed 
by persons competent in such design. Equipment, machin- 
ery and processes shall be listed or approved. 


5505.1.2 Piping systems. Piping, tubing, valves and joints 
and fittings conveying cryogenic fluids shall be installed 
in accordance with the material-specific provisions of 
Section 5501.1 and Sections 5505,1.2.1 through 
SSUD: LaaOe 


5505.1.2.1 Design and construction. Piping systems 
shall be suitable for the use intended through the full 
range of pressure and temperature to which they will be 
subjected. Piping systems shall be designed and 
constructed to provide adequate allowance for expan- 
sion, contraction, vibration, settlement and fire 
exposure. 


5505.1.2.2 Joints. Joints on container piping and 
tubing shall be threaded, welded, silver brazed or 
flanged. 
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5505.1.2.3 Valves and accessory equipment. Valves 
and accessory equipment shall be suitable for the 
intended use at the temperatures of the application and 
shall be designed and constructed to withstand the 
maximum pressure at the minimum temperature to 
which they will be subjected. 


§505.1.2.3.1 Shutoff valves on containers. Shutoff 
valves shall be provided on all container connections 
except for pressure relief devices. Shutoff valves 
shall be provided with access thereto and located as 
close as practical to the container. 


5505.1.2.3.2 Shutoff valves on piping. Shutoff 
valves shall be installed in piping containing cryo- 
genic fluids where needed to limit the volume of 
liquid discharged in the event of piping or equipment 
failure. Pressure relief valves shall be installed where 
liquid is capable of being trapped between shutoff 
valves in the piping system (see Section 5503.2). 


5505.1.2.4 Physical protection and support. Piping 
systems shall be supported and protected from physical 
damage. Piping passing through walls shall be 
protected from mechanical damage. 


5505.1.2.5 Corrosion protection. Above-ground 
piping that is subject to corrosion because of exposure 
to corrosive atmospheres, shall be constructed of mate- 
rials to resist the corrosive environment or otherwise 

_ protected against corrosion. Below-ground piping shall 
be protected against corrosion. 


5505.1.2.6 Testing. Piping systems shall be tested and 
proven free of leaks after installation as required by the 
standards to which they were designed and constructed. 
Test pressures shall be not less than 150 percent of the 
maximum allowable working pressure where hydraulic 
testing is conducted or 110 percent where testing is 
conducted pneumatically. 


5505.2 Indoor use. Indoor use of cryogenic fluids shall 
comply with the material-specific provisions of Section 
5501.1. 


5505.3 Outdoor use. Outdoor use of cryogenic fluids shall 
comply with the material specific provisions of Sections 
5501.1, 5505.3.1 and 5505.3.2. 


5505.3.1 Separation. Distances from lot lines, buildings 
and exposure hazards shall comply with Section 5504.3 
and the material-specific provisions of Section 5501.1. 


5505.3.2 Emergency shutoff valves. Manual or automatic 
emergency shutoff valves shall be provided to shut off the 
cryogenic fluid supply in case of emergency. An emer- 
gency shutoff valve shall be located at the source of 
supply and at the point where the system enters the 
building. 

5505.4 Filling and dispensing. Filling and dispensing of 

cryogenic fluids shall comply with Sections 5505.4.1 through 

5505.4.3. 


5505.4.1 Dispensing areas. Dispensing of cryogenic 
fluids with physical or health hazards shall be conducted 
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in approved locations. Dispensing indoors shall be 
conducted in areas constructed in accordance with the 
California Building Code. 


5505.4.1.1 Ventilation. Indoor areas where cryogenic 
fluids are dispensed shall be ventilated in accordance 
with the requirements of the California Mechanical 
Code in a manner that captures any vapor at the point of 
generation. 


Exception: Cryogenic fluids that can be demon- 
strated not to create harmful vapors. 


5505.4.1.2 Piping systems. Piping systems utilized for 
filling or dispensing of cryogenic fluids shall be 
designed and constructed in accordance with Section 
SOUS az. 


5505.4.2 Vehicle loading and unloading areas. Loading 
or unloading areas shall be conducted in an approved 
manner in accordance with the standards referenced in 
Section 5501.1. 


5505.4.3 Limit controls. Limit controls shall be provided 
to prevent overfilling of stationary containers during fill- 
ing operations. 


5505.5 Handling. Handling of cryogenic containers shall 
comply with Sections 5505.5.1 and 5505.5.2. 


5505.5.1 Carts and trucks. Cryogenic containers shall be 
moved using an approved method. Where cryogenic 
containers are moved by hand cart, hand truck or other 
mobile device, such carts, trucks or devices shall be 
designed for the secure movement of the container. 


Carts and trucks used to transport cryogenic containers 
shall be designed to provide a stable base for the commod- 
ities to be transported and shall have a means of restrain- 
ing containers to prevent accidental dislodgement. 


5505.5.2 Closed containers. Pressurized containers shall 
be transported in a closed condition. Containers designed 
for use at atmospheric conditions shall be transported with 
appropriate loose-fitting covers in place to prevent 
spillage. 
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* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division | text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same. 
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CHAPTER 56 
EXPLOSIVES AND FIREWORKS 


User note: 


About this chapter: Chapter 56 prescribes minimum requirements for the safe manufacture, storage, handling and use of explosives, ammu- 
nition and blasting agents for commercial and industrial occupancies. These provisions are intended to protect the general public, emergency 
responders and individuals who handle explosives. It also regulates the manufacturing, retail sale, display and wholesale distribution of fire- 
works; establishes the requirements for obtaining approval to manufacture, store, sell, discharge or conduct a public display; and references 
national standards for regulations governing manufacture, storage and public displays. 


SECTION 5601 
GENERAL 


5601.1 Scope. The provisions of this chapter shall govern the 
possession, manufacture, storage, handling, sale and use of 
explosives, explosive materials, fireworks rockets, emer- 
gency signaling devices and small arms ammunition. 


Exceptions: 


1. The Armed Forces of the United States, Coast Guard 
or National Guard. 


2. Explosives in forms prescribed by the official 
United States Pharmacopoeia. 


_ 3. The possession, storage and use of small arms 
ammunition where packaged in accordance with 
DOTn packaging requirements. 


4. The possession, storage and use of not more than 1 
pound (0.454 kg) of commercially manufactured 
sporting black powder, 20 pounds (9 kg) of smoke- 
less powder and 10,000 small arms primers for hand 
loading of small arms ammunition for personal con- 
sumption. 


5. The use of explosive materials by federal, state and 
local regulatory, law enforcement and fire agencies 
acting in their official capacities. 


6. Special industrial explosive devices that in the 
aggregate contain less than SO pounds (23 kg) of 
explosive materials. 


7. The possession, storage and use of blank industrial- 
power load cartridges where packaged in accordance 
with DOTn packaging regulations. 


8. Transportation in accordance with DOTn 49 CFR 
Parts 100-185. 


9. Items preempted by federal regulations. 
10. Items preempted by state law and/or regulations. 
For additional provisions regarding the possession, manu- 


facture, storage, handling, sale and use of explosives, see Cali- 
fornia Code of Regulations, Title 19, Division 1, Chapter 10. 


5601.1.1 Explosive material standard. In addition to the 
requirements of this chapter, NFPA 495 shall govern the 
manufacture, transportation, storage, sale, handling and 
use of explosive materials. 
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5601.1.2 Explosive material terminals. In addition to the 
requirements of this chapter, the operation of explosive 
material terminals shall conform to the provisions of 
NFPA 498. 


5601.1.3 Fireworks. The possession, manufacture, stor- 
age, sale, handling and use of fireworks are prohibited. 


Exceptions: 


1. Storage and handling of fireworks as allowed in 
Section 5604. 


2. Manufacture, assembly and testing of fireworks 
as allowed in Section 5605 and Health and Safety 
Code Division 11. 


3. The use of fireworks for fireworks displays pyro- 
technics before a proximate audience and pyro- 
technic special effects in motion pictures, 
television, theatrical or group entertainment pro- 
ductions as allowed in Title 19, Division 1, Chap- 
ter 6 Fireworks reprinted in Section 5608 and 
Health and Safety Code Division 11. 


4, The possession, storage, sale, handling and use of 
specific types of Division 1.4G fireworks where 
allowed by applicable laws, ordinances and regu- 
lations, provided that such fireworks and facili- 
ties comply with the 2006 edition of NFPA 1124, 
CPSC 16 CFR Parts 1500 and 1507, and DOTn 
49 CFR Parts 100-185, as applicable for con- 
sumer fireworks and Health and Safety Code 
Division 11, 


5601.1.4 Rocketry. For rocketry requirements see Cali- 
fornia Code of Regulations, Title 19, Division 1, Chapter 
6, reprinted in Sections 5610, 5611 and 5612. 


5601.1.5 Ammonium nitrate. The storage and handling 
of ammonium nitrate shall comply with the requirements 
of NFPA 400 and Chapter 63. 


Exception: Storage of ammonium nitrate in magazines 
with blasting agents shall comply with the requirements 
of NFPA 495. 


5601.2 Permit required. Permits shall be required as set 
forth in Section 105.5 and regulated in accordance with this 
section. 
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5601.2.1 Residential uses. Persons shall not keep or store, 
nor shall any permit be issued to keep or store, any explo- 
sives at any place of habitation, or within 100 feet (30 480 
mm) thereof. 


Exception: Storage of smokeless propellant, black 
powder and small arms primers for personal use and 
not for resale in accordance with Section 5606. 


5601.2.2 Sale and retail display. Persons shall not 
construct a retail display nor offer for sale explosives, 
explosive materials or fireworks on highways, sidewalks, 
public property or in Group A or E occupancies. 


Exception: Fireworks in accordance with California 
Code of Regulations, Title 19, Division 1, Chapter 6, 
see Section 5608. 


5601.2.3 Permit restrictions. The fire code official is 
authorized to limit the quantity of explosives, explosive 
materials or fireworks permitted at a given location. 
Persons possessing a permit for storage of explosives at 
any place, shall not keep or store an amount greater than 
authorized in such permit. Only the kind of explosive 
specified in such a permit shall be kept or stored. 


Exception: Fireworks in accordance with California 
Code of Regulations, Title 19, Division 1, Chapter 6, 
see Section 5608. 


5601.2.4 Financial responsibility. Before a permit is 
issued, as required by Section 5601.2, the applicant shall 
file with the jurisdiction a corporate surety bond in the 
principal sum of $100,000 or a public liability insurance 
policy for the same amount, for the purpose of the 
payment of all damages to persons or property that arise 
from, or are caused by, the conduct of any act authorized 
by the permit upon which any judicial judgment results. 
The fire code official is authorized to specify a greater or 
lesser amount when, in his or her opinion, conditions at 
the location of use indicate a greater or lesser amount is 
required. Government entities shall be exempt from this 
bond requirement. 


Exception: Fireworks in accordance with California 
Code of Regulations, Title 19, Division 1, Chapter 6, 
see Section 5608. 


5601.2.4.1 Blasting. Before approval to do blasting is 
issued, the applicant for approval shall file a bond or 
submit a certificate of insurance in such form, amount 
and coverage as determined by the legal department of 
the jurisdiction to be adequate in each case to indem- 
nify the jurisdiction against any and all damages arising 
from permitted blasting. 


5601.2.4.2 Fireworks display. The permit holder shall 
furnish a bond or certificate of insurance in an amount 
deemed adequate by the fire code official for the 
payment of all potential damages to a person or persons 
or to property by reason of the permitted display, and 
arising from any acts of the permit holder, the agent, 
employees or subcontractors. 


5601.3 Prohibited explosives. Permits shall not be issued or 
renewed for possession, manufacture, storage, handling, sale 
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or use of the following materials and such materials currently 
in storage or use shall be disposed of in an approved manner. 


1. Liquid nitroglycerin. 


2. Dynamite containing more than 60-percent liquid 
explosive ingredient. 


3. Dynamite having an unsatisfactory absorbent or one 
that permits leakage of a liquid explosive ingredient 
under any conditions liable to exist during storage. 


4, Nitrocellulose in a dry and uncompressed condition in a 
quantity greater than 10 pounds (4.54 kg) of net weight 
in one package. 


5. Fulminate of mercury in a dry condition and fulminate 
of all other metals in any condition except as a compo- 
nent of manufactured articles not hereinafter forbidden. 


6. Explosive compositions that ignite spontaneously or 
undergo marked decomposition, rendering the products 
of their use more hazardous, when subjected for 48 con- 
secutive hours or less to a temperature of 167°F (75°C). 


7. New explosive materials until approved by DOTn, 
except that permits are allowed to be issued to educa- 
tional, governmental or industrial laboratories for 
instructional or research purposes. 


8. Explosive materials forbidden for transport by DOTn. 


9. Explosive materials containing an ammonium salt and 
a chlorate. 


10. Explosives not packed or marked as required by DOTn 
49 CFR Parts 100-185. 


Exception: Gelatin dynamite. 


5601.3.1 Abandonment prohibited. No explosives shall be 
abandoned, but shall be returned to proper storage. 


5601.4 Qualifications. Persons in charge of magazines, 
blasting, fireworks display or pyrotechnic special effect oper- 
ations shall not be under the influence of alcohol or drugs that 
impair sensory or motor skills, shall be not less than 21 years 
of age and shall demonstrate knowledge of all safety precau- 
tions related to the storage, handling or use of explosives, 
explosive materials or fireworks. 


5601.5 Supervision. The fire code official is authorized to 
require operations permitted under the provisions of Section 
5601.2 to be supervised at any time by the fire code official in 
order to determine compliance with all safety and fire 
regulations. 


5601.6 Notification. Whenever a new explosive material 
storage or manufacturing site is established, including a 
temporary job site, the local law enforcement agency, fire 
department and local emergency planning committee shall be 
notified 48 hours in advance, not including Saturdays, 
Sundays and holidays, of the type, quantity and location of 
explosive materials at the site. 


5601.7 Seizure. The fire code official is authorized to remove 
or cause to be removed or disposed of in an approved manner, 
at the expense of the owner, explosives, explosive materials 
or fireworks offered or exposed for sale, stored, possessed or 
used in violation of this chapter. 
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TABLE 5601.8.1(1) 
APPLICATION OF QUANTITY-DISTANCE (Q-D) TABLES—DIVISION 1.1, 1.2 AND 1.5 EXPLOSIVES "° 


[ew [___WAGAZINE__[_ OPERATING BUILDING | INHABITED BUILDING | PUBLIC TRAFFIC ROUTE _ 
Inhabited building IBD in Table 5604.5.2(1) | IBD in Table 5604.5.2(1) Not Applicable Not Applicable 


IMD in Table $604.5.2(1) Thier: IBD in Table 5604.5.2(1) | PTR in Table 5604.5.2(1) 
ILD or IPD in ILD or IPD in 
Operating building Table 5604.5.2(1) Table 5605.3 IBD in Table 5604.5.2(1) | PTR in Table 5604.5.2(1) 


Public traffic route PTR in Table 5604.5.2(1) | PTR in Table 5604.5.2(1) Not Applicable Not Applicable 


For SI: 1 foot = 304.8 mm. 

a, The minimum separation distance shall be 60 feet. Where a building or magazine containing explosives is barricaded, the minimum distance shall be 30 feet. 

b. Linear interpolation between tabular values in the referenced Q-D tables shall not be allowed. Nonlinear interpolation of the values shall be allowed subject to 
an approved technical opinion and report prepared in accordance with Section 104.8.2. 

c. For definitions of quantity-distance abbreviations IBD, ILD, IMD, IPD and PTR, see Chapter 2. 


TABLE 5601.8.1(2) 
APPLICATION OF QUANTITY-DISTANCE (Q-D) TABLES—DIVISION 1.3 EXPLOSIVES*"° 


[ew WAGAZINE [OPERATING BUILDING | _INHABITED BUILDING | PUBLIOTRAFFIG ROUTE | 
Inhabited building IBD in Table 5604.5.2(2) | IBD in Table 5604.5.2(2) Not Applicable Not Applicable 


IMD in Table 5604.5.2(2)| prio seats 30) __ | IBD in Table 5604.5.2(2) | PTR in Table 5604.5.2(2) 
: pe ILD or IPD in ILD or IPD in : k 
Operating building Table 5604.5.2(2) Table 5604.5,2(2) IBD in Table 5604.5.2(2) | PTR in Table 5604.5.2(2) 


Public traffic route PTR in Table 5604.5.2(2) | PTR in Table 5604.5.2(2) Not Applicable Not Applicable 


For SI: 1 foot = 304.8 mm. 

a. The minimum separation distance hall be not less than 50 feet. 

b. Linear interpolation between tabular values in the referenced Q-D table shall be allowed. 

c. For definitions of quantity-distance abbreviations IBD, ILD, IMD, IPD and PTR, see Chapter 2. 


TABLE 5601.8.1(3) 
APPLICATION OF QUANTITY-DISTANCE (Q-D) TABLES—DIVISION 1.4 EXPLOSIVES*"° 


[ew WAGAZINE [OPERATING BUILDING _INHABITED BULDING | PUBLICTRAFFICROUTE_| 
Inhabited building IBD in Table 5604.5.2(3) | IBD in Table 5604.5.2(3) Not Applicable Not Applicable 


IMD in Table 5604,5.2(3) fans ee - IBD in Table 5604.5.2(3) | PTR in Table 5604.5.2(3) 
ILD or IPD in ILD or IPD in ; ; 
Operating building Table 5604.5.2(3) Table 5604.5.2(3) IBD in Table 5604.5.2(3) | PTR in Table 5604.5.2(3) 


Public traffic route PTR in Table 5604.5.2(3) | PTR in Table 5604.5.2(3) Not Applicable Not Applicable 


For SI: 1 foot = 304.8 mm. 

a. The minimum separation distance shall be not less than 50 feet. 

b. Linear interpolation between tabular values in the referenced Q-D table shall not be allowed. 

c. For definitions of quantity-distance abbreviations IBD, ILD, IMD, IPD and PTR, see Chapter 2. 


5601.8 Establishment of quantity of explosives and determined in accordance with Sections 5601.8.1.1 

distances. The quantity of explosives and distances shall be through 5601.8.1.4. 

in accordance with Sections 5601.8.1 through 5601.8.1.4. 5601.8.1.1 Mass-detonating explosives (Division 1.1, 
5601.8.1 Quantity of explosives. The quantity-distance 1.2 or 1.5). The total net explosive weight of mass- 
(Q-D) tables in Sections 5604.5 and 5605.3 shall be used detonating explosives (Division 1.1, 1.2 or 1.5) shall be 
to provide the minimum separation distances from poten- used. See Table 5604.5.2(1) or Table 5605.3, as 
tial explosion sites as set forth in Tables 5601.8.1(1) appropriate. 


through 5601.8.1(3). The classification and the weight of 
the explosives are primary characteristics governing the 
use of these tables. The net explosive weight shall be 


Exception: Where the TNT equivalence of the 
explosive material has been determined, the equiva- 
lence is allowed to be used to establish the net 
explosive weight. 
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5601.8.1.2 Nonmass-detonating explosives (exclud- 
ing Division 1.4). Nonmass-detonating explosives 
(excluding Division 1.4) shall be as follows: 


1. Division 1.3 propellants. The total weight of the 
propellants alone shall be the net explosive 
weight. The net weight of propellant shall be 
used. See Table 5604.5.2(2). 


2. Combinations of bulk metal powder and pyro- 
technic compositions. The sum of the net weights 
of metal powders and pyrotechnic compositions 
in the containers shall be the net explosive 
weight. See Table 5604.5.2(2). 


5601.8.1.3 Combinations of mass-detonating and 
nonmass-detonating explosives (excluding Division 
1.4). Combination of mass-detonating and nonmass- 
detonating explosives (excluding Division 1.4) shall be 
as follows: 


1. Where Division 1.1 and 1.2 explosives are 
located in the same site, determine the distance 
for the total quantity considered first as 1.1 and 
then as 1.2, The required distance is the greater of 
the two. Where the Division 1.1 requirements are 
controlling and the TNT equivalence of the 1.2 is 
known, the TNT equivalent weight of the 1.2 
items shall be allowed to be added to the total 
explosive weight of Division 1.1 items to deter- 
mine the net explosive weight for Division 1.1 
distance determination. See Table 5604.5.2(2) or 
Table 5605.3, as appropriate. 


2. Where Division 1.1 and 1.3 explosives are 
located in the same site, determine the distances 
for the total quantity considered first as 1.1 and 
then as 1.3. The required distance is the greater of 
the two. Where the Division 1.1 requirements are 
controlling and the TNT equivalence of the 1.3 is 
known, the TNT equivalent weight of the 1.3 
items shall be allowed to be added to the total 
explosive weight of Division 1.1 items to deter- 
mine the net explosive weight for Division 1.1 
distance determination. See Table 5604.5.2(1), 
5604.5.2(2) or 5605.3, as appropriate. 


3. Where Division 1.1, 1.2 and 1.3 explosives are 
located in the same site, determine the distances 
for the total quantity considered first as 1.1, next 
as 1.2 and finally as 1.3. The required distance is 
the greatest of the three. As allowed by Items 1 
and 2, TNT equivalent weights for 1.2 and 1.3 
items are allowed to be used to determine the net 
weight of explosives for Division 1.1 distance 
determination. Table 5604.5.2(1) or Table 5605.3 
shall be used where TNT equivalency is used to 
establish the net explosive weight. 


4. For composite pyrotechnic items Division 1.1 
and Division 1.3, the sum of the net weights of 
the pyrotechnic composition and the explosives 
involved shall be used. See Tables 5604.5.2(1) 
and 5604.5.2(2). 


5601.8.1.4 Moderate fire—no blast hazards (Divi- r 
sion 1.4). For Division 1.4 explosives, the total weight 

of the explosive material alone is the net weight. The 

net weight of the explosive material shall be used. 


SECTION 5602 
DEFINITIONS 


5602.1 Definitions. The following terms are defined in Chap- 
tefe.. 


AMMONIUM NITRATE. 
BARRICADE. 

Artificial barricade. 

Natural barricade. 
BARRICADED. 
BLAST AREA. 
BLAST SITE. 
BLASTER. 
BLASTING AGENT. 
BULLET RESISTANT. 
DETONATING CORD. 
DETONATION. 
DETONATOR. 
EXPLOSIVE. 

High explosive. 

Low explosive. 


@' 


Mass-detonating explosives. 
UN/DOTn Class 1 explosives. 

Division 1.1. 

Division 1.2. 

Division 1.3. 

Division 1.4. 

Division 1.5. 

Division 1.6. 
EXPLOSIVE MATERIAL. 
FIREWORKS. 

Fireworks, 1.3G. 

Fireworks, 1.4G. 
FIREWORKS DISPLAY. 
HIGHWAY. 
INHABITED BUILDING. 
MAGAZINE. 

Indoor. 

Type 1. 

Type 2. 

Type 3. 

Type 4. & 

Type 5. 
MORTAR. 
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NET EXPLOSIVE WEIGHT (net weight). 
OPERATING BUILDING. 
OPERATING LINE. 
PLOSOPHORIC MATERIAL. 
PROXIMATE AUDIENCE. 
PUBLIC TRAFFIC ROUTE (PTR). 
PYROTECHNIC ARTICLE. 
PYROTECHNIC COMPOSITION. 
PYROTECHNIC SPECIAL EFFECT. 
PYROTECHNIC SPECIAL-EFFECT MATERIAL. 
PYROTECHNICS. 
QUANTITY-DISTANCE (Q-D). 
Inhabited building distance (IBD). 
Intermagazine distance (IMD). 
Intraline distance (ILD) or Intraplant distance (IPD). 
RAILWAY. 
READY BOX. 
SMALL ARMS AMMUNITION. 
SMALL ARMS PRIMERS. 
SMOKELESS PROPELLANTS. 
SPECIAL INDUSTRIAL EXPLOSIVE DEVICE. 
THEFT RESISTANT. 


[California Code of Regulations, Title 19, Division 1, 
§1559.3. Chief] 


§1559.3. Chief shall mean the issuing authority (as used in 
this chapter). 


[California Code of Regulations, Title 19, Division 1, 
§1559.9 Issuing authority] 


§1559.9 Issuing authority shall mean either the sheriff of a 
county, or the chief or other head of a municipal police depart- 
ment of any city or city and county, or the chief of a fire depart- 
ment or fire protection agency and their authorized 
representatives, provided that, in the event the designated issu- 
ing authority is the chief of a fire department or fire protection 
agency, such fire department or fire protection agency is orga- 
nized with regularly paid, full-time personnel. The governing 
body of any county, city or city and county shall designate one 
of the above as the issuing authority within its jurisdiction and 
shall notify the State Fire Marshal of the person so designated. 


[California Code of Regulations, Title 19, Division 1, 
§1559.16 Public conveyance] 


§1559.16 Public conveyance shall mean any railway car, 
street car, ferry, cab, bus, airplane or other vehicle which is 
carrying passengers for hire. 


[California Code of Regulations, Title 19, Division 1, 
§1559.16 Person] 

§1559.16 Person shall mean any person, organization, firm, 
corporation, association, city, county, city and county and 
state, and shall include any of their employees and authorized 
representatives. 
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[California Code of Regulations, Title 19, Division 1, 
§1559.16 Propellant-actuated power devices] 


§1559.16 Propellant-actuated power devices shall mean any 
tool or special mechanized device or gas generator system 
which is actuated by a propellant or which releases and 
directs work through a propellant charge. 


[California Code of Regulations, Title 19, Division 1, 
$1559.16 Propellants] 


§1559.16 Propellants shall mean solid propellants, com- 
monly called smokeless powders, used in small arms ammu- 
nition, cannon, rockets, propellant-actuated power devices 
and similar devices. 


[California Code of Regulations, Title 19, Division 1, 
$1559.18 Railway] 


§1559.18 Railway shall mean any tramway, steam, electric, 
diesel electric or other railway or railroad which carries pas- 
sengers for hire on the particular line or branch in the vicin- 
ity where explosives are stored or where explosives 
manufacturing buildings are situated. 


[California Code of Regulations, Title 19, Division 1, 
$1559.20 Tramway] 


§1559.20 Tramway shall mean an aerial passenger tramway 
used to transport passengers by the use of overhead steel 
cables or by ropes, supported in one (1) or more spans. 


[California Code of Regulations, Title 19, Division 1, 
§1559.21. US DOTn] 


§1559.21. US DOTn shall mean the United States Depart- 
ment of Transportation. 


SECTION 5603 
RECORD KEEPING AND REPORTING 


5603.1 General. Records of the receipt, handling, use or 
disposal of explosive materials, and reports of any accidents, 
thefts or unauthorized activities involving explosive materials 
shall conform to the requirements of this section. 


5603.2 Transaction record. The permittee shall maintain a 
record of all transactions involving receipt, removal, sa/e, use 
or disposal of explosive materials. Such records shall be 
maintained for a period of 5 years. 


Exception: Where only Division 1.4G (consumer fire- 
works) are handled, records need only be maintained for a 
period of 3 years. 


5603.3 Loss, theft or unauthorized removal. The loss, theft 
or unauthorized removal of explosive materials from a maga- 
zine or permitted facility shall be reported to the fire code 
official, local law enforcement authorities and the US Depart- 
ment of Treasury, Bureau of Alcohol, Tobacco, Firearms and 
Explosives within 24 hours. 


Exception: Loss of Division 1.4G (consumer fireworks) 
need not be reported to the Bureau of Alcohol, Tobacco, 
Firearms and Explosives. 


5603.4 Accidents. Accidents involving the use of explosives, 
explosive materials and fireworks that result in injuries or 
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property damage shall be reported to the fire code official 
immediately. 


5603.5 Misfires. The pyrotechnic display operator or blaster 
in charge shall keep a record of all aerial shells that fail to fire 
or charges that fail to detonate. 


5603.6 Hazard communication. Manufacturers of explosive 
materials and fireworks shall maintain records of chemicals, 
chemical compounds and mixtures required by DOL 29 CFR 
Part 1910.1200 and Section 407. 


5603.7 Safety rules. Current safety rules covering the opera- 
tion of magazines, as described in Section 5604.7, shall be 
posted on the interior of the magazine in a visible location. 


SECTION 5604 
EXPLOSIVE MATERIALS 
STORAGE AND HANDLING 


5604.1 General. Storage of explosives and explosive materi- 
als, small arms ammunition, small arms primers, propellant- 
actuated cartridges and smokeless propellants in magazines 
shall comply with the provisions of this section. 


5604.2 Magazine required. Explosives and explosive mate- 
rials, and Division 1.3G fireworks shall be stored in 
magazines constructed, located, operated and maintained in 
accordance with the provisions of Section 5604 and NFPA 
495 or NFPA 1124. 


Exceptions: 
1. Storage of fireworks at display sites in accordance 
with Section 5608.5. 


2. Portable or mobile magazines not exceeding 120 
square feet (11 m’) in area shall not be required to 
comply with the requirements of the California 
Building Code. 


5604.3 Magazines. The storage of explosives and explosive 
materials in magazines shall comply with Table 5604.3. 


5604.3.1 High explosives. Explosive materials classified 
as Division 1.1 or 1.2 or formerly classified as Class A by 


the US Department of Transportation shall.be stored in 
Type 1, 2 or 3 magazines. 


\y 


Exceptions: 


1. Black powder shall be stored in a Type 1, 2, 3 or 
4 magazine. 


2. Cap-sensitive explosive material that is demon- 
strated not to be bullet sensitive shall be stored in 
a Type 1, 2,3, 4 or 5 magazine. 


5604.3.2 Low explosives. Explosive materials that are not 
cap sensitive shall be stored in'a Type 1, 2, 3, 4 or 5 
magazine. 


5604.3.3 Detonating cord. For quantity and distance 
purposes, detonating cord of 50 grains per foot shall be 
calculated as equivalent to 8 pounds (4 kg) of high explo- 
sives per 1,000 feet (305 m). Heavier or lighter core loads 
shall be rated proportionally. 


5604.4 Prohibited storage. Detonators shall be stored in a 
separate magazine for blasting supplies and shall not be 
stored in a magazine with other explosive materials. 


5604.5 Location. The use of magazines for storage of explo- 
sives and explosive materials shall comply with Sections 
5604.5.1 through 5604.5.3.3. 


5604.5.1 Indoor magazines. The use of indoor magazines 
for storage of explosives and explosive materials shall 
comply with the requirements of Sections 5604.5.1.1 
through 5604.5.1.7. 


5604.5.1.1 Use. The use of indoor magazines for stor- 
age of explosives and explosive materials shall be 
limited to occupancies of Group F, H, M or S, and 
research and development laboratories. 


5604.5.1.2 Construction. Indoor magazines shall 
comply with the following construction requirements: 


1. Construction shall be fire resistant and theft resis- 
tant. 


2. Exterior shall be painted red. 


TABLE 5604.3 
STORAGE AMOUNTS AND MAGAZINE REQUIREMENTS FOR EXPLOSIVES, EXPLOSIVE MATERIALS 
AND FIREWORKS, 1.3G MAXIMUM ALLOWABLE QUANTITY PER CONTROL AREA 


NEW 


INDOOR? (pounds) 
UN/DOTn | OLD DOTn ATF/OSHA $ ; ike CO ee ee ee eee 
DIVISION CLASS CLASS Unprotected | Cabinet ae “par 


MAGAZINE TYPE | MAGAZINE TYPEREQUIRED | 


peace wy 
5 ig Ae ii ef fa |e 
MMSE or 


For SI: 1 pound = 0.454 kg, 1 pound per gallon = 0.12 kg per liter, 1 ounce = 28.35 g. 
a. A factor of 10 pounds per gallon shall be used for converting pounds (solid) to gallons (liquid) in accordance with Section 5003.1.2. 
b. Black powder shall be stored in a Type 1, 2, 3 or 4 magazine as provided for in Section 5604.3.1. 
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3. Base shall be fitted with wheels, casters or rollers 
to facilitate removal from the building in an 
emergency. 


4, Lid or door shall be marked with conspicuous 
white lettering not less than 3 inches (76 mm) 
high and minimum '/, inch.(12.7 mm) stroke, 
reading “EXPLOSIVES—KEEP FIRE AWAY.” 


5. The least horizontal dimension shall not exceed 
the clear width of the entrance door. 


5604.5.1.3 Quantity limit. Not more than 50 pounds 
(23 kg) of explosives or explosive materials shall be 
stored within an indoor magazine. 


Exception: Day boxes used for the storage of in- 
process material in accordance with Section 
5605.6.4.1. 


5604.5.1.4 Prohibited use. Indoor magazines shall not 
be used within buildings containing Group R 
occupancies. 


5604.5.1.5 Location. Indoor magazines shall be 
located within 10 feet (3048 mm) of an entrance and 
only on floors at or having ramp access to the exterior 
grade level. 


5604.5.1.6 Number. Not more than two indoor maga- 

zines shall be located in the same building. Where two 

such magazines are located in the same building, one 

magazine shall be used solely for the storage of not 
‘more than 5,000 detonators. 


5604.5.1.7 Separation distance. Where two magazines 
are located in the same building, they shall be separated 
by a distance of not less than 10 feet (3048 mm). 


5604.5.2 Outdoor magazines. Outdoor magazines other 
than Type 3 shall be located so as to comply with Table 
5604.5.2(2) or 5604.5.2(3) as set forth in Tables 
5601.8.1(1) through 5601.8.1(3). Where a magazine or 
group of magazines, as described in Section 5604.5.2.2, 
contains different classes of explosive materials, and Divi- 
sion 1.1 materials are present, the required separations for 
the magazine or magazine group as a whole shall comply 
with Table 5604.5.2(2). 


5604.5.2.1 Separation. Where two or more storage 
magazines are located on the same property, each 
magazine shall comply with the minimum distances 
specified from inhabited buildings, public transporta- 
tion routes and operating buildings. Magazines shall be 
separated from each other by not less than the interma- 
gazine distances (IMD) shown for the separation of 
magazines. 


5604.5.2.2 Grouped magazines. Where two or more 
magazines are separated from each other by less than 
the intermagazine distances (IMD), such magazines as 
a group shall be considered as one magazine and the 
total quantity of explosive materials stored in the group 
shall be treated as if stored in a single magazine. The 
location of the group of magazines shall comply with 
the intermagazine distances (IMD) specified from other 
magazines or magazine groups, inhabited buildings 
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(IBD), public transportation routes (PTR) and operating 
buildings (ILD or IPD) as required. 


5604.5.3 Special requirements for Type 3 magazines. 
Type 3 magazines shall comply with Sections 5604.5.3.1 
through 5604,5,3.3. 


5604.5.3.1 Location. Wherever practicable, Type 3 
magazines shall be located away from neighboring 
inhabited buildings, railways, highways and other 
magazines in accordance with Table 5604.5.2(2) or 
5604.5.2(3), as applicable. 


5604.5.3.2 Supervision. Type 3 magazines shall be 
attended when explosive materials are stored within. 
Explosive materials shall be removed to appropriate 
storage magazines for unattended storage at the end of 
the workday. 


5604.5.3.3 Use. Not more than two Type 3 magazines 
shall be located at the same blasting site. Where two 
Type 3 magazines are located at the same blasting site, 
one magazine shall used solely for the storage of 
detonators. 


5604.6 Construction. Magazines shall be constructed in 
accordance with Sections 5604.6.1 through 5604.6.5,.2. 


5604.6.1 Drainage. The ground around a magazine shall 
be graded so that water drains away from the magazine. 


5604.6.2 Heating. Magazines requiring heat shall be 
heated as prescribed in NFPA 495 by either hot water radi- 
ant heating within the magazine or by indirect warm air 
heating. 


5604.6.3 Lighting. Where lighting is necessary within a 
magazine, electric safety flashlights or electric safety 
lanterns shall be used, except as provided in NFPA 495. 


5604.6.4 Nonsparking materials. In other than Type 5 
magazines, there shall not be exposed ferrous metal on the 
interior of a magazine containing packages of explosives. 


5604.6.5 Signs and placards. Property on which Type | 
magazines and outdoor magazines of Types 2, 4 and S are 
located shall be posted with signs stating: “NO SMOK- 
ING” and “EXPLOSIVES—KEEP OFF.” These signs 
shall be of contrasting colors with a minimum letter height 
of 3 inches (76 mm) with a minimum brush stroke of '/, 
inch (12,7 mm). The signs shall be located to minimize the 
possibility of a bullet shot at the sign hitting the magazine. 


5604.6.5.1 Access road signs. At the entrance to explo- 
sive material manufacturing and storage sites, all access 
roads shall be posted with the following warning sign 
or other approved sign: 


DANGER! 


NEVER FIGHT EXPLOSIVE FIRES. 
EXPLOSIVES ARE STORED ON THIS SITE 
CALL 


The sign shall be weather resistant with a reflective 
surface and have lettering not less than 2 inches (51 
mm) high. 


5604.6.5.2 Placards. Type 5 magazines containing 
Division 1.5 blasting agents shall be prominently plac- 
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TABLE 5604.5.2(1) es 
AMERICAN TABLE OF DISTANCES FOR STORAGE OF EXPLOSIVES AS 
APPROVED BY THE INSTITUTE OF MAKERS OF EXPLOSIVES AND REVISED JUNE 1991? ¥ 


Public highways with traffic 
volume greater than 3,000 
vehicles per day and 
passenger railways 


QUANTITY OF EXPLOSIVE 
MATERIALS* 


Public highways with traffic 
volume less than 3,000 
vehicles per day 


ane | “0050 909] 0 06 | om 
it 60.470 9H [IS [S02 oe WO  nenR eB 
[oh [91 ta lal =P a a 
BR A a Se TE te 
A EST AO OP 
5000 | “aoe | 80 | aes | ae] 
[e000 [7000 [77010 [0a 
[7.000 [8.000 [we [600 [950 [300 0000 
AGN EE EO EI | 
9900 | “.9e | ars [750] a0 0 ea | 

aaa 

[80 

Pg 


[vane | v4soo [was | ro | ass fa bf oT 
[rs a00| 000 | 90 | 38s | |e 


(continued) 
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TABLE 5604.5.2(1)—continued 
AMERICAN TABLE OF DISTANCES FOR STORAGE OF EXPLOSIVES AS 
APPROVED BY THE INSTITUTE OF MAKERS OF EXPLOSIVES AND REVISED JUNE 1991? 


DISTANCES IN FEET 


Public highways with traffic 
EEE he ane nabs volume greater than 3,000 


Enicles ver dé vehicles per day and 
P y passenger railways 


[e000 [20000 [97s [1950 [90 | so «[ as | eT 
z10 


[30,000_| 35.000 [1.205 [ 2.000 [ 360 [720 [98 [138 [se 
35:00 2 
a5 


2 


[35,000 [60,000.15 [2.000 [485 [10 [as [2.000 [as [280 
am 
4 


95000 | Tooao0 | ~1.8rs| 2000 [ S85 [1.090 [1352 [2000 [18s [370 
110,000 
110,00 a 


450 
[140,000 [150,000 [~7,900-| 2.00570 [1.140] ~1.593 [2.000 [235 [470 
sT 
[170,000 [180,000 [1990 | 2,000 | 600 [1.200 [1.405 [ 2.000 [365 [50 
1 
530 


570 
720 


[275,000 [30000 [3275 [2.278 [0 [1380 [3.000 [2000 [sas 


For SI: 1 foot = 304.8 mm, | pound = 0.454 kg. 

a. This table applies only to the manufacture and permanent storage of commercial explosive materials. It is not applicable to transportation of explosives or any 
handling or temporary storage necessary or incident thereto. It is not intended to apply to bombs, projectiles or other heavily encased explosives. 

b, Storage in excess of 300,000 pounds of explosive materials in one magazine is not allowed. 

c. Where a manufacturing building on an explosive materials plant site is designed to contain explosive materials, such building shall be located with respect to 
its proximity to inhabited buildings, public highways and passenger railways based on the maximum quantity of explosive materials permitted to be in the 
building at one time. 

d, Where two or more storage magazines are located on the same property, each magazine shall comply with the minimum distances specified from inhabited 
buildings, railways and highways, and, in addition, they should be separated from each other by not less than the distances shown for separation of magazines, 
except that the quantity of explosives in detonator magazines shall govern in regard to the spacing of said detonator magazines from magazines containing 
other explosive materials, Where any two or more magazines are separated from each other by less than the specified separation of magazines distances, then 
two or more such magazines, as a group, shall be considered as one magazine, and the total quantity of explosive materials stored in such group shall be 
treated as if stored in a single magazine located on the site of any magazine in the group and shall comply with the minimum distances specified from other 
magazines, inhabited buildings, railways and highways. 

e. All types of blasting caps in strengths through No. 8 cap shall be rated at 1'/, pounds of explosives per 1,000 caps. For strengths higher than No. 8 cap, 
consult the chief having jurisdiction. 

jf. For quantity and distance purposes, detonating fuse up to 60 grains per foot, shall be calculated as equivalent to nine (9) pounds of high explosives per 1000 
feet: Heavier cord loads shall be rated proportionally. 


QUANTITY OF EXPLOSIVE 
MATERIALS* 


Inhabited buildings Separation of magazines* 
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TABLE 5604.5.2(2) 
TABLE OF DISTANCES (Q-D) FOR BUILDINGS AND MAGAZINES CONTAINING EXPLOSIVES—DIVISION 1.3 MASS-FIRE HAZARD*":° 


QUANTITY OF DIVISION 1.3 EXPLOSIVES DISTANCES IN FEET t, 
(NET EXPLOSIVES WEIGHT) 
as Intraline Distance (ILD) 
Inhabited Building Distance to Public Intermagazine Distance 
Pounds Not Over Distance (IBD) Traffic Route (PTR) (IMD) or pee 
a 


i 
VS 


[70.000 [80.000] 


For SI: 1 foot = 304.8 mm, | pound = 0.454 kg. 

a. Black powder, where stored in magazines, is defined as low explosive by the Bureau of Alcohol, Tobacco, Firearms and Explosives (BATF). 

b. For quantities less than 1,000 pounds, the required distances are those specified for 1,000 pounds. The use of lesser distances is allowed where supported by 
approved test data or analysis. 

c. Linear interpolation of explosive quantities between table entries is allowed. 


TABLE 5604.5.2(3) 
TABLE OF DISTANCES (Q-D) FOR BUILDINGS AND MAGAZINES CONTAINING EXPLOSIVES—DIVISION 1.4° 


QUANTITY OF DIVISION 1.4 EXPLOSIVES 
(NET EXPLOSIVES WEIGHT) muta N Ba A 
; Intraline Distance (ILD) 
Inhabited Building Distance to Public Intermagazine s 
Rounds Not Over Distance (IBD) Traffic Route (PTR) Distance®* (IMD) | °% i leat 
ete PORE 


For SI: 1 foot = 304.8 mm, | pound = 0.454 kg. 
a. A separation distance of 100 feet is required for buildings of other than Type I or Type II construction as defined in the California Building Code. 
b. For earth-covered magazines, specific separation is not required, 

1, Earth cover material used for magazines shall be relatively cohesive. Solid or wet clay and similar types of soil are too cohesive and shall not be used. 
Soil shall be free from unsanitary organic matter, trash, debris and stones heavier than 10 pounds or larger than 6 inches in diameter. Compaction and 
surface preparation shall be provided, as necessary, to maintain structural integrity and avoid erosion, Where cohesive material cannot be used, as in 
sandy soil, the earth cover over magazines shall be finished with a suitable material to ensure structural integrity. 

2. The earth fill or earth cover between earth-covered magazines shall be either solid or sloped, in accordance with the requirements of other construction 
features, but not less than 2 feet of earth cover shall be maintained over the top of each magazines. To reduce erosion and facilitate maintenance opera- 
tions, the cover shall have a slope of | unit vertical to 2 units horizontal (50-percent slope). 

c. Restricted to articles, including articles packaged for shipment, that are not regulated as an explosive under Bureau of Alcohol, Tobacco, Firearms and 
Explosives regulations, or unpacked articles used in process operations that do not propagate a detonation or deflagration between articles. 


arded as required during transportation by DOTn 49 arms cartridges shall not be allowed inside of or within 50 
CFR Part 172 and DOTy 27 CFR Part 555, feet (15 240 mm) of magazines. 
5604.7 Operation. Magazines shall be operated in accor- 5604.7.3 Brush. The area located around a magazine shall 
dance with Sections 5604.7.1 through 5604.7.9. be kept clear of brush, dried grass, leaves, trash, debris and 
5604.7.1 Security. Magazines shall be kept locked in the similar combustible materials for a distance of 25 feet 
manner prescribed in NFPA 495 at all times except during (7620 mm). 
placement or removal of explosives or inspection. 5604.7.4 Combustible storage. Combustible materials 
5604.7.2 Open flames and lights. Smoking, matches, shall not be stored within 50 feet (15 240 mm) of 
flame-producing devices, open flames, firearms and fire- ee 
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5604.7.5 Unpacking and repacking explosive materials. 
Containers of explosive materials, except fiberboard 
containers, and packages of damaged or deteriorated 
explosive materials or fireworks shall not be unpacked or 
repacked inside or within 50 feet (15 240 mm) of a maga- 
zine or in close proximity to other explosive materials. 


5604.7.5.1 Storage of opened packages. Packages of 
explosive materials that have been opened shall be 
closed before being placed in a magazine. 


5604.7.5.2 Nonsparking tools. Tools used for the 
opening and closing of packages of explosive materials, 
other than metal slitters for opening paper, plastic or 
fiberboard containers, shall be made of nonsparking 
materials. 


5604.7.5.3 Disposal of packaging, Empty containers 
and paper and fiber packaging materials that previously 
contained explosive materials shall be disposed of or 
reused in an approved manner. 


5604.7.5.4 Packaging of Plosophoric Compounds. No 
provisions of these regulations nor the standards refer- 
enced herein shall allow any person to repackage any 
compound from the original manufacturer's packaging 
unit. The manufacturer of plosophoric compounds shall 
package and ship only in units which have been deter- 
mined to meet the standards for shipping of hazardous 
materials. 


5604.7.6 Tools and equipment. Metal tools, other than 
nonferrous transfer conveyors and ferrous metal conveyor 
stands protected by a coat of paint, shall not be stored in a 
magazine containing explosive materials or detonators. 


5604.7.7 Contents. Magazines shall be used exclusively 
for the storage of explosive materials, blasting materials 
and blasting accessories. 


5604.7.8 Methods of storage. Packages of explosives shall 
be laid flat with top side up. Black powder, when stored in 
magazines with other explosives, shall be stored in separate 
piles. Corresponding grades and brands shall be stored 
together in such a manner so that brands and grade marks 
are visible. All stocks shall be stored so as to be easily 
counted and checked. Packages of explosives shall be piled 
in a stable manner, When any kind of explosive is removed 
from a magazine for use, the oldest explosive of that partic- 
ular kind shall always be taken first. The use of storage pal- 
lets is mandatory. Packages of explosive materials shall be 
stacked in a stable manner not exceeding 8 feet (2438 mm) 
in height. 


5604.7.9 Stock rotation, When explosive material is 
removed from a magazine for use, the oldest usable stocks 
shall be removed first. 


5604.7.10 Flooding. Magazine contents shall be protected 
from flooding. 


5604.8 Maintenance. Maintenance of magazines shall 


comply with Sections 5604.8.1 through 5604.8.3. 
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5604.8.1 Housekeeping. Magazine floors shall be regu- 
larly swept and be kept clean, dry and free of grit, paper, 
empty packages and rubbish. Brooms and other cleaning 
utensils shall not have any spark-producing metal parts. 
Sweepings from magazine floors shall be disposed of in 
accordance with the manufacturer’s approved instructions. 


5604.8.2 Repairs. Explosive materials shall be removed 
from the magazine before making repairs to the interior of 
a magazine. Explosive materials shall be removed from 
the magazine before making repairs to the exterior of the 
magazine where there is a possibility of causing a fire. 
Explosive materials removed from a magazine under 
repair shall either be placed in another magazine or placed 
a safe distance from the magazine, where they shall be 
properly guarded and protected until repairs have been 
completed. Upon completion of repairs, the explosive 
materials shall be promptly returned to the magazine. 
Floors shall be cleaned before and after repairs. 


5604.8.3 Floors. Magazine floors stained with liquid shall 
be dealt with in accordance with instructions obtained 
from the manufacturer of the explosive material stored in 
the magazine. 


5604.8.4 Piling of stocks. Provisions shall be made to pre- 
vent the piling of stocks of explosives directly against the 
walls of Class I magazines. Such protection, however, 
shall not in any way interfere with proper ventilation or 
the required ventilation openings. 


5604.9 Inspection. Magazines containing explosive materi- 
als shall be opened and inspected at maximum seven-day 
intervals. The inspection shall determine whether there has 
been an unauthorized or attempted entry into a magazine or 
an unauthorized removal of a magazine or its contents. 


5604.10 Disposal of explosive materials. Explosive materi- 
als shall be disposed of in accordance with Sections 
5604.10.1 through 5604.10.7. 


5604.10.1 Notification. The fire code official shall be 
notified immediately where deteriorated or leaking explo- 
sive materials are determined to be dangerous or unstable 
and in need of disposal. 


5604.10.2 Deteriorated materials. Where an explosive 
material has deteriorated to an extent that it is in an unsta- 
ble or dangerous condition, or when a liquid has leaked 
from an explosive material, the person in possession of 
such material shall immediately contact the material’s 
manufacturer to obtain disposal and handling instructions. 


5604.10.3 Qualified person. The work of destroying 
explosive materials shall be directed by persons experi- 
enced in the destruction of explosive materials. Only 
competent experienced persons, at least 21 years of age, 
shall do the work of destroying explosives. 


5604.10.4 Storage of misfires. Explosive materials and 
fireworks recovered from blasting or display misfires shall 
be placed in a magazine until an experienced person has 
determined the proper method for disposal. 
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5604.10.5 Disposal sites. Sites for the destruction of 
explosive materials and fireworks shall be approved and 
located at the maximum practicable safe distance from 
inhabited buildings, public highways, operating buildings 
and all other exposures to ensure keeping air blast and 
ground vibration to a minimum. The location of disposal 
sites shall not be closer to magazines, inhabited buildings, 
railways, highways and other rights-of-way than is 
allowed by Tables 5604.5.2(1), 5604.5.2(2) and 
5604.5.2(3). Where possible, barricades shall be utilized 
between the destruction site and inhabited buildings. 
Areas where explosives are detonated or burned shall be 
posted with adequate warning signs. 


5604.10.6 Reuse of site. Unless an approved burning site 
has been thoroughly saturated with water and has passed a 
safety inspection, 48 hours shall elapse between the 
completion of a burn and the placement of scrap explosive 
materials for a subsequent burn. 


5604.10.7 Personnel safeguards. Once an explosive burn 
operation has been started, personnel shall relocate to a 
safe location where adequate protection from air blast and 
flying debris is provided. Personnel shall not return to the 
burn area until the person in charge has inspected the burn 
site and determined that it is safe for personnel to return. 


5604.11 Explosives at Piers, Railway Stations and Cars or 
Vessels Not Otherwise Specified in These Rules and Regu- 
lations. 


[California Code of Regulations, Title 19, Division 1, 
§1571, General] 


§1571. General, Except in an emergency and with permission 
of the “Chief” having jurisdiction, no person shall have or 
keep explosives in a railway car unless said car and contents 
and methods of loading are in accordance with the US DOTn 
Regulations for the Transportation of Explosives. 


[California Code of Regulations, Title 19, Division 1, 
§1571.1 Cargo Delivery]. 


§1571.1 Cargo Delivery. No person shall deliver any explo- 
sive to any person who does not possess and present a valid 
permit, or copy thereof, to receive and transport from the 
“Chief” having jurisdiction and/or the California Highway 
Patrol. In addition to the permit requirements, rail or truck 
terminal personnel shall not deliver any explosive to any per- 
son unless such explosive conforms in all respects, including 
marking and packing, to the Regulations for the Transporta- 
tion of Explosives. 


[California Code of Regulations, Title 19, Division 1, 
§1571.2 Placarding at Destination] 


§1571.2 Placarding at Destination. Every railway car con- 
taining explosives which has reached its destination, or is 
stopped in transit so as no longer to be in interstate com- 
merce, shall remain placarded as required until completely 
unloaded. After unloading, such placards shall be removed. 


[California Code of Regulations, Title 19, Division 1, 
§1571.3 Explosives Location] 


§1571.3 Explosives Location. Any orniunies at a railway 
facility, truck terminal, pier, wharf, harbor facility or airport 
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terminal, within any city, city and county, county,fire protec- 
tion district or the state, whether for delivery to a, consignee, 
or forwarded to some other destination, shall be kept in a 
safe place which has been approved by the “Chief” having 
jurisdiction. In approving such location it is the intent that 
the explosives shall be isolated as far as practicable and in 
such manner that they can be easily and quickly removed. 


[California Code of Regulations, Title 19, Division 1, 
§1571.4 Cargo Delivery Times] 


§1571.4 Cargo Delivery Times. Explosives shall not be deliy- 
ered to or received from any railway station, truck terminal, 
pier, wharf, harbor facility or airport terminal within a city, 
city and county, county, fire protection district, or the state 
between the hours of sunset and sunrise, except by special 
permit from the “Chief” having jurisdiction. 


[California Code of Regulations, Title 19, Division 1, 
§1571.5 Fire Department Notification] 


§1571.5 Fire Department Notification. When explosives are 
brought into any city, city and county, county, fire protection 
district or the state, by any means of transportation, for deliv- 
ery to an intermediate receiver, consignee's agent or 
consignee, or to be forwarded to some other destination, the 
carrier performing the shipment shall immediately notify the 
consignee and when required, the “Chief” having jurisdic- 
tion of the arrival of the explosives, and if said consignee 
does not receive and remove the said explosives from the pos- 
session of the carrier within 48-hours (Sundays and holidays 
excluded), afier such notification, then the railway, trucking 
firm, vessel agent or airline shall remove the said explosives 
Jrom the city, city and county, county, fire protection district, 
or state or to a permitted magazine or make a report to the 
“Chief” having jurisdiction, who shall see that the said 
explosives are moved to a place of safety. 


[California Code of Regulations, Title 19, Division 1, 
§1571,6 Cargo Removal] 


§1571.6 Cargo Removal, Any person having been notified, as 
consignee, of a shipment of explosives being in the hands of 
any carrier, within any city, city and county, county, fire pro- 
tection district, or the state, shall remove the said explosives 
within 48-hours (Sundays and holidays excluded), after 
receiving such notification to a place meeting the require- 
ments of these rules and regulations. 


[California Code of Regulations, Title 19, Division 1, 
§1571.7 Facility Designation] 


§1571.7 Facility Designation. The “Chief” having juris- 
diction has the authority to and may designate the location 
for, and limit the quantity of, explosives which may be 
loaded, unloaded or temporarily retained at any facility 
within his jurisdiction. 


SECTION 5605 
MANUFACTURE, ASSEMBLY AND 
TESTING OF EXPLOSIVES, EXPLOSIVE 
MATERIALS AND FIREWORKS 


5605.1 General. The manufacture, assembly and testing of 
explosives, ammunition, blasting agents and fireworks shall 
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comply with the requirements of this section and NFPA 495 
or NFPA 1124. 


Exceptions: 


1. The hand loading of small arms ammunition pre- 
pared for personal use and not offered for resale. 


2. The mixing and loading of blasting agents at blast- 
ing sites in accordance with NFPA 495, 


3. The use of binary explosives or plosophoric materi- 
als in blasting or pyrotechnic special effects applica- 
tions in accordance with NFPA 495 or NFPA 1126. 


5605.2 Emergency planning and preparedness. Emer- 
gency plans, emergency drills, employee training and hazard 
communication shall conform to the provisions of this section 
and Sections 404, 405, 406 and 407. 


5605.2.1 Hazardous Materials Management Plans and 
Inventory Statements required. Detailed Hazardous 
Materials Management Plans (HMMP) and Hazardous 
Materials Inventory Statements (HMIS) complying with 
the requirements of Section 407 shall be prepared and 
submitted to the local emergency planning committee, the 
fire code official and the local fire department. 


5605.2.2 Maintenance of plans. A copy of the required 
HMMP and HMIS shall be maintained on site and 
furnished to the fire code official on request. 


5605.2.3 Employee training. Workers who handle explo- 
sives or explosive charges or dispose of explosives shall 
be trained in the hazards of the materials and processes in 
which they are to be engaged and with the safety rules 
governing such materials and processes. 


5605.2.4 Emergency procedures. Approved emergency 
procedures shall be formulated for each plant and shall 
include personal instruction in any anticipated emergency. 
Personnel shall be made aware of an emergency warning 
signal. 


5605.3 Intraplant separation of operating buildings. Explo- 
sives manufacturing buildings and fireworks manufacturing 
buildings, including those where explosive charges are assem- 
bled, manufactured, prepared or loaded utilizing Division 1.1, 
1.2, 1.3, 1.4 or 1.5 explosives, shall be separated from all other 
buildings, including magazines, within the confines of the 
manufacturing plant, at a distance not less than those shown in 
Table 5604.5.2(3) or Table 5605.3, as appropriate. 


The quantity of explosives in an operating building shall 
be the net weight of all explosives contained therein. Dis- 
tances shall be based on the hazard division requiring the 
greatest separation, unless the aggregate explosive weight is 
divided by approved walls or shields designed for that pur- 
pose. Where dividing a quantity of explosives into smaller 
stacks, a suitable barrier or adequate separation distance shall 
be provided to prevent propagation from one stack to another. 


Where distance is used as the sole means of separation 
within a building, such distance shall be established by test- 
ing. Testing shall demonstrate that propagation between 
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stacks will not result. Barriers provided to protect against 
explosive effects shall be designed and installed in accor- 
dance with approved standards. 


Exception: Fireworks manufacturing buildings separated 
in accordance with NFPA 1124. 


TABLE 5605.3 
MINIMUM INTRALINE (INTRAPLANT) SEPARATION DISTANCES 
(ILD OR IPD) BETWEEN BARRICADED OPERATING BUILDINGS 
CONTAINING EXPLOSIVES—DIVISION 1.1, 1.2 OR 1.5 
MASS-EXPLOSION HAZARD? 


NET EXPLOSIVE WEIGHT 


Intraline Distance (ILD) or 
Pounds Over 


Intraplant Distance (IPD) 


Fahy PT; po oN 


8,000 9,000 


(continued) 
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TABLE 5605.3—continued 
MINIMUM INTRALINE (INTRAPLANT) SEPARATION DISTANCES 
(ILD OR IPD) BETWEEN BARRICADED OPERATING BUILDINGS 
CONTAINING EXPLOSIVES—DIVISION 1.1, 1.2 OR 1.5 
MASS-EXPLOSION HAZARD? 


NET EXPLOSIVE WEIGHT 


Intraline Distance (ILD) or 
Intraplant Distance (IPD) 


(feet) 


Pounds Over Pounds Not Over 


85,000 90,000 400 


250000 [ 275,00 [oo 


For SI: 1 foot = 304.8 mm, | pound = 0.454 kg. 
a. Where a building or magazine containing explosives is not barricaded, the 
intraline distances shown in this table shall be doubled. 


5605.4 Separation of manufacturing operating buildings 
from inhabited buildings, public traffic routes and maga- 
zines. Where an operating building on an explosive materials 
plant site is designed to contain explosive materials, such a 
building shall be located away from inhabited buildings, 
public traffic routes and magazines in accordance with Table 
5604.5.2(2) or 5604.5.2(3) as appropriate, based on the maxi- 
mum quantity of explosive materials permitted to be in the 
building at one time (see Section 5601.8). 


Exception: Fireworks manufacturing buildings 
constructed and operated in accordance with NFPA 1124. 


5605.4.1 Determination of net explosive weight for 
operating buildings. In addition to the requirements of 
Section 5601.8 to determine the net explosive weight for 
materials stored or used in operating buildings, quantities 
of explosive materials stored in magazines located at 
distances less than intraline distances from the operating 
building shall be added to the contents of the operating 
building to determine the net explosive weight for the 
operating building. 


5605.4.1.1 Indoor magazines. The storage of explo- 
sive materials located in indoor magazines in operating 
buildings shall be limited to a net explosive weight not 
to exceed 50 pounds (23 kg). 


5605.4.1.2 Outdoor magazines with a net explosive 
weight less than 50 pounds. The storage of explosive 
materials in outdoor magazines located at less than 
intraline distances from operating buildings shall be 
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limited to a net explosive weight not to exceed 50 
pounds (23 kg). ; 


5605.4.1.3 Outdoor magazines with a net explosive 
weight greater than 50 pounds. The storage of explo- 
sive materials in outdoor magazines in quantities 
exceeding 50 pounds (23 kg) net explosive weight shall 
be limited to storage in outdoor magazines located not 
less than intraline distances from the operating building 
in accordance with Section 5604.5.2. 


5605.4.1.4 Net explosive weight of materials stored 
in combination indoor and outdoor magazines. The 
aggregate quantity of explosive materials stored in any 
combination of indoor magazines or outdoor magazines 
located at less than the intraline distances from an oper- 
ating building shall not exceed 50 pounds (23 kg). 


5605.5 Buildings and equipment. Buildings or rooms that 
exceed the maximum allowable quantity per control area of 
explosive materials shall be operated in accordance with this 
section and constructed in accordance with the requirements 
of the California Building Code for Group H occupancies. 


Exception: Fireworks manufacturing buildings 
constructed and operated in accordance with NFPA 1124. 


5605.5.1 Explosives dust. Explosives dust shall not be 
exhausted to the atmosphere. 


5605.5.1.1 Wet collector. When collecting explosives 
dust, a wet collector system shall be used. Wetting 
agents shall be compatible with the explosives. Collec- 
tor systems shall be interlocked with process power 
supplies so that the process cannot continue without the 
collector systems operating. 


5605.5.1.2 Waste disposal and maintenance. Explo- 
sives dust shall be removed from the collection 
chamber as often as necessary to prevent overloading. 
The entire system shall be cleaned at a frequency that 
will eliminate hazardous concentrations of explosives 
dust in pipes, tubing and ducts. 


5605.5.2 Exhaust fans. Squirrel cage blowers shall not be 
used for exhausting hazardous fumes, vapors or gases. 
Only nonferrous fan blades shall be used for fans located 
within the ductwork and through which hazardous materi- 
als are exhausted. Motors shall be located outside the duct. 


5605.5.3 Work stations. Work stations shall be separated 
by distance, barrier or other approved alternatives so that 
fire in one station will not ignite material in another work 
station. Where necessary, the operator shall be protected 
by a personnel shield located between the operator and the 
explosive device or explosive material being processed. 
This shield and its support shall be capable of withstand- 
ing a blast from the maximum amount of explosives 
allowed behind it. 


5605.6 Operations. Operations involving explosives shall 
comply with Sections 5605.6.1 through 5605.6.10. 


5605.6.1 Isolation of operations. Where the type of mate- 
rial and processing warrants, mechanical operations 
involving explosives in excess of 1 pound (0.454 kg) shall 
be carried on at isolated stations or at intraplant distances, 
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and machinery shall be controlled from remote locations 
behind barricades or at separations so that workers will be 
at a safe distance while machinery is operating. 


5605.6.2 Static controls. The work area where the screen- 
ing, grinding, blending and other processing of static- 
sensitive explosives or pyrotechnic materials is done shall 
be provided with approved static controls. 


5605.6.3 Approved containers. Bulk explosives shall be 
kept in approved, nonsparking containers when not being 
used or processed. Explosives shall not be stored or trans- 
ported in open containers. 


5605.6.4 Quantity limits. The quantity of explosives at 
any particular work station shall be limited to that posted 
on the load limit signs for the individual work station. The 
total quantity of explosives for multiple work stations shall 
not exceed that established by the intraplant distances in 
Table 5604.5.2(3) or Table 5605.3, as appropriate. 


5605.6.4.1 Magazines. Magazines used for storage in 
processing areas shall be in accordance with the 
requirements of Section 5604.5.1. Explosive materials 
shall be removed to appropriate storage magazines for 
unattended storage at the end of the workday. The 
contents of indoor magazines shall be added to the 
quantity of explosives contained at individual work 
stations and the total quantity of material stored, 
processed or used shall be utilized to establish the 
intraplant separation distances indicated by Table 
*5604.5.2(3) or Table 5605.3, as appropriate. 


5605.6.5 Waste disposal. Approved receptacles with 
covers shall be provided for each location for disposing of 
waste material and debris. These waste receptacles shall 
be emptied and cleaned as often as necessary but not less 
than once each day or at the end of each shift. 


5605.6.6 Safety rules. General safety rules and operating 
instructions governing the particular operation or process 
conducted at that location shall be available at each 
location. 


5605.6.7 Personnel limits. The number of occupants in 
each process building and in each magazine shall not 
exceed the number necessary for proper conduct of 
production operations. 


5605.6.8 Pyrotechnic and explosive composition quan- 
tity limits. Not more than 500 pounds (227 kg) of 
pyrotechnic or explosive composition, including not more 
than 10 pounds (5 kg) of salute powder shall be allowed at 
one time in any process building or area. Compositions not 
in current use shall be kept in covered nonferrous 
containers. 


Exception: Composition that has been loaded or 
pressed into tubes or other containers as consumer 
fireworks. 


5605.6.9 Posting limits. The maximum number of occu- 
pants and maximum weight of pyrotechnic and explosive 
composition permitted in each process building shall be 
posted in a conspicuous location in each process building 
or magazine. 
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5605.6.10 Heat sources. Fireworks, explosives or explo- 
sive charges in explosive materials manufacturing, 
assembly or testing shall not be stored near any source of 
heat. 


Exception: Approved drying or curing operations. 


5605.7 Maintenance. Maintenance and repair of explosives- 
manufacturing facilities and areas shall comply with Section 
5604.8. 


5605.8 Explosive materials testing sites. Detonation of 
explosive materials or ignition of fireworks for testing 
purposes shall be done only in isolated areas at sites where 
distance, protection from missiles, shrapnel or flyrock, and 
other safeguards provides protection against injury to person- 
nel or damage to property. 


5605.8.1 Protective clothing and equipment. Protective 
clothing and equipment shall be provided to protect 
persons engaged in the testing, ignition or detonation of 
explosive materials. 


5605.8.2 Site security. Where tests are being conducted or 
explosives are being detonated, only authorized persons 
shall be present. Areas where explosives are regularly or 
frequently detonated or burned shall be approved and 
posted with adequate warning signs. Warning devices 
shall be activated before burning or detonating explosives 
to alert persons approaching from any direction that they 
are approaching a danger zone. 


5605.9 Waste disposal. Disposal of explosive materials 
waste from manufacturing, assembly or testing operations 
shall be in accordance with Section 5604.10. 


SECTION 5606 
SMALL ARMS AMMUNITION AND SMALL ARMS 
AMMUNITION COMPONENTS 


5606.1 General. Indoor storage and display of black powder, 
smokeless propellants, small arms primers, small arms 
ammunition and commercial reloading shall comply with this 
section and NFPA 495. 


5606.2 Prohibited storage. Small arms ammunition shall not 
be stored together with Division 1.1, Division 1.2 or Division 
1.3 explosives unless the storage facility is suitable for the 
storage of explosive materials. 


5606.3 Packages. Smokeless propellants shall be stored in 
approved shipping containers conforming to DOTn 49 CFR 
Part 1/3, 


5606.3.1 Repackaging. The bulk repackaging of smoke- 
less propellants, black powder and small arms primers 
shall not be performed in retail establishments. 


5606.3.2 Damaged packages. Damaged containers shall 
not be repackaged. 


Exception: Approved repackaging of damaged 
containers of smokeless propellant into containers of 
the same type and size as the original container. 


5606.4 Storage in Group R occupancies. The storage of 
small arms ammunition components in Group R occupancies 
shall comply with Sections 5606.4.1 through 5606.4.3. 
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5606.4.1 Black powder. Black powder for personal use in 
quantities not exceeding 20 pounds (9 kg) shall be stored 
in original containers in occupancies limited to Group R-3. 
Quantities exceeding 20 pounds (9 kg) shall not be stored 
in any Group R occupancy. 


5606.4.2 Smokeless propellants. Smokeless propellants 
for personal use in quantities not exceeding 20 pounds (9 
kg) shall be stored in original containers in occupancies 
limited to Group R-3. Smokeless propellants in quantities 
exceeding 20 pounds (9 kg) but not exceeding 50 pounds 
(23 kg) and kept in a wooden box or cabinet having walls 
of not less than 1 inch (25 mm) nominal thickness shall be 
allowed to be stored in occupancies limited to Group R-3. 
Quantities exceeding these amounts shall not be stored in 
any Group R occupancy. 


5606.4.3 Small arms primers. Not more than 10,000 
small arms primers shall be stored in occupancies limited 
to Group R-3. 


5606.5 Display and storage in Group M occupancies. The 
display and storage of small arms ammunition components in 
Group M occupancies shall comply with Sections 5606.5. 1 
through 5606.5.2.3. 


5606.5.1 Display. Display of small arms ammunition 
components in Group M occupancies shall comply with 
Sections 5606.5.1.1 through 5606.5.1.3. 


5606.5.1.1 Smokeless propellant. Not more than 20 
pounds (9 kg) of smokeless propellants, in containers 
of 1 pound (0.454 kg) or less capacity each, shall be 
displayed in Group M occupancies. 


5606.5.1.2 Black powder. Not more than 1 pound 
(0.454 kg) of black powder shall be displayed in Group 
M occupancies. 


5606.5.1.3 Small arms primers. Not more than 10,000 
small arms primers shall be displayed in Group M 
occupancies. 


5606.5.2 Storage. Storage of small arms ammunition 
components shall comply with Sections 5606.5.2.1 
through 5606.5.2.3. 


5606.5.2.1 Smokeless propellant. Commercial stocks 
of smokeless propellants shall be stored as follows: 


1. Quantities exceeding 20 pounds (9 kg), but not 
exceeding 100 pounds (45 kg) shall be stored in 
portable wooden boxes having walls of not less 
than | inch (25 mm) nominal thickness. 


2. Quantities exceeding 100 pounds (45 kg), but not 
exceeding 800 pounds (363 kg), shall be stored in 
nonportable storage cabinets having walls not 
less than 1 inch (25 mm) nominal thickness. Not 
more than 400 pounds (182 kg) shall be stored in 
any one cabinet, and cabinets shall be separated 
by a distance of not less than 25 feet (7620 mm) 
or by a fire partition having a fire-resistance rat- 
ing of not less than | hour. 


3. Storage of quantities exceeding 800 pounds (363 
kg), but not exceeding 5,000 pounds (2270 kg) in 
a building shall comply with all of the following: 
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3.1. The warehouse or storage-room is not 
open to unauthorized personnel. 


3.2. Smokeless propellant shall be stored in 
nonportable storage cabinets having 
wood walls not less than 1 inch (25 mm) 
nominal thickness and having shelves 
with not more than 3 feet (914 mm) of 
separation between shelves. 


3.3. Not more than 400 pounds (182 kg) is 
stored in any one cabinet. 


3.4. Cabinets shall be located against walls 
of the storage room or warehouse with 
not less than 40 feet (12 192 mm) 
between cabinets. 


3.5. The minimum required separation 
between cabinets shall be 20 feet (6096 
mm) provided that barricades twice the 
height of the cabinets are attached to the 
wall, midway between each cabinet. The 
barricades must extend not less than 10 
feet (3048 mm) outward, be firmly 
attached to the wall and be constructed 
of steel not less than '/, inch thick (6.4 
mm), 2-inch (51 mm) nominal thickness 
wood, brick or concrete block. 


3.6. Smokeless propellant shall be separated 
from materials classified as combustible 
liquids, flammable liquids, flammable 
solids or oxidizing materials by a dis- 
tance of 25 feet (7620 mm) or by a fire 
partition having a fire-resistance rating 
of | hour. 


3.7. The building shall be equipped through- 
out with an automatic sprinkler system 
installed in accordance with Section 
903.3.1.1. 


4, Smokeless propellants not stored in accordance 
with Item 1, 2, or 3 shall be stored in a Type 2 or 
4 magazine in accordance with Section 5604 and 
NFPA 495, 


5606.5.2.2 Black powder. Commercial stocks of black 
powder in quantities less than 50 pounds (23 kg) shall 
be allowed to be stored in Type 2 or 4 indoor or outdoor 
magazines. Quantities greater than 50 pounds (23 kg) 
shall be stored in outdoor Type 2 or 4 magazines. 
Where black powder and smokeless propellants are 
stored together in the same magazine, the total quantity 
shall not exceed that permitted for black powder. 


5606.5.2.3 Small arms primers. Commercial stocks of 
small arms primers shall be stored as follows: 


1. Quantities not to exceed 750,000 small arms 
primers stored in a building shall be arranged 
such that not more than 100,000 small arms prim- 
ers are stored in any one pile and piles are not less 
than 15 feet (4572 mm) apart. 
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2. Quantities exceeding 750,000 small arms primers 
stored in a building shall comply with all of the 
following: 


2.1. The warehouse or storage building is not 
open to unauthorized personnel. 


2.2. Small arms primers shall be stored in 
cabinets. Not more than 200,000 small 
arms primers shall be stored in any one 
cabinet. 


2.3. Shelves in cabinets shall have vertical 
separation of not less than 2 feet (610 
mm). 


2.4. Cabinets shall be located against walls 
of the warehouse or storage room with 
not less than 40 feet (12 192 mm) 
between cabinets. The minimum 
required separation between cabinets 
shall be allowed to be reduced to 20 feet 
(6096 mm) provided that barricades 
twice the height of the cabinets are 
attached to the wall, midway between 
each cabinet. The barricades shall be 
firmly attached to the wall and shall be 
constructed of steel not less than '/, inch 
thick (6.4 mm), 2-inch (51 mm) nominal 
thickness wood, brick or concrete block. 


2.5. Small arms primers shall be separated 
from materials classified as combustible 
liquids, flammable liquids, flammable 
solids or oxidizing materials by a dis- 
tance of 25 feet (7620 mm) by a fire par- 
tition having a fire-resistance rating of | 
hour. 


2.6. The building shall be protected through- 
out with an automatic sprinkler system 
installed in accordance with Section 
903.3.1.1. 


3. Small arms primers not stored in accordance with 
Item | or 2 of this section shall be stored in a 
magazine meeting the requirements of Section 
5604 and NFPA 495. 


5606.6 Commercial reloading. Commercial reloading of 
small arms ammunition shall comply with Sections 5606.6.1 
through 5606.6.8. 
5606.6.1 Electrical. Areas within 3 feet (914 mm) of 
reloading equipment shall be Class I, Division 2, Group A 
type. 
5606.6.2 Exhaust fans. Squirrel cage blowers shall not be 
used for exhausting hazardous fumes, vapors or gases. 
Only nonferrous fan blades shall be used for fans located 
within the ductwork and through which hazardous materi- 
als are exhausted. Motors shall be located outside the duct. 
5606.6.3 Work stations. Work stations shall be separated 
by distance, barrier or other approved alternatives so that 
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fire in one station will not ignite material in another work 
station. 


5606.6.4 Personnel limits. The number of occupants in 
each process building and in each magazine shall not 
exceed the number necessary for proper conduct of 
production operations. 


5606.6.5 Approved containers. Smokeless powder shall 
be kept in its original container. 


5606.6.6 Static controls. The work area shall be provided 
with approved static controls. 


5606.6.7 Waste disposal. Approved receptacles with 
covers shall be provided for each location for disposing of 
waste material and debris. These waste receptacles shall 
be emptied and cleaned as often as necessary but not less 
than once each day or at the end of each shift. 


5606.6.8 Safety rules. General safety rules and operating 
instructions governing the particular operation or process 
conducted at that location shall be available at each 
location. 


5606.6 Transportation of Small Arms Ammunition, Small 
Arms Primers, Smokeless Powder and Black Sporting Pow- 
der. 


[California Code of Regulations, Title 19, Division 1, 
§1574.1. Transportation] 


§1574.1. Transportation. Quantities, in shipping containers 
approved by the US DOTn, of not more than twenty (20) 
pounds of smokeless powder or not more than five (5) pounds 
of black sporting powder (or any combination thereof) may 
be transported in a private passenger vehicle without a per- 
mit. 


[California Code of Regulations, Title 19, Division 1, 
§1574.2. Magazine] 


§1574.2. Magazine—When Required. Quantities in excess of 
twenty (20) pounds (but not exceeding fifty (50) pounds) of 
smokeless powder, or not more than five (5) pounds of black 
sporting powder (or any combination thereof) may be trans- 
ported in a private passenger vehicle when approved by the 
“Chief” having jurisdiction, provided however, that such pow- 
der shall be transported in separate portable magazines hav- 
ing wooden walls of at least one (1) inch nominal thickness. 


[California Code of Regulations, Title 19, Division 1, 
§1574.3. Transportation Prohibitions] 


§1574.3. Transportation Prohibitions. Transportation of 
quantities in excess of fifty (50) pounds of smokeless powder 
or five (5) pounds of black sporting powder is prohibited in a 
private passenger vehicle. 


[California Code of Regulations, Title 19, Division 1, 
§1574.4. Transportation—US Department of Transporta- 
tion] 

§1574.4. Transportation—US Department of Transporta- 
tion. Transportation of quantities in excess of fifty (50) 
pounds of smokeless powder or five (5) pounds of black 
sporting powder in other than a private passenger vehicle 
shall be in accordance with the US DOTn regulations. 
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[California Code of Regulations, Title 19, Division 1, 
§1574.5. Storage Containers] 


§1574.5. Storage Containers. All smokeless powder and 
black sporting powder shall be stored in US DOTn approved 
shipping containers, or in a container approved by the 
“Chief” having jurisdiction. 
[California Code of Regulations, Title 19, Division 1, 
§1575. Primer Containers] 


§1575. Primer Containers. Small arms ammunition primers 
shall not be transported or stored except in the original ship- 
ping container approved by the US DOTn. 


[California Code of Regulations, Title 19, Division 1, 
§1575.1. Transportation 


§1575.1. Transportation. Truck or rail transportation of 
small arms ammunition primers shall be in accordance with 
US DOTn regulations. 


[California Code of Regulations, Title 19, Division 1, 
§1575.2 Transportation Prohibitions] 


§1575.2 Transportation Prohibitions. Not more than 
250,000 small arms ammunition primers shall be transported 
in a private passenger vehicle. 


SECTION 5607 
BLASTING 


5607.1 General. Blasting operations shall be conducted only 
by approved, competent operators familiar with the required 
safety precautions and the hazards involved and in accor- 
dance with this section and the provisions of NFPA 495. 


5607.2 Manufacturer’s instructions. Blasting operations 
shall be performed in accordance with the instructions of the 
manufacturer of the explosive materials being used. 


5607.3 Blasting in congested areas. Where blasting is done 
in a congested area or in close proximity to a structure, rail- 
way or highway, or any other installation, precautions shall 
be taken to minimize earth vibrations and air blast effects. 
Blasting mats or other protective means shall be used to 
prevent fragments from being thrown. 


5607.4 Restricted hours. Surface-blasting operations shall 
only be conducted during daylight hours between sunrise and 
sunset. Other blasting shall be performed during daylight 
hours unless otherwise approved by the fire code official. 


5607.5 Utility notification. Where blasting is being 
conducted in the vicinity of utility lines or rights-of-way, the 
blaster shall notify the appropriate representatives of the utili- 
ties not less than 24 hours in advance of blasting, specifying 
the location and intended time of such blasting. Verbal 
notices shall be confirmed with written notice. 


Exception: In an emergency situation, the time limit shall 
not apply where approved. 


5607.6 Electric detonator precautions. Precautions shall be 
taken to prevent accidental discharge of electric detonators 
from currents induced by radar and radio transmitters, light- 
ning, adjacent power lines, dust and snowstorms, or other 
sources of extraneous electricity. 
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5607.7 Nonelectric detonator precautions. Precautions 
shall be taken to prevent accidental initiation of nonelectric 
detonators from stray currents induced by lightning or static 
electricity. 


5607.8 Blasting area security. During the time that holes are 
being loaded or are loaded with explosive materials, blasting 
agents or detonators, only authorized persons engaged in 
drilling and loading operations or otherwise authorized to 
enter the site shall be allowed at the blast site. The blast site 
shall be guarded or barricaded and posted. Blast site security 
shall be maintained until after the post-blast inspection has 
been completed. 


5607.9 Drill holes. Holes drilled for the loading of explosive 
charges shall be made and loaded in accordance with NFPA 
495. 


5607.9.1 Drill hole loading. No holes shall be loaded 
except those to be fired in the next round of blasting. After 
loading, all remaining explosives shall be immediately 
returned to proper storage. 


5607.9.2 Drill hole deepening. Drill holes which have 
contained explosives shall not be re-drilled. 


5607.10 Removal of excess explosive materials. After load- 
ing for a blast is completed and before firing, excess 
explosive materials shall be removed from the area and 
returned to the proper storage facilities. 


5607.11 Initiation means. The initiation of blasts shall be by 
means conforming to the provisions of NFPA 495. 


5607.12 Connections. The blaster shall supervise the connect- 
ing of the blastholes and the connection of the loadline to the 
power source or initiation point. Connections shall be made 
progressively from the blasthole back to the initiation point. 


Blasting lead lines shall remain shunted (shorted) and shall 
not be connected to the blasting machine or other source of 
current until the blast is to be fired. 


5607.13 Firing control. A blast shall not be fired until the 
blaster has made certain that all surplus explosive materials 
are in a safe place in accordance with Section 5607.10, all 
persons and equipment are at a safe distance or under suffi- 
cient cover and that an adequate warning signal has been 
given. 


5607.14 Post-blast procedures. After the blast, the follow- 
ing procedures shall be observed. 


1. Persons shall not return to the blast area until allowed 
to do so by the blaster in charge. 


2. The blaster shall allow sufficient time for smoke and 
fumes to dissipate and for dust to settle before returning 
to or approaching the blast area. 


3. The blaster shall inspect the entire blast site for misfires 
before allowing other personnel to return to the blast 
area. 


5607.15 Misfires. Where a misfire is suspected, all initiating 
circuits shall be traced and a search made for unexploded 
charges. Where a misfire is found, the blaster shall provide 
proper safeguards for excluding all personnel from the blast 
area. Misfires shall be reported to the blasting supervisor 
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immediately. Misfires shall be handled under the direction of 
the person in charge of the blasting operation in accordance 
with NFPA 495. 


SECTION 5608 
FIREWORKS DISPLAY 


5608.1 General. Outdoor fireworks displays, use of pyro- 
technics before a proximate audience and pyrotechnic special 
effects in motion picture, television, theatrical and group 
entertainment productions shall comply with California Code 
of Regulations, Title 19, Division 1, Chapter 6 Fireworks and 
this section. 


5608.1.1 Scope. Fireworks and temporary storage, use 
and handling of pyrotechnic special effects material used 
in motion pictures, television and theatrical and group 
entertainment productions shall be in accordance with 
California Code of Regulations, Title 19, Division 1, 
Chapter 6 Fireworks. 


[California Code of Regulations, Title 19, Division 1, §980- 
1006] 


Article 2. Definitions 
§980. Definitions. 


Aerial Shell. A cylinder or spherical cartridge containing a 
burst charge and pyrotechnic or non-pyrotechnic effects, a 
fuse, a black powder lift charge and is fired from a mortar. 


ASTM. The American Society of Testing and Materials, a 
national organization publishing standards for all types of 
materials and products. 


Barrage. A rapidly fired sequence of effects. 


Batten. A strip of wood to which pyrotechnic devices are 
attached for support. 


Binary Low Explosive Compounds. Special effects materials 
in which fuel and an oxidizer are mixed together to produce a 
pyrotechnic composition. 


Blank Cartridge. A cartridge constructed from either metal or 
plastic casing, with a center or rim fire primer filled with vari- 
ous amounts of pyrotechnic compositions measured by loads. 


Blasting Galvanometer. An electrical resistance measuring 
device designed specifically and approved for testing of elec- 
tric firing circuits. 

Bottle Rocket. A pyrotechnic device containing a maximum 
of 20 grams of pyrotechnic composition, which rises into the 
air upon ignition. A stick is used for guidance and stability, 
and a burst of color or noise, or both, is produced at height of 
flight. 

Break. An individual burst from an aerial shell, producing 
either a visible or audible effect or both, and may consist of a 
single burst or multiple effects. 


Bullet Effect. The discharge of the pyrotechnic or explosive 
bullet hit. 


Bullet Hit. A device containing various levels and amounts of 
pyrotechnic composition, whose purpose is to create the illu- 
sion of a bullet impact. 
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California Candle. Hand held heavy paper or cardboard 
tube emitting showers of sparks. 


Comet. A pyrotechnic device launched from a mortar that 
produces an ascending burning effect, is self-consuming, and 
may or may not contain a burst charge or stars. 


Darts. To move suddenly and swiftly from one place to 
another. 


Detonator. Any device containing a detonating charge that is 
used for initiating detonation in an explosive. The term 
includes, but is not limited to, electric blasting caps of instan- 
taneous and delay types, detonating cord delay connectors, 
and nonelectric instantaneous and delay blasting caps. 


DOTn means US Department of Transportation. 


Dud. A pyrotechnic item which leaves the mortar and returns 
to earth without producing the intended burst or effect. See 
also Misfire. 


Electric Firing. A technique used to discharge fireworks in 
which an electric match or squib and a source of electric cur- 
rent are used to ignite fuses or lift charges. 


Electric Match. An electric device containing a pyrotechnic 
compound which ignites when sufficient current flows 
through the leads. 


Firecracker. A device containing explosive pyrotechnic com- 
position in an amount not to exceed 50 milligrams (.772 
grains) in total pyrotechnic weight, in a fused container 
whose primary function is to produce an audible effect. Note: 
All firecrackers are classified as “dangerous fireworks”, and 
pyrotechnic devices similar in construction to a “fire- 
cracker” which exceed the specified weight shall be desig- 
nated explosives in accordance with Health and Safety Code 
Section 12000, 


Flash Paper. Treated paper which is extremely sensitive to 
heat and creates a brief flash of fire upon ignition. 


Flash Powder. Pyrotechnic composition intended for use in 
firecrackers and salutes, and often used for “flash’-type 
effects on stage and in productions involving special effects. 
Flash powder produces an audible report and a flash of light 
when ignited. Typical flash powder compositions contain 
potassium chlorate or potassium perchlorate, sulfur or anti- 
mony sulfide and powdered aluminum. 


Flower Pot. A shell (not the lifting charge) that explodes at 
or near the bottom of a mortar blowing a shower of stars and 
burning material into the air. 


Fountain. See Gerb. 


Gerb. (also known as a Fountain). A device that, when 
ignited, emits a shower of sparks into the air at various alti- 
tudes, 


Ground Spinning Device. Also known as a Ground Spinner. 
A pyrotechnic device that discharges sparks as it spins across 
the surface upon which it is placed. 


HDPE Mortar. Also known as a High Density Polyethylene 
Mortar, is a mortar constructed of high density polyethylene 
which is certified and labeled as meeting one or more of the 
following ASTM standards, which are hereby incorporated 
by reference; ASTM D3350 or ASTM F714. 
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Ignitor. An electric, chemical or mechanical device used to 
initiate burning or pyrotechnic or propellant materials. 


Lance. A thin cardboard tube packed with a color-producing 
pyrotechnic composition. 


License. “License” means any nontransferable authorization 
granted by the State Fire Marshal to engage in any activity 
regulated by this part. 


Licensee. “Licensee” means any person 21 years of age or 
older holding a fireworks license issued pursuant to Chapter 
5 (commencing with Section 12570), of the Health and Safety 
Code. 


Loader. A person who places shells into mortars. 


Low Burst or Low Break. The result of a shell exploding 
below its prescribed height. 


Magazine Tender. Person who distributes pyrotechnic items 
to the loader during the show. 


Match. A fuse made of string or thread impregnated with 
black powder. 


Meteoric Shower. A self-contained cardboard tube mounted 
on a plastic base emitting a shower of stars into the air. 


Mines or Mine Bags. A device contained within a reusable or 
disposable tube, where upon ignition stars, firecrackers, 
salutes, whistles or other devices are propelled into the air, 
with the tube remaining on the ground. 


Misfire. A pyrotechnic item which fails to function as 
designed after initiation. See also Dud. 


Monitor. Person responsible for watching for pyrotechnic 
items which do not perform properly. 


Mortar. A cylinder that is used to hold and fire public display 
or special effects pyrotechnic items or compositions as 
defined in Section 999 of this subchapter. 


Mortar Box. Also known as a Trough. A portable wooden 
structure used for the placement of mortars. 


Mortar Rack. A wooden rack holding closely spaced HDPE 
or paper mortars. Mortar racks are limited to 10 tubes per 
individual rack. 


Multiple Break Shell. Aerial shell which has two or more 
breaks. 


Muzzle Burst. The process of an aerial shell breaking or 
bursting just as it leaves the mortar, scattering stars and 
burning material. 


N.F.P.A. The National Fire Protection Association. 


Non-metallic Mortar. See HDPE and Paper Mortar defini- 
tion. 


Pan Type Mortar. A shallow metal container that is used to 
hold and fire special effect pyrotechnic compositions. 


Paper Mortar. A mortar constructed of spiral or convolute 
wound paper or chipboard. 


Party Popper. “Party Popper” also known by other names 
such as Champagne Party Poppers, Party Surprise Popper 
and Hot Shot Poppers, is a pyrotechnic device which contains 
less than 0.25 grain of pyrotechnic composition per unit load, 
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designed to be held in the hand and when fired propels soft 
paper, cloth inserts or other similar fill material into the air. 


Pigeons. Also known as line rockets. Pyrotechnic items using 
mechanical devices to control the effect of flight movement. 


Public Display of Fireworks. “Public display of fireworks” 
means an entertainment feature where the public or a private 
group is admitted or permitted to view the display or dis- 
charge of dangerous fireworks, as defined in Section 12505 
of Health and Safety Code. 


Report. A detailed written account of all events involving 
pyrotechnic materials, devices and operations in which a fire, 
injury or death occurs, or in which any violation of the laws 
or regulations takes place. 


Retailer. Any person who, at a fixed place of business, sells, 
transfers or gives fireworks to a consumer or user. 


Roman Candle. A heavy paper or cardboard tube containing 
pellets of pyrotechnic composition which, when ignited, are 
expelled into the air at several-second intervals. 


Salute. An aerial shell as well as other pyrotechnic items 
whose primary effects are detonation and flash of light. 


Set Piece. Also known as ground display piece, mechanical 
piece. A pyrotechnic device or series of devices that while on 
the ground or elevated produces a visual and/or audible 
effect. These devices may employ fountains, roman candles, 
wheels and lances. 


Shunt. A deliberate short-circuit of an electrically fired pyro- 
technic device or a means contained within its firing system 
to protect it from accidental ignition by extraneous electric- 
ity, 

Single Break Shell. Aerial shell having one or more effects 
within a cylindrical or spherical casing. 


Snap Cap. Also known by other names such as, but not lim- 
ited to, Snappers, Pop Pop Snappers, Fun Snaps and Bang 
Snaps. It is a pyrotechnic device that typically contains less 
than .20 grams, but shall not contain more than .25 grams, of 
gravel impregnated with not more than one milligram of 
pyrotechnic composition. Each unit consists of a small, 
roughly spherical paper parcel, approximately one-quarter 
(‘/) inch in diameter with a twisted paper tail. Each unit, 
when dropped against a hard surface, produces a small, toy 
cap-like report. 


Note: Studies are conducted annually by the Office of 
State Fire Marshal which will determine whether or not 
there are adverse consequences from the regulation of 
snap caps. 
Soft Detonator. A detonator in which the explosive or pyro- 
technic material is encased in a non-metallic container. 


Sparkler, A Stick or wire coated with a pyrotechnic composi- 
tion that produces a shower of sparks upon ignition. 


Squib, See Electric Match. See also Detonator and Soft Deto- 
nator. 


Travel. To move from point of ignition either vertically or 
horizontally. 


Trough. Also known as a Mortar Box. A portable wooden 
structure used for the placement of mortars. 
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Wheel Driver. A heavy paper or cardboard tube emitting a 
shower of sparks from a very small orifice, similar to a pro- 
pellant motor. 


Within This State. “Within this state” means all territory 
within the boundaries of this state. 


Article 3. Licenses 
$981. General. 


(a) No person shall engage in any type of fireworks activities 
without having submitted an application for and having 
obtained a license from the State Fire Marshal in accordance 
with the provisions of this chapter. Licenses shall be pro- 
cessed in accordance with Title 19, California Code of Regu- 
lations, Section 3,33. 


Exceptions: 


(1) Licensed Pyrotechnic Operators Basic Commer- 
cial, Restricted Commercial and Rockets, First 
Class may employ unlicensed assistants. Unli- 
censed assistants shall perform only when under 
the direct, immediate and constant supervision of 
the licensee when handling fireworks and pyro- 
technic compositions. 


(2) Licensed special effects and theatrical pyrotechni- 
cians may employ unlicensed assistants. Unli- 
censed assistants shall perform only when under 
the direct, immediate and constant supervision of 
the licensee when handling fireworks and pyro- 
technic compositions. 


(3) A license shall not be required for the use or dis- 
charge of safe and sane fireworks. 


§981.1. Cause for Denial. 


The use of any false or misleading statement or misrepresen- 
tation offered or used to secure any fireworks license, permit, 
classification, registration or any other official fireworks 
document is a violation of these regulations, and shall be 
cause for denial of the license, permit, classification, regis- 
tration or other official fireworks document. 


§981.2. Misuse or Alteration of License. 


All fireworks licensees as set forth in this chapter shall be 
prohibited from giving or permitting any other person to use 
such license for any purpose whatsoever. 


Any license issued under this chapter found to be altered 
shall be confiscated by the authority examining the license. 
The authority confiscating the license shall notify the State 
Fire Marshal immediately, and shall cooperate with the State 
Fire Marshal in all matters relating to an investigation of the 
incident. 


§981.5, License Scope. 


(a) Model Rockets. A Model Rocket License authorizes the 
manufacture, import, export or wholesale or any combination 
thereof. 


(b) Pyrotechnic Operator. A Pyrotechnic Operator's License 
authorizes and places the responsibility for the handling, 
supervision and discharge of any fireworks item or pyrotech- 
nic device and establishes that the operator is responsible for 
the training of his or her assistants in the safe handling, 
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supervision, and discharge of these items and devices, in 
accordance with the following: 


(1) Pyrotechnic Operator—Unrestricted may conduct 
and take charge of all fireworks activities in connec- 
tion with every kind of public fireworks display, 
whether commercial entertainment, experimental and 
other types of rockets, special effects in motion pic- 
ture, theatrical and television production. 


(2) Pyrotechnic Operator—Basic Commercial may con- 
duct and is restricted to all fireworks activities in con- 
nection with a commercial fireworks public display, 
including the determination that all mortars, set 
pieces, rocket launchers and rockets are properly 
installed and that the proper safety precautions have 
been taken to ensure the safety of persons and prop- 
erty. Such operator shall have charge of all activities 
directly related to handling, preparing and firing all 
fireworks at the public display, including the fixing of 
lifting charges and quick match as needed for aerial 
shells, 


(3) Pyrotechnic Operator—Restricted Commercial may 
conduct and is restricted exclusively to the use and 
discharge of firecrackers and the use of other exempt 
fireworks in religious ceremonies. 


(4) Pyrotechnic Operator—Rockets First Class may con- 
duct and is restricted to all activities in connection 
with research experiments, production, transporta- 
tion, fuel loading and launching of all types of experi- 
mental rockets. Such operator shall also be 
responsible for the actions and conduct of all assis- 
tants. Operators licensed under subsection (b) are 
also required to obtain a local permit from the 
authority having jurisdiction prior to all launches. 


(5) Pyrotechnic Operator—Rockets Second Class may 
conduct and is restricted to all activities in connection 
with research experiments, production, transporta- 
tion, fuel loading and launching of all types of solid 
fuel experimental rockets only, Such operator shall 
also be responsible for the actions and conduct of all 
assistants. Operators licensed under subsection (b) 
are also required to obtain a local permit from the 
authority having jurisdiction prior to all launches. 


(6) Pyrotechnic Operator—Rockets Third Class may 
purchase, transport, store and launch high power 
rockets. Experimental high power rocket motors may 
only be imported, exported and wholesaled by indi- 
viduals or companies holding valid import, export or 
wholesale licenses. Pyrotechnic Operators--Third 
Class may only purchase high powered rocket motors 
from licensed wholesalers. Operators licensed under 
subsection (b) are also required to obtain a local per- 
mit from the authority having jurisdiction prior to all 
launches. 


(7) Pyrotechnic Operator—Special Effects First Class 
may conduct and is restricted to the use, preparation 
for transportation and the preparation and use of all 
types of fireworks and special effects pyrotechnics, for 
the sole purpose of producing a visible or audible 
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effect where and when such use is a necessary part of 
motion picture, television, theatrical or operatic pro- 
duction, as permitted by the fire authority having 
Jurisdiction. 


(8) Pyrotechnic Operator—Special Effects Second Class 
may conduct and is restricted to the use of special 
effects, the loading of blank cartridges, colored fire, 
flash paper, smoke composition, the preparation and 
use of binary A and B Flash composition and such 
other fireworks of whatever kind and class as may be 
permitted by the authority having jurisdiction, under 
a special permit in connection with television and 
motion picture production. 


(9) Pyrotechnic Operator—Special Effects Third Class 
authorizes the loading of blank cartridge shells, and 
use of special effects when under the direct supervi- 
sion and control of a Pyrotechnic Operator--Special 
Effects First or Second Class. 


(10) Pyrotechnic Operator—Theatrical authorizes the use 
of special effects, blank cartridges, colored fire, flash 
paper, flash, smoke composition, and the preparation 
and use of binary A and B Flash composition in stage 
or theatrical productions only. 


(11)Pyrotechnic Operator—Theatrical Trainee autho- 
rizes the conducting of procedures permitted a Pyro- 
technic Operator--Theatrical when under the direct 
supervision and control of a licensed Pyrotechnic 
Operator--Theatrical. 


(12)Pyrotechnic Operator—Performer is restricted to 
persons who perform before an audience, directly or 
indirectly, and may include magicians, comedians, 
still photographers and others whose primary interest 
is in other than pyrotechnics. Such license is 
restricted to the use of blank cartridges, colored fire, 
flash paper, sparklers and smoke composition in con- 
nection with the production of theatricals and operas 
before live audiences in theaters, opera houses, tele- 
vision studios, night clubs and similar occupancies, 
or by the use of a still photographer. 


(c) Separate License Not Required. A separate license shall 
not be required of licensed manufacturers, wholesalers or 
importer-exporter to manufacture, wholesale, import or 
export agricultural and wildlife fireworks or model rocket 
engines. 


(d) Explosive Materials Not Included in Scope of License. 
The license scope as defined in this section is restricted to the 
use of materials defined as “fireworks” (as defined in Health 
and Safety Code Section 12511) and in no way confers 
authority for the use or discharge of explosive materials 
defined in Health and Safety Code Sections 12000, et seq. 


Article 4. Permits 
§982. Local Permit, Application For. 


(a) When applying for a permit under Health and Safety Code 
section 12640(e), an applicant shall submit the following 
information and evidence to the authority having jurisdic- 
tion: 
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(1) The name of the organization sponsoring the display, 
together with the names and license numbers of per- 
sons actually in charge of the display. * 


(2) The date and time of day the display is to be held. 
(3) The exact location planned for the display. 


(4) The size and number of all fireworks to be discharged 
including the number of set pieces, shells and other 
items. Shells shall be designated by diameter specify- 
ing single, multiple break or salute. 


(5S) The manner and place of storage of all fireworks 
prior to, during and after the display. 


(6) Diagram of the grounds on which the display is to be 
held showing the point at which the fireworks are to 
be discharged, the location of all buildings, roads and 
other means of transportation, the lines behind which 
the audience will be restrained, the location of all 
nearby trees, telegraph or telephone lines or other 
overhead obstruction. 


(7) Proof that satisfactory workers' compensation insur- 
ance is carried for all employees in compliance with 
Labor Code Section 3700. 


(8) If the permit is for a public display or special effects, 
documentary proof of conformance with sections 
12610 and 12611, Health and Safety Code. 


(9) A State Fire Marshal's license for the public display 
of fireworks, under Health and Safety Code Sections 
12575, 12576 or 12577. No permit for a public dis- 
play of any type shall be granted unless a public dis- 
play license general, special or limited has been first 
obtained from the State Fire Marshal. 


(10) The name and license number of the wholesaler who 
supplied all items used in the display. 


(b) Permittee shall be responsible for compliance with the 
provisions under which a public display permit has been 
granted. 


Article 6. Classification of Fireworks 
§986. Classification. 


(a) Fireworks or pyrotechnic devices that are to be used or 
sold for use in this state and found by the State Fire Marshal 
to come within the definition of “party poppers”, “snap 
caps”, “safe and sane”, “agricultural and wildlife”, “model 
rocket motors”, “high power rocket motors”, “emergency 
signaling device” or “exempt” fireworks shall be classified 
as such by the State Fire Marshal. 


Exception: Special Effects items developed and com- 
pounded on location for single time usage. 


(b) The classification of an item shall not be construed as 
conferring classification to any similar item without the 
approval of the State Fire Marshal. The trade name of an 
item shall not be changed without notifying the State Fire 
Marshal 30 days prior to such change. 


§986.1. Sparklers. 


Sparklers, which are defined as a stick or wire coated with a 
pyrotechnic composition that produces a shower of sparks 
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upon ignition, are classified as dangerous fireworks under 
the authority of Health and Safety Code section 12505(k). 


Article 8. Storage 
$989, General. 


All magazines shall meet the requirements as set forth in the 
Code of Federal Regulations, Title 27, ‘Part 55, Subpart K 
(Storage). 


$989.1. Storage, General Provisions. 


(a) All fireworks, pyrotechnic compositions and pyrotechnic 
devices shall be kept in a locked magazine and in a manner 
approved by the authority having jurisdiction unless they are: 


(1) In the process of being manufactured; 
(2) In the process of being used; or 


(3) Being transported to a place of storage or use by a 
licensee, in accordance with the Code of Federal Reg- 
ulations, Title 49, Part 173, Subpart C, and Title 13, 
Chapter 6, Article 3 of the California Code of Regula- 
tions. 


(b) Class C Common Fireworks and those devices designated 
as “safe and sane” fireworks shall be stored in a manner 
consistent with the Code of Federal Regulations, Title 49, 
Section 173.88. 


$989.2. Access Roads and Signs. 


All magazine storage sites shall have access roads suitable 
for use by fire apparatus posted with the following warning 
sign or other sign approved by the authority having jurisdic- 
tion: 
DANGER 
NEVER FIGHT EXPLOSIVES FIRES 


EXPLOSIVES ARE STORED ON THIS SITE 
CALL: 


The sign shall be weather-resistant with a reflective sur- 
face and lettering at least two (2) inches high. 


$989.3. Activities and Devices Prohibited. 


Smoking, matches, flame-producing devices, open flames and 
firearms shall not be permitted inside or within fifty (50) feet 
of magazines. 


§989.4. Magazines in Dwelling Prohibited. 


No loaded indoor storage magazine shall be located in a res- 
idence or dwelling. 


Article 13. General Safety Requirements 
$991. Safety Inspection. 


Retail fireworks stands and sales areas are subject to inspec- 
tion by the authority having jurisdiction. All areas where fire- 
works, pyrotechnic compositions or devices are used, stored 
or discharged shall be free from any condition which 
increases, or may cause an increase of, the hazard or menace 
of fire or explosion to a greater degree than customarily rec- 
ognized as normal by persons in the public service of pre- 
venting, suppressing or extinguishing fire, or which may 
become the cause of any obstruction, delay or hindrance to 
the prevention, suppression or extinguishment of fire. 


§991.1. Disposition Unsold Stock. 
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All retail fireworks licensees shall return unsold fireworks 
stocks to the wholesaler from whom they were purchased. 
The retail licensee may store unsold stock in a place and 
manner approved by the fire authority having jurisdiction 
until stock is returned to the wholesaler. Such return of stock 
shall be accomplished no later than the thirty-first of July of 
each year, 


§991,2, Personnel. 


The employer or permittee shall be responsible for instruct- 
ing his or her personnel who handle fireworks, pyrotechnic 
compositions or devices in any capacity, in the hazards of 
and safety procedures relating to fireworks, pyrotechnic com- 
positions or devices as contained in this chapter. 


§991.3. Smoking, Storage and Handling Facilities. 


Smoking shall be prohibited and “No Smoking” signs posted 
in all portions of the premises or locations where fireworks, 
pyrotechnic compositions or devices are stored or handled. 


$991.4, Smoking, Sales Facilities. 


Smoking shall be prohibited and signs bearing the words “No 
Smoking” shall be posted on and in every building, mobile 
facility or structure used for the sale of fireworks. Signs shall 
be positioned at the entrance to and inside such buildings, 
mobile facilities or structures, and at such other locations as 
designated by the authority having jurisdiction. Lettering 
shall be red in color on a white background. Letters shall be 
at least 3 inches in height with a stroke of at least '/, inch. 


§991.5. Prohibited Substances. 


Intoxicating liquids, narcotics and controlled substances are 
prohibited within the area of the firing site as determined by 
the authority having jurisdiction, and shall not be used by any 
person handling fireworks or special effects at any time 
during transportation, set-up, firing or removal. 


Exception: Prescription drugs not impairing the motor 
functions and/or judgment of the persons affected by this 
section, Drugs must be taken as directed and specifically 
prescribed for the individual to be covered by this excep- 
tion, 


§991.6. Alcohol and Narcotics. 
Article 13.5. Electrical Firing Circuits 
§992. Electric Firing Circuits, General. 


Connecting any electric firing circuit to any power supply, is 
prohibited until all special effects devices, fireworks and 
pyrotechnics in the sequence are connected to firing leads 
and the firing area is clear of all unauthorized personnel. 


Exception: Circuit testing as described in section 992. 3. 
§992.1, Power Sources. 
§992.2. Firing Systems Safeguards. 


Power sources for firing special effects devices, fireworks 
and pyrotechnics shall be restricted to batteries or individu- 
ally isolated, ungrounded generators used for firing purposes 
only. 


Commercial or house power may be used provided the fir- 
ing system is electrically isolated from the commercial or 
house power through the use of such items as isolation trans- 
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formers. Under no condition may commercial or house power 
be used directly for firing purposes. 


All firing systems, including battery and power circuit 
types, shall be designed to ensure against accidental firing by 
providing, a shunt or other control method in which no firing 
power may be applied to any firing circuits unless the opera- 
tor intentionally enables or arms the firing system before 
applying firing power. 

§992.3. Circuit Tests. 


All electrically fired pyrotechnic circuits shall be tested with 
a galvanometer or other test device in which the test current 
is not capable of firing the pyrotechnic device being tested. 


§992.4. Sight Firing. 


Special effects devices and pyrotechnics shall not be fired 
unless the area involved with the firing is in the continuously 
unobstructed full view of the pyrotechnic operator or his/her 
assistant at the time of firing. 


Article 14. Special Effects 
$992.5. Scope. 


This article shall govern all “Special Effects Devices/ Mate- 
rials” including those materials which have been classified 
and described by the regulations of the Department of Trans- 
portation, Title 49, parts 172, 173 and 177 as Special Fire- 
works Class B Explosives and Common Fireworks Class C 
Explosives and such additional items as listed in Table 14A. 


§992.6. Responsibility. 


The company representative shall provide to the authority 
having jurisdiction the name and license number of the spe- 
cial effects operator who shall have the authority, responsi- 
bility and be in charge of handling all Special Effects 
Materials. The company representative shall also allocate 
sufficient time to the Special Effects Pyrotechnic Operator to 
prepare for the transportation, packing, storing, securing 
daily, discharging, disposing of, or otherwise handling of 
fireworks, pyrotechnic devices or materials in a safe manner. 
Upon completion of firing, no unauthorized person shall be 
permitted access to the firing area until the licensed pyro- 
technic operator has determined the area to be safe and 
secure. 


§992.7. Orientation Meeting. 


The company representative shall provide to the authority 
having jurisdiction the name and license number of the spe- 
cial effects operator who shall have the authority, responsi- 
bility and be in charge of handling all Special Effects 
Materials. The company representative shall also allocate 
sufficient time to the Special Effects Pyrotechnic Operator to 
prepare for the transportation, packing, storing, securing 
daily, discharging, disposing of or otherwise handling of fire- 
works, pyrotechnic devices or materials in a safe manner. 
Upon completion of firing, no unauthorized person shall be 
permitted access to the firing area until the licensed pyro- 
technic operator has determined the area to be safe and 
secure. 


Prior to the activity, a discussion of the events planned 
and all aspects and ramifications concerning safety issues as 
they relate to the safe use of fireworks, pyrotechnic devices 
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and materials shall be held among all appropriate parties, as 
determined by the authority having jurisdiction. 


§992.8. Special Effects Materials. 


(a) Materials described in this chapter as Special Effect 
Materials can be used as Special Effects. Other hazardous 
materials may be used when so authorized by the authority 
having jurisdiction. 


§992.9. Storage and Working Supplies. 


(a) Special Effects Materials storage facilities shall be used 
exclusively for the storage of Special Effects Materials. Stor- 
age facilities shall not be used for the assembling, compound- 
ing or manufacture of Special Effects Materials or any other 
item of fireworks. Magazines shall be kept locked at all times 
except when supplies are being withdrawn or replenished. 
Special Effects Materials shall be stored in accordance with 
the Code of Federal Regulations, Title 27, Part 55, Subpart 
K, 


§992.10. Quantities. 


(a) The quantities of special effects materials removed from 
magazines shall be limited to the amount necessary for imme- 
diate use. Under no condition shall any surplus or excess be 
permitted to remain outside a magazine, unless under the 
direct supervision of a licensed pyrotechnic operator. 


$992.11, Equipment. 


All tools, scoops and devices used in loading and handling 
Special Effects Materials shall be made of non-sparking 
materials. 


§992.12. Mixing. 


No persons shall mix any Special Effects Material except a 
licensed manufacturer or a licensed Special Effects Pyrotech- 
nic Operator—First Class, All mixing, assembling or com- 
pounding when done by other than a licensed manufacturer 
shall be conducted in accordance with the applicable provi- 
sions of this chapter and with approval of the authority hav- 
ing jurisdiction. 
Exception: Binary A & B Flash composition pre-pack- 
aged by a licensed manufacturer may be mixed and uti- 
lized according to manufacturer's instructions by a 
Pyrotechnic Operator, Special Effects—Second Class or 
Pyrotechnic Operator, Theatrical. 


§992,13. Special Effects Water Locations. 


All special effects devices and explosive charges set in or on 
the surface of water, either salt or fresh or any other liquid, 
shall be fired by a separate, individual, ungrounded and 
uncommon two-wire circuit. 


§992.14. Special Effects Not Allowed To Be Carried in 
Wearing Apparel. 


No Special Effects Materials other than blank cartridges may 
be carried within the wearing apparel of a person. This shall 
not apply to actors portraying a scene in a theatrical, televi- 
sion or film production. 

$992.15. Special Effect Packaging. 


All Special Effects Materials shall be packaged in accor- 
dance with Department of Transportation standards as con- 
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tained in Title 49 of the Code of Federal Regulations, parts 
172, 173 and 177 and shall remain in the prescribed contain- 
ers until used or placed in a magazine. 


$992.16. Special Effects Mortars. 


Mortars and other items used to hold special effects, pyrotech- 
nic or explosive materials during discharge shall be made of a 
material having a thickness proportional to the strength of the 
explosive or pyrotechnic material being used, and in every 
case sufficient to prevent distortion in service. Tubular mortars 
for firing aerial pyrotechnic and fireworks shells shall conform 
to the requirements of article 15 of this chapter. 


$992.17. Flash Powder Mortars. 


The use of special effects flash powder mortars consisting of 
converted switch boxes, sockets or similar components is pro- 


hibited. 
§992.18. Special Effects Reports. 


(a) Verbal reports shall be made to the State Fire Marshal 
within 24 hours after a firing under this article when either of 
the following events occur: 


(1) Injury or death to the public or the crew as a result of 
the firing. 
(2) Fires requiring emergency action or response. 
(b) Within ten (10) working days following an incident giving 
rise to a verbal report, the licensed pyrotechnician in charge 


of the activity shall submit a complete, accurate and factual 
report directly to the State Fire Marshal on the episode. 


$992.19. Shunts. 
$992.20. Firing Safeguards 
$992.22. Water Locations. 
§992.21. Circuit Tests. 
§992.23. Sight Firing. 
Table 14A Special Effects Materials 


The following materials, when used in the motion pic- 
ture/television/theatrical industry by licensed special 
effects pyrotechnicians and when permitted by the 
authority having jurisdiction, are to be regulated under 
this chapter as fireworks, pyrotechnic materials and 
devices and not as explosives under Health and Safety 
Code Section 12000. 


BULK POWDER COMPOSITIONS AND DEVICES 
Black Powder Smokeless Powder 
Smoke Flash Compositions 
Common Photo Flash Compositions 
Illuminating Compositions 
Atomized Flash Compositions 

Two Component Flash Powder 
Flash Paper 

Flash Cotton 

Flash Powder 

Simulated Phosphorus 

Sparking Granules 

Lifters 
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SMOKE POWDER COMPOSITION AND DEVICES 
All Colors 

Smoke Compositions 

Smoke Pellets 

Smoke Granules 

Smoke Candles 

Smoke Cookies 

Smoke Grenade 

Smoke Pots 

Smoke Signals 


MATCHES AND FUSES 
Quick Match 

Black Match 

Arcing Match 

Silver Match 

Cannon Fuse 

Safety Fuse 

Thermalite 
Instantaneous Fuse 
Igniter Cord 


SQUIBS AND DETONATORS 
Bullet Hits 

Electric Match 

Soft Detonators 

Squibs 

Detonators 

Igniters 


FIREWORKS 

Common Class C Safe and Sane Fireworks 
Common Class C Dangerous Fireworks 
Special Class B Fireworks 


OTHER MATERIALS 

Primacord or Detonating Cord 
Exploding Bolts and Cable Cutters 
Non Electric Fuse 

Shape Charges 

Trick Noise Makers 


Article 15. Public Display 
§993. Insurance. 


(a) Any person, firm or corporation applying for a public 
display license shall furnish to the State Fire Marshal a 
policy of public liability and property damage insurance. 
The policy may have a deductible not to exceed fifteen 
thousand dollars ($15,000). The policy shall provide limits 
of bodily injury and property damage liability of not less 
than one million dollars ($1,000,000.00) combined single 
limits for each occurrence annually as payment for dam- — 
ages to persons or property which may result from or be 
caused by such public display of fireworks, or any negli- 
gence on the part of the licensee or his or its agents, ser- 
vants, employees or subcontractors presenting such public 
display. 

Exception: A deductible in excess of fifteen thousand dol- 

lars ($15,000) may be permitted provided a security 

deposit, such as, but not limited to a surety bond, pledge of 
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assets or bank letter of credit covering the value of the 
excess, is approved by the State Fire Marshal. 


(b) The certificate of insurance shall provide all of the fol- 
lowing: 
(1) That the insurer will not cancel the insured's cover- 


age without 15 days prior written notice to the State 
Fire Marshal. 


(2) That the duly licensed pyrotechnic operator required 
by law to supervise and discharge the public display, 
acting either as an employee of the insured or as an 
independent contractor and the State of California, its 
officers, agents, employees and servants are included 
as additional insurers, but only insofar as any opera- 
tions under this chapter are concerned. 


(3) That the State shall not be responsible for any pre- 
mium or assessments on the policy. 


§993.1. Reports. General public display and special public 
display licensees shall report to the State Fire Marshal prior 
to date of each display all public displays of fireworks con- 
templated under their license. Licensee must report to the 
State Fire Marshal at least 72 hours prior to each display on 
state-owned or state-occupied property. Applicants for lim- 
ited public display licenses shall report at the time of apply- 
ing for their license. The report shall contain the information 
set forth in Section 982. 


Exception: A general public display licensee conducting 
special effects activities for motion picture, television and 
theatrical productions need not comply with any of the 
above reporting requirements. 


§997. Pyrotechnic Operators, Basic Commercial, Responsi- 
bilities. 

(a) No basic commercial public display permit shall be 
granted unless there is a licensed basic commercial pyro- 
technic operator and at least one additional experienced 


person present. Pyrotechnic Operators, Basic Commercial, 
shall: 


(1) Be responsible for and have control over on-site 
unloading, storing and security of all fireworks; 

(2) Be responsible for placement of mortars, set pieces 
and all other fireworks on-site as approved by the 
authority having jurisdiction. No fireworks shall be 
discharged over areas occupied by spectators; 


(3) Ensure that no person under the age of 18 is in the fir- 
ing or fireworks storage sites; 


(4) Be in possession of a current basic commercial 
license at the time of display; and 
(5) Be responsible for and have control over the safe 
return of all unfired fireworks, misfires and duds. 
$999. Mortars, Aerial Shells 
(a) General. 
(1) Electric firing shall be required for all mortars eight 
inches (8”) or greater in diameter. 


(2) Multiple-break shells that include a salute as one of 
the breaks shall be fired in HDPE mortars only. 
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(b) Steel Mortars. re 


(1) Steel Mortars shall be constructed of commercially 
manufactured, first quality electric resistance weld 
(ERW) or drawn over mandrel (DOM) steel tubing 
conforming to ASTM Standard A135-83, which is 
incorporated by reference. Mortars constructed of 
cast iron, other fragmenting types of steel and all 
other types of metal are prohibited. Salutes shall not 
be fired from metallic mortars. 

(2) Steel mortars shall have a base plate the same thick- 
ness of the mortar wall, welded continuously around 
its perimeter. 

(3) The inside length of steel mortars shall meet the mini- 
mum specifications set forth below: 


Shell Size Inside Length 
1.99 inches or less 8 inches 
2 inches 13 inches 
2/, inches 13 inches 
3 inches 15 inches 
4 inches 20 inches 
5 inches 25 inches 
6 inches 30 inches 
7 inches 32 inches 
8 inches 32 inches 
10 inches 40 inches 
12 inches 40 inches 
16 inches 64 inches 
24 inches 96 inches 


(4) Mortars shall not have any visible cracks in the body 
of the tube, nor any cracks or voids in the weld 
around the base plug. Mortars shall not be dented or 
distorted beyond the point that such distortion inter- 
feres with the smooth and unimpeded travel of the 
shell throughout the entire length of the mortar. 


(c) Paper Mortars. 


(1) Reusable paper mortars shall be of spiral or convo- 
lute wound kraft paper or chipboard, and shall meet 
the minimum specifications set forth below: 


Shell Wall Inside Base 

Size Thickness Length Plug* 
Less than 
2 inches '/, inch 8 inches Linch 
2 inches '/ inch 13 inches 2 inches 
2'/, inches _—*/, inch 13 inches 3 inches 
3 inches */, inch 15 inches 3 inches 
4 inches '/, inch 20 inches 3 inches 
5 inches '7, inch 25 inches 4 inches 
6 inches "7, inch 30 inches 4 inches 
7 inches */, inch 32 inches 4 inches 
8 inches */, inch 32 inches 4 inches 


*Sizes for base plugs are nominal. 


(2) Base plugs for paper mortars shall be wooden and 
securely glued, as well as nailed, screwed or bolted to 
the base of the mortar. Base plugs shall be discarded 
and replaced when damaged. Minor cracks and 
checks are acceptable. 


2022 CALIFORNIA FIRE CODE 


(3) Multiple-break shells shall not be fired from paper 
mortars. 


(d) HDPE Mortars. High Density Polyethylene (HDPE) mor- 
tars Shall meet the minimum specifications set forth below: 


Shell Wall Inside Base 

Size Thickness Length Plug* 
Less than2” '/, inch 10 inches 1 inch 
2 inches ‘7 inch 13 inches 2 inches 
2'/, inches —_'/, inch 13 inches 3 inches 
3 inches '/, inch 15 inches 3 inches 
4 inches '/, inch 20 inches 3 inches 
5 inches '/, inch 25 inches 4 inches 
6 inches */, inch 30 inches 4 inches 
7 inches */, inch 32 inches 4 inches 
8 inches */, inch 32 inches 6 inches 


*Base plug sizes are nominal. 


HDPE Mortars shall not be reloaded for a period of at 
least one (1) hour after use. All base plugs for HDPE mortars 
shall be wooden and securely glued, as well as nailed, 
screwed or bolted to the base of the mortar. Base plugs shall 
be discarded and replaced when damaged. Minor cracks and 
checks are acceptable. 


(e) Other Materials. Recognizing that new materials for the 
construction of mortars may be developed, such materials 
may be used when specifically approved by the State Fire 
Marshal. Persons wishing to use material not specifically 
covered in this section shall submit the material in an amount 
sufficient for testing to the State Fire Marshal for determina- 
tion of its safety and its inclusion in this section. 


For illustrations of typical mortar racks, troughs and 
drums, see Diagrams A, B and C following Section 1002. 


$1001. Setting Mortars. 


(a) Metallic, re-usable paper and HDPE mortars shall be 
securely buried to a minimum of */, of their minimal legal 
length in earth or in drums or troughs filled with moist earth 
or sand essentially free of debris. 


(b) Mortars other than metallic mortars may be placed in 
wooden finale racks. 


(c) Planking below mortars shall be required when the base of 
the mortar, trough or drum is not on a stable and level surface. 


(d) Mortars in non-electrically-fired shows shall meet all of 
the following requirements: 


(1) Mortars up to five inches in diameter and buried in 
earth or placed in troughs or drums shall be spaced a 
minimum of 3 inches apart or from the sides of the 
drum or trough. 

(2) Mortars six inches or larger in diameter and buried in 
earth or placed in troughs or drums shall be spaced a 
minimum of 5 inches apart or from the sides of the 
drum or trough. When a mortar requiring 5 inches of 
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space is placed adjacent to a mortar requiring only 3 
inches of spacing, the larger spacing shall apply. 


(e) Mortars in electrically-fired shows shall meet all of the 
following requirements: 


(1) All mortars buried in earth or placed in drums and 
troughs shall be nominally spaced 2 inches apart or 
from the sides of the drum or trough. 


(2) All technicians shall be positioned a minimum of 100 
feet from any mortar and positioned so as to be pro- 
tected from the direct line of fire. 


(3) No one shall be allowed to enter the firing area 
during the firing of the display. 
(f) Mortars shall be set in a stable and secure manner so that 
accidental impact and shell discharge will not change the 
trajectory of adjacent unfired shells. 


For illustrations of typical mortar racks, troughs and 
drums, see Diagrams A, B and C following Section 1002. 


§1002. Design Specifications for Mortar Racks, Troughs, 
Drums and Ready Boxes. 


(a) Mortar racks shall be limited to a maximum of 10 tubes 
per unit. The base and ends of the rack shall be nominal 2 
inch thick lumber. The inside width shall be equal to the 
outside diameter of the mortar tube. Each mortar tube shall 
be separated by horizontal or vertical blocks nominally 2 
inches thick and 4 inches wide. Side braces for mortar racks 
of 3 inch size mortars and up shall be 1 inch x 6 inch nomi- 
nal lumber or '/, inch x 4 inch plywood securely fastened by 
nails, screws or attached with construction grade staples 
along the top and bottom of the rack. A diagonal side brace 
must be employed on all mortar racks with more than 5 
mortar tubes. Mortar racks shall not incorporate steel 
brackets or other metallic parts in their construction with 
the exception of nails, screws or construction-grade staples. 
Metallic braces shall not be fastened to mortar racks at the 
firing site. 

(b) Troughs shall not be more than 8 feet in length. Troughs 
may be placed in a continuous row provided they are stable 
and secure. The sides, bottom and ends of troughs shall be 
minimum */, inch plywood or nominal 2 inch lumber, except 
in cases where the surface at the bottom of the trough is suf- 
ficiently stable to support the firing of the mortar, no bottom 
shall be required. Troughs shall be secured by minimum */, 
inch through bolts, rods or angle iron “U” brackets at each 
end and center to prevent bulging. 


(c) Drums shall be constructed of steel, aluminum or plastic. 


(d) Ready boxes shall be constructed of wood not less than ‘/, 
inch thickness or */, inch plywood, chipboard or presswood. 
Ready boxes shall not be equipped with any type of hold open 
device. 
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Note: For illustrations of typical mortar racks, troughs 
and drums, see Diagrams A, B and C immediately follow- 
ing this section. 


DIAGRAM A 


DIAGRAM OF A TYPICAL RACK 


MORTARS 


SPACER BLOCKS 


> BASE AND END 


DIAGONAL BRACE 


6d Nolls are used to secure the 
racks feet 


§1003. Operation of Display. 
(a) General. 


(1) All fireworks at a display site shall be stored in a 
place and manner secure from fire, accidental dis- 
charge and theft. All storage shall be approved by the 
authority having jurisdiction. 


(2) Shells shall be sized for proper fit and for damaged 
lift charge bags, lead fuse tears, tears in the piping 
of the quick match leaders and missing safety caps. 


(3) Safety caps protecting the fuse shall not be removed 

until firing or electric hookup. 
(b) Ready Boxes. 

(1) Shells used for reloading shall be placed in ready 
boxes prior to the start of the display. 

(2) Ready boxes shall not be located less than 25 feet 
upwind from the nearest mortar prior to any firings. 

(3) Ready boxes shall be divided into separate compart- 
ments for each shell size. 


(4) When containing shells, ready boxes shall be set with 
the bottom facing the mortars with the front elevated, 
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or set on the bottom with the hinges towards the mor- & 
tar, providing the lid cannot be opened Sully. 


(5) Once in place, the ready box shall be covered with a 
flame-resistive water-repellant canvas cover. 


(c) Loading Mortars. 


(1) At no time shall any person place any part of their 
body over the mortar muzzle during loading or firing. 


(2) Mortars shall be cleaned of debris or burning mate- 
rial prior to loading, and prior to reloading, as nec- 
essary. 


(3) Mortar racks may be reloaded with non-chained sin- 
gle-break shells when there is no longer any burning 
material in the racks. 


(4) Finale racks shall have tape placed over the mortar 
muzzles when loaded with finale chained shells. 


(5) Salutes and detonating shells shall not be fired from 
steel mortars. 


(6) Multiple-break shells that include a salute as one 
of the breaks shall be fired from HDPE mortars 
only. 

(d) Firing. 


(1) All firing shall be done upon order or signal of the 
licensed pyrotechnic operator controlling the display. 


(2) Electric firing, if utilized, shall comply with all of the 
requirements of Article 13.5 of this chapter. 


(3) Upon conclusion of firing, no unauthorized person 
shall be permitted access to the firing area until the 
licensed pyrotechnic operator has determined the 
area to be safe and secure. 


(4) Electric firing shall be required for all mortars eight 
inches (8”) or greater in diameter. 


(e) Ground Effects. 


(1) Set pieces, wheels and mechanical devices shall be 
braced, guyed and securely attached or set as 
required to prevent displacement. 


(2) Low level Roman Candles, multiple batteries and 
projectiles shall be securely set to prevent accidental 
displacement. 


(f) Duds. 


(1) The licensed pyrotechnic operator shall account for 
and retrieve all duds immediately following the dis- 
play. 

(2) The entire firing range shall be inspected immediately 
following the display to locate any duds. Any shells 
found shall be immediately doused with water before 
handling. The shell shall then be placed in a separate 
container filled halfway with water. 


(g) Misfires. 


(1) When a shell misfires, and the fuse has burned, but 
the lift change has not functioned, the mortar shall 
be identified and marked, and left undisturbed for a 
minimum of 5 minutes, then filled halfway with 
water. 
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DIAGRAM OF A TYPICAL TROUGH SETTING 


END VIEW 
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(2) When the shell misfires due to electric malfunction, 
and the fuse has not yet burned, the shell shall be 
removed and stored pursuant to the permit. 


(3) When the display is concluded, the misfired shell shall 
be placed in a safe area pursuant to the permit. 


(h) Unfired shells, including duds and misfires, must be 
removed immediately following the display and returned 
directly to the wholesaler/manufacturer unless provision has 
been made for storage and/or destruction with the authority 
having jurisdiction. 


§1004. Safety Tools and Equipment. 


(a) Tools required at the display site shall be, at a mini- 
mum, a shovel, a serviceable pressurized water fire extin- 
guisher, a bucket or other container to soak duds, and any 
other equipment as required by the authority having juris- 
diction. 


(b) Any person manually discharging aerial shells shall 
wear at a minimum a hard hat, eye protection, long sleeved 
shirt, gloves, long pants and shoes or boots, and have avail- 
able ear protection, as required by the authority having 
Jurisdiction. 
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§1005. Post Display. 
(a) Reports. 


(1) Within ten (10) working days following any public dis- 
play, the licensed pyrotechnician in charge of the display 
shall submit a complete, accurate and factual written 
report directly to the State Fire Marshal, covering: 


(A) A brief report of any duds or misfires including 
manufacturer's name, type and size; 


(B) A brief account of the cause of injury to any per- 


son from fireworks and such person's name and 
address; 


(C) A brief account of any fires caused by fireworks; 


(D) Any violations of the Health and Safety Code or 
of these regulations relating to public display 
fireworks; and 


(E) The names of all licensed and unlicensed assis- 
tants. 


Exception: A general public display licensee conducting 
special effects activities for motion picture, television and 
theatrical productions need not comply with the require- 
ments of subsections (A) and (E). 
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DIAGRAM C 


DIAGRAM OF A TYPICAL DRUM SETTING 


BLOCKS. 
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(b) Notification. Verbal reports are required within 24 hours 
to the State Fire Marshal when any of the following occur: 


(1) Fire requiring emergency action or response as a 
result of the firing; or 


(2) Injury or death to the public or crew. Within ten (10) 
working days following an incident giving rise to a 
verbal report, the licensed pyrotechnician in charge 
of the activity shall submit a complete, accurate and 
factual report directly to the State Fire Marshal on 
the event. 


(c) Unfired Shells. Unfired shells shall either be removed fol- 
lowing the display and returned directly to the wholesaler or 
supplier or stored in a manner approved by the authority hav- 
ing jurisdiction until such time as the shells can be trans- 
ported directly to the wholesaler or supplier. 


§1006. Smoking. No person shall smoke in any area where 
fireworks are handled or stored. 
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SECTION 5609 
TEMPORARY STORAGE OF 
CONSUMER FIREWORKS 


5609.1 General. Where the display or temporary storage of 
fireworks 1.4G (consumer fireworks) is allowed by Section 
5601.1.3, Exception 4, such display or storage shall comply 
with the applicable requirements of NFPA 1124. 


SECTION 5610 
EXPERIMENTAL ROCKETS/UNLIMITED 


[California Code of Regulations, Title 19, Division 1, 
§1010-1015] 
Article 16. Experimental Rockets/Unlimited 


§1010. General. This article applies to all rockets except 
approved model rockets as defined in Article 14 and experi- 
mental high power rockets and experimental high power 
rocket motors as defined in Article 2. 
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) $1011. Test Areas. 


(a) Experimental rockets unlimited shall not be launched 
within this State from any site other than test areas approved 
for such purpose by the fire authority having jurisdiction. 


(b) These test areas shall meet the following minimum 
requirements: 


(1) Test areas shall consist of a launching site and an 
impact range. 


(2) The launching site is that area immediately surround- 
ing the launching devices, including positions to pro- 
tect all personnel. 


(3) The impact range is that area over which rockets may 
travel by design or accident and upon which they fall. 
Its length should be not less than the maximum calcu- 
lated ideal ballistic range of any rocket to be fired 
from its launching site and extends as the radius of a 
circular sector 90 from the launching site apex into 
the prevailing wind. 
(c) Test areas should include no dwellings or structures other 
than those provided for operating and nonoperating person- 
nel protection and loading rockets. 


(d) Operating personnel protection shall consist of a bunker, 
blockhouse or similar protection designed to withstand 
shrapnel and mass impact equal to the potential created by 
the heaviest rocket intended to be fired, and falling from its 
zenith or exploding at any point. This bunker when located 
not less than 50 feet distant from the launching device shall 
afford minimum protection equal to a 2-foot wide slit trench 
not less than 5 feet deep and parapet observation ports with 
protection equal to a double thickness of sand bags, Over- 
head protection should consist of substantial structural mate- 
rials, and these materials shall be covered to afford 
protection equivalent to that of a double layer of filled sand 
bags. Non-operating personnel minimum protection when 
located not less than 250 feet distant from the launching 
device shall consist of construction at least equal to the slit 
trench shelter described above. 


(e) Rocket loading facilities shall be housed in a lightly con- 
structed and covered structure located not less than 100 feet 
distant from any other structure including any launching 
device. Within this State, all fuel or propellant compounding 
or loading of experimental rockets unlimited shall be per- 
formed by licensed pyrotechnic operators or by experienced 
persons directly supervised by these pyrotechnic operators. 


§1012. Rocket Launchers. Rocket launchers shall have a 
length sufficient to ensure stabilization to any rocket fired 
from them and shall be constructed of appropriate material 
such as metal or rigid flame-resistant plastic and designed 
for the specific intended purpose and use. Special protection 
shall be provided for persons setting and arming all rockets. 
The use of any two rail, “V” or “U” trough launcher, which 
depends solely on gravity to control the rocket during launch- 
ing is prohibited. 


§1013. Setting Rocket Launchers. All adjustments and align- 
ments of the rocket launcher and connections shall be com- 
pleted before the rocket is armed. Final rocket launcher 
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adjustments shall be checked by the licensed pyrotechnic 
operator in charge. 


§1014, Firing Procedure. A definite ordered firing proce- 
dure shall be established by the licensed pyrotechnic opera- 
tor in charge. Both visible and audible signals shall be used 
to alert all persons in the test area. Any launch or firing code 
used shall be reduced to writing and posted conspicuously in 
the test area. 


§1015. Launching Rockets. 


(a) Rockets may not be armed or launched except by an expe- 
rienced pyrotechnic operator, who, if he or she is not 
licensed, shall be directly responsible to the licensed pyro- 
technic operator in charge. The actual arming operation 
shall be accomplished by a competent person. During all 
arming operations all personnel shall take shelter when 
launching, excepting only the individual arming the rocket 
and his or her necessary assistants. 


All internal self-contained firing circuits (within the 
rocket) including, but not by way of limitation, multiple stage 
ignition, parachute releases, bursting charges, etc., shall be 
provided with an arming and disarming device operable 
remotely from without the assembled rocket in the launching 
position. 


(b) The firing circuit shall be shunted at both the control cen- 
ter and the launching site by the pyrotechnic operator 
assigned to arm the rocket. Both shunts shall be in place and 
he or she shall test them to ensure that the firing circuit is 
effectively short circuited, before the rocket is set in the 
launching position. 


(c) The single special key, which removes the launching site 
shunt from the firing circuit, shall be the sole means for com- 
pleting the firing circuit at the control center. The arming 
operator shall retain the shunt key in his or her personal pos- 
session from the time the circuit is initially shunted until the 
arming operations are completed and he or she removes the 
last shunt in the control center and establishes a ready firing 
circuit. 


(d) No other means or device than a remotely controlled elec- 


tric circuit of an approved design may be used to launch sin- 
gle stage rockets or the first stage of multistage rockets. 


SECTION 5611 
MODEL ROCKETS 
[California Code of Regulations, Title 19, Division 1, 
§1020-1028] 
§980 Definitions: 


Model Rocket Motor. The same as a model rocket engine, as 
defined in Health and Safety Code Section 12520. Model 
rocket motors shall not produce more than 160 Newton-sec- 
onds of total impulse power. 


Article 17. Model Rockets 


§1020. General Rocket Launchers. Nothing in this article is 
intended to regulate the sale or the construction of model 
rockets, provided that such model rockets are not equipped 
with a model rocket motor. 
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§1021. Classification and Labeling. All types of model 
rocket motors shall be submitted to the State Fire Marshal by 
a licensed model rocket motor manufacturer, 
importer/exporter or wholesaler for classification A copy of a 
certificate of classification indicating the item has been clas- 
sified as a model rocket motor by a laboratory approved by 
the Department of Transportation shall accompany the 
request for classification by the State Fire Marshal. Three 
samples of each motor type shall be submitted to the State 
Fire Marshal for classification. 


Standards for the classification of model rocket motors 
shall conform to the National Fire Protection Association 
(N.F.P.A.) 1122 (1987), Code for Unmanned Rockets, Sec- 
tions 3-1.1, 3-1.2, 3-1.3, 3-1.4, 3-1.5, 3-1.6, 3-1.7, 3-1.8, 3- 
1.9, 3-1.10. 


(b) Individual engines shall bear the California State Fire 
Marshal seal and the registration number of the licensee. 


§1022. Model Rocket Standards and Use. 


(a) Model rocket standards and use shall comply with: 
N.F.P.A, 1122, the Code for Unmanned Rockets, Chapter 3, 
Sections 3-1.1 through 3-1.10, Chapter 4, Chapter 5, Chapter 
6 and Appendix A-2-(1987), which is incorporated by refer- 
ence herein except for Appendices A-2.3 and A-2.4. 


§1023. Storage and Sale. No model rocket motors shall be 
stored, sold or offered for sale at retail unless such model 
rocket motors have been classified by the California State 
Fire Marshal. 


§1024. Restrictions. The provisions of this article shall not be 
used to establish the authority to possess, launch or use 
experimental unlimited or experimental/high powered rocket 
motors. 


§1025. Authorization. 


(a) No model rocket user shall launch any model rocket 
motor from any site without first securing authorization from 
the authority having jurisdiction. The authority having juris- 
diction may require notification each time that model rockets 
are to be launched. 


(b) It shall be the responsibility of the model rocket user to 
secure permission of the owner of private lands when such 
land is intended to be used to launch model rockets. 


§1026. Revocation of Permits and Authorized Use of 
Launching Area. The authority having jurisdiction may 
immediately revoke a permit to sell model rocket motors at 
retail if it is found that those persons granted a permit have 
violated these regulations. The authority having jurisdiction 
may immediately revoke its authorization to use a firing area 
if it is found that an undue hazard exists, including, but not 
limited to, fire safety hazards or life safety hazards. 


§1027. Minimum Age. 


(a) No model rocket motors shall be sold, given or delivered 
to any person under 18 years of age. 


Exceptions: 


(1) Model rocket motors bearing the standardized coding 
1/4A, 1/2A, A, B, C and D may be sold, given or deliv- 
ered to any person 14 years of age or older. 
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(2) Persons who are 12 years of age or older and who are 
taking part in a model rocket education program may 
receive model rocket motors and launch approved 
model rockets when under the direct supervision and 
control of a person 18 years of age or older. Model 
rocket motors must be obtained only from the adult in 
charge of the launching. Approved model rocket 
motors for this exception shall bear the motor coding 
1/4A, 1/2A, A, B, C or D. 


§1028. Supervision. The permittee shall be responsible for 
the safety of all spectators and other persons connected with 
the launching of model rockets. 


SECTION 5612 
EXPERIMENTAL HIGH POWER 
ROCKETS AND MOTORS 


[California Code of Regulations, Title 19, Division 1, 
§1030-1039] 


§980 Definitions: 


Experimental High Power Rocket. Non-professional rockets 
which are propelled by commercially manufactured high- 
power solid propellant rocket motors. 


Experimental High Power Rocket Motor. A State Fire 
Marshal approved, commercially manufactured rocket pro- 
pulsion device containing a solid propellant charge wherein 
all the ingredients are pre-mixed and which produces more 
than 160 Newton-seconds (36 |b.-seconds) but shall not 
exceed 10,240 Newton-seconds (2302.2 lb.-seconds) of total 
impulse. 


Article 18. Experimental High Power Rockets and Motors 


§1030. General. This article is intended to regulate the sale, 
storage, construction and use of experimental high power 
rocket motors and experimental high power rockets. 


§1031. Classification and Labeling. 


(a) All types of experimental high power rocket motors shall 
be submitted by a licensed experimental high power rocket 
motor manufacturer, importer/exporter or wholesaler to the 
State Fire Marshal for classification. 


(b) All motors shall bear the State Fire Marshal seal and the 
registration number of the licensee. Classified motors con- 
tained within packages may have the State Fire Marshal seal 
and registration number on the package, provided that such 
packages are sealed. 


§1032. Experimental High Power Rocket Motor Standards 
and Use. 


(a) Experimental high power rocket motor design and con- 
struction standards shall comply with all of the following: 


(1) The maximum total impulse per rocket motor shall 
not exceed 10,240 Newton-seconds (2302.2 Ib.-sec- 
onds). 


(2) When more than one rocket motor is utilized, the com- 
bined total impulse shall not exceed 20,480 Newton- 
seconds (4604.4 1b.-seconds). 
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(b) If an experimental high power rocket is equipped with an 
experimental high power rocket motor, then the rocket shall: 


(1) be constructed of paper, plastic, rubber, aluminum or 
wood except that minor components such as screw 
eyes or motor mounts may be of other light-gauge 
metals; and : 


(2) include an effective means or device for returning the 
rocket safely to the ground without causing personal 
injury or property damage; and 

(3) The rocket shall not contain any type of explosive or 
pyrotechnic warhead of any type. 


(c) An experimental high power rocket shall not be used as a 
weapon. 


§1033. License Required. No person shall possess, receive, 
transport, store or launch any experimental high power 
rocket motor without first securing a valid license as a Pyro- 
technic Operator—Rockets First, Second or Third Class from 
the State Fire Marshal. No person shall sell an experimental 
high power rocket motor to any person unless the seller pos- 
sesses a valid license as a wholesaler or retailer under this 
chapter. 


§1034. Local Permit Required—Seller. No person shall sell 
an experimental high power rocket motor without first secur- 
ing a permit from the authority having jurisdiction. This per- 
mit shall be in addition to, not in lieu of, a valid license issued 
by the State Fire Marshal for the sale of these motors. This 
permit shall be deemed separate from a local permit allowing 
the launching of rockets utilizing such motors. 


$1035. Local Permit Required—Launch. 


(a) No experimental high power rocket motor user shall 
launch any experimental high power rocket motor from any 
site without first securing a permit from the authority having 
jurisdiction. 

(b) The authority having jurisdiction may require notification 
by the permittee each time an experimental high power rocket 
motor is to be launched. It shall be the responsibility of the 
experimental high power rocket motor user to also secure the 
permission of the owner of private land when such land is 
intended to be used as a launch site. 


$1036. Launching Facilities. 


(a) Experimental high power rocket motors shall be launched 
from platforms meeting the following specifications: 


(1) A launch guide (tube, rod, tower or other suitable 
device) shall be used to restrict the horizontal motion 
of the rocket until flight velocity sufficient to maintain 
stability during flight is achieved. 

(2) A launch angle of not more than twenty degrees (200) 
from the vertical shall be used. 

(b) Rocket motor launching shall be by remote electrical 
means only, and under the supervision and control of an indi- 
vidual properly licensed in accordance with this chapter. 

(c) Surface wind at the launch site shall not exceed twenty 
miles per hour (20 m.p.h.), and visibility above the launching 
area shall be at least five thousand feet (5,000 ft.). 
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(da) The recovery device wadding ejected from the rocket 
during the launch flight sequence, if used, shall be of flame 
retardant material meeting the standards of Title 19, Califor- 
nia Code of Regulations, Chapter 8, Sections 1171 through 
1355. 


(e) Experimental high power rocket motors shall be launched 
only during daylight hours unless specifically approved by 
the authority having jurisdiction. 


(f) All personnel, including those conducting the actual 
launching of the experimental high power rocket motor‘(s), 
shall maintain a clear radial distance from the launch plat- 
form during the countdown and launch, pursuant to the 
guidelines in Table 18A. 


TABLE 18A 
REQUIRED LAUNCH DISTANCES 
Total Impulse of Rocket Radial Distance 
From launcher 
0-320 Newton-Seconds* 30 feet 
320.01-1280 Newton-Seconds* 150 feet 
1280.01-2560 Newton-Seconds* 200 feet 
2560.01-5120 Newton-Seconds* 300 feet 
5120.01-10240 Newton-Seconds* 500 feet 
10241-20480 Newton-Seconds* 1000 feet 


*Rockets propelled by clusters of motors shall use the distance specified for 
the next higher impulse category. 


§1037. Launch Site Standards. 


(a) The launch site shall consist of a launching area and a 
recovery area. The launching area shall consist of an area 
surrounding the launching devices a radial distance from the 
launching device as specified in Table 18A above. The recov- 
ery area shall consist of the launching area and the minimum 
area necessary to retrieve the rocket, based on the estimated 
altitude likely to be achieved by the rocket. These calcula- 
tions shall take into account the weight of the rocket and the 
specific type of motor used (or combined total impulse). 
Table 18B shall be used to determine the minimum launch 
site dimensions for the various classes of experimental high 
power rockets. 


(b) The launch site shall not be located in any grain field, dry 
grass, brush- or forest-covered lands. 


(c) The launch site shall not contain any buildings or struc- 
tures, unless specifically approved in advance by the author- 
ity having jurisdiction, and under no circumstances shall 
such buildings or structures be less than one thousand five 
hundred feet (1,500 ft.) from the launch site. 


(a) The launch site shall not contain any high voltage electri- 
cal lines or major highways. 

(e) The launch site shall not contain any natural or artifi- 
cially constructed obstacle deemed by the authority having 
jurisdiction to pose a hazard during launching. 

(f) The launching area shall be located as near as possible to 
the center of the launch site but in no case less than seven 
hundred fifty feet (750 fi.) from the boundary of the launch 
site, 
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(g) The launching area shall have appropriate barriers 
around it such that spectators will be restrained from 
encroaching upon it. These barriers may be of any type 
approved by the authority having jurisdiction. 

TABLE 18B 


MINIMUM EXPERIMENTAL HIGH POWER 
ROCKET MOTOR LAUNCH SITE STANDARDS 


Maximum Combined Minimum Site 
Equivalent Launch Dimensions 
Motor Type Total Impulse (feet) 
H 320 1,500 
I 640 2,500 
J 1,280 3,500 
K 2,560 5,000 
Jt 5,120 7,000 
M 10,240 10,000 
N 20,480 15,000 


§1038. Testing. At locations approved by the authority hav- 
ing jurisdiction, experimental high power rocket motors may 
be ignited on the ground for the purpose of determining their 
performance. All of the following procedures shall be fol- 
lowed during the firing of these motors: 


(a) The experimental high power rocket motor shall be 
affixed to a testing device or to an immovable structure in 
such a manner that the motor will not work itself free during 
the testing or the experimentation process. 


(b) The experimental high power rocket motor shall be 
ignited only by remotely operated electrical means fully 
under the control and supervision of the licensed pyrotechnic 
operator conducting the testing or experimentation. 


(c) The exhaust path of the motor shall be cleared of all flam- 
mable objects prior to its firing. 


(d) All persons, whether they are conducting, participating in 
or observing the testing or experiment, shall stand away from 
the motor, and particularly its exhaust path, at all times 
during the test or experiment. 


(e) Under no circumstances shall testing or experimentation 
of experimental high power rocket motors be conducted 
indoors. 


§1039. Supervision and Responsibility. The licensed pyro- 
technic operator in charge of the launch site or test sites shall 
supervise the arming of every experimental high power 
rocket motor, the launching of all motors, and the disposal of 
all unwanted or defective motors. The licensed pyrotechnic 
operator shall also be responsible for the safety of all specta- 
tors or observers and all other persons connected with the 
launching of experimental high power rocket motors. 
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SECTION 5613 ~ 
EMERGENCY SIGNALING DEVICES 


[California Code of Regulations, Title 19, Division 1, 
§1045-1046] t 


Article 19, Emergency Signaling Devices 


§1045. Fire Hazard. Whenever the authority having jurisdic- 
tion declares that the use of an emergency signaling device 
would create a fire hazard, no emergency signaling device 
shall be used regardless of its indicated registration and 
labeling. This prohibition shall continue as long as the fire 
hazard condition exists in the specific area, as determined by 
the authority having jurisdiction. 


$1046. License Required. Manufacturers of emergency sig- 
naling devices whose manufacturing operations take place in 
California must possess a valid fireworks manufacturing 
license from the State Fire Marshal to manufacture emer- 
gency signaling devices. 
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See Chapter 1 for state agency authority and building applications.) 
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The state agency does not adopt sections identified with the following symbol: T 
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2022 CALIFORNIA FIRE CODE 57-1 


57-2 


2022 CALIFORNIA FIRE CODE 


CHAPTER 57 
FLAMMABLE AND COMBUSTIBLE LIQUIDS 


User note: 


About this chapter: Chapter 57 provides requirements that are intended to reduce the likelihood of fires involving the storage, handling, use 
or transportation of flammable and combustible liquids. Adherence to these practices may also limit damage in the event of an accidental fire 
involving these materials. These liquids are used for fuel, lubricants, cleaners, solvents, medicine and even drinking. The danger associated 
with flammable and combustible liquids is that the vapors from these liquids, when combined with air in their flammable range, will burn or 
explode at temperatures near normal living and working environments. The regulations herein are intended to prevent the flammable and 
combustible liquids from being ignited and provide mitigating requirements for when a fire does occur. 


SECTION 5701 
GENERAL 


5701.1 Scope and application. Prevention, control and miti- 
gation of dangerous conditions related to storage, use, 
dispensing, mixing and handling of flammable and combusti- 
ble liquids shall be in accordance with Chapter 50 and this 
chapter. 


[California Code of Regulations, Title 19, Division 1, §3.15] 
Flammable and Combustible Liquids. 


Flammable and combustible liquids shall not be placed, 
stored or handled in any occupancy within the scope of Cali- 
fornia Code of Regulations, Title 19, Division 1 regulations, 
except as provided in the California Fire Code. 


5701.2 Nonapplicability. This chapter shall not apply to 
liquids as otherwise provided in other laws or regulations or 
chapters of this code, including: 


1. Specific provisions for flammable liquids in motor 
fuel-dispensing facilities, repair garages, airports and 
marinas in Chapter 23. 


2. Medicines, foodstuffs, cosmetics and commercial or 
institutional products containing not more than 50 per- 
cent by volume of water-miscible liquids and with the 
remainder of the solution not being flammable, pro- 
vided that such materials are packaged in individual 
containers not exceeding 1.3 gallons (5 L). 


3. Quantities of alcoholic beverages in retail or wholesale 
sales or storage occupancies, provided that the liquids 
are packaged in individual containers not exceeding 1.3 
gallons (5 L). 


4, Storage and use of fuel oil in tanks and containers con- 
nected to oil-burning equipment. Such storage and use 
shall be in accordance with Section 605. For abandon- 
ment of fuel oil tanks, this chapter applies. 


5. Refrigeration systems (see Section 608). 


6. Storage and display of aerosol products complying with 
Chapter 51. 


7. Storage and use of liquids that do not have a fire point 
when tested in accordance with ASTM D92. 
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8. Liquids with a flash point greater than 95°F (35°C) ina 
water-miscible solution or dispersion with a water and 
inert (noncombustible) solids content of more than 80 
percent by weight, which do not sustain combustion. 


9. Liquids without flash points that can be flammable 
under some conditions, such as certain halogenated 
hydrocarbons and mixtures containing halogenated 
hydrocarbons. 


10. The storage of beer, distilled spirits and wines in bar- 
rels and casks. 


11. Commercial cooking oil storage tank systems located 
within a building and designed and installed in accor- 
dance with Section 607 and NFPA 30. 


12. Application and release of pesticide and agricultural 
products and materials intended for use in weed abate- 
ment, erosion control, soil amendment or similar appli- 
cations where applied in accordance with the 
manufacturer’s instructions and label directions. 


13. The off-site transportation of flammable or combustible 
liquids where in accordance with Department of Trans- 
portation (DOTn) regulation. 


5701.3 Referenced documents. The applicable requirements 
of Chapter 50, other chapters of this code, the California 
Building Code and the California Mechanical Code pertain- 
ing to flammable liquids shall apply. 


5701.4 Permits. Permits shall be required as set forth in 
Sections 105.5 and 105.6. 


5701.5 Material classification. Flammable and combustible 
liquids shall be classified in accordance with the definitions 
in Chapter 2. 


When mixed with lower flash-point liquids, Class II or III 
liquids are capable of assuming the characteristics of the 
lower flash-point liquids. Under such conditions, the appro- 
priate provisions of this chapter for the actual flash point of 
the mixed liquid shall apply. 

When heated above their flash points, Class II and III liq- 
uids assume the characteristics of Class I liquids. Under such 
conditions, the appropriate provisions of this chapter for 
flammable liquids shall apply. 
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SECTION 5702 
DEFINITIONS 


5702.1 Definitions. The following terms are defined in Chap- 
fer 2: 


ALCOHOL-BASED HAND RUB. 
BULK PLANT OR TERMINAL. 


BULK TRANSFER. 
COMBUSTIBLE LIQUID. 


Class II. 
Class IITA. 
Class IIIB. 
FIRE POINT. 
FLAMMABLE LIQUID. 
Class IA. 
Class IB. 
Class IC. 
FLASH POINT. 
FUEL LIMIT SWITCH. 
LIQUID STORAGE ROOM. 
LIQUID STORAGE WAREHOUSE. 
MOBILE FUELING. 
PROCESS TRANSFER. 
REFINERY. 
REMOTE EMERGENCY SHUTOFF DEVICE. 
REMOTE SOLVENT RESERVOIR. 
SOLVENT DISTILLATION UNIT. 
TANK, PRIMARY. 
TANK IN AN UNDERGROUND AREA. 


SECTION 5703 
GENERAL REQUIREMENTS 


5703.1 Electrical. Electrical wiring and equipment shall be 
installed and maintained in accordance with Section 603 and 
the California Electrical Code. 


5703.1.1 Classified locations for flammable liquids. 
Areas where flammable liquids are stored, handled, 
dispensed or mixed shall be in accordance with Table 
5703.1.1. A classified area shall not extend beyond an 
unpierced floor, roof or other solid partition. 


The extent of the classified area is allowed to be 
reduced, or eliminated, where sufficient technical justifi- 
cation is provided to the fire code official that a concentra- 
tion in the area in excess of 25 percent of the lower 
flammable limit (LFL) cannot be generated. 


5703.1.2 Classified locations for combustible liquids. 
Areas where Class II or III liquids are heated above their 
flash points shall have electrical veacogpe in accor- 
dance with Section 5703.1.1. 


Exception: Solvent distillation units in accordance 
with Section 5705.4. 
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5703.1.3 Other applications. The fire code official is 
authorized to determine the extent of the Class I electrical 
equipment and wiring location where a condition is not 
specifically covered by these requirements or the Califor- 
nia Electrical Code. 


5703.2 Fire protection. Fire protection for the storage, use, 
dispensing, mixing, handling and on-site transportation of 
flammable and combustible liquids shall be in accordance 
with this chapter and applicable sections of Chapter 9. 


5703.2.1 Portable fire extinguishers and hose lines. 
Portable fire extinguishers shall be provided in accordance 
with Section 906. Hose lines shall be provided in accor- 
dance with Section 905. 


5703.3 Site assessment. In the event of a spill, leak or 
discharge from a tank system, a site assessment shall be 
completed by the owner or operator of such tank system if 
the fire code official determines that a potential fire or 
explosion hazard exists. Such site assessments shall be 
conducted to ascertain potential fire hazards and shall be 
completed and submitted to the fire department within a 
time period established by the fire code official, not to 
exceed 60 days. 


5703.4 Spill control and secondary containment. Where 
the maximum allowable quantity per control area is 
exceeded, and where required by Section 5004.2, rooms, 
buildings or areas used for storage, dispensing, use, mixing or 
handling of Class I, II and IIA liquids shall be provided with 
spill control and secondary containment in accordance with 
Section 5004.2. 


5703.4.1 Spill control and secondary containment for 
tanks in underground areas. Tanks in underground areas 
and associated piping systems shall be provided with spill 
control and secondary containment that are designed and 
constructed as outlined in Section 5004.2, except as modi- 
fied by Section 5703.6. 2.2. 


5703.5 Labeling and signage. The fire code official is 
authorized to require warning signs for the purpose of iden- 
tifying the hazards of storing or using flammable liquids. 
Signage for identification and warning such as for the inher- 
ent hazard of flammable liquids or smoking shall be 
provided in accordance with this chapter and Sections 
5003.5 and 5003.6. 


5703.5.1 Style. Warning signs shall be of a durable mate- 
rial. Signs warning of the hazard of flammable liquids 
shall have white lettering on a red background and shall 
read: “DANGER—FLAMMABLE LIQUIDS.” Letters 
shall be not less than 3 inches (76 mm) in height and '/, 
inch (12.7 mm) in stroke. 


5703.5.2 Location. Signs shall be posted in locations as 
required by the fire code official. Piping containing flam- 
mable liquids shall be identified in accordance with 
ASME A13.1. 


5703.5.3 Warning labels. Individual containers, packages 
and cartons shall be identified, marked, labeled and plac- 
arded in accordance with federal regulations and 
applicable state laws. 
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TABLE 5703.1.1 
CLASS | ELECTRICAL EQUIPMENT LOCATIONS? 


GROUP D 
LOCATION DIVISION EXTENT OF CLASSIFIED AREA 


1 Pits, boxes or spaces below grade level, any part of which is within the 
Division | or 2 classified area. 
fill connection. 

1 


Touagel anal Within 3 feet of open end of vent, extending in all directions. 


Area between 3 feet and 5 feet of open end of vent, extending in all direc- 
tions. 


Drum and container filling os al eee Bimal EE eee ES CR a 


Outdoor or indoor with adequate ventilation Within 3 feet of vent and fill opening, extending in all directions. 


Area between 3 feet and 5 feet from vent of fill opening, extending in all 
directions. Also up to 18 inches above floor or grade level within a hori- 
zontal radius of 10 feet from vent or fill opening. 


Pumps, bleeders, withdrawal fittings, meters and 
similar devices 
Indoor Within 5 feet of any edge of such devices, extending in all directions, and 
Z up to 3 feet above floor or grade level within 25 feet horizontally from any 
edge of such devices. 
“ask nae eae a ES Within 3 feet of any edge of such devices, extending in all directions, and 
2 


up to 18 inches above floor or grade level within 10 feet horizontally from 
Without mechanical ventilation 


Underground tank fill opening Up to 18 inches above grade level within a horizontal radius of 10 feet from 


a loose-fill connection and within a horizontal radius of 5 feet from a tight- 


Vent—Discharging upward 


an edge of such devices. 


; 


Entire area within pit if any part is within a Division 1 or 2 classified area. 
With mechanical ventilation Entire area within pit if any part is within a Division 1 or 2 classified area. 


| Withmechanical ventilation | 2 
eoemee 
Drainage ditches, sepaatorsimpoundingbasns| | 
above grade within 15 feet horizontal from any edge. 
fcr ry dO | 
[oading rough open dome 


Area between 3 feet and 15 feet from edge of dome, extending in all direc- 
tions. 


Within 3 feet of point of venting to atmosphere, extending in all directions. 


Area between 3 feet and 15 feet from point of venting to atmosphere, 
extending in all directions. Also up to 18 inches above grade within a hori- 
zontal radius of 10 feet from point of loading connection. 


naomi Within 3 feet of open end of vent, extending in all directions. 


1 
Area between 3 feet and 15 feet from open end of vent, extending in all 


directions, and within 3 feet of edge of dome, extending in all directions. 


Loading through closed dome with vapor control 2 Within 3 feet of point of connection of both fill and vapor lines, extending 
in all directions. 
2 


Loading through bottom connections with 
atmospheric venting 


Loading through closed dome with atmospheric 
venting 


Bottom loading with vapor control or any bottom Within 3 feet of point of connection, extending in all directions, and up to 
unloading 18 inches above grade within a horizontal radius of 10 feet from point of 
connection. 


(continued) 
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TABLE 5703.1.1—continued 
CLASS | ELECTRICAL EQUIPMENT LOCATIONS? 


GROUP D 
LOCATION DIVISION EXTENT OF CLASSIFIED AREA 
Pits or spaces below floor level. 


Ec Area up to 18 inches above floor or grade level for entire one or repair 
garage. 


Where there is an opening to these rooms within the extent of an outdoor 
classified area, the entire room shall be classified the same as the area clas- 
sification at the point of the opening. 


Where there is an opening to these rooms within the extent of an indoor 
classified area, the room shall be classified the same as if the wall, curb or 
partition did not exist. 


Storage and repair garage for tank vehicles 


Garages for other than tank vehicles 


Indoor warehousing where there is no 
flammable liquid transfer 


Indoor equipment where flammable vapor/air 
mixtures could exist under normal 
operations 


Area within 5 feet of any edge of such equipment, extending in all direc- 
tions. Area between 5 feet and 8 feet of any edge of such equipment, 

extending in all directions, and the area up to 3 feet above floor or grade 
level within 5 feet to 25 feet horizontally from any edge of such equip- 


Outdoor equipment where flammable vapor/air 


mixtures could exist under normal Area between 3 feet and 8 feet of any edge of such equipment extending in 
operations all directions, and the area up to 3 feet above floor or grade level within 3 


feet to 10 feet horizontally from any edge of such equipment. 
Tank—Above ground $I 


Shell, ends or roof and dike area Area inside dike where dike height is greater than the distance from the 
tank to the dike for more than 50 percent of the tank circumference. 

Area within 10 feet from shell, ends or roof of tank. Area inside dikes to 

level of top of dike. 


Vent Area within 5 feet of open end of vent, extending in all directions. 
7 Area between 5 feet and 10 feet from open end of vent, extending in all 
directions. 
Floating roof Area above the roof and within the shell. 


Where there is an opening to these rooms within the extent of an indoor 
classified location, the room shall be classified the same as if the wall, curb 
or partition did not exist. 


Office and restrooms Ordinary 


For SI: 1 inch = 25.4 mm, 1 foot = 304.8 mm. 
a. Locations as classified in the California Electrical Code. 


b. When classifying extent of area, consideration shall be given to the fact that tank cars or tank vehicles can be spotted at varying points. Therefore, the 
extremities of the loading or unloading positions shall be used. 


c. The release of Class I liquids can generate vapors to the extent that the entire building, and possibly a zone surrounding it, are considered a Class I, Division 2, 
location. 


5703.5.4 Identification. Color coding or other approved piping in connection with boilers and pressure vessels 
identification means shall be provided on each loading and regulated by the California Mechanical Code. 
unloading riser for flammable or combustible liquids to 


he utas 5703.6.2 Desi fabricati ipi 
identify the contents of the tank served by the riser. es1g0 And ADE CAvON AL DIPS AY Seu BOS 


components. Piping system components shall be designed 


5703.6 Piping systems. Piping systems, and their component and fabricated in accordance with the applicable standard 
parts, for flammable and combustible liquids shall be in listed in Table 5703.6.2 and Chapter 27 of NFPA 30, 
accordance with Sections 5703.6.1 through 5703.6.11. except as modified by Sections 5703.6.2.1 and 5703.6.2.2. 
5703.6.1 Nonapplicability. The provisions of Section 5703.6.2.1 Special materials. Low-melting-point 
5703.6 shall not apply to gas or oil well installations; materials (such as aluminum, copper or brass), materi- 
piping that is integral to stationary or portable engines, als that soften on fire exposure (such as nonmetallic 
including aircraft, watercraft and motor vehicles; and materials) and nonductile material (such as cast iron) 


shall be acceptable for use underground in accordance 
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Power piping 
Process piping 


Pipeline transportation systems for liquid 

hydrocarbons and other liquids bMinedA 
Building services piping ASME B31.9 
Double containment piping UL 971A, UL 1369 


with the applicable standard listed in Table 5703.6.2. 
Where such materials are used outdoors in above- 
ground piping systems or within buildings, they shall 
be in accordance with the applicable standard listed in 
Table 5703.6.2 and one of the following: 


1. Suitably protected against fire exposure. 


2. Located where leakage from failure would not 
unduly expose people or structures. 


3. Located where leakage can be readily controlled 
by operation of remotely located valves in a loca- 
tion provided with ready access. 


In all cases, nonmetallic piping shall be used in 
accordance with Section 27.4.6 of NFPA 30. 


TABLE 5703.6.2 
PIPING STANDARDS 


ASME B31.1 


ASME B31.3 


5703.6.2.2 Below-grade or underground piping sys- 
tems connected to a tank in an underground area. 
Below-grade or underground piping systems that are 
connected to a tank in an underground area shall have 
secondary containment. The building, room or area in 
which the flammable or combustible liquid is stored or 
located may be used as secondary containment if it 
meets the containment and drainage methods as 
described in Section 5004. 2.2.1. 


All portions of below-grade and underground pip- 
ing systems shall be monitored for leaks by one of the 
following methods: 


1. A listed or approved leak detection system that 
either activates an audible and visual alarm or 
stops the flow of product when a leak is detected. 


2. Direct visual inspection conducted monthly by 
designated personnel. 


3. Indirect visual inspection conducted monthly 
through the use of, but not limited to, mirrors, 
cameras or video equipment. 


4. If the above methods cannot be met, an alterna- 
tive means Shall be provided in accordance with 
Section 1.11.2.4. 


Exceptions: 


1. Piping systems connected to a tank in an 
underground area that is used solely in 
connection with a fire pump or 
emergency system, legally ' required 
standby system or optional standby 
system as specified in Health and Safety 
Code Section 25270.2(0)(1)(C) (iii). 
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2. Piping systems connected to a tank in an 
underground area that contains petroleum 
to be used or previously used as a 
lubricant or coolant in a motor engine or 
transmission or oil-filled operational 
equipment or oil-filled manufacturing 
equipment, as described in Health and 
Safety Code Section 25270.2(0)(1)(C)(i). 


3. Piping systems connected to a 
petroleum hazardous waste tank in an 
underground area that complies with 
the hazardous waste tank standards 
pursuant to the California Code of 
Regulations, Title 22, Chapter 15, 
Article 10 (commencing with Section 
66265.190), and the facility has been 
issued a unified program facility permit 
pursuant to Health and Safety Code 
Section 25404.2 for — generation, 
treatment, accumulation or storage of 
hazardous waste, as described in Health 
and Safety Code Section 25270.2(0)(1) 
(C)(ii). 

5703.6.3 Testing. Unless tested in accordance with the 
applicable section of ASME B31.9, piping, before being 
covered, enclosed or placed in use, shall be hydrostatically 
tested to 150 percent of the maximum anticipated pressure 
of the system, or pneumatically tested to 110 percent of 
the maximum anticipated pressure of the system, but not 
less than 5 pounds per square inch gauge (psig) (34.47 
kPa) at the highest point of the system. This test shall be 
maintained for a sufficient time period to complete visual 
inspection of joints and connections. For not less than 10 
minutes, there shall be no leakage or permanent distortion. 
Care shall be exercised to ensure that these pressures are 
not applied to vented storage tanks. Such storage tanks 
shall be tested independently from the piping. 


5703.6.3.1 Existing piping. Existing piping shall be 
tested in accordance with this section where the fire 
code official has reasonable cause to believe that a 
leak exists. Piping that could contain flammable or 
combustible liquids shall not be tested pneumatically. 
Such tests shall be at the expense of the owner or 
operator. 


Exception: Vapor-recovery piping is allowed to be 
tested using an inert gas. 


5703.6.4 Protection from vehicles. Guard posts or other 
approved means shall be provided to protect piping, valves 
or fittings subject to vehicular damage in accordance with 
Section 312. 


5703.6.5 Protection from external corrosion and 
galvanic action. Where subject to external corrosion, 
piping, related fluid-handling components and supports 
for both underground and above-ground applications shall 
be fabricated from noncorrosive materials, and coated or 
provided with corrosion protection. Dissimilar metallic 
parts that promote galvanic action shall not be joined. 
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5703.6.6 Valves. Piping systems shall contain a sufficient 
number of manual control valves and check valves to 
operate the system properly and to protect the plant under 
both normal and emergency conditions. Piping systems in 
connection with pumps shall contain a sufficient number 
of such valves to control properly the flow of liquids in 
normal operation and in the event of physical damage or 
fire exposure. 


5703.6.6.1 Backflow protections. Connections to 
pipelines or piping by which equipment (such as tank 
cars, tank vehicles or marine vessels) discharges liquids 
into storage tanks shall be provided with check valves 
or block valves for automatic protection against back- 
flow where the piping arrangement is such that 
backflow from the system is possible. Where loading 
and unloading is done through a common pipe system, 
a check valve is not required. However, a block valve, 
located in an area where it is provided with ready 
access or remotely operable, shall be provided. 


5703.6.6.2 Manual drainage. Manual drainage-control 
valves shall be located at approved locations remote 
from the tanks, diked area, drainage system and 
impounding basin to ensure their operation in a fire 
condition. 


5703.6.7 Connections. Above-ground tanks with connec- 
tions located below normal liquid level shall be provided 
with internal or external isolation valves located as close 
as practical to the shell of the tank. Except for liquids 
whose chemical characteristics are incompatible with 
steel, such valves, where external, and their connections to 
the tank shall be of steel. 


5703.6.8 Piping supports. Piping systems shall be 
substantially supported and protected against physical 
damage and excessive stresses arising from settlement, 
vibration, expansion, contraction or exposure to fire. The 
supports shall be protected against exposure to fire by one 
of the following: 


1. Draining liquid away from the piping system at a 
minimum slope of not less than | percent. 


2. Providing protection with a fire-resistance rating of 
not less than 2 hours. 


3. Other approved methods. 


5703.6.9 Flexible joints. Flexible joints shall be listed and 
approved and shall be installed on underground liquid, 
vapor and vent piping at all of the following locations: 


1. Where piping connects to underground tanks. 
2. Where piping ends at pump islands and vent risers. 


3. At points where differential movement in the piping 
can occur, 


5703.6.9.1 Fiberglass-reinforced plastic piping. 
Fiberglass-reinforced plastic (FRP) piping is not 
required to be provided with flexible joints in locations 
where both of the following conditions are present: 


1. Piping does not exceed 4 inches (102 mm) in 
diameter. 
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2. Piping has a straight run of not less than 4 feet 
(1219 mm) on one side of the connection where 
such connections result in a change of direction. 


In lieu of the minimum 4-foot (1219 mm) straight 
run length, approved and listed flexible joints are 
allowed to be used under dispensers and suction 
pumps, at submerged pumps and tanks, and where 
vents extend above ground. 


5703.6.10 Pipe joints. Joints shall be liquid tight and shall 
be welded, flanged or threaded except that listed flexible 
connectors are allowed in accordance with Section 
5703.6.9. Threaded or flanged joints shall fit tightly by 
using approved methods and materials for the type of 
joint. Joints in piping systems used for Class I liquids shall 
be welded where located in concealed spaces within 
buildings. 


Nonmetallic joints shall be approved and shall be 
installed in accordance with the manufacturer’s instruc- 
tions. 


Pipe joints that are dependent on the friction character- 
istics or resiliency of combustible materials for liquid 
tightness of piping shall not be used in buildings. Piping 
shall be secured to prevent disengagement at the fitting. 


5703.6.11 Bends. Pipe and tubing shall be bent in accor- 
dance with ASME B31.9. 


SECTION 5704 
STORAGE 


5704.1 General. The storage of flammable and combustible 
liquids in containers and tanks shall be in accordance with 
this section and the applicable sections of Chapter 50. 


5704.2 Tank storage. The provisions of this section shall 
apply to: 
1. The storage of flammable and combustible liquids in 
fixed above-ground and underground tanks. 


2. The storage of flammable and combustible liquids in 
fixed above-ground tanks inside of buildings. 


3. The storage of flammable and combustible liquids in 
portable tanks whose capacity exceeds 660 gallons 
(2498 L). 


4. The installation of such tanks and portable tanks. 


5704,.2.1 Change of tank contents. Tanks subject to 
change in contents shall be in accordance with Section 
5704.2.7. Prior to a change in contents, the fire code offi- 
cial is authorized to require testing of a tank. 


Tanks that have previously contained Class I liquids 
shall not be loaded with Class II or Class III liquids until 
such tanks and all piping, pumps, hoses and meters con- 
nected thereto have been completely drained and flushed. 

Exception: When approved by the Enforcing Agency, the 

procedures prescribed in API (API-RP-2003) Recom- 

mended Practices 2003, entitled: “Protection Against 

Ignitions Arising Out of Static, Lightning, and Stray Cur- 

rents,” may be used for changing tank contents. 
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5704.2.2 Use of tank vehicles and tank cars as storage 
tanks. Tank cars and tank vehicles shall not be used as 
storage tanks. 


5704.2.3 Labeling and signs. Labeling and signs for stor- 
age tanks and storage tank areas shall comply with 
Sections 5704.2.3.1 and 5704.2.3.2. - 


5704.2.3.1 Smoking and open flame. Signs shall be 
posted in storage areas prohibiting open flames and 
smoking. Signs shall comply with Section 5703.5. 


5704.2.3.2 Label or placard. Tanks more than 100 
gallons (379 L) in capacity, which are permanently 
installed or mounted and used for the storage of Class I, 
II or HI liquids, shall bear a label and placard identify- 
ing the material therein. Placards shall be in accordance 
with NFPA 704. 


Exceptions: 


1. Tanks of 300-gallon (1136 L) capacity or less 
located on private property and used for heat- 
ing and cooking fuels in single-family dwell- 
ings. 


2. Tanks located underground. 


5704.2.4 Sources of ignition. Smoking and open flames 
are prohibited in storage areas in accordance with Section 
5003.7. 


Exception: Areas designated as smoking and hot work 
areas, and areas where hot work permits have been 
issued in accordance with this code. 


5704.2.5 Explosion control. Explosion control shall be 
provided in accordance with Section 911 for indoor tanks. 


5704.2.6 Separation from incompatible materials. Stor- 
age of flammable and combustible liquids shall be 
separated from incompatible materials in accordance with 
Section 5003.9.8. 


Grass, weeds, combustible materials and waste Class I, 
II or INA liquids shall not be accumulated in an unsafe 
manner at a storage site. 


5704.2.7 Design, fabrication and construction require- 
ments for tanks. The design, fabrication and construction 
of tanks shall comply with NFPA 30. Each tank shall bear 
a permanent nameplate or marking indicating the standard 
used as the basis of design. 


5704.2.7.1 Materials used in tank construction. The 
materials used in tank construction shall be in accor- 
dance with NFPA 30. The materials of construction for 
tanks and their appurtenances shall be compatible with 
the liquids to be stored. 


5704.2.7.2 Pressure limitations for tanks. Tanks shall 
be designed for the pressures to which they will be 
subjected in accordance with NFPA 30. 


5704.2.7.3 Tank vents for normal venting. Tank 
vents for normal venting shall be installed and main- 
tained in accordance with Sections 5704.2.7.3.1 
through 5704.2.7,3.5.3. 
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5704,2.7.3.1 Vent lines. Vent lines from tanks shall 
not be used for purposes other than venting unless 
approved. 


5704.2.7.3.2 Vent-line flame arresters and pres- 
sure-vacuum vents. Listed or approved flame 
arresters or pressure-vacuum (PV) vents that remain 
closed unless venting under pressure or vacuum 
conditions shall be installed in normal vents of tanks 
containing Class IB and IC liquids. 


Vent-line flame arresters shall be installed in 
accordance with their listing or API 2000 and main- 
tained in accordance with Section 21.8.6 of NFPA 
30 or API 2000. In-line flame arresters in piping sys- 
tems shall be installed and maintained in accordance 
with their listing or API 2028. Pressure-vacuum 
vents shall be installed in accordance with Section 
21.4.3 of NFPA 30 or API 2000 and maintained in 
accordance with Section 21.8.6 of NFPA 30 or API 
2000. 


Exception: Where determined by the fire code 
official that the use of these devices can result in 
damage to the tank. 


5704.2.7.3.3 Vent pipe outlets. Vent pipe outlets for 
tanks storing Class I, II or HIA liquids shall be 
located such that the vapors are released at a safe 
point outside of buildings and not less than 12 feet 
(3658 mm) above the finished ground level. Vapors 
shall be discharged upward or horizontally away 
from adjacent walls to assist in vapor dispersion. 
Vent outlets shall be located such that flammable 
vapors will not be trapped by eaves or other obstruc- 
tions and shall be not less than 5 feet (1524 mm) from 
building openings or lot lines of properties that can 
be built on. Vent outlets on atmospheric tanks storing 
Class IIIB liquids are allowed to discharge inside a 
building where the vent is a normally closed vent. 


Exception: Vent pipe outlets on tanks storing 
Class IIIB liquid inside buildings and connected 
to fuel-burning equipment shall be located such 
that the vapors are released to a safe location 
outside of buildings. 


5704.2.7.3.4 Installation of vent piping. Vent 
piping shall be designed, sized, constructed and 
installed in accordance with Section 5703.6. Vent 
pipes shall be installed such that they will drain 
toward the tank without sags or traps in which liquid 
can collect. Vent pipes shall be installed in such a 
manner so as not to be subject to physical damage or 
vibration. 

5704.2.7.3.5 Manifolding. Tank vent piping shall 
not be manifolded unless required for special 
purposes such as vapor recovery, vapor conservation 
or air pollution control. 


§704,2.7.3.5.1 Above-ground tanks. For above- 
ground tanks, manifolded vent pipes shall be 
adequately sized to prevent system pressure 
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limits from being exceeded where manifolded 
tanks are subject to the same fire exposure. 


5704.2.7.3.5.2 Underground tanks. For under- 
ground tanks, manifolded vent pipes shall be 
sized to prevent system pressure limits from 
being exceeded when manifolded tanks are filled 
simultaneously. 


5704.2.7.3.5.3 Tanks storing Class I liquids. 
Vent piping for tanks storing Class I liquids shall 
not be manifolded with vent piping for tanks stor- 
ing Class II and III liquids unless positive means 
are provided to prevent the vapors from Class I 
liquids from entering tanks storing Class II and 
III liquids, to prevent contamination and possible 
change in classification of less volatile liquid. 


5704.2.7.4 Emergency venting. Stationary, above- 
ground tanks shall be equipped with additional venting 
that will relieve excessive internal pressure caused by 
exposure to fires. Emergency vents for Class I, II and 
IIIA liquids shall not discharge inside buildings. The 
venting shall be installed and maintained in accordance 
with Section 22.7 of NFPA 30 except as modified by 
Section 5703.6.2.2. 


Exceptions: 


1. Tanks larger than 12,000 gallons (45 420 L) in 
capacity storing Class IIIB liquids that are not 
within the diked area or the drainage path of 
Class I or II liquids do not require emergency 
relief venting. 


2. Emergency vents on protected above-ground 
tanks complying with UL 2085 containing 
Class II or IIIA liquids are allowed to dis- 
charge inside the building. 


5704.2.7.5 Tank openings other than vents, Tank 
openings for other than vents shall comply with 
Sections 5704.2.7.5.1 through 5704.2.7.5.8. 


5704.2.7.5.1 Connections below liquid level. 
Connections for tank openings below the liquid level 
shall be liquid tight. 


5704.2.7.5.2 Filling, emptying and vapor recovery 
connections. Filling, emptying and vapor recovery 
connections to tanks containing Class I, II or IIIA 
liquids shall be located outside of buildings in accor- 
dance with Section 5704.2.7.5.6 at a location free 
from sources of ignition and not less than 5 feet 
(1524 mm) away from building openings or /ot lines 
of property that can be built on. Such openings shall 
be properly identified and provided with a liquid- 
tight cap that shall be closed when not in use. 


Filling and emptying connections to indoor tanks 
containing Class IIIB liquids and connected to fuel- 
burning equipment shall be located at a finished 
ground level location outside of buildings. Such 
openings shall be provided with a liquid-tight cap 
that shall be closed when not in use. A sign in accor- 
dance with Section 5003.6 that displays the follow- 


ing warning shall be permanently attached at the 
filling location: % 


TRANSFERRING FUEL OTHER THAN 
CLASS HIB COMBUSTIBLE LIQUID TO 
THIS TANK CONNECTION IS A VIOLATION 
OF THE FIRE CODE AND IS STRICTLY 
PROHIBITED 


5704.2.7.5.3 Piping, connections and _ fittings. 
Piping, connections, fittings and other appurtenances 
shall be installed in accordance with Section 5703.6. 


5704.2.7.5.4 Manual gauging. Openings for manual 
gauging, if independent of the fill pipe, shall be 
provided with a liquid-tight cap or cover. Covers 
shall be kept closed when not gauging. If inside a 
building, such openings shall be protected against 
liquid overflow and possible vapor release by means 
of a spring-loaded check valve or other approved 
device. 


5704.2.7.5.5 Fill pipes and discharge lines. For top- 
loaded tanks, a metallic fill pipe shall be designed 
and installed to minimize the generation of static 
electricity by terminating the pipe within 6 inches 
(152 mm) of the bottom of the tank, and it shall be 
installed in a manner that avoids excessive vibration. 


5704,2.7.5.5.1 Class I liquids. For Class I liquids 
other than crude oil, gasoline and asphalt, the fill 
pipe shall be designed and installed in a manner 
that will minimize the possibility of generating 
static electricity by terminating within 6 inches 
(152 mm) of the bottom of the tank. 


5704.2.7.5.5.2 Underground tanks. For under- 
ground tanks, fill pipe and discharge lines shall 
enter only through the top. Fill lines shall be 
sloped toward the tank. Underground tanks for 
Class I liquids having a capacity greater than 
1,000 gallons (3785 L) shall be equipped with a 
tight fill device for connecting the fill hose to the 
tank. 


5704.2.7.5.6 Location of connections that are 
made or broken. Filling, withdrawal and vapor- 
recovery connections for Class I, II and IITA liquids 
that are made and broken shall be located outside of 
buildings, not more than 5 feet (1524 mm) above the 
finished ground level, in an approved location in 
close proximity to the parked delivery vehicle. Such 
location shall be away from sources of ignition and 
not less than 5 feet (1524 mm) away from building 
openings. Such connections shall be closed and 
liquid tight when not in use and shall be properly 
identified. 


5704.2.7.5.7 Protection against vapor release. 
Tank openings provided for purposes of vapor recov- 
ery shall be protected against possible vapor release 
by means of a spring-loaded check valve or dry- 
break connections, or other approved device, unless 
the opening is a pipe connected to a vapor processing 
system. Openings designed for combined fill and 
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vapor recovery shall be protected against vapor 
release unless connection of the liquid delivery line 
to the fill pipe simultaneously connects the vapor 
recovery line. Connections shall be vapor tight. 


5704.2.7.5.8 Overfill prevention. An approved 
means or method in accordance with Section 
5704.2.9.7.5 shall be provided to prevent the overfill 
of all Class I, II and IIIA liquid storage tanks. Storage 
tanks in refineries, bulk plants or terminals regulated 
by Section 5706.4 or 5706.7 shall have overfill 
protection in accordance with API 2350. 


An approved means or method in accordance 
with Section 5704.2.9.7.5 shall be provided to pre- 
vent the overfilling of Class IIIB liquid storage tanks 
connected to fuel-burning equipment inside build- 
ings. 


Exception: Outside above-ground tanks with a 
capacity of 1,320 gallons (5000 L) or less. 


5704.2.7.6 Repair, alteration or reconstruction of 
tanks and piping. The repair, alteration or reconstruc- 
tion, including welding, cutting and hot tapping of 
storage tanks and piping that have been placed in 
service, shall be in accordance with NFPA 30. Hot 
work, as defined in Section 202, on such tanks shall be 
conducted in accordance with Section 3510. 


5704.2.7.7 Design of supports. The design of the 
supporting structure for tanks shall be in accordance 
with the California Building Code and NFPA 30. 


5704.2.7.8 Locations subject to flooding. Where a 
tank is located in an area where it is subject to buoy- 
ancy because of a rise in the water table, flooding or 
accumulation of water from fire suppression opera- 
tions, uplift protection shall be provided in accordance 
with Sections 22.14 and 23.14 of NFPA 30. 


5704.2.7.9 Corrosion protection. Where subject to 
external corrosion, tanks shall be fabricated from corro- 
sion-resistant materials, coated or provided with 
corrosion protection in accordance with Section 23.3.5 
of NFPA 30. 


5704.2.7.10 Leak reporting. A consistent or accidental 
loss of liquid, or other indication of a leak from a tank 
system, shall be reported immediately to the fire depart- 
ment, the fire code official and other authorities having 
jurisdiction. 
5704.2.7.10.1 Leaking tank disposition. Leaking 
tanks shall be promptly emptied, repaired and 
returned to service, abandoned or removed in accor- 
dance with Section 5704.2.13 or 5704.2.14. 


5704.2.7.11 Tank lining. Steel tanks are allowed to be 
lined only for the purpose of protecting the interior 
from corrosion or providing compatibility with a mate- 
rial to be stored. Only those liquids tested for 
compatibility with the lining material are allowed to be 
stored in lined tanks. 
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5704.2.8 Vaults. Vaults shall be allowed to be either 
above or below grade and shall comply with Sections 
5704.2.8.1 through 5704.2.8.18. 


5704.2.8.1 Listing required. Vaults shall be listed in 
accordance with UL 2245. 


Exception: Where approved by the fire code official, 
below-grade vaults are allowed to be constructed on 
site, provided that the design is in accordance with 
the California Building Code and that special inspec- 
tions are conducted to verify structural strength and 
compliance of the installation with the approved 
design in accordance with Section 1707 of the Cali- 
fornia Building Code. Installation plans for below- 
grade vaults that are constructed on site shall be 
prepared by, and the design shall bear the stamp of, a 
professional engineer. Consideration shall be given 
to soil and hydrostatic loading on the floors, walls 
and lid; anticipated seismic forces; uplifting by 
groundwater or flooding; and to loads imposed from 
above such as traffic and equipment loading on the 
vault lid. 


5704.2.8.2 Design and construction. The vault shall 
completely enclose each tank. There shall not be open- 
ings in the vault enclosure except those necessary for 
access to, inspection of, and filling, emptying and vent- 
ing of the tank. The walls and floor of the vault shall be 
constructed of reinforced concrete not less than 6 
inches (152 mm) thick. The top of an above-grade vault 
shall be constructed of noncombustible material and 
shall be designed to be weaker than the walls of the 
vault, to ensure that the thrust of an explosion occurring 
inside the vault is directed upward before significantly 
high pressure can develop within the vault. 


The top of an at-grade or below-grade vault shall be 
designed to relieve safely or contain the force of an 
explosion occurring inside the vault. The top and floor 
of the vault and the tank foundation shall be designed to 
withstand the anticipated loading, including loading 
from vehicular traffic, where applicable. The walls and 
floor of a vault installed below grade shall be designed 
to withstand anticipated soil and hydrostatic loading. 


Vaults shall be designed to be wind and earthquake 
resistant, in accordance with the California Building 
Code. 


5704.2.8.3 Secondary containment. Vaults shall be 
substantially liquid tight and there shall not be backfill 
around the tank or within the vault. The vault floor 
shall drain to a sump. For premanufactured vaults, 
liquid tightness shall be certified as part of the listing 
provided by a nationally recognized testing laboratory. 
For field-erected vaults, liquid tightness shall be certi- 
fied in an approved manner. 


5704.2.8.4 Internal clearance. There shall be suffi- 
cient clearance between the tank and the vault to allow 
for visual inspection and maintenance of the tank and 
its appurtenances. Dispensing devices are allowed to be 
installed on tops of vaults. 
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5704.2.8.5 Anchoring. Vaults and their tanks shall be 
suitably anchored to withstand uplifting by ground 
water or flooding, including when the tank is empty. 


5704.2.8.6 Vehicle impact protection. Vaults shall be 
resistant to damage from the impact of a motor vehicle, 
or vehicle impact protection shall be provided in accor- 
dance with Section 312. 


5704.2.8.7 Arrangement. Tanks shall be listed for 
above-ground use, and each tank shall be in its own 
vault. Compartmentalized tanks shall be allowed and 
shall be considered as a single tank. Adjacent vaults 
shall be allowed to share a common wall. The common 
wall shall be liquid and vapor tight and shall be 
designed to withstand the load imposed when the vault 
on either side of the wall is filled with water. 


5704.2.8.8 Connections. Connections shall be 
provided to permit venting of each vault to dilute, 
disperse and remove vapors prior to personnel entering 
the vault. 


5704.2.8.9 Ventilation. Vaults that contain tanks of 
Class I liquids shall be provided with an exhaust venti- 
lation system installed in accordance with Section 
5004.3. The ventilation system shall operate continu- 
ously or be designed to operate upon activation of the 
vapor or liquid detection system. The system shall 
provide ventilation at a rate of not less than | cubic foot 
per minute (cfm) per square foot of floor area [0.00508 
m?/(s x m?)], but not less than 150 cfm (4 m?/min). The 
exhaust system shall be designed to provide air move- 
ment across all parts of the vault floor. Supply and 
exhaust ducts shall extend to within 3 inches (76 mm), 
but not more than 12 inches (305 mm), of the floor. The 
exhaust system shall be installed in accordance with the 
California Mechanical Code. 


5704.2.8.10 Liquid detection. Vaults shall be 
equipped with a detection system capable of detecting 
liquids, including water, and activating an alarm. 


5704,2.8.11 Monitoring and detection. Vaults shall be 
provided with approved vapor and liquid detection 
systems and equipped with on-site audible and visual 
warning devices with battery backup. Vapor detection 
systems shall sound an alarm when the system detects 
vapors that reach or exceed 25 percent of the lower 
explosive limit (LEL) of the liquid stored. Vapor detec- 
tors shall be located not higher than 12 inches (305 
mm) above the lowest point in the vault. Liquid detec- 
tion systems shall sound an alarm upon detection of any 
liquid, including water. Liquid detectors shall be 
located in accordance with the manufacturer’s instruc- 
tions. Activation of either vapor or liquid detection 
systems shall cause a signal to be sounded at an 
approved, constantly attended location within the facil- 
ity serving the tanks or at an approved location. 
Activation of vapor detection systems shall shut off 
dispenser pumps. 


5704.2.8.12 Liquid removal. Means shall be provided 
to recover liquid from the vault. Where a pump is used 


to meet this requirement, the pump shall not be perma- 
nently installed in the vauit. Electric-powered portable 
pumps shall be suitable for use in Class I, Division 1, or 
Zone 0 locations, as defined in the California Electri- 
cal Code. 


5704.2.8.13 Normal vents. Vent pipes that are 
provided for normal tank venting shall terminate not 
less than 12 feet (3658 mm) above ground level. 


5704,2.8.14 Emergency vents. Emergency vents shall 
be vapor tight and shall be allowed to discharge inside 
the vault. Long-bolt manhole covers shall not be 
allowed for this purpose. 


5704.2.8.15 Accessway. Vaults shall be provided with 
an approved personnel accessway with a minimum 
dimension of 30 inches (762 mm) and with a perma- 
nently affixed, nonferrous ladder. Accessways shall be 
designed to be nonsparking. Travel distance from any 
point inside a vault to an accessway shall not exceed 20 
feet (6096 mm). At each entry point, a warning sign 
indicating the need for procedures for safe entry into 
confined spaces shall be posted. Entry points shall be 
secured against unauthorized entry and vandalism. 


5704,2.8.16 Fire protection. Vaults shall be provided 
with a suitable means to admit a fire suppression agent. 


5704.2.8.17 Classified area. The interior of a vault 
containing a tank that stores a Class I liquid shall be 
designated a Class I, Division 1, or Zone 0 location, as 
defined in the California Electrical Code. 


5704.2.8.18 Overfill protection. Overfill protection 
shall be provided in accordance with Section 
5704.2.9.7.5. The use of a float vent valve shall be 
prohibited. 


5704.2.9 Above-ground tanks. Above-ground storage of 
flammable and combustible liquids in tanks shall comply 
with Section 5704.2 and Sections 5704.2.9.1 through 
5704.2.9.7.9, 


5704.2.9,1 Existing noncompliant installations. 
Existing above-ground tanks shall be maintained in 
accordance with the code requirements that were appli- 
cable at the time of installation. Above-ground tanks 
that were installed in violation of code requirements 
applicable at the time of installation shall be made code 
compliant or shall be removed in accordance with 
Section 5704.2.14, regardless of whether such tank has 
been previously inspected (see Section 108.4). 


5704,2.9.2 Fire protection. Fire protection for above- 
ground tanks shall comply with Sections 5704.2.9.2.1 
through 5704.2.9.2.4. 


5704.2.9.2.1 Required foam fire protection 
systems. Where required by the fire code official, 
foam fire protection shall be provided for above- 
ground tanks, other than pressure tanks operating at 
or above | pound per square inch gauge (psig) (6.89 
kPa) where such tank, or group of tanks spaced less 
than 50 feet (15 240 mm) apart measured shell to 
shell, has a liquid surface area in excess of 1,500 
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square feet (139 m7), and is in accordance with one of 
the following: 


1. Used for the storage of Class I or II liquids. 
2. Used for the storage of crude oil. 


3. Used for in-process products and is located 
within 100 feet (30 480 mm) of a fired still, 
heater, related fractioning or processing appa- 
ratus or similar device at a processing plant or 
petroleum refinery as herein defined. 


4, Considered by the fire code official as posing 
an unusual exposure hazard because of topo- 
graphical conditions; nature of occupancy, 
proximity on the same or adjoining property, 
and height and character of liquids to be 
stored; degree of private fire protection to be 
provided; and facilities of the fire department 
to cope with flammable liquid fires. 


5704.2.9.2.2 Foam fire protection system installa- 
tion. Where foam fire protection is required, it shall 
be installed in accordance with NFPA 11. 


5704.2.9.2.2.1 Foam storage. Where foam fire 
protection is required, foam-producing materials 
shall be stored on the premises. 


Exception: Storage of foam-producing materi- 
als off the premises is allowed as follows: 


1, Such materials stored off the premises 
shall be of the proper type suitable for 
use with the equipment at the 
installation where required. 


2. Such materials shall be readily available 
at the storage location at all times. 


3. Adequate loading and transportation 
facilities shall be provided. 


4. The time required to deliver such 
materials to the required location in the 
event of fire shall be consistent with the 
hazards and fire scenarios for which the 
foam supply is intended. 


5. At the time of a fire, these off-premises 
supplies shall be accumulated in 
sufficient quantities before placing the 
equipment in operation to ensure foam 
production at an adequate rate without 
interruption until extinguishment is 
accomplished. 


5704.2.9.2.3 Fire protection of supports. Supports 
or pilings for above-ground tanks storing Class I, II 
or IIIA liquids elevated more than 12 inches (305 
mm) above grade shall have a fire-resistance rating 
of not less than 2 hours in accordance with the fire 
exposure criteria specified in ASTM E1529. 


Exceptions: 


1. Structural supports tested as part of a pro- 
tected above-ground tank in accordance 
with UL 2085. 
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2. Stationary tanks located outside of build- 
ings where protected by an approved water- 
spray system designed in accordance with 
Chapter 9 and NFPA 15. 


3. Stationary tanks located inside of buildings 
equipped throughout with an approved 
automatic sprinkler system designed in 
accordance with Section 903.3.1.1. 


5704.2.9.2.4 Inerting of tanks storing boilover 
liquids. Liquids with boilover characteristics shall 
not be stored in fixed roof tanks larger than 150 feet 
(45 720 mm) in diameter unless an approved gas 
enrichment or inerting system is provided on the 
tank. 


Exception: Crude oil storage tanks in production 
fields with no other exposures adjacent to the 
storage tank. 


5704.2.9.3 Supports, foundations and anchorage. 
Supports, foundations and anchorages for above- 
ground tanks shall be designed and constructed in 
accordance with NFPA 30 and the California Building 
Code. 


5704.2.9.4 Stairways, platforms and walkways. 
Stairways, platforms and walkways shall be of 
noncombustible construction and shall be designed and 
constructed in accordance with NFPA 30 and the Cali- 
fornia Building Code. 


5704.2.9.5 Above-ground tanks inside of buildings. 
Above-ground tanks inside of buildings shall comply 
with Sections 5704.2.9.5.1 and 5704.2.9.5.2. 


5704.2.9.5.1 Overfill prevention. Above-ground 
tanks storing Class I, II and IIIA liquids inside build- 
ings shall be equipped with a device or other means 
to prevent overflow into the building including, but 
not limited to: a float valve; a preset meter on the fill 
line; a valve actuated by the weight of the tank’s 
contents; a low-head pump that is incapable of 
producing overflow; or a liquid-tight overflow pipe 
not less than one pipe size larger than the fill pipe and 
discharging by gravity back to the outside source of 
liquid or to an approved location. Tanks containing 
Class IIIB liquids and connected to fuel-burning 
equipment shall be provided with a means to prevent 
overflow into buildings in accordance with Section 
5704.2.7.5.8. 


§704.2.9.5.2 Fill pipe connections. Fill pipe connec- 
tions for tanks storing Class I, II and IIIA liquids and 
Class IIIB liquids connected to fuel-burning equip- 
ment shall be in accordance with Section 
5704.2.9.7.6. 


5704.2.9.6 Above-ground tanks outside of buildings. 
Above-ground tanks outside of buildings shall comply 
with Sections 5704.2.9.6.1 through 5704.2.9.6.3. 


5704.2.9.6.1 Locations where above-ground tanks 
are prohibited. Storage of Class I and II liquids in 
above-ground tanks outside of buildings is prohib- 
ited within the limits established by law as the limits 
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of districts in which such storage is prohibited 
[JURISDICTION TO SPECIFY]. 


5704.2.9.6.1.1 Location of tanks with pressures 
2.5 psig or less. Above-ground tanks operating at 
pressures not exceeding 2.5 psig (17.2 kPa) for 
storage of Class I, I] or IIIA liquids, which are 
designed with a floating roof, a weak roof-to- 
shell seam or equipped with emergency venting 
devices limiting pressure to 2.5 psig (17.2 kPa), 
shall be located in accordance with Table 
22.4.1.1(a) of NFPA 30. 


Exceptions: 


1. Vertical tanks having a weak roof-to- 
shell seam and storing Class IIIA liquids 
are allowed to be located at one-half the 
distances specified in Table 22.4.1.1(a) 
of NFPA 30, provided that the tanks are 
not within a diked area or drainage path 
for a tank storing Class I or II liquids. 


2. Liquids with boilover characteristics 
and unstable liquids in accordance with 
Sections 5704.2.9.6.1.3 and 
5704,2.9.6.1.4. 


3. For protected above-ground tanks in 
accordance with Section 5704.2.9.7 and 
tanks in at-grade or above-grade vaults 
in accordance with Section 5704.2.8, the 
distances in Table 22.4.1.1(b) of NFPA 
30 shall apply and shall be reduced by 
one-half, but not to less than 5 feet 
(1524 mm). 


5704.2.9.6,1.2 Location of tanks with pressures 
exceeding 2.5 psig. Above-ground tanks for the 
storage of Class I, II or IIIA liquids operating at 
pressures exceeding 2.5 psig (17.2 kPa) or 
equipped with emergency venting allowing pres- 
sures to exceed 2.5 psig (17.2 kPa) shall be 
located in accordance with Table 22.4.1.3 of 
NFPA 30, 


Exception: Liquids with boilover characteris- 
tics and unstable liquids in accordance with 
Sections 5704,2.9.6.1.3 and 5704.2.9,6.1.4. 


5704.2.9.6.1.3 Location of tanks storing 
boilover liquids. Above-ground tanks for storage 
of liquids with boilover characteristics shall be 
located in accordance with Table 22.4.1.4 of 
NFPA 30. 


5704.2.9.6.1.4 Location of tanks storing unsta- 
ble liquids. Above-ground tanks for the storage 
of unstable liquids shall be located in accordance 
with Table 22.4.1.5 of NFPA 30. 


5704.2.9.6.1.5 Location of tanks storing Class 
IIIB liquids, Above-ground tanks for the storage 
of Class IIB liquids, excluding unstable liquids, 
shall be located in accordance with Table 
22.4.1.6 of NFPA 30, except where located 
within a diked area or drainage path for a tank or 


tanks storing Class I or II liquids. Where a Class 
IIIB liquid storage tank is within the diked area or 
drainage path for a Class I or II liquid, distances 
required by Section 5704.2.9.6.1.1 shall apply. 


5704.2.9.6.1.6 Reduction of separation 
distances to adjacent property. Where two tank 
properties of diverse ownership have a common 
boundary, the fire code official is authorized to, 
with the written consent of the owners of the two 
properties, apply the distances in Sections 
5704.2.9.6.1.2 through 5704.2.9.6.1.5 assuming a 
single property. 
5704.2.9.6.2 Separation between adjacent stable 
or unstable liquid tanks. The separation between 
tanks containing stable liquids shall be in accordance 
with Table 22.4.2.1 of NFPA 30. Where tanks are in 
a diked area containing Class I or II liquids, or in the 
drainage path of Class I or II liquids, and are 
compacted in three or more rows or in an irregular 
pattern, the fire code official is authorized to require 
greater separation than specified in Table 22.4.2.1 of 
NFPA 30 or other means to make tanks in the interior 
of the pattern open for fire-fighting purposes. 


The separation between tanks containing unsta- 
ble liquids shall be not less than one-half the sum of 
their diameters. 


Exception: Tanks used for storing Class HIB 
liquids are allowed to be spaced 3 feet (914 mm) 
apart unless within a diked area or drainage path 
for a tank storing Class I or II liquids. 


5704.2.9.6.3 Separation between adjacent tanks 
containing flammable or combustible liquids and 
LP-gas. The minimum horizontal separation 
between an LP-gas container and a Class I, II or INA 
liquid storage tank shall be 20 feet (6096 mm) except 
in the case of Class I, II or IIIA liquid tanks operating 
at pressures exceeding 2.5 psig (17.2 kPa) or 
equipped with emergency venting allowing pressures 
to exceed 2.5 psig (17.2 kPa), in which case the 
provisions of Section 5704.2.9.6.2 shall apply. 


An approved means shall be provided to prevent 
the accumulation of Class I, II or IIIA liquids under 
adjacent LP-gas containers such as by dikes, diver- 
sion curbs or grading. Where flammable or combus- 
tible liquid storage tanks are within a diked area, the 
LP-gas containers shall be outside the diked area 
and not less than 10 feet (3048 mm) away from the 
centerline of the wall of the diked area. 


Exceptions: 


1. Liquefied petroleum gas containers of 125 
gallons (473 L) or less in capacity installed 
adjacent to fuel-oil supply tanks of 660 gal- 
lons (2498 L) or less in capacity. 

2. Horizontal separation is not required 
between above-ground LP-gas containers 
and underground flammable and combusti- 
ble liquid tanks. 
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5704.2.9.7 Additional requirements for protected 
above-ground tanks. In addition to the requirements 
of this chapter for above-ground tanks, the installation 
of protected above-ground tanks shall be in accordance 
with Sections 5704.2.9.7.1 through 5704.2.9.7.9. 


5704.2.9.7.1 Tank construction. The construction 
of a protected above-ground tank and its primary 
tank shall be in accordance with Section 5704.2.7. 


5704.2.9.7.2 Normal and emergency venting. 
Normal and emergency venting for protected above- 
ground tanks shall be provided in accordance with 
Sections 5704.2.7.3 and 5704.2.7.4. The vent capac- 
ity reduction factor shall not be allowed. 


5704.2.9.7.3 Secondary containment. Protected 
above-ground tanks shall be provided with secondary 
containment, drainage control or diking in accor- 
dance with Section 5004.2. A means shall be 
provided to establish the integrity of the secondary 
containment in accordance with NFPA 30. 


5704.2.9.7.4 Vehicle impact protection. Where 
protected above-ground tanks, piping, electrical 
conduit or dispensers are subject to vehicular impact, 
they shall be protected therefrom, either by having 
the impact protection incorporated into the system 
design in compliance with the impact test protocol of 
UL 2085, or by meeting the provisions of Section 
312, or where necessary, a combination of both. 
Where guard posts or other approved barriers are 
provided, they shall be independent of each above- 
ground tank. 


5704.2.9.7.5 Overfill prevention. Protected above- 
ground tanks shall not be filled in excess of 95 
percent of their capacity. An overfill prevention 
system shall be provided for each tank. During tank- 
filling operations, the system shall comply with one 
of the following: 


1. The overfill prevention system shall include 
the following: 


1.1. An independent means of notifying 
the person filling the tank that the fluid 
level has reached 90 percent of tank 
capacity by providing an audible or 
visual alarm signal, providing a tank 
level gauge marked at 90 percent of 
tank capacity, or other approved 
means. 


FLAMMABLE AND COMBUSTIBLE LIQUIDS 


overfill for 30 minutes, and automatically shut 
off flow into the tank so that none of the fit- 
tings on the top of the tank are exposed to 
product because of overfilling. 


5704.2.9.7.5.1 Information signs. A permanent 
sign shall be provided at the fill point for the 
tank, documenting the filling procedure and the 
tank calibration chart. 


Exception: Where climatic conditions are 
such that the sign may be obscured by ice or 
snow, or weathered beyond readability or 
otherwise impaired, said procedures and chart 
shall be located in the office window, lock box 
or other area available to the person filling the 
tank. 


5704.2.9.7.5.2 Determination of available tank 
capacity. The filling procedure shall require the 
person filling the tank to determine the gallonage 
(literage) required to fill it to 90 percent of capac- 
ity before commencing the fill operation. 


5704.2.9.7.6 Fill pipe connections. The fill pipe 
shall be provided with a means for making a direct 
connection to the tank vehicle’s fuel delivery hose so 
that the delivery of fuel is not exposed to the open air 
during the filling operation. Where any portion of the 
fill pipe exterior to the tank extends below the level 
of the top of the tank, a check valve shall be installed 
in the fill pipe not more than 12 inches (305 mm) 
from the fill hose connection. 


5704.2.9.7.7 Spill containers. A spill container 
having a capacity of not less than 5 gallons (19 L) 
shall be provided for each fill connection. For tanks 
with a top fill connection, spill containers shall be 
noncombustible and shall be fixed to the tank and 
equipped with a manual drain valve that drains into 
the primary tank. For tanks with a remote fill connec- 
tion, a portable spill container shall be allowed. 


5704.2.9.7.8 Tank openings. Tank openings in 
protected above-ground tanks shall be through the 
top only. 


5704.2.9.7.9 Antisiphon devices. Approved antisi- 
phon devices shall be installed in each external pipe 
connected to the protected above-ground tank where 
the pipe extends below the level of the top of the 
tank. 


1.2. Automatic shut off of the flow of fuel 
to the tank when the quantity of liquid 
in the tank reaches 95 percent of tank 
capacity. For rigid hose fuel-delivery 
systems, an approved means shall be 
provided to empty the fill hose into the 
tank after the automatic shutoff device 
is activated. 


2. The system shall reduce the flow rate to not 
more than 15 gallons per minute (0.95 L/s) so 
that at the reduced flow rate, the tank will not 
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5704.2.10 Drainage and diking. The area surrounding a 
tank or group of tanks shall be provided with drainage 
control or shall be diked to prevent accidental discharge of 
liquid from endangering adjacent tanks, adjoining prop- 
erty or reaching waterways. 


Exceptions: 


1. The fire code official is authorized to alter or 
waive these requirements based on a technical 
report that demonstrates that such tank or group 
of tanks does not constitute a hazard to other 
tanks, waterways or adjoining property, after 
consideration of special features such as topo- 
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graphical conditions, nature of occupancy and 
proximity to buildings on the same or adjacent 
property, capacity, and construction of proposed 
tanks and character of liquids to be stored, and 
nature and quantity of private and public fire pro- 
tection provided. 


2. Drainage control and diking is not required for 
listed secondary containment tanks. 


5704.2.10.1 Volumetric capacity. The volumetric 
capacity of the diked area shall be not less than the 
greatest amount of liquid that can be released from the 
largest tank within the diked area. The capacity of the 
diked area enclosing more than one tank shall be calcu- 
lated by deducting the volume of the tanks other than 
the largest tank below the height of the dike. 


5704.2.10.2 Diked areas containing two or more 
tanks. Diked areas containing two or more tanks shall 
be subdivided in accordance with NFPA 30. 


5704.2.10.3 Protection of piping from exposure fires. 
Piping shall not pass through adjacent diked areas or 
impounding basins, unless provided with a sealed 
sleeve or otherwise protected from exposure to fire. 


5704.2.10.4 Combustible materials in diked areas. 
Diked areas shall be kept free from combustible materi- 
als, drums and barrels. 


5704.2.10.5 Equipment, controls and piping in diked 
areas. Pumps, manifolds and fire protection equipment 
or controls shall not be located within diked areas or 
drainage basins or in a location where such equipment 
and controls would be endangered by fire in the diked 
area or drainage basin. Piping above ground shall be 
minimized and located as close as practical to the shell 
of the tank in diked areas or drainage basins. 


Exceptions: 


1. Pumps, manifolds and piping integral to the 
tanks or equipment being served, which is pro- 
tected by intermediate diking, berms, drainage 
or fire protection such as water spray, moni- 
tors or resistive coating. 


2. Fire protection equipment or controls that are 
appurtenances to the tanks or equipment being 
protected, such as foam chambers or foam pip- 
ing and water or foam monitors and hydrants, 
or hand and wheeled extinguishers. 


5704.2.11 Underground tanks. Underground storage of 
flammable and combustible liquids in tanks shall comply 
with Section 5704.2 and Sections 5704.2.11.1 through 
5704.2.11.4.2.1. 


5704.2.11.1 Location. Flammable and combustible 
liquid storage tanks located underground, either outside 
or under buildings, shall be in accordance with all of 
the following: 


1. Tanks shall be located with respect to existing 
foundations and supports such that the loads car- 
ried by the latter cannot be transmitted to the 
tank. ; 
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2. The distance from any part of a tank storing lig- 
uids to the nearest wall of a basement, pit, cellar 
or lot line shall be not less than 3 feet (914 mm). 


3. A minimum distance of 1 foot (305 mm), shell to 
shell, shall be maintained between underground 
tanks. 


5704.2.11.2 Depth and cover. Excavation for under- 
ground storage tanks shall be made with due care to 
avoid undermining of foundations of existing struc- 
tures. Underground tanks shall be set on firm 
foundations and surrounded with not less than 6 inches 
(152 mm) of noncorrosive inert material, such as clean 
sand. 


5704.2.11.3 Overfill protection and prevention 
systems. Fill pipes shall be equipped with a spill 
container and an overfill prevention system in accor- 
dance with NFPA 30. 


5704.2.11.4 Leak prevention. Leak prevention for 
underground tanks shall comply with Sections 
5704.2.11.4.1 and 5704.2,11.4.2. 


5704.2.11.4.1 Inventory control. Daily inventory 
records for underground storage tank systems shall 
be maintained. 


5704.2.11.4.2 Leak detection. Underground storage 
tank systems shall be provided with an approved 
method of leak detection from any component of the 
system that is designed and installed in accordance 
with NFPA 30. 


5704.2.11.4.2.1 Location. The leak detection 
panel status shall be annunciated at an approved 
on-site location. 


5704.2.12 Testing. Tank testing shall comply with 
Sections 5704.2.12.1 and 5704.2.12.2. 


5704,2.12.1 Acceptance testing. Prior to being placed 
into service, tanks shall be tested in accordance with 
Section 21.5 of NFPA 30. 


5704.2.12.2 Testing of underground tanks. Before 
being covered or placed in use, tanks and piping 
connected to underground tanks shall be tested for 
tightness in the presence of the fire code official. Piping 
shall be tested in accordance with Section 5703.6.3. 
The system shall not be covered until it has been 
approved, 


5704.2.13 Abandonment and status of tanks. Tanks 
taken out of service shall be removed in accordance with 
Section 5704.2.14, or safeguarded in accordance with 
Sections 5704.2.13.1 through 5704.2.13.2.3 and API 1604. 


5704.2.13.1 Underground tanks. Underground tanks 
taken out of service shall comply with Sections 
5704.2.13.1.1 through 5704.2.13.1.5. 


5704.2.13.1.1 Temporarily out of service. Under- 
ground tanks temporarily out of service shall have 
the fill line, gauge opening, vapor return and pump 
connection secure against tampering. Vent lines shall 
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remain open and be maintained in accordance with 
Sections 5704.2.7.3 and 5704.2.7.4. 


5704.2.13.1.2 Out of service for 90 days. Under- 
ground tanks not used for a period of 90 days shall be 
safeguarded in accordance with all the following or 
be removed in accordance with Section 5704.2.14: 


1. Flammable or combustible liquids shall be 
removed from the tank. 


2. All piping, including fill line, gauge opening, 
vapor return and pump connection, shall be 
capped or plugged and secured from tamper- 
ing. 

3. Vent lines shall remain open and be main- 
tained in accordance with Sections 5704.2.7.3 
and 5704.2.7.4. 


5704.2.13.1.3 Out of service for one year. Under- 
ground tanks that have been out of service for a 
period of one year shall be removed from the ground 
in accordance with Section 5704.2.14 or abandoned 
in place in accordance with Section 5704.2.13.1.4. 


5704.2.13.1.4 Tanks abandoned in place. Tanks 
abandoned in place shall be as follows: 


1. Flammable and combustible liquids shall be 
removed from the tank and connected piping. 


2. The suction, inlet, gauge, vapor return and 
vapor lines shall be disconnected. 


3. The tank shall be filled completely with an 
approved inert solid material. 


4, Remaining underground piping shall be 
capped or plugged. 


5. A record of tank size, location and date of 
abandonment shall be retained. 


6. All exterior above-grade fill piping shall be 
permanently removed when tanks are aban- 
doned or removed. 


5704.2.13.1.5 Reinstallation of underground 
tanks. Tanks that are to be reinstalled for flammable 
or combustible liquid service shall be in accordance 
with this chapter, ASME Boiler and Pressure Vessel 
Code (Section VIII), API 1615, UL 58 and UL 1316. 


5704.2.13.2 Above-ground tanks. Above-ground 
tanks taken out of service shall comply with Sections 
5704.2.13.2.1 through 5704.2.13.2.3. 


5704.2.13.2.1 Temporarily out of service. Above- 
ground tanks temporarily out of service shall have all 
connecting lines isolated from the tank and be 
secured against tampering. 


Exception: In-place fire protection (foam) 
system lines. 


5704.2.13.2.2 Out of service for 90 days. Above- 
ground tanks not used for a period of 90 days shall be 
safeguarded in accordance with Section 
5704.2.13.1.2 or removed in accordance with Section 
5704.2.14. 
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Exceptions: 


1. Tanks and containers connected to oil burn- 
ers that are not in use during the warm sea- 
son of the year or are used as a backup 
heating system to gas. 


2. In-place, active fire protection (foam) sys- 
tem lines. 


5704.2.13.2.3 Out of service for one year. Above- 
ground tanks that have been out of service for a 
period of one year shall be removed in accordance 
with Section 5704.2.14. 


Exception: Tanks within operating facilities. 


5704.2.14 Removal and disposal of tanks. Removal and 
disposal of tanks shall comply with Sections 5704.2.14.1 
and 5704.2.14.2. 


5704.2.14.1 Removal. Removal of above-ground and 
underground tanks shall be in accordance with all of the 
following: 


1. Flammable and combustible liquids shall be 
removed from the tank and connected piping. 


2. Piping at tank openings that is not to be used fur- 
ther shall be disconnected. 


3. Piping shall be removed from the ground. 


Exception: Piping is allowed to be abandoned 
in place where the fire code official determines 
that removal is not practical. Abandoned 
piping shall be capped and safeguarded as 
required by the fire code official. 


4, Tank openings shall be capped or plugged, leav- 
ing a '/,-inch to '/,-inch-diameter (3.2 mm to 6.4 
mm) opening for pressure equalization. 


5. Tanks shall be purged of vapor and inerted prior 
to removal. 


6. All exterior above-grade fill and vent piping shall 
be permanently removed. 


Exception: Piping associated with bulk plants, 
terminal facilities and refineries. 


5704.2.14.2 Disposal. Tanks shall be disposed of in 
accordance with federal, state and local regulations. 


5704.2.15 Maintenance. Above-ground tanks, connected 
piping and ancillary equipment shall be maintained in a 
safe operating condition. Tanks shall be maintained in 
accordance with their listings. Damage to above-ground 
tanks, connected piping or ancillary equipment shall be 
repaired using materials having equal or greater strength 
and fire resistance or the equipment shall be replaced or 
taken out of service. 


5704.3 Container and portable tank storage. Storage of 
flammable and combustible liquids in closed containers that 
do not exceed 60 gallons (227 L) in individual capacity and 
portable tanks that do not exceed 660 gallons (2498 L) in 
individual capacity, and limited transfers incidental thereto, 
shall comply with Sections 5704.3.1 through 5704.3.8.5. 
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5704.3.1 Design, construction and capacity of contain- 
ers and portable tanks. The design, construction and 
capacity of containers for the storage of Class I, II and 
IIIA liquids shall be in accordance with this section and 
Section 9.4 of NFPA 30. 


§704.3.1.1 Approved containers. Only approved 
containers and portable tanks shall be used. 


5704.3.2 Liquid storage cabinets. Where other sections 
of this code require that liquid containers be stored in stor- 
age cabinets, such cabinets and storage shall be in 
accordance with Sections 5704.3.2.1 through 5704.3.2.2. 


5704.3.2.1 Design and construction of storage cabi- 
nets. Design and construction of liquid storage cabinets 
shall be in accordance with Sections 5704.3.2.1.1 
through 5704.3.2.1.4. 


5704.3.2.1.1 Materials. Cabinets shall be listed in 
accordance with UL 1275, or constructed of 
approved wood or metal in accordance with the 
following: 


1. Unlisted metal cabinets shall be constructed of 
steel having a thickness of not less than 0.044 
inch (1.12 mm) (18 gage). The cabinet, includ- 
ing the door, shall be double walled with 1'/,- 
inch (38 mm) airspace between the walls. 
Joints shall be riveted or welded and shall be 
tight fitting. 

2. Unlisted wooden cabinets, including doors, 
shall be constructed of not less than 1-inch (25 
mm) exterior grade plywood. Joints shall be 
rabbeted and shall be fastened in two direc- 
tions with wood screws. Door hinges shall be 
of steel or brass. Cabinets shall be painted 
with an intumescent-type paint. 


5704.3.2.1.2 Labeling. Cabinets shall be provided 
with a conspicuous label in red letters on contrasting 
background that reads: “FLAMMABLE—KEEP 
FIRE AWAY.” 


5704.3.2.1.3 Doors. Doors shall be well fitted, self- 
closing and equipped with a three-point latch. 


5704.3.2.1.4 Bottom. The bottom of the cabinet shall 
be liquid tight to a height of not less than 2 inches (51 
mm), 
5704.3.2.2 Capacity. The combined total quantity of 
liquids in a cabinet shall not exceed 120 gallons (454 
1) 
5704.3.3 Indoor storage. Storage of flammable and 
combustible liquids inside buildings in containers and 


portable tanks shall be in accordance with Sections 
5704.3.3.1 through 5704.3.3.10. 


Exceptions: 


1. Liquids in the fuel tanks of motor vehicles, air- 
craft, boats or portable or stationary engines. 


2. The storage of distilled spirits and wines in 
wooden barrels or casks. 
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5704.3.3.1 Portable fire extinguishers. Approved 
portable fire extinguishers shall be provided in accor- 
dance with specific sections of this chapter and Section 
906. 


5704.3.3.2 Incompatible materials. Materials that will 
react with water or other liquids to produce a hazard 
shall not be stored in the same room with flammable 
and combustible liquids except where stored in accor- 
dance with Section 5003.9.8. 


5704.3.3.3 Clear means of egress. Storage of any 
liquids, including stock for sale, shall not be stored near 
or be allowed to obstruct physically the route of egress. 


5704.3.3.4 Empty containers or portable tank stor- 
age. The storage of empty tanks and containers 
previously used for the storage of flammable or 
combustible liquids, unless free from explosive vapors, 
shall be stored as required for filled containers and 
portable tanks. Portable tanks and containers, when 
emptied, shall have the covers or plugs immediately 
replaced in openings. 


5704.3.3.5 Shelf storage. Shelving shall be of 
approved construction, adequately braced and 
anchored. Seismic requirements shall be in accordance 
with the California Building Code. 


5704.3.3.5.1 Use of wood. Wood of not less than 1 
inch (25 mm) nominal thickness is allowed to be 
used as shelving, racks, dunnage, scuffboards, floor 
overlay and similar installations. 


5704.3.3.5.2 Displacement protection. Shelves 
shall be of sufficient depth and provided with a lip or 
guard to prevent individual containers from being 
displaced. 


Exception: Shelves in storage cabinets or on 
laboratory furniture specifically designed for 
such use. 


5704.3.3.5.3 Orderly storage. Shelf storage of flam- 
mable and combustible liquids shall be maintained in 
an orderly manner. 


5704.3.3.6 Rack storage. Where storage on racks is 
allowed elsewhere in this code, a minimum 4-foot-wide 
(1219 mm) aisle shall be provided betwéen adjacent 
rack sections and any adjacent storage of liquids. Main 
aisles shall be not less than 8 feet (2438 mm) wide. 


5704.3.3.7 Pile or palletized storage. Solid pile and 
palletized storage in liquid warehouses shall be 
arranged so that piles are separated from each other by 
not less than 4 feet (1219 mm). Aisles shall be provided 
and arranged so that containers or portable tanks are not 
more than 20 feet (6096 mm) from an aisle. Main aisles 
shall be not less than 8 feet (2438 mm) wide. 


5704.3.3.8 Limited combustible storage. Limited 
quantities of combustible commodities are allowed to 
be stored in liquid storage areas where the ordinary 
combustibles, other than those used for packaging the 
liquids, are separated from the liquids in storage by not 
less than 8 feet (2438 mm) horizontally, either by open 
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aisles or by open racks, and where protection is 
provided in accordance with Chapter 9. 


5704.3.3.9 Idle combustible pallets. Storage of empty 
or idle combustible pallets inside an unprotected liquid 
storage area shall be limited to a maximum pile size of 
2,500 square feet (232 m*) and to.a maximum storage 
height of 6 feet (1829 mm). Storage of empty or idle 
combustible pallets inside a protected liquid storage 
area shall comply with NFPA 13. Pallet storage shall be 
separated from liquid storage by aisles that are not less 
than 8 feet (2438 mm) wide. 


5704.3.3.10 Containers in piles. Containers in piles 
shall be stacked in such a manner as to provide stability 
and to prevent excessive stress on container walls. 
Portable tanks stored more than one tier high shall be 
designed to nest securely, without dunnage. Material- 
handling equipment shall be suitable to handle contain- 
ers and tanks safely at the upper tier level. 


FLAMMABLE AND COMBUSTIBLE LIQUIDS 


5704.3.4.2 Occupancy quantity limits. The following 
limits for quantities of stored flammable or combustible 
liquids shall not be exceeded: 


1. Group A occupancies: Quantities in Group A 
occupancies shall not exceed that necessary for 
demonstration, treatment, laboratory work, main- 
tenance purposes and operation of equipment, 
and shall not exceed quantities set forth in Table 
5003.1.1(1). 


2. Group B occupancies: Quantities in drinking, 
dining, office and school uses within Group B 
occupancies shall not exceed that necessary for 
demonstration, treatment, laboratory work, main- 
tenance purposes and operation of equipment, 
and shall not exceed quantities set forth in Table 
5003.1.1(1). 


3. Group E occupancies: Quantities in Group E 
occupancies shall not exceed that necessary for 


5704.3.4 Quantity limits for storage. Liquid storage 
quantity limitations shall comply with Sections 5704.3.4.1 
through 5704.3.4.4. 


demonstration, treatment, laboratory work, main- 
tenance purposes and operation of equipment, 
and shall not exceed quantities set forth in Table 


5704.3.4.1 Maximum allowable quantity per control 
area. For occupancies other than Group M wholesale 
and retail sales uses, indoor storage of flammable and 
combustible liquids shall not exceed the maximum 
allowable quantities per control area indicated in Table 
5003.1.1(1) and shall not exceed the additional limita- 
tions set forth in this section. 


For Group M occupancy wholesale and retail sales 
uses, indoor storage of flammable and combustible liq- 
uids shall not exceed the maximum allowable quanti- 
ties per control area indicated in Table 5704.3.4.1. 


Storage of hazardous production material flamma- 
ble and combustible liquids in Group H-5 occupancies 
shall be in accordance with Chapter 27. 


TABLE 5704.3.4.1 


5003.1.1(1). 


4. Group F occupancies: Quantities in dining, 
office, and school uses within Group F occupan- 
cies shall not exceed that necessary for demon- 
stration, laboratory work, maintenance purposes 
and operation of equipment, and shall not exceed 
quantities set forth in Table 5003.1.1(1). 


5. Group I occupancies: Quantities in Group I occu- 
pancies shall not exceed that necessary for 
demonstration, laboratory work, maintenance 
purposes and operation of equipment, and shall 
not exceed quantities set forth in Table 
5003.1.1(1). 


6. Group M occupancies: Quantities in dining, 
office, and school uses within Group M occupan- 


MAXIMUM ALLOWABLE QUANTITY PER CONTROL AREA OF 
FLAMMABLE AND COMBUSTIBLE LIQUIDS IN WHOLESALE AND RETAIL SALES OCCUPANCIES® 


MAXIMUM ALLOWABLE QUANTITY PER CONTROL AREA (gallons) 
TYPE OF LIQUID Sprinklered® in accordance with footnote | Sprinklered in accordance with Tables 5704.3.6.3(4) Nonsprinklered 
densities and arrangements through 5704.3.6.3(8) and Table 5704.3.7.5.1 P 


Class IB, IC, II and IIIA 7,500° 15,000° 1,600 


For SI: 1 foot = 304.8 mm, 1 square foot = 0.0929 m’, | gallon = 3.785 L, 1 gallon per minute per square foot = 40.75 L/min/m’. 

a. Control areas shall be separated from each other by not less than a 1-hour fire barrier. 

b. To be considered as sprinklered, a building shall be equipped throughout with an approved automatic sprinkler system with a design providing minimum 
densities as follows: 

1. For uncartoned commodities on shelves 6 feet or less in height where the ceiling height does not exceed 18 feet, quantities are those allowed with a 
minimum sprinkler design density of Ordinary Hazard Group 2. 

2. For cartoned, palletized or racked commodities where storage is 4 feet 6 inches or less in height and where the ceiling height does not exceed 18 feet, 
quantities are those allowed with a minimum sprinkler design density of 0.21 gallon per minute per square foot over the most remote 1,500-square-foot 
area. 

c. Where wholesale and retail sales or storage areas exceed 50,000 square feet in area, the maximum allowable quantities are allowed to be increased by 2 
percent for each 1,000 square feet of area in excess of 50,000 square feet, up to not more than 100 percent of the table amounts. A control area separation is 
not required. The cumulative amounts, including amounts attained by having an additional control area, shall not exceed 30,000 gallons, 
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cies shall not exceed that necessary for demon- 
stration, laboratory work, maintenance purposes 
and operation of equipment, and shall not exceed 
quantities set forth in Table 5003.1.1(1). The 
maximum allowable quantities for storage in 
wholesale and retail sales areas shall be in accor- 


mm) below sprinkler deflectors or discharge orifices of 
water spray or other overhead fire protection system. 


5704.3.5.4 Combustible materials. In areas that are 
not open to the public, Class I, II and IIIA liquids shall 
not be stored in the same pile or rack section as ordi- 
nary combustible commodities unless such materials 


eG 


dance with Section 5704.3.4.1. 


7. Group R occupancies: Quantities in Group R 
occupancies shall not exceed that necessary for 
maintenance purposes and operation of equip- 
ment, and shall not exceed quantities set forth in 
Table 5003.1.1(1). 


8. Group S occupancies: Quantities in dining and 
office uses within Group S occupancies shall not 


are packaged together as kits. 


5704.3.6 Wholesale and retail sales uses. Flammable and 
combustible liquids in Group M occupancy wholesale and 
retail sales uses shall be in accordance with Sections 
5704.3.6.1 through 5704.3.6.5, or Sections 10.10.2, 
12.3.6, 16.4.1 through 16.4.3, 16.5.1 through 16.5.2.12, 
Figures 16.4.1(a) through 16.4.1(c) and Tables 16.5.2.1 
through 16.5.2.12, of NFPA 30. 


exceed that necessary for demonstration, labora- 
tory work, maintenance purposes and operation 
of equipment, and shall not exceed quantities set 
forth in Table 5003.1.1(1). 


5704.3.4.3 Quantities exceeding limits for control 
areas. Quantities exceeding those allowed in control 
areas set forth in Section 5704.3.4.1 shall be in liquid 
storage rooms or liquid storage warehouses in accor- 
dance with Sections 5704.3.7 and 5704.3.8. 


5704.3.4.4 Liquids for maintenance and operation of 
equipment. In all occupancies, quantities of flammable 
and combustible liquids in excess of 10 gallons (38 L) 
used for maintenance purposes and the operation of 
equipment shall be stored in liquid storage cabinets in 
accordance with Section 5704.3.2. Quantities not 
exceeding 10 gallons (38 L) are allowed to be stored 
outside of a cabinet where in approved containers 
located in private garages or other approved locations. 


5704.3.5 Storage in control areas. Storage of flammable 
and combustible liquids in control areas shall be in accor- 
dance with Sections 5704.3.5.1 through 5704.3.5.4. 


5704.3.5.1 Basement storage. Class I liquids shall be 
allowed to be stored in basements in amounts not 
exceeding the maximum allowable quantity per control 
area for use-open systems in Table 5003.1.1(1), 
provided that fire protection systems are provided in 
accordance with Chapter 9. Class I and IIIA liquids 
shall be allowed to be stored in basements, provided 
that automatic suppression and other fire protection are 
provided in accordance with Chapter 9. 


5704.3.5.2 Storage pile heights. Containers having 
less than a 30-gallon (114 L) capacity that contain 
Class I or II liquids shall not be stacked more than 3 
feet (914.4 mm) or two containers high, whichever is 
greater, unless stacked on fixed shelving or otherwise 
satisfactorily secured. Containers of Class I or II liquids 
having a capacity of 30 gallons (114 L) or more shall 
not be stored more than one container high. Containers 
shall be stored in an upright position. 


5704.3.5.3 Storage distance from ceilings and roofs. 
Piles of containers or portable tanks shall not be stored 
closer than 3 feet (914 mm) to the nearest beam, chord, 
girder or other obstruction, and shall be 3 feet (914 


5704.3.6.1 Container type. Containers for Class I 
liquids shall be metal. 


Exception: In sprinklered buildings, an aggregate 
quantity of 120 gallons (454 L) of water-miscible 
Class IB and Class IC liquids is allowed in non- 
metallic containers, each having a capacity of 16 
ounces (0.473 L) or less. 


5704.3.6.2 Container capacity. Containers for Class I 
liquids shall not exceed a capacity of 5 gallons (19 L). 


Exception: Metal containers not exceeding 55 
gallons (208 L) are allowed to store up to 240 gallons 
(908 L) of the maximum allowable quantity per 


control area of Class IB and IC liquids in a control © 


area. The building shall be equipped throughout with 
an approved automatic sprinkler system in accor- 
dance with Table 5704.3.4.1. The containers shall be 
provided with plastic caps without cap seals and shall 
be stored upright. Containers shall not be stacked or 
stored in racks and shall not be located in areas open 
to the public. 


5704.3.6.3 Fire protection and storage arrange- 
ments. Fire protection and container storage 
arrangements shall be in accordance with Table 
5704.3.6.3(1) or the following: 


1. Storage on shelves shall not exceed 6 feet (1829 
mm) in height, and shelving shall be metal. 


2. Storage on pallets or in piles greater than 4 feet 6 
inches (1372 mm) in height, or where the ceiling 
exceeds 18 feet (5486 mm) in height, shall be 
protected in accordance with Table 
5704.3.6.3(4), and the storage heights and 
arrangements shall be limited to those specified 
in Table 5704.3.6.3(2). 


3. Storage on racks greater than 4 feet 6 inches 
(1372 mm) in height, or where the ceiling 
exceeds 18 feet (5486 mm) in height shall be pro- 
tected in accordance with Tables 5704.3.6.3(5), 
5704.3.6.3(6), and 5704.3.6.3(7) as appropriate, 
and the storage heights and arrangements shall be 
limited to those specified in Table 5704.3.6.3(3). 


Combustible commodities shall not be stored above 
flammable and combustible liquids. 
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TABLE 5704.3.6.3(1) 
MAXIMUM STORAGE HEIGHT IN CONTROL AREA 


a 4 a,b 
TYPE OF LIQUID NONSPRINKLERED AREA SPRINKLERED AREA SPRINKLERED WITH IN-RACK PROTECTION 
(feet) (feet) (feet) 


Flammable liquids: 


Combustible liquids: 


Class II 
Class IIIB 


For SI: 1 foot = 304.8 mm. 

a In buildings protected by an automatic sprinkler system, the storage height for containers and portable tanks shall not exceed the maximum storage height 
permitted for the fire protection scheme set forth in NFPA 30 or the maximum storage height demonstrated in a full-scale fire test, whichever is greater, NFPA 
30 criteria and fire test results for metallic containers and portable tanks shall not be applied to nonmetallic containers and portable tanks. 

b. In-rack protection shall be in accordance with Table 5704,3.6.3(S), 5704.3.6.3(6) or 5704.3.6.3(7), 
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TABLE 5704.3.6.3(2) 
STORAGE ARRANGEMENTS FOR PALLETIZED OR SOLID-PILE STORAGE IN LIQUID STORAGE ROOMS AND WAREHOUSES 


MAXIMUM STORAGE HEIGHT MAXIMUM QUANTITY PER PILE | MAXIMUM QUANTITY PER ROOM 
(gallons) (gallons) 
CLASS | STORAGE LEVEL nee - amma 75 
Sener P oan? Containers Portable tanks Containers Portable tanks 
(feet) (feet) 


Not Allowed 3,000 Not Allowed 12,000 
IA 


Not Allowed 


[Groat [If es YS | a 
mB 

[Basements [0 | Novationed | NavAowed [ Nov ATiowed [ Nara | Not ATowad | Novae 
ic | Uppertoors [1 [6 [a0 [tooo rato [2,000 

[Basements [0 | Novalioned | NaATowed | NovATowed | NocAlowel | Not ATowed | Novae 
Fase —ef 
II 


Upper floors Lie) ee ae 10,000 40,000 25,000 80,000 
Il 


Upper floors 15,000 60,000 50,000 100,000 


For SI: 1 foot = 304.8 mm, | gallon = 3.785 L. 

a. See Section 5704.3.8.1 for unlimited quantities in liquid storage warehouses. 

b. In buildings protected by an automatic sprinkler system, the storage height for containers and portable tanks shall not exceed the maximum storage height 
permitted for the fire protection scheme set forth in NFPA 30 or the maximum storage height demonstrated in a full-scale fire test, whichever is greater. NFPA 
30 criteria and fire test results for metallic containers and portable tanks shall not be applied to nonmetallic containers and portable tanks. 

. These height limitations are allowed to be increased to 10 feet for containers having a capacity of 5 gallons or less. 

d. For palletized storage of unsaturated polyester resins (UPR) in relieving-style metal containers with 50 percent or less by weight Class IC or II liquid and no 
Class IA or IB liquid, height and pile quantity limits shall be permitted to be 10 feet and 15,000 gallons, respectively, provided that such storage is protected 
by sprinklers in accordance with NFPA 30 and that the UPR storage area is not located in the same containment area or drainage path for other Class I or II 
liquids. 


oO 
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TABLE 5704.3.6.3(3) > 
STORAGE ARRANGEMENTS FOR RACK STORAGE IN LIQUID STORAGE ROOMS AND WAREHOUSES ' 


MAXIMUM STORAGE HEIGHT® MAXIMUM QUANTITY PER ROOM? 
CLASS TYPE RACK STORAGE LEVEL (feet) (gallons) 


coo Ground fase. | a 
IA | Double row or Single row 
= 
Double row or Single row 
Tif Toreanaioag | les 25a Ne ah 2A000, a 
1 | Doublerow or Singlerow [“—Upperfioors [SOO 
eee a 
MER a SAIC a Os ea 
nt ors aonb row jy [oO Upper fears Juri aa aia 1] wa ae 000 a 

Pc ane meme) 


For SI: 1 foot = 304.8 mm, | gallon = 3.785 L, 
a. See Section 5704,3,8.1 for unlimited quantities in liquid storage warehouses. 


b. In buildings protected by an automatic sprinkler system, the storage height for containers and portable tanks shall not fekeoed the maximum storage height 
permitted for the fire protection scheme set forth in NFPA 30 or the maximum storage height demonstrated in a full-scale fire test, whichever is greater, 
NFPA 30 criteria and fire test results for metallic containers and portable tanks shall not be applied to nonmetallic containers and portable tanks. 


TABLE 5704.3.6.3(4) 
AUTOMATIC SPRINKLER PROTECTION FOR SOLID-PILE AND PALLETIZED STORAGE 
OF LIQUIDS IN METAL CONTAINERS AND PORTABLE TANKS? 


MINIMUM 
DURATION 
SPRINKLERS 
AND HOSE 
STREAMS 
(hours) 


MINIMUM 
HOSE 
Maximum STREAM 
spacing DEMAND 

(square feet) (gpm) 


9 


STORAGE CONDITIONS CEILING SPRINKLER DESIGN AND DEMAND 
Area (square feet) 
Class liquid Container size and arrangement Rehaity High- Ordinary 
(gpmift’) | temperature | temperature 
Containers greater than 5 gallons, on 
end or side, palletized or solid pile 
ee elaiad Polaaey te eas 3000 | $000 Bog 
IB, IC and II as | & 
Containers greater than 5 gallons on 
pallets or solid pile, more than one high, 
IB,IC andII | Portable tanks, one high a 3,000 5,000 500 
f Portable tanks, wohigh | 5000 [8,00 eee ete 
Containers greater than 5 gallons on 
pallets or solid pile, on end or sides, up 3,000 5,000 
pallets or solid pile, on end or sides, up 3,000 5,000 
to 18 feet high 
For SI; 1 foot = 304.8 mm, | gallon = 3.785 L, 1 square foot = 0.0929 a 1 gallon per minute = 3.785 L/m, 1 gallon per minute per square foot = 40.75 L/min/m’. 
a. The design area contemplates the use of Class II standpipe systems. Where Class I standpipe systems are used, the area of application shall be increased by 30 


sprinklers sprinklers 
5 gallons or less, with or without car- 
iA tons, palletized or solid pile® 
Containers greater than 5 gallons on 
pallets or solid pile, one high sai sein ae Piao) 
I 
on end or side 
5 gallons or less, with or without car- 
tons, palletized or solid pile Seeman [or | 3.000 | i NM Beir: 
to three high 
Containers greater than 5 gallons, on 
Portable tanks, one high ab eas OOD enhiey tt nee al 
Portabietanks, wohigh rt re 
percent without revising density. 
b. For storage heights above 4 feet or ceiling heights greater than 18 feet, an approved engineering design shall be provided in accordance with Section 104.8.2. 
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5704,3.6.4 Warning for containers. Cans, containers 
and vessels containing flammable liquids or flammable 
liquid compounds or mixtures offered for sale shall be 
provided with a warning indicator, painted or printed 
on the container and stating that the liquid is flamma- 
ble, and shall be kept away from heat and an open 
flame. 


5704.3.6.5 Storage plan. Where required by fire the 
code official, aisle and storage plans shall be submitted 
in accordance with Chapter 50. 


5704.3.7 Liquid storage rooms. Liquid storage rooms 
shall comply with Sections 5704.3.7.1 through 
5704.3.7,5.2. 


5704.3.7.1 General. Quantities of liquids exceeding 
those set forth in Section 5704.3.4.1 for storage in 
control areas shall be stored in a liquid storage room 
complying with this section and constructed and sepa- 
rated as required by the California Building Code. 


5704.3.7.2 Quantities and arrangement of storage. 
The quantity limits and storage arrangements in liquid 
storage rooms shall be in accordance with Tables 
5704.3.6.3(2) and 5704.3.6.3(3) and Sections 
5704.3.7.2.1 through 5704.3.7.2.3. 


5704.3.7,.2.1 Mixed storage. Where two or more 
classes of liquids are stored in a pile or rack section, 
both of the following shall apply: 


1. The quantity in that pile or rack shall not 
exceed the smallest of the maximum quanti- 
ties for the classes of liquids stored in accor- 
dance with Table 5704.3.6.3(2) or 
5704.3.6.3(3). 


2. The height of storage in that pile or rack shall 
not exceed the smallest of the maximum 
heights for the classes of liquids stored in 
accordance with Table 5704.3.6.3(2) or 
5704.3.6.3(3). 


5704.3.7.2.2 Separation and aisles. Piles shall be 
separated from each other by not less than 4-foot 
(1219 mm) aisles. Aisles shall be provided so that all 
containers are 20 feet (6096 mm) or less from an 
aisle. Where the storage of liquids is on racks, a mini- 
mum 4-foot-wide (1219 mm) aisle shall be provided 
between adjacent rows of racks and adjacent storage 
of liquids. Main aisles shall be not less than 8 feet 
(2438 mm) wide. 


Additional aisles shall be provided for access to 
doors, required windows and ventilation openings, 
standpipe connections, mechanical equipment and 
switches. Such aisles shall be not less than 3 feet 
(914 mm) in width, unless greater widths are 
required for separation of piles or racks, in which 
case the greater width shall be provided. 


§704.3.7.2.3 Stabilizing and supports. Containers 
and piles shall be separated by pallets or dunnage to 
provide stability and to prevent excessive stress to 
container walls. Portable tanks stored over one tier 
shall be designed to nest securely without dunnage. 


2022 CALIFORNIA FIRE CODE 


FLAMMABLE AND COMBUSTIBLE LIQUIDS 


Requirements for portable tank design shall be in 
accordance with Chapters 9 and 12 of NFPA 30. 
Shelving, racks, dunnage, scuffboards, floor overlay 
and similar installations shall be of noncombustible 
construction or of wood not less than a l-inch (25 
mm) nominal thickness. Adequate material-handling 
equipment shall be available to handle tanks safely 
at upper tier levels. 


5704.3.7.3 Spill control and secondary containment. 
Liquid storage rooms shall be provided with spill 
control and secondary containment in accordance with 
Section 5004.2. 


5704,3.7.4 Ventilation. Liquid storage rooms shall be 
ventilated in accordance with Section 5004.3. 


5704,3.7.5 Fire protection. Fire protection for liquid 
storage rooms shall comply with Sections 5704.3.7.5.1 
and 5704.3.7.5.2. 


5704.3.7.5.1 Fire-protection systems. Liquid stor- 
age rooms shall be protected by automatic sprinkler 
systems installed in accordance with Chapter 9 and 
Tables 5704.3.6.3(4) through 5704.3.6.3(7) and 
Table 5704.3.7.5.1. In-rack sprinklers shall also 
comply with NFPA 13. 


Automatic foam-water systems and automatic 
aqueous film-forming foam (AFFF) water sprinkler 
systems shall not be used except where approved. 


Protection criteria developed from fire modeling 
or full-scale fire testing conducted at an approved 
testing laboratory are allowed in lieu of the protec- 
tion as shown in Tables 5704.3.6.3(2) through 
5704.3.6.3(7) and Table 5704.3.7.5.1 where 
approved. 


5704.3.7.5.2 Portable fire extinguishers. Not less 
than one approved portable fire extinguisher comply- 
ing with Section 906 and having a rating of not less 
than 20-B shall be located not less than 10 feet (3048 
mm) or more than 50 feet (15 240 mm) from any 
Class I or II liquid storage area located outside of a 
liquid storage room. 


Not less than one portable fire extinguisher hav- 
ing a rating of not less than 20-B shall be located 
outside of, but not more than 10 feet (3048 mm) 
from, the door opening into a liquid storage room. 


5704.3.8 Liquid storage warehouses. Buildings used for 
storage of flammable or combustible liquids in quantities 
exceeding those set forth in Section 5704.3.4 for control 
areas and Section 5704.3.7 for liquid storage rooms shall 
comply with Sections 5704.3.8.1 through 5704.3.8.5 and 
shall be constructed and separated as required by the Cali- 
fornia Building Code. 


5704.3.8.1 Quantities and storage arrangement. The 
total quantities of liquids in a liquid storage warehouse 
shall not be limited. The arrangement of storage shall 
be in accordance with Table 5704.3.6.3(2) or 
5704.3.6.3(4). 
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FLAMMABLE AND COMBUSTIBLE LIQUIDS 


TABLE 5704.3.7.5.1 
AUTOMATIC AFFF-WATER PROTECTION REQUIREMENTS FOR SOLID-PILE AND 
PALLETIZED STORAGE OF LIQUIDS IN METAL CONTAINERS OF 5-GALLON CAPACITY OR LESS*° 


CEILING SPRINKLER DESIGN AND DEMAND STORAGE 
PACKAGE CLASS HEIGHT 
TYPE LIQUID Density Area Temperatur | Maximum Orifice size SUPPLY 
(gpm/ft?) | (square feet)| e rating spacing (inch) (feet) (hours) 
canoned | iS; Pl " 2,000 | 286°F ie P| aes 
Pl Il 
Sakae IC. Z 100 a 0.5 or 


For SI: 1 inch = 25.4 mm, 1 foot = 304.8 mm, 1 square foot = 0.0929 m’, 1 gallon per minute = 3.785 L/m, 1 gallon per minute per square foot = 40.75 
L/min/m’, °C = [(°F) — 32]/1.8. 

a. System shall be a closed-head wet system with approved devices for proportioning aqueous film-forming foam. 

b. Maximum ceiling height of 30 feet. 

c. Hose stream demand includes 1'/,-inch inside hose connections, where required. 


5704.3.8.1.1 Mixed storage. Mixed storage shall be 5704.4.8. Capacity limits for containers and portable tanks 
in accordance with Section 5704.3.7.2.1. shall be in accordance with Section 5704.3. 


5704.3.8.1.2 Separation and aisles. Separation and 
aisles shall be in accordance with Section 
S704i5.) 2.2) 


5704.3.8.2 Spill control and secondary containment. 
Liquid storage warehouses shall be provided with spill 
control and secondary containment as set forth in 
Section 5004.2. 


5704.4.1 Plans. Storage shall be in accordance with 
approved plans. 


5704.4.2 Location on property. Outdoor storage of 
liquids in containers and portable tanks shall be in accor- 
dance with Table 5704.4.2. Storage of liquids near 
buildings located on the same lot shall be in accordance 
with this section. 


5704.3.8.3 Ventilation. Liquid storage warehouses 
- storing containers greater than 5 gallons (19 L) in 
capacity shall be ventilated at a rate of not less than 
0.25 cfm per square foot (0.00127 m*/s x m7) of floor 
area over the storage area. 


5704.3.8.4 Automatic sprinkler systems. Liquid stor- 
age warehouses shall be protected by automatic 
sprinkler systems installed in accordance with Chapter 
9 and Tables 5704.3.6.3(4) through 5704.3.6.3(7) and 
Table 5704.3.7.5.1, or Sections 16.4.1 through 16.4.3, 
16.5.1 through 16.5.2.12, and Figures 16.4.1(a) through 
16.4.1(c) and Tables 16.5.2.1 through 16.5.2.12 of 
NFPA 30. In-rack sprinklers shall also comply with 
NFPA 13. 


Automatic foam-water systems and automatic 
AFFF water sprinkler systems shall not be used except 
where approved. 


Protection criteria developed from fire modeling or 
full-scale fire testing conducted at an approved testing 
laboratory are allowed in lieu of the protection as 
shown in Tables 5704.3.6.3(2) through 5704.3.6.3(7) 
and Table 5704.3.7.5.1 where approved. 


5704.3.8.5 Warehouse hose lines. In liquid storage 
warehouses, either 1'/,-inch (38 mm) lined or 1-inch 
(25 mm) hard rubber hose lines shall be provided in 
sufficient number to reach all liquid storage areas and 
shall be in accordance with Section 903 or 905. 


5704.4.2.1 Mixed liquid piles. Where two or more 
classes of liquids are stored in a single pile, the quantity 
in the pile shall not exceed the smallest of maximum 
quantities for the classes of material stored. 


5704.4.2.2 Access. Storage of containers or portable 
tanks shall be provided with fire apparatus access roads 
in accordance with Chapter 5. 


5704.4.2.3 Security. The storage area shall be 
protected against tampering or trespassers where neces- 
sary and shall be kept free from weeds, debris and other 
combustible materials not necessary to the storage. 


5704.4.2.4 Storage adjacent to buildings. Not more 
than 1,100 gallons (4163 L) of liquids stored in closed 
containers and portable tanks is allowed adjacent to a 
building located on the same premises and under the 
same management, provided that one of the following 
requirements is met: 


1. The building does not exceed one story in height. 
Such building shall be of fire-resistance-rated 
construction with noncombustible exterior sur- 
faces or noncombustible construction and shall 
be used principally for the storage of liquids. 


2. The exterior building wall adjacent to the storage 
area shall have a fire-resistance rating of not less 
than 2 hours, having no openings to above-grade 
areas within 10 feet (3048 mm) horizontally of 
such storage and no openings to below-grade 


5704.4 Outdoor storage of containers and portable tanks. 
Storage of flammable and combustible liquids in closed 
containers and portable tanks outside of buildings shall be in 
accordance with Section 5703 and Sections 5704.4.1 through 


areas within 50 feet (15 240 mm) horizontally of 
such storage. 


The quantity of liquids stored adjacent to a building 
protected in accordance with Item 2 is allowed to 
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FLAMMABLE AND COMBUSTIBLE LIQUIDS 


TABLE 5704.4.2 
OUTDOOR LIQUID STORAGE IN CONTAINERS AND PORTABLE TANKS - 


CONTAINER STORAGE—| PORTABLE TANK STORAGE— 
CLASS OF MAXIMUM PER PILE MAXIMUM PER PILE 
Quantity®” Height 
(gallons) a 


LIQUID Quantity* b 


(gallons) 


For SI: 1 foot = 304.8 mm, | gallon 3.785 L. 
a. For mixed class storage, see Section 5704.4.2. 


MINIMUM DISTANCE | MINIMUM DISTANCE TO 


Height 
= 


MINIMUM DISTANCE TO 


RACKS 
(feet) 


b. For storage in racks, the quantity limits per pile do not apply, but the rack arrangement shall be limited to not more than 50 feet in length and two rows or 9 


feet in depth. 


c. If protection by a public fire department or private fire brigade capable of providing cooling water streams is not available, the distance shall be doubled. 
d. Where the total quantity stored does not exceed 50 percent of the maximum allowed per pile, the distances are allowed to be reduced 50 percent, but not less 


than 3 feet. 


exceed 1,100 gallons (4163 L), provided that the maxi- 
mum quantity per pile does not exceed 1,100 gallons 
(4163 L) and each pile is separated by a 10-foot-mini- 
mum (3048 mm) clear space along the common wall. 


Where the quantity stored exceeds 1,100 gallons 
(4163 L) adjacent to a building complying with Item 1, 
or the provisions of Item 1 cannot be met, a minimum 
distance in accordance with Table 5704.4.2, column 7 
(“Minimum Distance to Lot Line of Property That Can 
Be Built On”) shall be maintained between buildings 
and the nearest container or portable tank. 


5704.4.3 Spill control and secondary containment. Stor- 
age areas shall be provided with spill control and 
secondary containment in accordance with Section 5703.4. 


Exception: Containers stored on approved containment 
pallets in accordance with Section 5004.2.3 and 
containers stored in cabinets and lockers with integral 
spill containment. 


5704.4.4 Security. Storage areas shall be protected against 
tampering or trespassers by fencing or other approved 
control measures. 


5704.4.5 Protection from vehicles. Guard posts or other 
means shall be provided to protect exterior storage tanks 
from vehicular damage. Where guard posts are installed, 
the posts shall be installed in accordance with Section 312. 


5704.4.6 Clearance from combustibles. The storage area 
Shall be kept free from weeds, debris and combustible 
materials not necessary to the storage. The area surround- 
ing an exterior storage area shall be kept clear of such 
materials for a minimum distance of 15 feet (4572 mm). 


5704.4.7 Weather protection. Weather protection for 
outdoor storage shall be in accordance with Section 
5004.13. 


5704.4.8 Empty containers and tank storage. The stor- 
age of empty tanks and containers previously used for the 
storage of flammable or combustible liquids, unless free 
from explosive vapors, shall be stored as required for 
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filled containers and tanks. Tanks and containers when 
emptied shall have the covers or plugs immediately 
replaced in openings. 


SECTION 5705 
DISPENSING, USE, MIXING AND HANDLING 


5705.1 Scope. Dispensing, use, mixing and handling of flam- 
mable liquids shall be in accordance with Section 5703 and 
this section. Tank vehicle and tank car loading and unloading 
and other special operations shall be in accordance with 
Section 5706. 


Exception: Containers of organic coatings having no fire 
point and which are opened for pigmentation are not 
required to comply with this section. 


5705.2 Liquid transfer. Liquid transfer equipment and 
methods for transfer of Class I, II and IIA liquids shall be 
approved and be in accordance with Sections 5705.2.1 
through 5705.2.6. 


5705.2.1 Pumps. Where positive-displacement pumps are 
used, they shall be provided with pressure relief discharg- 
ing back to the tank, pump suction or other approved 
location, or shall be provided with interlocks to prevent 
over-pressure. 


5705.2.2 Pressured systems. Where gases are introduced 
to provide for transfer of Class I liquids, or Class II and III 
liquids transferred at temperatures at or above their flash 
points by pressure, only inert gases shall be used. 
Controls, including pressure relief devices, shall be 
provided to limit the pressure so that the maximum work- 
ing pressure of tanks, containers and piping systems 
cannot be exceeded. Where devices operating through 
pressure within a tank or container are used, the tank or 
container shall be a pressure vessel approved for the 
intended use. Air or oxygen shall not be used for 
pressurization. 


Exception: Air transfer of Class II and III liquids at 
temperatures below their flash points. 
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5705.2.3 Piping, hoses and valves. Piping, hoses and 
valves used in liquid transfer operations shall be approved 
or listed for the intended use. 


5705.2.4 Class I, If and III liquids. Class I liquids or, 
when heated to or above their flash points, Class II and 
Class III liquids, shall be transferred by one of the follow- 
ing methods: 


1. From safety cans complying with UL 30. 
2. Through an approved closed piping system. 


3. From containers or tanks by an approved pump tak- 
ing suction through an opening in the top of the con- 
tainer or tank. 


4. For Class IB, IC, II and III liquids, from containers 
or tanks by gravity through an approved self-closing 
or automatic-closing valve where the container or 
tank and dispensing operations are provided with 
spill control and secondary containment in accor- 
dance with Section 5703.4. Class IA liquids shall 
not be dispensed by gravity from tanks. 


5. Approved engineered liquid transfer systems. 


Exception: Liquids in original shipping containers not 
exceeding a 5.3-gallon (20 L) capacity. 


5705.2.5 Manual container filling operations. Class | 
liquids or Class II and Class III liquids that are heated up 
to or above their flash points shall not be transferred into 
containers unless the nozzle and containers are electrically 
interconnected. Acceptable methods of electrical intercon- 
nection include either of the following: 


1. Metallic floor plates on which containers stand 
while filling, where such floor plates are electrically 
connected to the fill stem. 


2. Where the fill stem is bonded to the container during 
filling by means of a bond wire. 


5705.2.6 Automatic container-filling operations for 
Class I liquids. Container-filling operations for Class I 
liquids involving conveyor belts or other automatic-feed- 
ing operations shall be designed to prevent static 
accumulations. 
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or III liquids heated up to or above their flash points shall 
be provided with self-closing, tight-fitting, noncombusti- 
ble lids that will control a fire within such vessel. 


Exception: Where such devices are impractical, 
approved automatic or manually controlled fire-extin- 
guishing devices shall be provided. 


5705.3.2 Bonding of vessels. Where differences of poten- 
tial could be created, vessels containing Class I liquids or 
liquids handled at or above their flash points shall be elec- 
trically connected by bond wires, ground cables, piping or 
similar means to a static grounding system to maintain 
equipment at the same electrical potential to prevent 
sparking. 


5705.3.3 Heating, lighting and cooking appliances. 
Heating, lighting and cooking appliances that utilize Class 
I liquids shall not be operated within a building or 
structure. 


Exception: Operation in single-family dwellings. 


5705.3.4 Location of processing vessels. Processing 
vessels shall be located with respect to distances to lot 
lines of adjoining property that can be built on, in accor- 
dance with Tables 5705.3.4(1) and 5705.3.4(2). 


Exception: Where the exterior wall facing the adjoin- 
ing lot line is a blank wall having a fire-resistance 
rating of not less than 4 hours, the fire code official is 
authorized to modify the distances. The distance shall 
be not less than that set forth in the California Building 
Code, and where Class JA or unstable liquids are 
involved, explosion control shall be provided in accor- 
dance with Section 911. 


5705.3.5 Quantity limits for use. Liquid use quantity 
limitations shall comply with Sections 5705.3.5.1 through 
ode Reka 


5705.3.5.1 Maximum allowable quantity per control 
area. Indoor use, dispensing and mixing of flammable 
and combustible liquids shall not exceed the maximum 
allowable quantity per control area indicated in Table 
5003.1.1(1) and shall not exceed the additional limita- 
tions set forth in Section 5705.3.5. 


Use of hazardous production material flammable 
and combustible liquids in Group H-5 occupancies 
shall be in accordance with Chapter 27. 


5705.3 Use, dispensing and mixing inside of buildings. 
Indoor use, dispensing and mixing of flammable and combus- 
tible liquids shall be in accordance with Section 5705.2 and 
Sections 5705.3.1 through 5705.3.5.3. 


5705.3.1 Closure of mixing or blending vessels. Vessels 
used for mixing or blending of Class I liquids and Class II 


Exception: Cleaning with Class I, Il and IIIA liquids 
shall be in accordance with Section 5705.3.6. 


TABLE 5705.3.4(1) 
SEPARATION OF PROCESSING VESSELS FROM LOT LINES 


LOCATION? 
PROCESSING VESSELS WITH EMERGENCY RELIEF VENTING 
Stable liquids Unstable liquids 


Table 5705.3.4(2) 2.5 times Table 5705.3.4(2) 


1.5 times Table 5705.3.4(2) 4 times Table 5705.3.4(2) 


Not in excess of 2.5 psig 
Over 2.5 psig 


For SI: 1 pound per square inch gauge = 6.895 kPa. 
a. Where protection of exposures by a public fire department or private fire brigade capable of providing cooling water streams on structures is not provided, 
distances shall be doubled. 
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TABLE 5705.3.4(2) 
REFERENCE TABLE FOR USE WITH TABLE 5705.3.4(1) 


MINIMUM DISTANCE FROM LOT LINE OF MINIMUM DISTANCE FROM NEAREST SIDE OF 
A LOT THAT IS OR CAN BE BUILT ON, ANY PUBLIC WAY OR FROM NEAREST IMPORTANT 
INCLUDING THE OPPOSITE SIDE OF A PUBLIC WAY BUILDING ON THE SAME PROPERTY 
(feet) 


TANK CAPACITY 
(gallons) 


i mm Te 


1,000,001 to 2,000,000 135 
165 


For SI: 
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175 


1 foot = 304.8 mm, 1 gallon = 3.785 L. 


5705.3.5.2 Occupancy quantity limits. The following 
limits for quantities of flammable and combustible 
liquids used, dispensed or mixed based on occupancy 
classification shall not be exceeded: 


1. Group A occupancies: Quantities in Group A 
occupancies shall not exceed that necessary for 
demonstration, treatment, laboratory work, main- 
tenance purposes and operation of equipment, 
and shall not exceed quantities set forth in Table 
5003.1.1(1). 


2. Group B occupancies: Quantities in drinking, 
dining, office and school uses within Group B 
occupancies shall not exceed that necessary for 
demonstration, treatment, laboratory work, main- 
tenance purposes and operation of equipment, 
and shall not exceed quantities set forth in Table 
5003.1.1(1). 


3. Group E occupancies: Quantities in Group E 
occupancies shall not exceed that necessary for 
demonstration, treatment, laboratory work, main- 
tenance purposes and operation of equipment and 
shall not exceed quantities set forth in Table 
5003.1.1(1). 


4. Group F occupancies: Quantities in dining, office 
and school uses within Group F occupancies shall 
not exceed that necessary for demonstration, lab- 
oratory work, maintenance purposes and opera- 
tion of equipment, and shall not exceed quantities 
set forth in Table 5003.1.1(1). 


5. Group I occupancies: Quantities in Group I occu- 
pancies shall not exceed that necessary for 
demonstration, laboratory work, maintenance 
purposes and operation of equipment, and shall 
not exceed quantities set forth in Table 
5003.1.1(1). 


6. Group M occupancies: Quantities in dining, 
office and school uses within Group M occupan- 
cies shall not exceed that necessary for demon- 
stration, laboratory work, maintenance purposes 
and operation of equipment, and shall not exceed 
quantities set forth in Table 5003.1.1(1). 


7. Group R occupancies: Quantities in Group R 
occupancies shall not exceed that necessary for 
maintenance purposes and operation of equip- 
ment, and shall not exceed quantities set forth in 
Table 5003.1.1(1). 


8. Group S occupancies: Quantities in dining and 
office uses within Group S occupancies shall not 
exceed that necessary for demonstration, labora- 
tory work, maintenance purposes and operation 
of equipment and shall not exceed quantities set 
forth in Table 5003.1.1(1). 


Exception: Cleaning with Class I, II, or IIIA liquids 
shall be in accordance with Section 5705.3.6. 


5705.3.5.3 Quantities exceeding limits for control 
areas. Quantities exceeding the maximum allowable 
quantity per control area indicated in Sections 
5705.3.5.1 and 5705.3.5.2 shall be in accordance with 
the following: 


1. For open systems, indoor use, dispensing and 
mixing of flammable and combustible liquids 
shall be within a room or building complying 
with the California Building Code and Sections 
5705.3.7.1 through 5705.3.7.5.3. 


2. For closed systems, indoor use, dispensing and 
mixing of flammable and combustible liquids 
shall be within a room or building complying 
with the California Building Code and Sections 
5705.3.7. through 5705.3.7.4 and _ Section 
5705.3.7.6. 
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5705.3.6 Cleaning with flammable and combustible 
liquids. Cleaning with Class I, II and IIIA liquids shall be 
in accordance with Sections 5705.3.6.1 through 
5705;3 O:2:% 


Exceptions: 


1. Dry cleaning shall be in accordance with Chapter 
21 


2. Spray-nozzle cleaning shall be in accordance 
with Section 2403.3.5. 


5705.3.6.1 Cleaning operations. Class IA liquids shall 
not be used for cleaning. Cleaning with Class IB, IC or 
II liquids shall be conducted as follows: 


1. Inaroom or building, Section 5705.3.7; or 


2. Ina parts cleaner listed, labeled and approved for 
the purpose, Section 5705.3.6.2. 


Exception: Materials used in commercial and indus- 
trial process-related cleaning operations in 
accordance with other provisions of this code and not 
involving facilities maintenance cleaning operations. 


5705.3.6.2 Listed and approved machines. Parts 
cleaning and degreasing conducted in listed and 
approved machines in accordance with Section 
5705.3.6.1 shall be in accordance with Sections 
5705.3.6.2.1 through 5705.3.6.2.7. 


5705.3.6.2.1 Solvents. Solvents shall be classified 
and shall be compatible with the machines within 
which they are used. 


5705.3.6.2.2 Machine capacities. The quantity of 
solvent shall not exceed the listed design capacity of 
the machine for the solvent being used with the 
machine. 


5705.3.6.2.3 Solvent quantity limits. Solvent quan- 
tities shall be limited as follows: 


1. Machines without remote solvent reservoirs 
shall be limited to quantities set forth in Sec- 
tion 5705.3.5. 


2. Machines with remote solvent reservoirs using 
Class I liquids shall be limited to quantities set 
forth in Section 5705.3.5. 


3. Machines with remote solvent reservoirs using 
Class II liquids shall be limited to 35 gallons 
(132 L) per machine. The total quantities shall 
not exceed an aggregate of 240 gallons (908 
L) per control area in buildings not equipped 
throughout with an approved automatic sprin- 
kler system and an aggregate of 480 gallons 
(1817 L) per control area in buildings 
equipped throughout with an approved auto- 
matic sprinkler system in accordance with 
Section 903.3.1.1. 

4, Machines with remote solvent reservoirs using 


Class IIIA liquids shall be limited to 80 gal- 
lons (303 L) per machine. 


5705.3.6.2.4 Immersion soaking of parts. Work 
areas of machines with remote solvent reservoirs 
shall not be used for immersion soaking of parts. 
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5705.3.6.2.5 Separation. Multiple machines shall be 
separated from each other by a distance of not less 
than 30 feet (9144 mm) or by a fire barrier with a 
minimum 1|-hour fire-resistance rating. 


5705.3.6.2.6 Ventilation. Machines shall be located 
in areas adequately ventilated to prevent accumula- 
tion of vapors. 


5705.3.6.2.7 Installation. Machines shall be 
installed in accordance with their listings. 


5705.3.7 Rooms or buildings for quantities exceeding 
the maximum allowable quantity per control area. 
Where required by Section 5705.3.5.3 or 5705.3.6.1, 
rooms or buildings used for the use, dispensing or mixing 
of flammable and combustible liquids in quantities 
exceeding the maximum allowable quantity per control 
area shall be in accordance with Sections 5705.3.7.1 
through 5705.3.7.6.3. 


5705.3.7.1 Construction, location and fire protec- 
tion. Rooms or buildings classified in accordance with 
the California Building Code as Group H-2 or H-3 
occupancies based on use, dispensing or mixing of 
flammable or combustible liquids shall be constructed 
in accordance with the California Building Code. 


5705.3.7.2 Basements. In rooms or buildings classified 
in accordance with the California Building Code as 
Group H-2 or H-3, dispensing or mixing of flammable 
or combustible liquids shall not be conducted in 
basements. 


5705.3.7.3 Fire protection. Rooms or buildings classi- 
fied in accordance with the California Building Code 
as Group H-2 or H-3 occupancies shall be equipped 
with an approved automatic fire-extinguishing system 
in accordance with Chapter 9. 


5705.3.7.4 Doors. Interior doors to rooms or portions 
of such buildings shall be self-closing fire doors in 
accordance with the California Building Code. 


5705.3.7.5 Open systems. Use, dispensing and mixing 
of flammable and combustible liquids in open systems 
shall be in accordance with Sections 5705.3.7.5.1 
through 5705.3.7.5.3. 


5705.3.7.5.1 Ventilation. Continuous mechanical 
ventilation shall be provided at a rate of not less than 
1 cfm per square foot [0.00508 m?/(s x m7)] of floor 
area over the design area. Provisions shall be made 
for introduction of makeup air in such a manner to 
include all floor areas or pits where vapors can 
collect. Local or spot ventilation shall be provided 
where needed to prevent the accumulation of hazard- 
ous vapors. Ventilation system design shall comply 
with the California Building Code and California 
Mechanical Code. 


Exception: Where natural ventilation can be 
shown to be effective for the materials used, 
dispensed or mixed. 


5705.3.7.5.2 Explosion control. Explosion control 
shall be provided in accordance with Section 911. 
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5705.3.7.5.3 Spill control and secondary contain- 
ment, Spill control shall be provided in accordance 
with Section 5703.4 where Class I, I or IIIA liquids 
are dispensed into containers exceeding a 1.3-gallon 
(5 L) capacity or mixed or used in open containers or 
systems exceeding a 5.3-gallon (20 L) capacity. Spill 
control and secondary containment shall be provided 
in accordance with Section 5703.4 where the capac- 
ity of an individual container exceeds 55 gallons (208 
L) or the aggregate capacity of multiple containers or 
tanks exceeds 100 gallons (378.5 L). 


5705.3.7.6 Closed systems. Use or mixing of flamma- 
ble or combustible liquids in closed systems shall be in 
accordance with Sections 5705.3.7.6.1 through 
5703513 76:3: 


5705.3.7.6.1 Ventilation. Closed systems designed 
to be opened as part of normal operations shall be 
provided with ventilation in accordance with Section 
5705.3.7.5.1. 


5705.3.7.6.2 Explosion control. Explosion control 
shall be provided where an explosive environment 
can occur as a result of the mixing or use process. 
Explosion control shall be designed in accordance 
with Section 911. 


Exception: Where process vessels are designed 
to contain fully the worst-case explosion antici- 
pated within the vessel under process conditions 
considering the most likely failure. 


5705.3.7.6.3 Spill control and secondary contain- 
ment. Spill control shall be provided in accordance 
with Section 5703.4 where flammable or combustible 
liquids are dispensed into containers exceeding a 1.3- 
gallon (5 L) capacity or mixed or used in open contain- 
ers or systems exceeding a 5.3-gallon (20 L) capacity. 
Spill control and secondary containment shall be 
provided in accordance with Section 5703.4 where the 
capacity of an individual container exceeds 55 gallons 
(208 L) or the aggregate capacity of multiple contain- 
ers or tanks exceeds 1,000 gallons (3785 L). 


5705.3.8 Use, dispensing and handling outside of build- 
ings. Outside use, dispensing and handling shall be in 
accordance with Sections 5705.3.8.1 through 5705.3.8.4. 


Dispensing of liquids into motor vehicle fuel tanks at 
motor fuel-dispensing facilities shall be in accordance 
with Chapter 23. 


5705.3.8.1 Spill control. Outside use, dispensing and 
handling areas shall be provided with spill control as 
set forth in Section 5703.4. 


5705.3.8.2 Location on property. Dispensing activi- 
ties that exceed the quantities set forth in Table 
5705.3.8.2 shall not be conducted within 15 feet (4572 
mm) of buildings or combustible materials or within 25 
feet (7620 mm) of building openings, lot lines, public 
streets, public alleys or public ways. Dispensing activi- 
ties that exceed the quantities set forth in Table 
5705.3.8.2 shall not be conducted within 15 feet (4572 
mm) of storage of Class I, II or III liquids unless such 
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liquids are stored in tanks that are listed and labeled as 
2-hour protected tank assemblies in accordance with 
UL 2085. 


Exceptions: 


1. The requirements shall not apply to areas 
where only the following are dispensed: Class 
III liquids; liquids that are heavier than water; 
water-miscible liquids; and liquids with vis- 
cosities greater than 10,000 centipoise (cp) (10 
Pa xs). 


2. Flammable and combustible liquid dispensing 
in refineries, chemical plants, process facili- 
ties, gas and crude oil production facilities and 
oil-blending and packaging facilities, termi- 
nals and bulk plants. 

TABLE 5705.3.8.2 
MAXIMUM ALLOWABLE QUANTITIES FOR 


DISPENSING FLAMMABLE AND COMBUSTIBLE 
LIQUIDS IN OUTDOOR CONTROL AREAS*? 


Flammable iy Racer 2 
combust iy Oe SND He OE De 
[Cis AL, RR IN, 


For SI: 1 gallon = 3.785 L. 

a. For definition of “Outdoor Control Area,” see Section 202. 

. The fire code official is authorized to impose special conditions regarding 
locations, types of containers, dispensing units, fire control measures and 
other factors involving fire safety. 

. Containing not more than the maximum allowable quantity per control 
area of each individual class. 


io” 


oO 


5705.3.8.3 Location of processing vessels. Processing 
vessels shall be located with respect to distances to lot 
lines that can be built on in accordance with Table 
5705.3.4(1). 


Exception: In refineries and distilleries. 


5705.3.8.4 Weather protection. Weather protection 
for outdoor use shall be in accordance with Section 
5005.3.9. 


5705.4 Solvent distillation units. Solvent distillation units 
shall comply with Sections 5705.4.1 through 5705.4.9. 


5705.4.1 Unit with a capacity of 60 gallons or less. 
Solvent distillation units used to recycle Class I, II or INA 
liquids having a distillation chamber capacity of 60 
gallons (227 L) or less shall be listed, labeled and installed 
in accordance with Section 5705.4 and UL 2208. 


Exceptions: 


1. Solvent distillation units used in continuous 
through-put industrial processes where the source 
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of heat is remotely supplied using steam, hot 
water, oil or other heat transfer fluids, the tem- 
perature of which is below the auto-ignition point 
of the solvent. 


2. Approved research, testing and experimental pro- 
cesses. 


5705.4.2 Units with a capacity exceeding 60 gallons. 
Solvent distillation units used to recycle Class I, II or IIIA 
liquids, having a distillation chamber capacity exceeding 
60 gallons (227 L) shall be used in locations that comply 
with the use and mixing requirements of Section 5705 and 
other applicable provisions in this chapter. 


5705.4.3 Prohibited processing. Class I, II and IIIA 
liquids that are classified as unstable (reactive) shall not be 
processed in solvent distillation units. 


Exception: Appliances listed for the distillation of 
unstable (reactive) solvents. 


5705.4.4 Labeling. A permanent label shall be affixed to 
the unit by the manufacturer. The label shall indicate the 
capacity of the distillation chamber, and the distance the 
unit shall be placed away from sources of ignition. The 
label shall indicate the products for which the unit has 
been listed for use or refer to the instruction manual for a 
list of the products. 


5705.4.5 Manufacturer’s instruction manual. An 
instruction manual shall be provided. The manual shall be 
readily available for the user and the fire code official. The 
manual shall include installation, use and servicing 
instructions. It shall identify the liquids for which the unit 
has been listed for distillation purposes along with each 
liquid’s flash point and auto-ignition temperature. For 
units with adjustable controls, the manual shall include 
directions for setting the heater temperature for each liquid 
to be instilled. 


5705.4.6 Location. Solvent distillation units shall be used 
in locations in accordance with the listing. Solvent distilla- 
tion units shall not be used in basements. 


5705.4.7 Storage of liquids. Distilled liquids and liquids 
awaiting distillation shall be stored in accordance with 
Section 5704. 


5705.4.8 Storage of residues. Hazardous residue from the 
distillation process shall be stored in accordance with 
Section 5704 and Chapter 50. 


5705.4.9 Portable fire extinguishers. Approved portable 
fire extinguishers shall be provided in accordance with 
Section 906. Not less than one portable fire extinguisher 
having a rating of not less than 40-B shall be located not 
less than 10 feet (3048 mm) or more than 30 feet (9144 
mm) from any solvent distillation unit. 


5705.5 Alcohol-based hand rubs classified as Class I or I 
liquids. The use of wall-mounted dispensers containing alco- 
hol-based hand rubs classified as Class I or II liquids shall be 
in accordance with all of the following: 


1. The maximum capacity of each dispenser shall be 68 
ounces (2 L), 
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2. The minimum separation between dispensers shall be 
48 inches (1219 mm). 


3. The dispensers shall not be installed above, below, or 
closer than 1 inch (25 mm) to an electrical receptacle, 
switch, appliance, device or other ignition source. The 
wall space between the dispenser and the floor or inter- 
vening counter top shall be free of electrical recepta- 
cles, switches, appliances, devices or other ignition 
sources. 


4. Dispensers shall be mounted so that the bottom of the 
dispenser is not less than 42 inches (1067 mm) and not 
more than 48 inches (1219 mm) above the finished 
floor. - 


5. Dispensers shall not release their contents except when 
the dispenser is manually activated. Facilities shall be 
permitted to install and use automatically activated 
“touch free” alcohol-based hand-rub dispensing 
devices with the following requirements: 


5.1. The facility or persons responsible for the dis- 
pensers shall test the dispensers each time a new 
refill is installed in accordance with the manu- 
facturer’s care and use instructions. 


5.2. Dispensers shall be designed and must operate 
in a manner that ensures accidental or malicious 
activations of the dispensing device are mini- 
mized. At a minimum, all devices subject to or 
used in accordance with this section shall have 
the following safety features: 


5.2.1. Any activations of the dispenser 
shall only occur when an object is 
placed within 4 inches (98 mm) of 
the sensing device. 


5.2.2. The dispenser shall not dispense 
more than the amount required for 
hand hygiene consistent with label 
instructions as regulated by the 
United States Food and Drug 
Administration (USFDA). 


5.2.3. An object placed within the 
activation zone and left in place will 
cause only one activation. 


6. Storage and use of alcohol-based hand rubs shall be in 
accordance with the applicable provisions of Sections 
5704 and 5705. 


7. Dispensers installed in occupancies with carpeted 
floors shall only be allowed in smoke compartments or 
fire areas equipped throughout with an approved auto- 
matic sprinkler system in accordance with Section 
903.3.1.1 or 903.3.1.2. 


§705.5.1 Corridor installations. In addition to the provi- 
sions of Section 5705.5, where wall-mounted dispensers 
containing alcohol-based hand rubs are installed in corri- 
dors or rooms and areas open to the corridor, they shall be 
in accordance with all of the following: 


1. Level 2 and 3 aerosol containers shall not be 
allowed in corridors. 
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2. The maximum capacity of each Class I or II liquid 
dispenser shall be 41 ounces (1.21 L) and the maxi- 
mum capacity of each Level | aerosol dispenser 
shall be 18 ounces (0.51 kg). 


3. The maximum quantity allowed in a corridor within 
a control area shall be 10 gallons (37.85 L) of Class I 
or II liquids or 1135 ounces (32.2 kg) of Level 1 
aerosols, or a combination of Class I or II liquids 
and Level | aerosols not to exceed, in total, the 
equivalent of 10 gallons (37.85 L) or 1,135 ounces 
(32.2 kg) such that the sum of the ratios of the liquid 
and aerosol quantities divided by the allowable 
quantity of liquids and aerosols, respectively, shall 
not exceed one. 


4. The minimum corridor width shall be 72 inches 
(1829 mm), 


5. Projections into a corridor shall be in accordance 
with Section 1003.3.3. 


SECTION 5706 
SPECIAL OPERATIONS 


5706.1 General. This section shall cover the provisions for 
special operations that include, but are not limited to, storage, 
use, dispensing, mixing or handling of flammable and 
combustible liquids. The following special operations shall 
be in accordance with Sections 5701, 5703, 5704 and 5705, 
except as provided in Section 5706. 


1. Storage and dispensing of flammable and combustible 
liquids on farms and construction sites. 


2. Well drilling and operating. 
3. Bulk plants or terminals. 


4. Bulk transfer and process transfer operations utilizing 
tank vehicles and tank cars. 


5. Tank vehicles and tank vehicle operation. 
6. Refineries, 
7. Vapor recovery and vapor-processing systems. 


5706.2 Storage and dispensing of flammable and combus- 
tible liquids on farms and construction sites. Permanent 
and temporary storage and dispensing of Class I and II liquids 
for private use on farms and rural areas and at construction 
sites, earth-moving projects, gravel pits or borrow pits shall 
be in accordance with Sections 5706.2.1 through 5706.2.8.1. 


Exception: Storage and use of fuel oil and containers 
connected with oil-burning equipment regulated by 
Section 605 and the California Mechanical Code. 


5706.2.1 Combustibles and open flames near tanks. 
Storage areas shall be kept free from weeds and extrane- 
ous combustible material. Open flames and smoking are 
prohibited in flammable or combustible liquid storage 
areas, 


5706.2.2 Marking of tanks and containers. Tanks and 
containers for the storage of liquids above ground shall be 
conspicuously marked with the name of the product that 
they contain and the words: “FLAMMABLE—KEEP 
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FIRE AND FLAME AWAY.” Tanks shall bear the addi- 
tional marking: “KEEP 50 FEET FROM BUILDINGS.” 


5706.2.3 Containers for storage and use. Metal contain- 
ers used for storage of Class I or II liquids shall be in 
accordance with DOTn requirements or shall be of an 
approved design. 


Discharge devices shall be of a type that do not develop 
an internal pressure on the container. Pumping devices or 
approved self-closing faucets used for dispensing liquids 
shall not leak and shall be well-maintained. Individual 
containers shall not be interconnected and shall be kept 
closed when not in use. 


Containers stored outside of buildings shall be in accor- 
dance with Section 5704 and the California Building 
Code. 


5706.2.4 Permanent and temporary tanks. The capacity 
of permanent above-ground tanks containing Class I or II 
liquids shall not exceed 1,100 gallons (4164 L). The 
capacity of temporary above-ground tanks containing 
Class I or II liquids shall not exceed 10,000 gallons (37 
854 L). Tanks shall be of the single-compartment design. 


Exception: Permanent above-ground tanks of greater 
capacity that meet the requirements of Section 5704.2. 


5706.2.4.1 Fill-opening security. Fill openings shall 
be equipped with a locking closure device. Fill open- 
ings shall be separate from vent openings. 


5706.2.4.2 Vents. Tanks shall be provided with a 
method of normal and emergency venting. Normal 
vents shall be in accordance with Section 5704.2.7.3. 


Emergency vents shall be in accordance with Sec- 
tion 5704.2.7.4. Emergency vents shall be arranged to 
discharge in a manner that prevents localized overheat- 
ing or flame impingement on any part of the tank in the 
event that vapors from such vents are ignited. 


5706.2.4.3 Location. Tanks containing Class I or II 
liquids shall be kept outside and not less than 50 feet 
(15 240 mm) from buildings and combustible storage. 
Additional distance shall be provided where necessary 
to ensure that vehicles, equipment and containers being 
filled directly from such tanks will not be less than 50 
feet (15 240 mm) from structures, haystacks or other 
combustible storage. 


5706.2.4.4 Locations where above-ground tanks are 
prohibited. The storage of Class I and II liquids in 
above-ground tanks is prohibited within the limits 
established by law as the limits of districts in which 
such storage is prohibited [JURISDICTION TO SPECIFY]. 


5706.2.5 Type of tank. Tanks shall be provided with top 
openings only or shall be elevated for gravity discharge. 


5706.2.5.1 Tanks with top openings only. Tanks with 
top openings shall be mounted in accordance with 
either of the following: 


1, On well-constructed metal legs connected to 
shoes or runners designed so that the tank is sta- 
bilized and the entire tank and its supports can be 
moved as a unit. 
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2. For stationary tanks, on a stable base of timbers 
or blocks approximately 6 inches (152 mm) in 
height that prevents the tank from contacting the 
ground. 


5706.2.5.1.1 Pumps and fittings. Tanks with top 
openings only shall be equipped. with a tightly and 
permanently attached, approved pumping device 
having an approved hose of sufficient length for fill- 
ing vehicles, equipment or containers to be served 
from the tank. Either the pump or the hose shall be 
equipped with a padlock to its hanger to prevent 
tampering. An effective antisiphoning device shall 
be included in the pump discharge unless a self-clos- 
ing nozzle is provided. Siphons or internal pressure 
discharge devices shall not be used. 


5706.2.5.2 Tanks for gravity discharge. Tanks with a 
connection in the bottom or the end for gravity-dispens- 
ing liquids shall be mounted and equipped as follows: 


1. Supports to elevate the tank for gravity discharge 
shall be designed to carry all required loads and 
provide stability. 


2. Bottom or end openings for gravity discharge 
shall be equipped with a valve located adjacent to 
the tank shell that will close automatically in the 
event of fire through the operation of an effective 
heat-activated releasing device. Where this valve 
cannot be operated manually, it shall be supple- 
mented by a second, manually operated valve. 


The gravity discharge outlet shall be provided with 
an approved hose equipped with a self-closing valve at 
the discharge end of a type that can be padlocked to its 
hanger. 


5706.2.6 Spill control drainage control and diking. 
Indoor storage and dispensing areas shall be provided with 
spill control and drainage control as set forth in Section 
5703.4. Outdoor storage areas shall be provided with 
drainage control or diking as set forth in Section 
5704.2.10. 


5706.2.7 Portable fire extinguishers. Portable fire extin- 
guishers with a minimum rating of 20-B:C and complying 
with Section 906 shall be provided where required by the 
fire code official. 


5706.2.8 Dispensing from tank vehicles. Where 
approved, liquids used as fuels are allowed to be trans- 
ferred from tank vehicles into the tanks of motor vehicles 
or special equipment, provided that: 


1. The tank vehicle’s specific function is that of sup- 
plying fuel to motor vehicle fuel tanks. 


2. The dispensing hose does not exceed 100 feet (30 
480 mm) in length. 


3. The dispensing nozzle is an approved type. 


4. The dispensing hose is properly placed on an 
approved reel or in a compartment provided before 
the tank vehicle is moved. 
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5. Signs prohibiting smoking or open flames within 25 
feet (7620 mm) of the vehicle or the point of refuel- 
ing are prominently posted on the tank vehicle. 


6. Electrical devices and wiring in areas where fuel 
dispensing is conducted are in accordance with the 
California Electrical Code. 


7. Tank vehicle-dispensing equipment is operated only 
by designated personnel who are trained to handle 
and dispense motor fuels. 


8. Provisions are made for controlling and mitigating 
unauthorized discharges. 


5706.2.8.1 Location. Dispensing from tank vehicles 
shall be conducted not less than 50 feet (15 240 mm) 
from structures or combustible storage. 


5706.3 Well drilling and operating. Wells for oil and natu- 
ral gas shall be drilled and operated in accordance with 
Sections 5706.3.1 through 5706.3.8. 


5706.3.1 Location. The location of wells shall comply 
with Sections 5706.3.1.1 through 5706.3.1.3.2. 


5706.3.1.1 Storage tanks and sources of ignition. 
Storage tanks or boilers, fired heaters, open-flame 
devices or other sources of ignition shall not be located 
within 25 feet (7620 mm) of well heads. Smoking is 
prohibited at wells or tank locations except as desig- 
nated and in approved posted areas. 


Exception: Engines used in the drilling, production 
and serving of wells. 


5706.3.1.2 Streets and railways. Wells shall not be 
drilled within 75 feet (22 860 mm) of any dedicated 
public street, highway or nearest rail of an operating 
railway. 


§706.3.1.3 Buildings. Wells shall not be drilled within 
100 feet (30 480 mm) of buildings not necessary to the 
operation of the well. 


5706.3.1.3.1 Group A, E or I buildings. Wells shall 
not be drilled within 300 feet (91 440 mm) of build- 
ings with an occupancy in Group A, E or I. 


5706.3.1.3.2 Existing wells. Where wells are exist- 
ing, buildings shall not be constructed within the 
distances set forth in Section 5706.3.1 for separation 
of wells or buildings. 


5706.3.2 Waste control. Control of waste materials asso- 
ciated with wells shall comply with Sections 5706.3.2.1 
and 5706.3.2.2. 


5706.3.2.1 Discharge on a street or water channel. 
Liquids containing crude petroleum or its products 
shall not be discharged into or on streets, highways, 
drainage canals or ditches, storm drains or flood control 
channels. 


5706.3.2.2 Discharge and combustible materials on 
ground. The surface of the ground under, around or 
near wells, pumps, boilers, oil storage tanks or build- 
ings shall be kept free from oil, waste oil, refuse or 
waste material. 
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5706.3.3 Sumps. Sumps associated with wells shall 
comply with Sections 5706.3.3.1 through 5706.3.3.3. 


5706.3.3.1 Maximum width. Sumps or other basins 
for the retention of oil or petroleum products shall not 
exceed 12 feet (3658 mm) in width. 


§706.3.3.2 Backfilling. Sumps or other basins for the 
retention of oil or petroleum products larger than 6 feet 
by 6 feet by 6 feet (1829 mm by 1829 mm by 1829 
mm) shall not be maintained longer than 60 days after 
the cessation of drilling operations. 


5706.3.3.3 Security. Sumps, diversion ditches and 
depressions used as sumps shall be securely fenced or 
covered. 


5706.3.4 Prevention of blowouts. Protection shall be 
provided to control and prevent the blowout of a well. 
Protection equipment shall meet federal, state and other 
applicable jurisdiction requirements. 


5706.3.5 Storage tanks. Storage of flammable or combus- 
tible liquids in tanks shall be in accordance with Section 
5704. Oil storage tanks or groups of tanks shall have 
posted in a conspicuous place, on or near such tank or 
tanks, an approved sign with the name of the owner or 
operator, or the lease number and the telephone number 
where a responsible person can be reached at any time. 


5706.3.6 Soundproofing. Where soundproofing material 
is required during oil field operations, such material shall 
be noncombustible. 


5706.3.7 Signs. Well locations shall have posted in a 
conspicuous place on or near such tank or tanks an 
approved sign with the name of the owner or operator, 
name of the leasee or the lease number, the well number 
and the telephone number where a responsible person can 
be reached at any time. Such signs shall be maintained on 
the premises from the time materials are delivered for 
drilling purposes until the well is abandoned. 


5706.3.8 Field-loading racks. Field-loading racks shall 
be in accordance with Section 5706.5. 


5706.4 Bulk plants or terminals. Portions of properties 
where flammable and combustible liquids are received by 
tank vessels, pipelines, tank cars or tank vehicles and stored 
or blended in bulk for the purpose of distribution by tank 
vessels, pipelines, tanks cars, tank vehicles or containers shall 
be in accordance with Sections 5706.4.1 through 5706.4.10.4. 


5706.4.1 Building construction. Buildings shall be 
constructed in accordance with the California Building 
Code. 


5706.4.2 Means of egress. Rooms in which liquids are 
stored, used or transferred by pumps shall have means of 
egress arranged to prevent occupants from being trapped 
in the event of fire. 


5706.4.3 Heating. Rooms in which Class | liquids are 
stored or used shall be heated only by means not constitut- 
ing a source of ignition, such as steam or hot water. 
Rooms containing heating appliances involving sources of 
ignition shall be located and arranged to prevent entry of 
flammable vapors. 
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5706.4.4 Ventilation. Ventilation shall be provided for 
rooms, buildings and enclosures in which Class I liquids 
are pumped, used or transferred. Design of ventilation 
systems shall consider the relatively high specific gravity 
of the vapors. Where natural ventilation is used, adequate 
openings in outside walls at floor level, unobstructed 
except by louvers or coarse screens, shall be provided. 
Where natural ventilation is inadequate, mechanical venti- 
lation shall be provided in accordance with the California 
Mechanical Code. 


5706.4.4.1 Basements and pits. Class I liquids shall 
not be stored or used within a building having a base- 
ment or pit into which flammable vapors can travel, 
unless such area is provided with ventilation designed 
to prevent the accumulation of flammable vapors 
therein. 


5706.4.4.2 Dispensing of Class I liquids. Containers 
of Class I liquids shall not be drawn from or filled 
within buildings unless a provision is made to prevent 
the accumulation of flammable vapors in hazardous 
concentrations. Where mechanical ventilation is 
required, it shall be kept in operation while flammable 
vapors could be present. 


5706.4.5 Storage. Storage of Class I, II and IIA liquids in 
bulk plants shall be in accordance with the applicable 
provisions of Section 5704. 


5706.4.6 Overfill protection of Class I and II liquids. 
Manual and automatic systems shall be provided to 
prevent overfill during the transfer of Class I and II liquids 
from mainline pipelines and marine vessels in accordance 
with API 2350. 


5706.4.7 Wharves. This section shall apply to all 
wharves, piers, bulkheads and other structures over or 
contiguous to navigable water having a primary function 
of transferring liquid cargo in bulk between shore installa- 
tions and tank vessels, ships, barges, lighter boats or other 
mobile floating craft. 


Exception: Marine motor fuel-dispensing facilities in 
accordance with Chapter 23. 


5706.4.7.1 Transferring approvals. Handling pack- 
aged cargo of liquids, including full and empty drums, 
bulk fuel and stores, over a wharf during cargo transfer 
shall be subject to the approval of the wharf supervisor 
and the senior deck officer on duty. 


5706.4.7.2 Transferring location. Wharves at which 
liquid cargoes are to be transferred in bulk quantities to 
or from tank vessels shall be not less than 100 feet 
(30 480 mm) from any bridge over a navigable water- 
way; or from an entrance to, or superstructure of, any 
vehicular or railroad tunnel under a waterway. The 
termination of the fixed piping used for loading or 
unloading at a wharf shall be not less than 200 feet (60 
960 mm) from a bridge or from an entrance to, or 
superstructures of, a tunnel. 


5706.4.7.3 Superstructure and decking material. 
Superstructure and decking shall be designed for the 
intended use. Decking shall be constructed of materials 
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that will afford the desired combination of flexibility, 
resistance to shock, durability, strength and fire 
resistance. 


5706.4.7.4 Tanks allowed. Tanks used exclusively for 
ballast water or Class II or III liquids are allowed to be 
installed on suitably designed wharves. 


5706.4.7.5 Transferring equipment. Loading pumps 
capable of building up pressures in excess of the safe 
working pressure of cargo hose or loading arms shall be 
provided with bypasses, relief valves or other arrange- 
ments to protect the loading facilities against excessive 
pressure. Relief devices shall be tested not less than 
annually to determine that they function satisfactorily 
at their set pressure. 


5706.4.7.6 Piping, valves and fittings. Piping valves 
and fittings shall be in accordance with Section 5703.6 
except as modified by the following: 


1. Flexibility of piping shall be ensured by appropri- 
ate layout and arrangement of piping supports so 
that motion of the wharf structure resulting from 
wave action, currents, tides or the mooring of 
vessels will not subject the pipe to repeated 
excessive strain. 


2. Pipe joints that depend on the friction characteris- 
tics of combustible materials or on the grooving 
of pipe ends for mechanical continuity of piping 
shall not be used. 


3. Swivel joints are allowed in piping to which 
hoses are connected and for articulated, swivel- 
joint transfer systems, provided that the design is 
such that the mechanical strength of the joint will 
not be impaired if the packing materials fail such 
as by exposure to fire. 


4, Each line conveying Class I or II liquids leading 
to a wharf shall be provided with a block valve 
that has ready access and that is on shore, near 
the approach to the wharf and outside of any 
diked area. Where more than one line is involved, 
the valves shall be grouped in one location. 


5. Means shall be provided for easy access to cargo 
line valves located below the wharf deck. 


6. Piping systems shall contain a sufficient number 
of valves to operate the system properly and to 
control the flow of liquid in normal operation and 
in the event of physical damage. 


7. Piping on wharves shall be bonded and grounded 
where Class I and II liquids are transported. 
Where excessive stray currents are encountered, 
insulating joints shall be installed. Bonding and 
grounding connections on piping shail be located 
on the wharf side of hose riser insulating flanges, 
where used, and shall be in a location provided 
with ready access for inspection, 


8. Hose or articulated swivel-joint pipe connections 
used for cargo transfer shall be capable of accom- 
modating the combined effects of change in draft 


2022 CALIFORNIA FIRE CODE 


FLAMMABLE AND COMBUSTIBLE LIQUIDS 


and maximum tidal range, and mooring lines 
shall be kept adjusted to prevent surge of the ves- 
sel from placing stress on the cargo transfer sys- 
tem. 


9. Hoses shall be supported to avoid kinking and 
damage from chafing. 


5706.4.7.7 Loading and unloading. Loading or 
discharging shall not commence until the wharf super- 
intendent and officer in charge of the tank vessel agree 
that the tank vessel is properly moored and connections 
are properly made. 


5706.4.7.8 Mechanical work. Mechanical work shall 
not be performed on the wharf during cargo transfer, 
except under special authorization by the fire code offi- 
cial based on a review of the area involved, methods to 
be employed and precautions necessary. 


5706.4.8 Sources of ignition. Class I, II or IIIA liquids 
shall not be used, drawn or dispensed where flammable 
vapors can reach a source of ignition. Smoking shall be 
prohibited except in designated locations. “No Smoking” 
signs complying with Section 310 shall be conspicuously 
posted where a hazard from flammable vapors is normally 
present. 


5706.4.9 Drainage control. Loading and unloading areas 
shall be provided with drainage control in accordance with 
Section 5704.2.10. 


5706.4.10 Fire protection. Fire protection shall be in 
accordance with Chapter 9 and Sections 5706.4.10.1 
through 5706.4.10.4. 


5706.4.10.1 Portable fire extinguishers. Portable fire 
extinguishers with a rating of not less than 20-B and 
complying with Section 906 shall be located within 75 
feet (22 860 mm) of hose connections, pumps and 
separator tanks. 


5706.4.10.2 Fire hoses. Where piped water is avail- 
able, ready-connected fire hose in a size appropriate for 
the water supply shall be provided in accordance with 
Section 905 so that manifolds where connections are 
made and broken can be reached by not less than one 
hose stream. 


5706.4.10.3 Obstruction of equipment. Material shall 
not be placed on wharves in such a manner that would 
obstruct access to fire-fighting equipment or important 
pipeline control valves. 


5706.4.10.4 Fire apparatus access. Where the wharf is 
designed for vehicular traffic, an unobstructed fire 
apparatus access road to the shore end of the wharf 
shall be maintained in accordance with Chapter 5. 


5706.5 Bulk transfer and process transfer operations. 
Bulk transfer and process transfer operations shall be 
approved and be in accordance with Sections 5706.5.1 
through 5706.5.4.5. Motor fuel-dispensing facilities shall 
comply with Chapter 23. 


5706.5.1 General. The provisions of Sections 5706.5.1.1 
through 5706.5.1.18 shall apply to bulk transfer and 
process transfer operations; Sections 5706.5.2 and 
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5706.5.2.1 shall apply to bulk transfer operations; Sections 
5706.5.3 through 5706.5.3.3 shall apply to process transfer 
operations and Sections 5706.5.4 through 5706.5.4.5 shall 
apply to dispensing from tank vehicles and tank cars. 
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5706.5.1.1 Location. Bulk transfer and process transfer 
operations shall be conducted in approved locations. 
Tank cars shall be unloaded only on private sidings or 
railroad-siding facilities equipped for transferring flam- 
mable or combustible liquids. Tank vehicles and tank 
cars engaged in bulk transfer or process transfer opera- 
tions shall be separated from buildings, above-ground 
tanks, combustible materials, lot lines, public streets, 
public alleys or public ways by a distance of 25 feet 
(7620 mm) for Class I liquids and 15 feet (4572 mm) 
for Class II and IIIA liquids measured from the nearest 
loading or unloading valve on the tank vehicle or tank 
car. 


Exception: Buildings for pumps and shelters for 
personnel supporting transfer operations shall not be 
required to be separated from tank vehicles and tank 
cars engaged in bulk transfer or process transfer 
operations. 


5706.5.1.2 Weather protection canopies. Where 
weather protection canopies are provided, they shall be 
constructed in accordance with Section 5004.13. 
Weather protection canopies shall not be located within 
15 feet (4572 mm) of a building or combustible mate- 
rial or within 25 feet (7620 mm) of building openings, 
lot lines, public streets, public alleys or public ways. 


5706.5.1.3 Ventilation. Ventilation shall be provided 
to prevent accumulation of vapors in accordance with 
Section 5705.3.7.5.1. 


5706.5.1.4 Sources of ignition. Sources of ignition 
shall be controlled or eliminated in accordance with 
Section 5003.7. 


5706.5.1.5 Spill control and secondary containment. 
Areas where transfer operations are located shall be 
provided with spill control and secondary containment 
in accordance with Section 5703.4. The spill control 
and secondary containment system shall have a design 
capacity capable of containing the capacity of the larg- 
est tank compartment located in the area where transfer 
operations are conducted. Containment of the rainfall 
volume specified in Section 5004.2.2.6 is not required. 


5706.5.1.6 Fire protection. Fire protection shall be in 
accordance with Section 5703.2. 


5706.5.1.7 Static protection. Static protection shall be 
provided to prevent the accumulation of static charges 
during transfer operations. Bonding facilities shall be 
provided during the transfer through open domes where 
Class I liquids are transferred, or where Class II and II] 
liquids are transferred into tank vehicles or tank cars 
that could contain vapors from previous cargoes of 
Class I liquids. 


Protection shall consist of a metallic bond wire per- 
manently electrically connected to the fill stem. The fill 
pipe assembly shall form a continuous electrically con- 


ductive path downstream from the point_of bonding. 
The free end of such bond wire shall be provided with a 
clamp or equivalent device for convenient’ attachment 
to a metallic part in electrical contact with the cargo 
tank of the tank vehicle or tank car. For tank-vehicles, 
protection shall consist of a flexible bond wire of ade- 
quate strength for the intended service and the electrical 
resistance shall not exceed 1 megohm. For tank cars, 
bonding shall be provided where the resistance of a 
tank car to ground through the rails is 25 ohms or 
greater. 


Such bonding connection shall be fastened to the 
vehicle, car or tank before dome covers are raised and 
shall remain in place until filling is complete and all 
dome covers have been closed and secured. 


Exceptions: 


1. Where vehicles and cars are loaded exclu- 
sively with products not having a static-accu- 
mulating tendency, such as asphalt, cutback 
asphalt, most crude oils, residual oils and 
water-miscible liquids. 


2. Where Class I liquids are not handled at the 
transfer facility and the tank vehicles are used 
exclusively for Class II and III liquids. 


3. Where vehicles and cars are loaded or 
unloaded through closed top or bottom con- 
nections whether the hose is conductive or 
nonconductive. 


Filling through open domes into the tanks of tank 
vehicles or tank cars that contain vapor-air mixtures 
within the flammable range, or where the liquid being 
filled can form such a mixture, shall be by means of a 
downspout that extends to near the bottom of the tank. 


5706.5.1.8 Stray current protection. Tank car loading 
facilities where Class I, II or IIIA liquids are transferred 
through open domes shall be protected against stray 
currents by permanently bonding the pipe to not less 
than one rail and to the transfer apparatus. Multiple 
pipes entering the transfer areas shall be permanently 
electrically bonded together. In areas where excessive 
stray currents are known to exist, all pipes entering the 
transfer area shall be provided with insulating sections 
to isolate electrically the transfer apparatus from the 
pipelines. 


5706.5.1.9 Top loading. When top loading a tank vehi- 
cle with Class I and II liquids without vapor control, 
valves used for the final control of flow shall be of the 
self-closing type and shall be manually held open 
except where automatic means are provided for shut- 
ting off the flow when the tank is full. Where used, 
automatic shutoff systems shall be provided with a 
manual shutoff valve located at a safe distance from the 
loading nozzle to stop the flow if the automatic system 
fails. 


When top loading a tank vehicle with vapor control, 
flow control shall be in accordance with Section 
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5706.5.1.10. Self-closing valves shall not be tied or 
locked in the open position. 


5706.5.1.10 Bottom loading. When bottom loading a 
tank vehicle or tank car with or without vapor control, a 
positive means shall be provided for loading a pre- 
determined quantity of liquid, together with an auto- 
matic secondary shutoff control to prevent overfill. The 
connecting components between the transfer equipment 
and the tank vehicle or tank car required to operate the 
secondary control shall be functionally compatible. 


5706.5.1.10.1 Dry disconnect coupling. When 
bottom loading a tank vehicle, the coupling between 
the liquid loading hose or pipe and the truck piping 
shall be a dry disconnect coupling. 


5706.5.1.10.2 Venting. When bottom loading a tank 
vehicle or tank car that is equipped for vapor control 
and vapor control is not used, the tank shall be vented 
to the atmosphere to prevent pressurization of the 
tank. Such venting shall be at a height equal to or 
greater than the top of the cargo tank. 


5706.5.1.10.3 Vapor-tight connection. Connections 
to the plant vapor control system shall be designed to 
prevent the escape of vapor to the atmosphere when 
not connected to a tank vehicle or tank car. 


5706.5.1.10.4 | Vapor-processing equipment. 
Vapor-processing equipment shall be separated from 
above-ground tanks, warehouses, other plant build- 
ings, transfer facilities or nearest lot line of adjoining 
property that can be built on by a distance of not less 
than 25 feet (7620 mm). Vapor-processing equip- 
ment shall be protected from physical damage by 
remote location, guard rails, curbs or fencing. 


5706.5.1.11 Switch loading. Tank vehicles or tank cars 
that have previously contained Class I liquids shall not 
be loaded with Class II or III liquids until such vehicles 
and all piping, pumps, hoses and meters connected 
thereto have been completely drained and flushed. 


Exception: When approved by the Enforcing 
Agency, the procedures prescribed in API (API-RP- 
2003) Recommended Practices 2003 entitled “Pro- 
tection Against Ignitions Arising Out of Static, 
Lightning, and Stray Currents” may be used for 
changing tank contents. 


5706.5.1.12 Loading racks. Where provided, loading 
racks, stairways or platforms shall be constructed of 
noncombustible materials. Buildings for pumps or for 
shelter of loading personnel are allowed to be part of 
the loading rack. Wiring and electrical equipment 
located within 25 feet (7620 mm) of any portion of the 
loading rack shall be in accordance with Section 
1 USclinta 


5706.5.1.13 Transfer apparatus. Bulk and process 
transfer apparatus shall be of an approved type. 


5706.5.1.14 Inside buildings. Tank vehicles and tank 
cars shall not be located inside a building while trans- 
ferring Class I, II or IIIA liquids, unless approved by 
the fire code official. 
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Exception: Tank vehicles are allowed under weather 
protection canopies and canopies of automobile 
motor vehicle fuel-dispensing stations. 


5706.5.1.15 Tank vehicle and tank car certification. 
Certification shall be maintained for tank vehicles and 
tank cars in accordance with DOTn 49 CFR Parts 100— 
185. 


5706.5.1.16. Tank vehicle and tank car stability. 
Tank vehicles and tank cars shall be stabilized against 
movement during loading and unloading in accordance 
with Sections 5706.5.1.16.1 through 5706.5.1.16.3. 


5706.5.1.16.1 Tank vehicles. When the vehicle is 
parked for loading or unloading, the cargo trailer 
portion of the tank vehicle shall be secured in a 
manner that will prevent unintentional movement. 


5706.5.1.16.2 Chock blocks. Not less than two 
chock blocks not less than 5 inches by 5 inches by 12 
inches (127 mm by 127 mm by 305 mm) in size and 
dished to fit the contour of the tires shall be used 
during transfer operations of tank vehicles. 


5706.5.1.16.3 Tank cars. Brakes shall be set and the 
wheels shall be blocked to prevent rolling. 


5706.5.1.17 Monitoring. Transfer operations shall be 
monitored by an approved monitoring system or by an 
attendant. Where monitoring is by an attendant, the 
operator or other competent person shall be present at 
all times. 


5706.5.1.18 Security. Transfer operations shall be 
surrounded by a noncombustible fence not less than 5 
feet (1524 mm) in height. Tank vehicles and tank cars 
shall not be loaded or unloaded unless such vehicles are 
entirely within the fenced area. 


Exceptions: 


1. Motor fuel-dispensing facilities complying 
with Chapter 23. 


2. Installations where adequate public safety 
exists because of isolation, natural barriers or 
other factors as determined appropriate by the 
fire code official. 


3. Facilities or properties that are entirely 
enclosed or protected from entry. 


5706.5.2 Bulk transfer. Bulk transfer shall be in accor- 
dance with Sections 5706.5.1 and 5706.5.2.1. 


5706.5.2.1 Vehicle motor. Motors of tank vehicles or 
tank cars shall be shut off during the making and break- 
ing of hose connections and during the unloading 
operation. 


Exception: Where unloading is performed with a 
pump deriving its power from the tank vehicle motor. 


5706.5.3 Process transfer. Process transfer shall be in 
accordance with Section 5706.5.1 and Sections 5706.5.3.1 
through 5706.5.3.3. 


5706.5.3.1 Piping, valves, hoses and fittings. Piping, 
valves, hoses and fittings that are not a part of the tank 
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vehicle or tank car shall be in accordance with Section 
5703.6. Caps or plugs that prevent leakage or spillage 
shall be provided at all points of connection to transfer 
piping. 
5706.5.3.1.1 Shutoff valves. Approved automati- 
cally or manually activated shutoff valves shall be 
provided where the transfer hose connects to the 
process piping, and on both sides of any exterior fire- 
resistance-rated wall through which the piping 
passes. Manual shutoff valves shall be arranged so 
that they are able to be accessed from grade. Valves 
shall not be locked in the open position. 


5706.5.3.1.2 Hydrostatic relief. Hydrostatic pres- 
sure-limiting or relief devices shall be provided 
where pressure buildup in trapped sections of the 
system could exceed the design pressure of the 
components of the system. 


Devices shall relieve to other portions of the sys- 
tem or to another approved location. 


5706.5.3.1.3 Antisiphon valves. Antisiphon valves 
shall be provided where the system design would 
allow siphonage. 


5706.5.3.2 Vents. Normal and emergency vents shall 
be maintained operable at all times. 


5706.5.3.3 Motive power. Motors of tank vehicles or 
tank cars shall be shut off during the making and break- 
ing of hose connections and during the unloading 
operation. 


Exception: When unloading is performed with a 
pump deriving its power from the tank vehicle motor. 


5706.5.4 Dispensing from tank vehicles and tank cars. 
Dispensing from tank vehicles and tank cars into the fuel 
tanks of motor vehicles shall be prohibited unless allowed 
by and conducted in accordance with Sections 5706.5.4.1 
through 5706.5.4.5. 
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5706.5.4.1 Marine craft and special equipment. 
Liquids intended for use as motor fuels are allowed to 
be transferred from tank vehicles into the fuel tanks of 
marine craft and special equipment where approved by 
the fire code official, and where: 


1. The tank vehicle’s specific function is that of 
supplying fuel to fuel tanks. 


2. The operation is not performed where the public 
has access or where there is unusual exposure to 
life and property. 


3. The dispensing line does not exceed 50 feet (15 
240 mm) in length. 


4. The dispensing nozzle is approved. 


5706.5.4.2 Emergency refueling. Where approved by 
the fire code official, dispensing of motor vehicle fuel 
from tank vehicles into the fuel tanks of motor vehicles 
is allowed during emergencies. Dispensing from tank 
vehicles shall be in accordance with Sections 5706.2.8 
and 5706.6. 


5706.5.4.3 Aircraft fueling. Transfer of liquids from 
tank vehicles to the fuel tanks of aircraft shall be in 
accordance with Chapter 20. 


5706.5.4.4 Fueling of vehicles at farms, construction 
sites and similar areas. Transfer of liquid from tank 
vehicles to motor vehicles for private use on farms and 
rural areas and at construction sites, earth-moving proj- 
ects, gravel pits and borrow pits is allowed in 
accordance with Section 5706.2.8. 


5706.5.4.5 Commercial, industrial, governmental or 
manufacturing. Dispensing of Class II and II motor 
vehicle fuel from tank vehicles into the fuel tanks of 
motor vehicles located at commercial, industrial, 
governmental or manufacturing establishments is 
allowed where permitted, provided that such dispensing 
operations are conducted in accordance with the 
following: 


1. Dispensing shall occur only at sites that have 
been issued a permit to conduct mobile fueling. 


2. The owner of a mobile fueling operation shall 
provide to the jurisdiction a written response plan 
that demonstrates readiness to respond to a fuel 
spill and carry out appropriate mitigation mea- 
sures, and describes the process to dispose prop- 
erly of contaminated materials. 


3. A detailed site plan shall be submitted with each 
application for a permit. The site plan shall indi- 
cate: all buildings, structures and appurtenances 
on site and their use or function; all uses adjacent 
to the lot lines of the site; the locations of all 
storm drain openings, adjacent waterways or wet- 
lands; information regarding slope, natural drain- 
age, curbing, impounding and how a spill will be 
retained on the site property; and the scale of the 
site plan. 


Provisions shall be made to prevent liquids 
spilled during dispensing operations from flow- 
ing into buildings or off-site. Acceptable methods 
include, but shall not be limited to, grading drive- 
ways, raising doorsills or other approved means. 


4. The fire code official is allowed to impose limits 
on the times and days during which mobile fuel- 
ing operations is allowed to take place, and spe- 
cific locations on a site where fueling is 
permitted. 


5. Mobile fueling operations shall be conducted in 
areas not open to the public or shall be limited to 
times when the public is not present. 


6. Mobile fueling shall not take place within 15 feet 
(4572 mm) of buildings, property lines, combus- 
tible storage or storm drains. 


Exceptions: 


1. The distance to storm drains shall not 
apply where an approved storm drain 
cover or an approved equivalent that 
will prevent any fuel from reaching 
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the drain is in place prior to fueling or 
a fueling hose being placed within 15 
feet (4572 mm) of the drain. Where 
placement of a storm drain cover will 
cause the accumulation of excessive 
water or difficulty in conducting the 
fueling, such cover shall not be used 
and the fueling shall not take place 
within 15 feet (4572 mm) of a drain. 


2. The distance to storm drains shall not 
apply for drains that direct influent to 
approved oil interceptors. 


. The tank vehicle shall comply with the require- 


ments of NFPA 385 and local, state and federal 
requirements. The tank vehicle’s specific func- 
tions shall include that of supplying fuel to motor 
vehicle fuel tanks. The vehicle and all its equip- 
ment shall be maintained in good repair. 


. Signs prohibiting smoking or open flames within 


25 feet (7620 mm) of the tank vehicle or the point 
of fueling shall be prominently posted on three 
sides of the vehicle including the back and both 
sides. 


. A portable fire extinguisher with a minimum rat- 


ing of 40:BC shall be provided on the vehicle 
with signage clearly indicating its location. 


The dispensing nozzles and hoses shall be of an 
approved and listed type. 


. The dispensing hose shall not be extended from 


the reel more than 100 feet (30 480 mm) in 
length. 


Absorbent materials, nonwater-absorbent pads, a 
10-foot-long (3048 mm) containment boom, an 
approved container with lid and a nonmetallic 
shovel shall be provided to mitigate a minimum 
5-gallon (19 L) fuel spill. 


Tank vehicles shall be equipped with a “fuel 
limit” switch such as a count-back switch, to 
limit the amount of a single fueling operation to 
not more than 500 gallons (1893 L) before reset- 
ting the limit switch. 


Exception: Tank vehicles where the operator 
carries and can utilize a remote emergency 
shutoff device that, when activated, immedi- 
ately causes flow of fuel from the tank vehicle 
to cease. 


Persons responsible for dispensing operations 
shall be trained in the appropriate mitigating 
actions in the event of a fire, leak or spill. Train- 
ing records shall be maintained by the dispensing 
company. 

Operators of tank vehicles used for mobile fuel- 
ing operations shall have in their possession at all 
times an emergency communications device to 
notify the proper authorities in the event of an 
emergency. 
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. The tank vehicle dispensing equipment shall be 


constantly attended and operated only by desig- 
nated personnel who are trained to handle and 
dispense motor fuels. 


. Fuel dispensing shall be prohibited within 25 feet 


(7620 mm) of any source of ignition. 


. The engines of vehicles being fueled shall be shut 


off during dispensing operations. 


. Nighttime fueling operations shall only take 


place in adequately lighted areas. 


The tank vehicle shall be positioned with respect 
to vehicles being fueled to prevent traffic from 
driving over the delivery hose. 


During fueling operations, tank vehicle brakes 
shall be set, chock blocks shall be in place and 
warning lights shall be in operation. 


Motor vehicle fuel tanks shall not be topped off. 


The dispensing hose shall be properly placed on 
an approved reel or in an approved compartment 
prior to moving the tank vehicle. 


The fire code official and other appropriate 
authorities shall be notified when a reportable 
spill or unauthorized discharge occurs. 


Operators shall place a drip pan or an absorbent 
pillow under each fuel fill opening prior to and 
during dispensing operations. Drip pans shall be 
liquid-tight. The pan or absorbent pillow shall 
have a capacity of not less than 3 gallons (11.36 
L). Spills retained in the drip pan or absorbent 
pillow need not be reported. Operators, when 
fueling, shall have on their person an absorbent 
pad capable of capturing diesel fuel overfills. 
Except during fueling, the nozzle shall face 
upward and an absorbent pad shall be kept under 
the nozzle to catch drips. Contaminated absor- 
bent pads or pillows shall be disposed of regu- 
larly in accordance with local, state and federal 
requirements. 


5706.6 Tank vehicles and vehicle operation. Tank vehicles 
shall be designed, constructed, equipped and maintained in 
accordance with NFPA 385 and Sections 5706.6.1 through 


5706.6.4. 


5706.6.1 Operation of tank vehicles. Tank vehicles shall 
be utilized and operated in accordance with NFPA 385 and 
Sections 5706.6.1.1 through 5706.6.1.11. 


5706.6.1.1 Vehicle maintenance. Tank vehicles shall 
not be operated unless they are in proper state of repair 
and free from accumulation of grease, oil or other flam- 
mable substance, and leaks. 


5706.6.1.2 Leaving vehicle unattended. The driver, 
operator or attendant of a tank vehicle shall not remain 
in the vehicle cab and shall not leave the vehicle while 
it is being filled or discharged. The delivery hose, when 
attached to a tank vehicle, shall be considered to be a 
part of the tank vehicle. 
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5706.6.1.3 Vehicle motor shutdown. Motors of tank 
vehicles or tractors shall be shut down during the 
making or breaking of hose connections. If loading or 
unloading is performed without the use of a power 
pump, the tank vehicle or tractor motor shall be shut 
down throughout such operations. 


5706.6.1.4 Outage. A cargo tank or compartment 
thereof used for the transportation of flammable or 
combustible liquids shall not be loaded to absolute 
capacity. The vacant space in a cargo tank or compart- 
ment thereof used in the transportation of flammable or 
combustible liquids shall be not less than | percent. 
Sufficient space shall be left vacant to prevent leakage 
from or distortion of such tank or compartment by 
expansion of the contents caused by rise in temperature 
in transit. 


5706.6.1.5 Overfill protection. The driver, operator or 
attendant of a tank vehicle shall, before making deliv- 
ery to a tank, determine the unfilled capacity of such 
tank by a suitable gauging device. To prevent overfill- 
ing, the driver, operator or attendant shall not deliver in 
excess of that amount. 


5706.6.1.6 Securing hatches. During loading, hatch 
covers shall be secured on all but the receiving 
compartment. 


5706.6.1.7 Liquid temperature. Materials shall not be 
loaded into or transported in a tank vehicle at a 
temperature above the material’s ignition temperature 
unless safeguarded in an approved manner. 


5706.6.1.8 Bonding to underground tanks. An exter- 
nal bond-wire connection or bond-wire integral with a 
hose shall be provided for the transferring of flammable 
liquids through open connections into underground 
tanks. 


5706.6.1.9 Smoking. Smoking by tank vehicle drivers, 
helpers or other personnel is prohibited while they are 
driving, making deliveries, filling or making repairs to 
tank vehicles. 


5706.6.1.10 Hose connections. Delivery of flammable 
liquids to underground tanks with a capacity of more 
than 1,000 gallons (3785 L) shall be made by means of 
approved liquid and vapor-tight connections between 
the delivery hose and tank fill pipe. Where underground 
tanks are equipped with any type of vapor recovery 
system, all connections required to be made for the safe 
and proper functioning of the particular vapor recovery 
process shall be made. Such connections shall be made 
liquid and vapor tight and remain connected throughout 
the unloading process. Vapors shall not be discharged 
at grade level during delivery. 


5706.6.1.10.1 Simultaneous delivery. Simultaneous 
delivery to underground tanks of any capacity from 
two or more discharge hoses shall be made by means 
of mechanically tight connections between the hose 
and fill pipe. 


5706.6.1.11 Hose protection. Upon arrival at a point of 
delivery and prior to discharging any flammable or 


combustible liquids into underground tanks, the driver, 
operator or attendant of the tank vehicle shall ensure 
that all hoses utilized for liquid delivery and vapor 
recovery, where required, will be protected from physi- 
cal damage by motor vehicles. Such protection shall be 
provided by positioning the tank vehicle to prevent 
motor vehicles from passing through the area or areas 
occupied by hoses, or by other approved equivalent 
means. 


5706.6.2 Parking. Parking of tank vehicles shall be in 
accordance with Sections 5706.6.2.1 through 5706.6.2.3. 


Exception: In cases of accident, breakdown or other 
emergencies, tank vehicles are allowed to be parked 
and left unattended at any location while the operator is 
obtaining assistance. 


5706.6.2.1 Parking near residential, educational and 
institutional occupancies and other high-risk areas. 
Tank vehicles shall not be left unattended at any time 
on residential streets, or within 500 feet (152 m) of a 
residential area, apartment or hotel complex, educa- 
tional facility, hospital or care facility. Tank vehicles 
shall not be left unattended at any other place that 
would, in the opinion of the fire chief, pose an extreme 
life hazard. 


5706.6.2.2 Parking on thoroughfares. Tank vehicles 
shall not be left unattended on a public street, highway, 
public avenue or public alley. 


Exceptions: 


1. The necessary absence in connection with 
loading or unloading the vehicle. During 
actual fuel transfer, Section 5706.6.1.2 shall 
apply. The vehicle location shall be in accor- 
dance with Section 5706.6.2.1. 


2. Stops for meals during the day or night, where 
the street is well lighted at the point of park- 
ing. The vehicle location shall be in accor- 
dance with Section 5706.6.2.1. 


5706.6.2.3 Duration exceeding 1 hour. Tank vehicles 
parked at one point for longer than 1 hour shall be 
located off of public streets, highways, public avenues 
or alleys, and in accordance with either of the 
following: 


1. Inside of a bulk plant and either 25 feet (7620 
mm) or more from the nearest lot line or within a 
building approved for such use. 


2. At other approved locations not less than 50 feet 
(15 240 mm) from the buildings other than those 
approved for the storage or servicing of such 
vehicles. 


5706.6.3 Garaging. Tank vehicles shall not be parked or 
garaged in buildings other than those specifically 
approved for such use by the fire code official. 


5706.6.4 Portable fire extinguisher. Tank vehicles shall 
be equipped with a portable fire extinguisher complying 
with Section 906 and having a minimum rating of 2- 
A:20-B:C. 
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During unloading of the tank vehicle, the portable fire 
extinguisher shall be out of the carrying device on the 
vehicle and shall be 15 feet (4572 mm) or more from the 
unloading valves. 


5706.7 Refineries. Plants and portions of plants in which 
flammable liquids are produced on a scale from crude petro- 
leum, natural gasoline or other hydrocarbon sources shall be 
in accordance with Sections 5706.7.1 through 5706.7.3. 
Petroleum-processing plants and facilities or portions of 
plants or facilities in which flammable or combustible liquids 
are handled, treated or produced on a commercial scale from 
crude petroleum, natural gasoline, or other hydrocarbon 
sources shall also be in accordance with API 651, API 653, 
API 752, API 1615, API 2001, API 2003, API 2009, API 
2015, API 2023, API 2201 and API 2350. 


5706.7.1 Corrosion protection. Above-ground tanks and 
piping systems shall be protected against corrosion in 
accordance with API 651. 


5706.7.2 Cleaning of tanks. The safe entry and cleaning 
of petroleum storage tanks shall be conducted in accor- 
dance with API 2015. 


5706.7.3 Storage of heated petroleum products. Where 
petroleum-derived asphalts and residues are stored in 
heated tanks at refineries and bulk storage facilities or in 
tank vehicles, such products shall be in accordance with 
API 2023. 


5706.8 Vapor recovery and vapor-processing systems. 
Vapor-processing systems in which the vapor source operates 
at pressures from vacuum, up to and including | psig (6.9 
kPa) or in which a potential exists for vapor mixtures in the 
flammable range, shall comply with Sections 5706.8.1 
through 5706.8.5. 


Exceptions: 


1. Marine systems complying with federal transporta- 
tion waterway regulations such as DOTn 33 CFR 
Parts 154 through 156, and CGR 46 CFR Parts 30, 
32, 35 and 39. 


2. Motor fuel-dispensing facility systems complying 
with Chapter 23. 


5706.8.1 Over-pressure/vacuum protection. Tanks and 
equipment shall have independent venting for over-pres- 
sure or vacuum conditions that might occur from 
malfunction of the vapor recovery or processing system. 


Exception: For tanks, venting shall comply with 
Section 5704.2.7.3. 


5706.8.2 Vent location. Vents on vapor-processing equip- 
ment shall be not less than 12 feet (3658 mm) from 
adjacent ground level, with outlets located and directed so 
that flammable vapors will disperse to below the lower 
flammable limit (LFL) before reaching locations contain- 
ing potential ignition sources. 


5706.8.3 Vapor collection systems and overfill protec- 
tion. The design and operation of the vapor collection 
system and overfill protection shall be in accordance with 
this section and Section 19.5 of NFPA 30. 
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5706.8.4 Liquid-level monitoring. A liquid knock-out 
vessel used in the vapor collection system shall have 
means to verify the liquid level and a high-liquid-level 
sensor that activates an alarm. For unpopulated facilities, 
the high-liquid-level sensor shall initiate the shutdown of 
liquid transfer into the vessel and shutdown of vapor 
recovery or vapor-processing systems. 


5706.8.5 Overfill protection. Storage tanks served by 
vapor recovery or processing systems shall be equipped 
with overfill protection in accordance with Section 
5704,2.7.5.8. 


SECTION 5707 
ON-DEMAND MOBILE FUELING OPERATIONS 


5707.1 General. On-demand mobile fueling operations that 
dispense Class I, IJ and III liquids into the fuel tanks of motor 
vehicles shall comply with Sections 5707.1 through 5707.6.6. 


Exception: Fueling from an approved portable container 
in cases of an emergency or for personal use. 


5707.1.1 Approval required. Mobile fueling operations 
shall not be conducted without first obtaining a permit and 
approval from the fire code official. Mobile fueling opera- 
tions shall occur only at approved locations. The fire code 
official is authorized to approve individual locations or 
geographic areas where mobile fueling is allowed. 


- 5707.2 Mobile fueling vehicle. An on-demand mobile fuel- 


ing vehicle shall be that which is utilized in on-demand 
fueling operations for the dispensing of Class I, II or III 
liquids into the fuel tanks of motor vehicles. 


5707.2.1 Mobile fueling vehicle classifications. An on- 
demand mobile fueling vehicle shall be characterized as 
one of the following: 


1. Tier 1 mobile fueling vehicle. A tank vehicle that 
complies with NFPA 385 and that has chassis- 
mounted tanks where the aggregate capacity does 
not exceed 1,600 gallons (6057 L). 


2. Tier 2 mobile fueling vehicle. A vehicle with one or 
more chassis-mounted tanks or containers that do 
not exceed 110 gallons (416 L) in capacity with an 
aggregate capacity that does not exceed 800 gallons 
(3028 L) or the weight capacity of the vehicle in 
accordance with DOTn. 


3. Tier 3 mobile fueling vehicle. A vehicle that carries 
a maximum aggregate capacity of 60 gallons (227 
L) of motor fuel in metal safety cans listed in accor- 
dance with UL 30 or other approved metal contain- 
ers, each not to exceed 5 gallons (19 L) in capacity. 


5707.2.2 Mobile fueling vehicle requirements. Each 
mobile fueling vehicle shall comply with all local, state 
and federal requirements, as well as the following: 


1. Mobile fueling vehicles with a chassis-mounted tank 
in excess of 110 gallons (416 L) shall also comply 
with the requirements of Section 5706.6 and NFPA 
385. 
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2. The mobile fueling vehicle and its equipment shall 
be maintained in good repair. 


3. Safety cans and approved metal containers shall be 
secured to the mobile fueling vehicle except when in 
use. 


4, Fueling a motor vehicle from tanks or containers 
mounted in a trailer connected to a mobile fueling 
vehicle shall be prohibited. 


5707.3 Required documents. Documents developed to 
comply with Sections 5707.3.1 through 5707.3.3 shall be 
updated as necessary by the owner of the mobile fueling 
operation and shall be maintained in compliance with Section 
109.3. 


5707.3.1 Safety and emergency response plan. Mobile 
fueling operators shall have an approved written safety 
and emergency response plan that establishes policies and 
procedures for fire safety, spill prevention and control, 
personnel training and compliance with other applicable 
requirements of this code. 


5707.3.2 Training records. Mobile fueling vehicles shall 
be operated only by designated personnel who are trained 
on proper fueling procedures and the safety and emer- 
gency response plan. Training records of operators shall 
be maintained. 


5707.3.3 Site plan. Where required by the fire code offi- 

| cial, a site plan shall be developed for each location or area 
at which mobile fueling occurs. The site plan shall be in 
sufficient detail to indicate the following: 


1. All buildings and structures. 
. Lot lines or property lines. 
. Electric car chargers. 
. Solar photovoltaic parking lot canopies. 


. All uses adjacent to the lot lines of the site. 


2 
3 
4 
5. Appurtenances on-site and their use or function. 
6 
7. Fueling locations. 

8 


. Locations of all storm drain openings and adjacent 
waterways or wetlands. 


9. Information regarding slope, natural drainage, curb- 
| ing and impounding. 


10. How a spill will be kept on the site property. 
11. Scale of the site plan. 


5707.4 Mobile fueling areas. During fueling, the mobile 
fueling vehicle and point of connection to the vehicle shall 
not be located on public streets, public ways or inside build- 
ings. Fueling on the roof level of parking structures or other 
buildings is prohibited. 
5707.4.1 Separation. During fueling, the point of connec- 
tion to the vehicle being fueled shall not take place within 
25 feet (7620 mm) of buildings, lot lines, property lines or 
combustible storage. Mobile fueling vehicles shall not 
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park within 10 feet (3048 mm) of buildings, lot lines, 
property lines or combustible storage. 
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Exceptions: 


1. The fire code official shall be authorized to 
decrease the separation distance for dispensing 
from metal safety cans or other approved metal 
containers in accordance with Section 5707.2. 


2. The point of fueling shall not take place within 10 
feet (3048 mm) of buildings, lot lines, property 
lines or combustible storage where the mobile 
fueling vehicle has an approved vapor recovery 
system or is servicing vehicles with onboard refu- 
eling vapor recovery. 


Where dispensing operations occur within 15 feet 
(4572 mm) of a storm drain, an approved storm drain 
cover or an approved equivalent method that will prevent 
any fuel from reaching the drain shall be used. 


5707.4.2 Sources of ignition. Smoking, open flames and 
other sources of ignition shall be prohibited within 25 feet 
(7620 mm) of fuel dispensing activities. Signs prohibiting 
smoking or open flames within 25 feet (7620 mm) of the 
vehicle or the point of fueling shall be prominently posted 
on the mobile fueling vehicle. The engines of vehicles 
being fueled shall be shut off during fueling. 


5707.4.3 Electrical equipment. Mobile fueling shall not 
occur within 20 feet (6096 mm) of electrical equipment 
located within 18 inches (457 mm) of the ground unless 
such electrical equipment is rated for Class I, Division 2, 
hazardous locations in accordance with the California 
Electrical Code. 


5707.5 Equipment. Mobile fueling equipment shall comply 
with Sections 5707.5.1 through 5707.5.5. 


5707.5.1 Dispensing hoses and nozzles. Where equipped, 
the dispensing hose shall not exceed 50 feet (15 240 mm) 
in length. The dispensing nozzles and hoses shall be of an 
approved and listed type. Where metal-to-metal contact 
cannot be made between the nozzle and the fuel fill open- 
ing, a means for bonding the mobile fueling vehicle to the 
motor vehicle shall be provided and employed during fuel- 
ing operations. 


5707.5.2 Breakaway device. A listed breakaway device 
shall be provided at the nozzle. 


Exception: Mobile fueling vehicles equipped with an 
approved brake interlock tied to the nozzle holder that 
prohibits movement of the mobile fueling vehicle when 
the nozzle is removed from its holder or tied to the 
delivery of fuel that prevents activation of the pumping 
system. 


5707.5.3 Shutoff valve and fuel limit. Mobile fueling 
vehicles shall be equipped with a listed shutoff valve 
assembly and a fuel limit switch set to a maximum of 30 
gallons (116 L). 
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5707.5.4 Fire extinguisher. An approved portable fire 
extinguisher complying with Section 906 with a minimum 
rating of 4-A:80-B:C shall be provided on the mobile fuel- 
ing vehicle with signage clearly indicating its location. 


5707.5.5 Spill kit. Mobile fueling vehicles shall contain a 
minimum 5-gallon (19 L) spill kit of an approved type. 


5707.6 Operations. Mobile fueling vehicles shall be 
constantly attended during fueling operations with brakes set 
and warning lights in operation. Mobile fueling vehicles shall 
not obstruct emergency vehicle access roads. 


5707.6.1 Dispensing hose. Where equipped, mobile fuel- 
ing vehicles shall be positioned in a manner to preclude 
traffic from driving over the dispensing hose. The dispens- 
ing hose shall be properly placed on an approved reel or in 
an approved compartment prior to moving the mobile fuel- 
ing vehicle. 


5707.6.2 Drip control. Operators shall place a drip pan or 
an absorbent pillow under the nozzle and each fuel fill 
opening prior to and during dispensing operations to catch 
drips. 

5707.6.3 Safety cones. Safety cones or other visual barri- 
ers shall be employed as warning devices to highlight the 
vehicle fueling area. 

5707.6.4 Vehicle lights. The mobile fueling vehicle 
flasher lights shall be in operation while dispensing opera- 
tions are in progress. 

5707.6.5 Nighttime deliveries. Nighttime deliveries shall 
be made only in areas deemed adequately lighted by the 
fire code official. 


5707.6.6 Spill reporting. Spills shall be reported in accor- 
dance with Section 5003.3.1. 
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CHAPTER 58 
FLAMMABLE GASES AND FLAMMABLE CRYOGENIC FLUIDS 


User note: 


About this chapter: Chapter 58 sets requirements for the storage and use of flammable gases. For safety purposes, there is a limit on the 
quantities of flammable gas allowed per control area. Exceeding these limitations increases the possibility of damage to both property and 
individuals. The principal hazard posed by flammable gas is its ready ignitability, or even explosivity, when mixed with air in the proper propor- 
tions. Consequently, occupancies storing or handling large quantities of flammable gas are classified as Group H-2 (high hazard) by the 


California Building Code. 


SECTION 5801 
GENERAL 


5801.1 Scope. The storage and use of flammable gases and 
flammable cryogenic fluids shall be in accordance with this 
chapter, NFPA 2 and NFPA 55. Compressed gases shall also 
comply with Chapter 53 and cryogenic fluids shall also 
comply with Chapter 55. Flammable cryogenic fluids shall 
comply with Section 5806. Hydrogen motor fuel-dispensing 
stations and repair garages and their associated above-ground 
hydrogen storage systems shall also be designed, constructed 
and maintained in accordance with Chapter 23. Mobile fuel- 
ing of hydrogen-fueled vehicles shall comply with Section 
5809. 


Exceptions: 


1. Gases used as refrigerants in refrigeration systems 
(see Section 608). 


2. Liquefied petroleum gases and natural gases regu- 
lated by Chapter 61. 


3. Fuel-gas systems and appliances regulated under the 
California Mechanical Code and the California 
Plumbing Code other than gaseous hydrogen sys- 
tems and appliances. 


4. Pyrophoric gases in accordance with Chapter 64. 


5801.2 Permits. Permits shall be required as set forth in 
Section 105.5. 


SECTION 5802 
DEFINITIONS 


5802.1 Definitions. The following terms are defined in Chap- 
ter2: 


FLAMMABLE GAS. 

FLAMMABLE LIQUEFIED GAS. 

GAS DECTECTION SYSTEM. 
GASEOUS HYDROGEN SYSTEM. 
HYDROGEN FUEL GAS ROOM. 
METAL HYDRIDE. 

METAL HYDRIDE STORAGE SYSTEM. 
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SECTION 5803 
GENERAL REQUIREMENTS 


5803.1 Quantities not exceeding the maximum allowable 
quantity per control area. The storage and use of flammable 
gases in amounts not exceeding the maximum allowable 
quantity per control area indicated in Section 5003.1 shall be 
in accordance with Sections 5001, 5003, 5801 and 5803. 


5803.1.1 Special limitations for indoor storage and use. 
Flammable gases shall not be stored or used in Group A, 
E, I or R occupancies or in offices in Group B 
occupancies. 


Exceptions: 


1. Cylinders of nonliquefied compressed gases not 
exceeding a capacity of 250 cubic feet (7.08 m’) 
or liquefied gases not exceeding a capacity of 40 
pounds (18 kg) each at normal temperature and 
pressure (NTP) used for maintenance purposes, 
patient care or operation of equipment. 


2. Food service operations in accordance with Sec- 
tion 6103.2.1.7. 


3. Hydrogen gas systems located in a hydrogen fuel 
gas room constructed in accordance with Section 
421 of the California Building Code. 


5803.1.1.1 Medical gases. Medical gas system supply 
cylinders shall be located in medical gas storage rooms 
or gas cabinets as set forth in Section 5306. 


5803.1.1.2 Aggregate quantity. The aggregate quanti- 
ties of flammable gases used for maintenance purposes 
and operation of equipment shall not exceed the maxi- 
mum allowable quantity per control area indicated in 
Table 5003.1.1(1). 


§803.1.2 Storage containers. Cylinders and pressure 
vessels for flammable gases shall be designed, 
constructed, installed, tested and maintained in accordance 
with Chapter 53. 


5803.1.3 Emergency shutoff. Compressed gas systems 
conveying flammable gases shall be provided with 
approved manual or automatic emergency shutoff valves 
that can be activated at each point of use and at each 
source. 
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5803.1.3.1 Shutoff at source. A manual or automatic 
fail-safe emergency shutoff valve shall be installed on 
supply piping at the cylinder or bulk source. Manual or 
automatic cylinder valves are allowed to be used as the 
required emergency shutoff valve where the source of 
supply is limited to unmanifolded cylinder sources. 


5803.1.3.2 Shutoff at point of use. A manual or auto- 
matic emergency shutoff valve shall be installed on the 
supply piping at the point of use or at a point where the 
equipment using the gas is connected to the supply 
system. 


5803.1.4 Ignition source control. Ignition sources in 
areas containing flammable gases in storage or in use shall 
be controlled in accordance with Section 5003.7. 


Exception: Fuel gas systems connected to building 
service utilities in accordance with the /nternational 
Fuel Gas Code. 


§803.1.4.1 Static-producing equipment.  Static- 
producing equipment located in flammable gas storage 
areas shall be grounded. 


5803.1.4.2 Signs. “No Smoking” signs shall be posted 
at entrances to rooms and in areas containing flamma- 
ble gases in accordance with Section 5003,7.1. 


5803.1.5 Electrical. Electrical wiring and equipment shall 
be installed and maintained in accordance with Section 
603 and the California Electrical Code. 


5803.1.5.1 Bonding of electrically conductive mate- 
rials and equipment. Exposed noncurrent-carrying 
metal parts, including metal gas piping systems, that 
are part of flammable gas supply systems located in a 
hazardous (electrically classified) location shall be 
bonded to a grounded conductor in accordance with the 
provisions of the California Electrical Code. 


5803.1.5.2 Static-producing equipment.  Static- 
producing equipment located in flammable gas storage 
or use areas shall be grounded. 


5803.1.6 Liquefied flammable gases and flammable 
gases in solution. Containers of liquefied flammable 
gases and flammable gases in solution shall be positioned 
in the upright position or positioned so that the pressure 
relief valve is in direct contact with the vapor space of the 
container, 


Exceptions: 


1. Containers of flammable gases in solution with a 
capacity of 1.3 gallons (5 L) or less. 


2. Containers of flammable liquefied gases, with a 
capacity not exceeding 1.3 gallons (5 L), 
designed to preclude the discharge of liquid from 
safety relief devices. 


5803.2 Quantities exceeding the maximum allowable 
quantity per control area. The storage and use of flammable 
gases in amounts exceeding the maximum allowable quantity 
per control area indicated in Section 5003.1 shall be in accor- 
dance with Chapter 50 and this chapter. 
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SECTION 5804 
STORAGE ' 


5804.1 Indoor storage. Indoor storage of flammable gases in 
amounts exceeding the maximum allowable quantity per 
control area indicated in Table 5003.1.1(1), shall be in accor- 
dance with Sections 5001, 5003 and 5004, and this chapter. 


5804.1.1 Explosion control. Buildings or portions thereof 
containing flammable gases shall be provided with explo- 
sion control in accordance with Section 911. 


5804.2 Outdoor storage. Outdoor storage of flammable 
gases in amounts exceeding the maximum allowable quantity 
per control area indicated in Table 5003.1.1(3) shall be in 
accordance with Sections 5001, 5003 and 5004, and this 
chapter. 


SECTION 5805 
USE 


5805.1 General. The use of flammable gases in amounts 
exceeding the maximum allowable quantity per control area 
indicated in Table 5003.1.1(1) or Table 5003.1.1(3) shall be 
in accordance with Sections 5001, 5003 and 5005S, and this 
chapter. 


SECTION 5806 
FLAMMABLE CRYOGENIC FLUIDS 


5806.1 General. The storage and use of flammable cryogenic 
fluids shall be in accordance with Sections 5806.2 through 
5806.4.8.3 and Chapter 55. 


5806.2 Limitations. Storage of flammable cryogenic fluids 
in stationary containers outside of buildings is prohibited 
within the limits established by law as the limits of districts in 
which such storage is prohibited [JURISDICTION TO SPECIFY]. 


5806.3 Above-ground tanks for liquid hydrogen. Above- 
ground tanks for the storage of liquid hydrogen shall be in 
accordance with Sections 5806.3.1 through 5806.3.2.1. 


5806.3.1 Construction of the inner vessel. The inner 
vessel of storage tanks in liquid hydrogen service shall be 
designed and constructed in accordance with Section VIII, 
Division 1, of the ASME Boiler and Pressure Vessel Code 
and shall be vacuum jacketed in accordance with Section 
5806.3.2. 


5806.3.2 Construction of the vacuum jacket (outer 
vessel). The vacuum jacket used as an outer vessel for 
storage tanks in liquid hydrogen service shall be of welded 
steel construction designed to withstand the maximum 
internal and external pressure to which it will be subjected 
under operating conditions to include conditions of emer- 
gency pressure relief of the annular space between the 
inner and outer vessel. The jacket shall be designed to 
withstand a minimum collapsing pressure differential of 
30 psi (207 kPa), 


5806.3.2.1 Vacuum-level monitoring. A connection 
shall be provided on the exterior of the vacuum jacket 
to allow measurement of the pressure within the annu- 
lar space between the inner and outer vessel. The 
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connection shall be fitted with a bellows-sealed or 
diaphragm-type valve equipped with a vacuum gauge 
tube that is shielded to protect against damage from 
impact. 


5806.4 Underground tanks for liquid hydrogen. Under- 
ground tanks for the storage of liquid hydrogen shall be in 
accordance with Sections 5806.4.1 through 5806.4.8.3. 


5806.4.1 Construction. Storage tanks for liquid hydrogen 
shall be designed and constructed in accordance with 
ASME Boiler and Pressure Vessel Code (Section VIII, 
Division 1) and shall be vacuum jacketed in accordance 
with Section 5806.4.8. 


5806.4.2 Location. Storage tanks shall be located outside 
in accordance with the following: 


1. Tanks and associated equipment shall be located 
with respect to foundations and supports of other 
structures such that the loads carried by the latter 
cannot be transmitted to the tank. 


2. The distance from any part of the tank to the nearest 
wall of a basement, pit, cellar or lot line shall be not 
less than 3 feet (914 mm). 


3. A minimum distance of 1 foot (305 mm), shell to 
shell, shall be maintained between underground 
tanks. 


5806.4.3 Depth, cover and fill. The tank shall be buried 
such that the top of the vacuum jacket is covered with not 
less than 1 foot (305 mm) of earth and with concrete not 
less than 4 inches (102 mm) thick placed over the earthen 
cover. The concrete shall extend not less than 1 foot (305 
mm) horizontally beyond the footprint of the tank in all 
directions. Underground tanks shall be set on firm founda- 
tions constructed in accordance with the California 
Building Code and surrounded with not less than 6 inches 
(152 mm) of noncorrosive inert material, such as sand. 


Exception: The vertical extension of the vacuum jacket 
as required for service connections. 


5806.4.4 Anchorage and security. Tanks and systems 
shall be secured against accidental dislodgement in accor- 
dance with this chapter. 


5806.4.5 Venting of underground tanks. Vent pipes for 
underground storage tanks shall be in accordance with 
Section 5503.3. 


5806.4.6 Underground liquid hydrogen piping. Under- 
ground liquid hydrogen piping shall be vacuum jacketed 
or protected by approved means and designed in accor- 
dance with Chapter 55. 


5806.4.7 Overfill protection and prevention systems. 
An approved means or method shall be provided to 
prevent the overfill of all storage tanks. 


5806.4.8 Vacuum jacket construction. The vacuum 
jacket shall be designed and constructed in accordance 
with Section VIII of ASME Boiler and Pressure Vessel 
Code and shall be designed to withstand the anticipated 
loading, including loading from vehicular traffic, where 
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applicable. Portions of the vacuum jacket installed below 
grade shall be designed to withstand anticipated soil, seis- 
mic and hydrostatic loading. 


5806.4.8.1 Material. The vacuum jacket shall be 
constructed of stainless steel or other approved corro- 
sion-resistant material. 


5806.4.8.2 Corrosion protection. The vacuum jacket 
shall be protected by approved or listed corrosion-resis- 
tant materials or an engineered cathodic protection 
system. Where cathodic protection is utilized, an 
approved maintenance schedule shall be established. 
Exposed components shall be inspected not less than 
twice a year. Records of maintenance and inspection 
events shall be maintained. 


5806.4.8.3 Vacuum-level monitoring. An approved 
method shall be provided to indicate loss of vacuum 
within the vacuum jacket(s). 


SECTION 5807 
METAL HYDRIDE STORAGE SYSTEMS 


5807.1 General requirements. The storage and use of metal 
hydride storage systems shall be in accordance with Sections 
5801, 5803, 5804, 5805 and 5807. Those portions of the 
system that are used as a means to store or supply hydrogen 
shall also comply with Chapters 50 and 53 as applicable. 


5807.1.1 Classification. The hazard classification of the 
metal hydride storage system, as required by Section 
5001.2.2, shall be based on the hydrogen stored without 
regard to the metal hydride content. 


5807.1.2 Listed or approved systems. Metal hydride 
storage systems shall be listed or approved for the applica- 
tion and designed in a manner that prevents the addition or 
removal of the metal hydride by other than the original 
equipment manufacturer. 


5807.1.3 Containers, design and_ construction. 
Compressed gas containers, cylinders and tanks shall be 
designed and constructed in accordance with Section 
BS 0s'an0 
5807.1.4 Service life and inspection of containers. Metal 
hydride storage system cylinders, containers or tanks shall 
be inspected, tested and requalified for service at not less 
than 5-year intervals. 
5807.1.5 Marking and labeling. Marking and labeling of 
cylinders, containers, tanks and systems shall be in accor- 
dance with Section 5303.4 and Sections 5807.1.5.1 
through 5807.1.5.4. 
5807.1.5.1 System marking. Metal hydride storage 
systems shall be marked with all of the following: 


1. Manufacturer’s name. 


2. Service life indicating the last date the system can 
be used. 


3. A unique code or serial number specific to the 
unit. 
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4, System name or product code that identifies the 
system by the type of chemistry used in the sys- 
tem. 


5. Emergency contact name, telephone number or 
other contact information. 


6. Limitations on refilling of containers to include 
rated charging pressure and capacity. 


5807.1.5.2 Valve marking. Metal hydride storage 
system valves shall be marked with all of the following: 


1. Manufacturer’s name. 


2. Service life indicating the last date the valve can 
be used. 


3. Metal hydride service in which the valve can be 
used, or a product code that is traceable to this 
information. 


5807.1.5.3 Pressure relief device marking. Metal 
hydride storage system pressure relief devices shall be 
marked with all of the following: 


1. Manufacturer’s name. 


2. Metal hydride service in which the device can be 
used, or a product code that is traceable to this 
information. 


3. Activation parameters to include temperature, 
pressure or both. 


5807.1.5.3.1 Pressure relief devices integral to 
container valves. The required markings for pres- 
sure relief devices that are integral components of 
valves used on cylinders, containers and tanks shall 
be allowed to be placed on the valve. 


5807.1.5.4 Pressure vessel markings. Cylinders, 
containers and tanks used in metal hydride storage 
systems shall be marked with all of the following: 


1. Manufacturer’s name. 


2. Design specification to which the vessel was 
manufactured. 


3. Authorized body approving the design and initial 
inspection and test of the vessel. 


4, Manufacturer’s original test date. 
5. Unique serial number for the vessel. 


6. Service life identifying the last date the vessel 
can be used. 


7. System name or product code that identifies the 
system by the type of chemistry used in the sys- 
tem. 


5807.1.6 Temperature extremes. Metal hydride storage 
systems, whether full or partially full, shall not be exposed 
to artificially created high temperatures exceeding 125°F 
(52°C) or subambient (low) temperatures unless designed 
for use under the exposed conditions. 


5807.1.7 Falling objects. Metal hydride storage systems 
shall not be placed in areas where they are capable of 
being damaged by falling objects. 
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5807.1.8 Piping systems. Piping, including tubing, valves, 
fittings and pressure regulators, serving metal hydride 
storage systems, shall be maintained gas tight to prevent 
leakage. 


5807.1.8.1 Leaking systems. Leaking systems shall be 
removed from service. 


5807.1.9 Refilling of containers. The refilling of listed or 
approved metal hydride storage systems shall be in accor- 
dance with the listing requirements and manufacturer’s 
instructions. 


5807.1.9.1 Industrial trucks. The refilling of metal 
hydride storage systems serving powered industrial 
trucks shall be in accordance with Section 309. 


5807.1.9.2 Hydrogen purity. The purity of hydrogen 
used for the purpose of refilling containers shall be in 
accordance with the listing and the manufacturer’s 
instructions. 


5807.1.10 Electrical. Electrical components for metal 
hydride storage systems shall be designed, constructed and 
installed in accordance with the California Electrical 
Code. 


5807.2 Portable containers or systems. Portable containers 
or systems shall comply with Sections 5807.2.1 through 
5807.2.2. 


5807.2.1 Securing containers. Containers, cylinders and 
tanks shall be secured in accordance with Section 
5303.5.3. 


5807.2.1.1 Use on mobile equipment. Where a metal 
hydride storage system is used on mobile equipment, 
the equipment shall be designed to restrain containers, 
cylinders or tanks from dislodgement, slipping or rotat- 
ing when the equipment is in motion. 


5807.2.1.2 Motorized equipment. Metal hydride stor- 
age systems used on motorized equipment, shall be 
installed in a manner that protects valves, pressure 
regulators, fittings and controls against accidental 
impact. 
5807.2.1.2.1 Protection from damage. Metal 
hydride storage systems, including cylinders, 
containers, tanks and fittings, shall not extend 
beyond the platform of the mobile equipment. 


5807.2.2 Valves. Valves on containers, cylinders and 
tanks shall remain closed except when containers are 
connected to closed systems and ready for use. 


SECTION 5808 
HYDROGEN FUEL GAS ROOMS 


5808.1 General. Where required by this code, hydrogen fuel 
gas rooms shall be designed and constructed in accordance 
with Sections 5808.1 through 5808.7 and the California 
Building Code. 


5808.2 Location. Hydrogen fuel gas rooms shall not be 
located below grade. 
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5808.3 Design and construction. Hydrogen fuel gas rooms 
not exceeding the maximum allowable quantity per control 
area in Table 5003.1.1(1) shall be separated from other areas 
of the building in accordance with Section 509.1 of the Cali- 
fornia Building Code. 


5808.3.1 Pressure control. Hydrogen fuel gas rooms shall 
be provided with a ventilation system designed to maintain 
the room at a negative pressure in relation to surrounding 
rooms and spaces. 


5808.3.2 Windows. Operable windows in interior walls 
shall not be permitted. Fixed windows shall be permitted 
where in accordance with Section 716 of the California 
Building Code. 


5808.4 Exhaust ventilation. Hydrogen fuel gas rooms shall 
be provided with mechanical exhaust ventilation in accor- 
dance with the applicable provisions of Section 2311.8.2. 


5808.5 Gas detection system. Hydrogen fuel gas rooms shall 
be provided with a gas detection system that complies with 
Sections 916, 5808.5.1 and 5808.5.2. 


5808.5.1 System activation. Activation of a gas detection 
system alarm shall result in both of the following: 


1. Initiation of distinct audible and visible alarm sig- 
nals both inside and outside of the hydrogen fuel gas 
room. 


2. Automatic activation of the mechanical exhaust ven- 
tilation system. 


5808.5.2 Failure of the gas detection system. Failure of 
the gas detection system shall automatically activate the 
mechanical exhaust ventilation system, stop hydrogen 
generation and cause a trouble signal to sound at an 
approved location. 


5808.6 Explosion control. Explosion control shall be 
provided where required by Section 911. 


5808.7 Standby power. Mechanical ventilation and gas 
detection systems shall be connected to a standby power 
system in accordance with Section 1203. 


SECTION 5809 
MOBILE GASEOUS FUELING 
OF HYDROGEN-FUELED VEHICLES 


5809.1 General. Mobile fueling of gaseous hydrogen into the 
fuel tanks of hydrogen-fueled vehicles shall comply with Sec- 
tions 5809.1 through 5809.6. Mobile fueling of liquid hydro- 
gen is prohibited. 
5809.1.1 Approval required. Mobile hydrogen-fueling 
operations shall not be conducted without first obtaining a 
permit and approval from the fire code official. Mobile 
hydrogen-fueling operations shall occur only at approved 
locations within the jurisdiction. 


5809.2 Roadside service vehicles. Roadside hydrogen service 
vehicles shall comply with the following: 
1. Roadside hydrogen service vehicles and hydrogen sup- 
ply tanks shall comply with US DOTn requirements for 
the transportation of hydrogen gas. 
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2. Individual hydrogen fuel supply tanks installed on 
roadside hydrogen service vehicles shall have a maxi- 
mum individual fuel capacity of 1,270 cubic feet (3 kg) 
of hydrogen. 

3. The maximum aggregate amount of all hydrogen fuel in 
the supply tanks of roadside hydrogen service vehicles 
shall not exceed 4,233 cubic feet (10 kg) of hydrogen. 


4. The roadside hydrogen service vehicle shall comply 
with all local, state and federal requirements. 


5. The vehicle and its equipment shall be maintained in 
good repair. 


5809.3 Required documents. Documents developed to com- 
ply with Sections 5809.3.1 through 5809.3.4 shall be submit- 
ted to the fire code official prior to approval of the permit 
application to conduct mobile gaseous hydrogen fueling 
operations. The required documents shall be maintained and 
updated when necessary by the permittee. Any modifications 
to an approved plan shall be submitted as needed and made 
available to the fire code official for review and approval. 


5809.3.1 Safety and emergency response plan. The owner 
of a mobile hydrogen-fueling operation shall develop a 
written safety and emergency response plan that: 


1. Establishes policies and procedures for fire safety, 
hydrogen leak prevention and control, personnel 
training and compliance with other applicable 
requirements of this code; and 


2. Demonstrates readiness to respond to a hydrogen 
leak and carry out appropriate mitigation measures. 


5809.3.2 Standard operating procedures. The owner of a 
mobile hydrogen-fueling operation shall develop a written 
fueling standard operating procedure (SOP) that: 


1. Clearly and unambiguously describes the sequence 
of steps that a roadside gaseous hydrogen service 
vehicle operator needs to take to ensure safety of 
gaseous hydrogen fueling and compliance with the 
fueling protocol requirements; 


2. Establishes a fueling protocol that is consistent with 
applicable requirements of a recognized national 
standard such as SAE J2601. Compliance with these 
requirements shall be demonstrated by a valid test 
record from an independent third party such as a 
recognized hydrogen-fueled vehicle OEM (Original 
Equipment Manufacturer). 


5809.3.3 Training records. Persons performing dispens- 
ing operations shall be qualified to deliver and dispense 
gaseous hydrogen fuels and shall be trained in these stan- 
dards that are being created, the equipment manufac- 
turer’s training and the appropriate mitigating actions in 
the event of a fire or a hydrogen leak prior to beginning 
the dispensing operations. Re-training shall be performed 
periodically, but no less frequent than annually. Training 
records shall be maintained by the dispensing company 
and made available to the fire code official upon request. 


5809.3.4 Site plan. Where required by the fire code offi- 
cial for other than emergency roadside service, a site plan 
shall be developed for each location at which mobile gas- 
eous hydrogen fueling occurs. The site plan shall be in suf- 
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ficient detail to indicate: all buildings, structures, lot lines, 5809.6.4 Brakes. During fueling operations, mobile fuel- ( 
property lines and appurtenances on site and their use and ing vehicle’s brakes shall be set, chock blocks shall be in 
function, and the scale of the site plan. place and warning lights shall be in operation. 
5809.4 Mobile hydrogen-fueling areas. Areas where mobile 5809.6.5 Fire extinguisher. A portable fire extinguisher 
hydrogen fueling is allowed shall comply with Sections with a minimum rating of 40-B:C shall be provided on the 
5809.4.1 through 5809. 4.3. mobile, roadside service hydrogen-fueling vehicle with 
5809.4.1 Prohibited locations. Mobile hydrogen fueling signage clearly indicating its location. 


shall not occur on public streets, public ways or inside 5809.6.6 Emergency communication device. Operators of 
buildings. Fueling on the roof level of parking structures mobile, roadside service hydrogen fueling vehicles shall have 


or other buildings is prohibited. in their possession at all times an emergency communication 
Exception: Fueling hydrogen-fueled vehicles on a pub- device to not ify the proper authorities in the event of an emer- 
lic street during a roadside emergency. gency during fueling. 


5809.4.2 Separation. The point of connection between the 
roadside hydrogen service vehicle and the hydrogen-fuel 
vehicle shall not be less than 15 feet (4572 mm) from 
buildings, property lines or combustible storage. 


5809.4.3 Sources of ignition. Smoking, open flames and 
other sources of ignition, including un-rated electrical 
equipment, shall be prohibited within 25 feet (7620 mm) of 
fuel-dispensing activities. Signs prohibiting smoking or 
open flames within 25 feet (7620 mm) of the vehicle or the 
point of fueling shall be prominently posted on the mobile 
fueling vehicle. The engines of vehicles being fueled shall 
be shut off during fueling. 


5809.5 Equipment. Mobile hydrogen-fueling equipment shall 
comply with Sections 5809.5.1 through 5809. 5.4. 


5809.5.1 Listed equipment. Roadside hydrogen service ( 
vehicle fuel-dispensing equipment and appurtenances ’ 
shall be listed or approved by a recognized third party for 

its intended use. 


5809.5.2 Dispensing hose. The dispensing hose shall be 
equipped with a breakaway coupling installed within 3 
feet (1 m) from the dispensing nozzle. 


5809.5.3 Hose reel. The dispensing hose shall be properly 
placed on an approved reel or in an approved compart- 
ment before moving the roadside hydrogen service vehi- 
cle. 


5809.5.4 Pressure limit. Only dispensing of compressed 
gaseous hydrogen at partial pressure into the fuel tanks of 
hydrogen-fueled vehicles from on-board hydrogen supply 
tanks is allowed. 


5809.6 Operations. Mobile hydrogen-fueling operations 
shall comply with Sections 5809.6.1 through 5809.6.6. 


5809.6.1 Attendance. Roadside hydrogen service vehicles 
shall be constantly attended during fueling operations. 


5809.6.2 Bonding cable. A bonding cable shall be 
securely connected between the mobile fueling vehicle and 
the fueled vehicle prior to the start of the dispensing oper- 
ation. 


5809.6.3 Positioning of fueling vehicle. Roadside hydro- 
gen service vehicles shall be positioned with respect to 
vehicles being fueled to prevent traffic from driving over Z 
the delivery hose and between the creased vehicle and { 
motor vehicle being fueled. . 
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CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
CHAPTER 59 — FLAMMABLE SOLIDS 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications.) 
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Regulations, Title 19, 
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* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division 1 text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same. 


59-1 


2022 CALIFORNIA FIRE CODE 


vg 7 , 


PW MAlS f O4S8S 42ND eLAMIMABL Ee CRVOIERNC PL(AGS 


i | ith » SUBAD- MOOG A XITAN nang | art 
I peed ; j av Weta > | EARIMALT = 8 p , at Ag ee Sars 
~ + ma “pane i | fats Ai Seer mes 
” bite hes naar Ly. le oe ‘ fe ae 4), 
boven Piling is ook Sh OGOIGHS, ortbhad noe gportive wraga An gl) tated 
. ? meth, "eghteihil:. ten aS - tnseehee 
: — pi hag any Fd Abb Lay ipoeongplly —en 8 Oe co? ee ane i me : alae ip ay 
wz i) aa neoprene i ee eat ~ 9 pene (efr, : 
acing PS AE ae 
= Tes 4-M ? ta eT bane + keihin —_—— ee 
j ‘ eg : , [ : 
Ai } PurloAve b> in (ae a | , 
: : { 2A f ‘ j 
f een tle, eo : of Ph. ahr 
' ' tant diemnaiiins nate ated relat teed Ghent deen ae 
: , y event Perivy t, | } 
¥ : ‘ 4 . st c ivi } 4 
<= ilh 4-4 . _— iad i oft ape pe «es +54 
i ' \ wa F ifr , Any : | : a) 
4 : ’ ' | i ‘ 
4 AF bg 9 Ao ; ‘ : bs 
lalig Wander OTe 
‘ ; a ee ae r ‘ } ; ~ Lee i= wt 
, | f ; ; } i { pe hy | : 
; oe . 2g tp or <> 9 eg = hear wehypngee te 7 en ee ~ ne - 
J pa i sal} 7 i ion) fe 1% abe a bal Ke i i iwye? 9 we cody de Ag ¥ an Ja FD) salen Vy aki’) omerane a 
rite uf "hha i nt Fp 1) Prahe 1p a le tilideniqis soon ad cine pahdionel a! ew seer a crt) Moke emg ME) 
id . ’ “4 
r : b, 
/, 
¢ 2 ' he 
A 
+) i “ y Z q 
‘ : tts j , io 
| a? ’ i] « ‘ 
4 ‘ Weal & i} - 
j A rs hd f Me - 
, ] f ® f ic? ? . 
1] 
tyre ide ii ok } reg adi ; i 
: wet ( rigiets prep , Ai ny j 
i 
s ‘ bu ya : rn ry, yar We, _ j 
- : ; a oPiie 
P 7 ‘ ‘ 5 c ma tts: 
. Wipentions, “Mae sy) lrigey huni aperniead? Is i vo 
4 ’ ie y 
, oy, ti bare 7 OA a in Be Loe 
: ‘Momence Koudakis Aydiyew: avyiey aghioie fie ty : 7 ; _ re 
~s ® Wi ry uti f vn He 1d r _ i -. ' y a 7 7 ‘ 
note, O, Bred, pa fie A bon Gre ox ‘¢ Agli hy Hy se ; 
: 4 a 
OLIVE PF 2 1 0? ae ier whi 1! oma 7 et ie 
the amc! «stoke feast he the a win re 
CURA, eas de Shy a = : ak al 
Bp d->} 5. : 
‘sy, “3 Poulioniag of faving wattle de Rc aint dy deem iG 


Ah aryl 


4 aninyat final tee AM iota! “well AeeehORE To 
ited Dy lig Sutledt iy pervene endsfie a 
t she ll : 1s 


i r ERT iat Set eae: tne MON. 
“Hor velmnir bey nig Sia ak AO ihe 


A F 7 4 
oe 
i ® ¢ » 
', F ag 
as ia - r 
sen yen 
7 ai . ’ in 


CHAPTER 59 
FLAMMABLE SOLIDS 


User note: 


About this chapter: Chapter 59 addresses general requirements for storage and handling of flammable solids, especially magnesium; 
however, it is important to note that several other solid materials, including such metals as titanium, zirconium, hafnium, calcium, Zinc, 
sodium, lithium, potassium, sodium/potassium alloys, uranium, thorium and plutonium, can be explosion hazards under the right conditions. 
Some of these metals are almost exclusively laboratory materials but because of where they are used, fire service personne! must be trained 
to handle emergency situations. Because uranium, thorium and plutonium are also radioactive materials, they pose more specialized prob- 


lems for fire service personnel. 


SECTION 5901 
GENERAL 


5901.1 Scope. The storage and use of flammable solids shall 
be in accordance with this chapter. 


5901.2 Permits. Permits shall be required as set forth in 
Section 105.5. 


SECTION 5902 
DEFINITIONS 


5902.1 Definitions. The following terms are defined in Chap- 
ter 2:° 


FLAMMABLE SOLID. 
MAGNESIUM. 


SECTION 5903 
GENERAL REQUIREMENTS 


5903.1 Quantities not exceeding the maximum allowable 
quantity per control area. The storage and use of flammable 
solids in amounts not exceeding the maximum allowable 
quantity per control area as indicated in Section 5003.1 shall 
be in accordance with Sections 5001, 5003 and 5901, 


5903.2 Quantities exceeding the maximum allowable 
quantity per control area. The storage and use of flammable 
solids exceeding the maximum allowable quantity per control 
area as indicated in Section 5003.1 shall be in accordance 
with Chapter 50 and this chapter. 


SECTION 5904 
STORAGE 


5904.1 Indoor storage. Indoor storage of flammable solids 
in amounts exceeding the maximum allowable quantity per 
control area indicated in Table 5003.1.1(1) shall be in accor- 
dance with Sections 5001, 5003, 5004 and this chapter. 


5904.1.1 Pile size limits and location, Flammable solids 
stored in quantities greater than 1,000 cubic feet (28 m*) 
shall be separated into piles each not larger than 1,000 
cubic feet (28 m*), 
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5904.1.2 Aisles. Aisle widths between piles shall be not 
less than the height of the piles or 4 feet (1219 mm), 
whichever is greater. 


5904.1.3 Basement storage. Flammable solids shall not 
be stored in basements. 


5904.2 Outdoor storage. Outdoor storage of flammable 
solids in amounts exceeding the maximum allowable quanti- 
ties per control area indicated in Table 5003.1.1(1) shall be in 
accordance with Sections 5001, 5003, 5004 and this chapter. 
Outdoor storage of magnesium shall be in accordance with 
Section 5906. 


5904.2.1 Distance from storage to exposures. Outdoor 
storage of flammable solids shall not be located within 20 
feet (6096 mm) of a building, lot line, public street, public 
alley, public way or means of egress. A 2-hour fire barrier 
without openings or penetrations and extending 30 inches 
(762 mm) above and to the sides of the storage area is 
allowed in lieu of such distance. The wall shall either be 
an independent structure, or the exterior wall of the build- 
ing adjacent to the storage area. 


5904.2.2 Pile size limits. Outdoor storage of flammable 
solids shall be separated into piles not larger than 
5,000 cubic feet (141 m*) each. Piles shall be sepa- 
rated by aisles with a minimum width of not less 
than one-half the pile height or 10 feet (3048 mm), 
whichever is greater. 


SECTION 5905 
USE 


5905.1 General. The use of flammable solids in amounts 
exceeding the maximum allowable quantity per control area 
indicated in Table 5003.1.1(1) or Table 5003.1.1(3) shall be 
in accordance with Sections 5001, 5003, 5005 and this chap- 
ter. The use of magnesium shall be in accordance with 
Section 5906. 


SECTION 5906 
MAGNESIUM 


5906.1 General. Storage, use, handling and processing of 
magnesium, including the pure metal and alloys of which the 


59-3 


FLAMMABLE SOLIDS 


major part is magnesium, shall be in accordance with Chapter 
50 and Sections 5906.2 through 5906.5.8. 


5906.2 Storage of magnesium articles. The storage of 
magnesium shall comply with Sections 5906.2.1 through 
5906.4.3. 


5906.2.1 Storage of greater than 50 cubic feet. Magne- 
sium storage in quantities greater than 50 cubic feet (1.4 
m*) shall be separated from storage of other materials that 
are either combustible or in combustible containers by 
aisles. Piles shall be separated by aisles with a minimum 
width of not less than the pile height. 


5906.2.2 Storage of greater than 1,000 cubic feet. 
Magnesium storage in quantities greater than 1,000 cubic 
feet (28 m’) shall be separated into piles not larger than 
1,000 cubic feet (28 m*) each. Piles shall be separated by 
aisles with a minimum width of not less than the pile 
height. Such storage shall not be located in nonsprinklered 
buildings of Type III, IV or V construction, as defined in 
the California Building Code. 


5906.2.3 Storage in combustible containers or within 
30 feet of other combustibles. Where in nonsprinklered 
buildings of Type III, IV or V construction, as defined in 
the California Building Code, magnesium shall not be 
stored in combustible containers or within 30 feet (9144 
mm) of other combustibles. 


5906.2.4 Storage in foundries and processing plants. 
The size of storage piles of magnesium articles in found- 
ries and processing plants shall not exceed 1,250 cubic 
feet (25 m’). Piles shall be separated by aisles with a mini- 
mum width of not less than one-half the pile height. 


5906.3 Storage of pigs, ingots and billets. The storage of 
magnesium pigs, ingots and billets shall comply with 
Sections 5906.3.1 and 5906.3.2. 


5906.3.1 Indoor storage. Indoor storage of pigs, ingots 
and billets shall only be on floors of noncombustible 
construction. Piles shall not be larger than 500,000 pounds 
(226.8 metric tons) each. Piles shall be separated by aisles 
with a minimum width of not less than one-half the pile 
height. 


5906.3.2 Outdoor storage. Outdoor storage of magne- 
sium pigs, ingots and billets shall be in piles not exceeding 
1,000,000 pounds (453.6 metric tons) each. Piles shall be 
separated by aisles with a minimum width of not less than 
one-half the pile height. Piles shall be separated from 
combustible materials or buildings on the same or adjoin- 
ing property by a distance of not less than the height of the 
nearest pile. 


5906.4 Storage of fine magnesium scrap. The storage of 
scrap magnesium shall comply with Sections 5906.4.1 
through 5906.4.3. 


5906.4.1 Separation. Magnesium fines shall be kept sepa- 
rate from other combustible materials. 


5906.4.2 Storage of 50 to 1,000 cubic feet. Storage of 
fine magnesium scrap in quantities greater than 50 cubic 
feet (1.4 m’*) [six 55-gallon (208 L) steel drums] shall be 
separated from other occupancies by an open space of not 
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less than 50 feet (15 240 mm) or by avfire barrier 
constructed in accordance with Section 707 of:the Califor- 
nia Building Code. 


5906.4.3 Storage of greater than 1,000 cubic feet. Stor- 
age of fine magnesium scrap in quantities greater than 
1,000 cubic feet (28 m’*) shall be separated from all build- 
ings other than those used for magnesium scrap recovery 
operations by a distance of not less than 100 feet (30 480 
mm). 


5906.5 Use of magnesium. The use of magnesium shall 
comply with Sections 5906.5.1 through 5906.5.8. 


5906.5.1 Melting pots. Floors under and around melting 
pots shall be of noncombustible construction. 


5906.5.2 Heat-treating ovens. Approved means shall be 
provided for control of magnesium fires in heat-treating 
ovens. 


5906.5.3 Dust collection. Magnesium grinding, buffing 
and wire-brushing operations, other than rough finishing 
of castings, shall be provided with approved hoods or 
enclosures for dust collection that are connected to a 
liquid-precipitation type of separator that converts dust to 
sludge without contact (in a dry state) with any high-speed 
moving parts. 


5906.5.3.1 Duct construction. Connecting ducts or 
suction tubes shall be completely grounded, as short as 
possible, and without bends. Ducts shall be fabricated 
and assembled with a smooth interior, with internal lap 
joints pointing in the direction of airflow and without 
unused capped side outlets, pockets or other dead-end 
spaces that allow an accumulation of dust. 


5906.5.3.2 Independent dust separators. Each 
machine shall be equipped with an individual dust- 
separating unit. 


Exceptions: 


1. One separator is allowed to serve two dust- 
producing units on multiunit machines. 


2. One separator is allowed to serve not more 
than four portable dust-producing units in a 
single enclosure or stand. 


5906.5.4 Power supply interlock. Power supply to 
machines shall be interlocked with exhaust airflow, and 
liquid pressure level or flow. The interlock shall be 
designed to shut down the machine it serves when the dust 
removal or separator system is not operating properly. 


5906.5.5 Electrical equipment. Electric wiring, fixtures 
and equipment in the immediate vicinity of and attached to 
dust-producing machines, including those used in connec- 
tion with separator equipment, shall be of approved types 
and shall be approved for use in Class II, Division 1 
hazardous locations in accordance with the California 
Electrical Code. 


5906.5.6 Grounding. Equipment shall be securely 
grounded by permanent ground wires in accordance with 
the California Electrical Code. 
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5906.5.7 Fire-extinguishing materials. Fire-extinguish- 
ing materials shall be provided for every operator 
performing machining, grinding or other processing oper- 
ation on magnesium in accordance with either of the 
following: 


1. Within 30 feet (9144 mm), a supply of extinguishing 
materials in an approved container with a hand 
scoop or shovel for applying the material. 


2. Within 75 feet (22 860 mm), a portable fire extin- 
guisher complying with Section 906. 


All extinguishing materials shall be approved for use 
on magnesium fires, Where extinguishing materials are 
stored in cabinets or other enclosed areas, the enclosures 
shall be openable without the use of a key or special 
knowledge. 


5906.5.8 Collection of chips, turnings and fines. Chips, 
turnings and other fine magnesium scrap shall be collected 
from the pans or spaces under machines and from other 
places where they collect not less than once each working 
day. Such material shall be placed in a covered, vented 
steel container and removed to an approved location. 
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@ CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
CHAPTER 60 — HIGHLY TOXIC AND TOXIC MATERIALS 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications.) 


Adopting Agency 


Adopt Entire Chapter 


Adopt Entire Chapter as 
amended (amended 
sections nee below) 


Adopt only those 

sections that are listed 

below 

[California Code of 

Regulations, Title 19, 

Division 1] 

Sei casemm insiemionn le halal Slo a acco ae 
ae a a a ee 


* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division 1 text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same. 
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CHAPTER 60 
HIGHLY TOXIC AND TOXIC MATERIALS 


User note: 


About this chapter: Chapter 60 provides requirements to protect occupants, emergency responders and those in the immediate area of the 
building and facility from short-term, acute hazards associated with a release of, or general exposure to, toxic and highly toxic materials. This 
chapter deals with all three states of toxic and highly toxic materials: solids, liquids and gases. This code does not address long-term expo- 
sure effects of these materials, which are addressed by agencies such as the Environmental Protection Agency (EPA) and Occupational 


Safety and Health Administration (OSHA). 


SECTION 6001 
GENERAL 


6001.1 Scope. The storage and use of highly toxic and toxic 
materials shall comply with this chapter. Compressed gases 
shall also comply with Chapter 53. 


Exceptions: 


1. Display and storage in Group M and storage in 
Group S occupancies complying with Section 
5003.11. 


2. Conditions involving pesticides or agricultural prod- 
ucts as follows: 


2.1. Application and release of pesticide, agricul- 
tural products and materials intended for use 
in weed abatement, erosion control, soil 
amendment or similar applications when 
applied in accordance with the manufac- 
turer’s instruction and label directions. 


2.2. Transportation of pesticides in compliance 
with the Federal Hazardous Materials Trans- 
portation Act and regulations thereunder. 


2.3. Storage in dwellings or private garages of 
pesticides registered by the US Environmen- 
tal Protection Agency to be utilized in and 
around the home, garden, pool, spa and 
patio. 


6001.2 Permits. Permits shall be required as set forth in 
Section 105.5. 


SECTION 6002 
DEFINITIONS 


6002.1 Definitions. The following terms are defined in Chap- 
fer 2, 


CONTAINMENT SYSTEM. 
CONTAINMENT VESSEL. 
EXCESS FLOW VALVE. 
HIGHLY TOXIC. 
OZONE-GAS GENERATOR. 
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PHYSIOLOGICAL WARNING THRESHOLD. 
REDUCED FLOW VALVE. 
TOXIC. 


SECTION 6003 
HIGHLY TOXIC AND TOXIC SOLIDS AND LIQUIDS 


6003.1 Indoor storage and use. The indoor storage and use 
of highly toxic and toxic materials shall comply with Sections 
6003.1.1 through 6003.1.5.3. 


6003.1.1 Quantities not exceeding the maximum allow- 
able quantity per control area. The indoor storage or use 
of highly toxic and toxic solids or liquids in amounts not 
exceeding the maximum allowable quantity per control 
area indicated in Table 5003.1.1(2) shall be in accordance 
with Sections 5001, 5003 and 6001. 


6003.1.2 Quantities exceeding the maximum allowable 
quantity per control area. The indoor storage or use of 
highly toxic and toxic solids or liquids in amounts exceed- 
ing the maximum allowable quantity per control area set 
forth in Table 5003.1.1(2) shall be in accordance with 
Section 6001, Sections 6003.1.3 through 6003.1.5.3 and 
Chapter 50. 


6003.1.3 Treatment system—highly toxic liquids. 
Exhaust scrubbers or other systems for processing vapors 
of highly toxic liquids shall be provided where a spill or 
accidental release of such liquids can be expected to 
release highly toxic vapors at normal temperature and 
pressure (NTP). Treatment systems and other processing 
systems shall be installed in accordance with the Califor- 
nia Mechanical Code. 


6003.1.4 Indoor storage. Indoor storage of highly toxic 
and toxic solids and liquids shall comply with Sections 
6003.1.4.1 and 6003.1.4.2. 


6003.1.4.1 Floors. In addition to the requirements set 
forth in Section 5004.12, floors of storage areas where 
highly toxic and toxic liquids are stored shall be of 
liquid-tight construction. 


6003.1.4.2 Separation—highly toxic solids and 
liquids. In addition to the requirements set forth in 
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Section 5003.9.8, highly toxic solids and liquids in 
storage shall be located in approved hazardous material 
storage cabinets or isolated from other hazardous mate- 
rial storage by construction in accordance with the 
California Building Code. 


6003.1.5 Indoor use. Indoor use of highly toxic and toxic 
solids and liquids shall comply with Sections 6003.1.5.1 
through 6003.1.5.3. 


6003.1.5.1 Liquid transfer. Highly toxic and toxic 
liquids shall be transferred in accordance with Section 
5005.1.10. 


6003.1.5.2 Exhaust ventilation for open systems. 
Mechanical exhaust ventilation shall be provided for 
highly toxic and toxic liquids used in open systems in 
accordance with Section 5005.2.1.1. 


Exception: Liquids that do not generate highly toxic 
or toxic fumes, mists or vapors. 


6003.1.5.3 Exhaust ventilation for closed systems. 
Mechanical exhaust ventilation shall be provided for 
highly toxic and toxic liquids used in closed systems in 
accordance with Section 5005.2.2.1. 


Exception: Liquids that do not generate highly toxic 
or toxic fumes, mists or vapors. 


expected to release highly toxic vapors at normal 
temperature and pressure (NTP). Treatment systems 
and other processing systems shall be installed in 
accordance with the California Mechanical Code. 


6003.2.4 Outdoor storage piles. Outdoor storage piles of 
highly toxic and toxic solids and liquids shall be separated 
into piles not larger than 2,500 cubic feet (71 m*). Aisle 
widths between piles shall be not less than one-half the 
height of the pile or 10 feet (3048 mm), whichever is 
greater. 


6003.2.5 Weather protection for highly toxic liquids 
and solids—outdoor storage or use. Where overhead 
weather protection is provided for outdoor storage or use 
of highly toxic liquids or solids, and the weather protec- 
tion is attached to a building, the storage or use area shall 
either be equipped throughout with an approved automatic 
sprinkler system in accordance with Section 903.3.1.1, or 
storage or use vessels shall be fire resistive. Weather 
protection shall be provided in accordance with Section 
5004.13 for storage and Section 5005.3.9 for use. 


6003.2.6 Outdoor liquid transfer. Highly toxic and toxic 
liquids shall be transferred in accordance with Section 
5005.1.10. 


6003.2 Outdoor storage and use. Outdoor storage and use 
of highly toxic and toxic materials shall comply with Sections 
6003.2.1 through 6003.2.6. 


6003.2.1 Quantities not exceeding the maximum allow- 


SECTION 6004 
HIGHLY TOXIC AND TOXIC COMPRESSED GASES 


6004.1 General. The storage and use of highly toxic and 
toxic compressed gases shall comply with this section. 


@ 


able quantity per control area. The outdoor storage or 
use of highly toxic and toxic solids or liquids in amounts 
not exceeding the maximum allowable quantity per 
control area indicated in Table 5003.1.1(4) shall be in 
accordance with Sections 5001, 5003 and 6001. 


6003.2.2 Quantities exceeding the maximum allowable 
quantity per control area. The outdoor storage or use of 
highly toxic and toxic solids or liquids in amounts exceed- 
ing the maximum allowable quantity per control area set 
forth in Table 5003.1.1(4) shall be in accordance with 
Sections 6001 and 6003.2 and Chapter 50. 


6003.2.3 General outdoor requirements. The general 
requirements applicable to the outdoor storage of highly 
toxic or toxic solids and liquids shall be in accordance 
with Sections 6003.2.3.1 and 6003.2.3.2. 


6003.2.3.1 Location. Outdoor storage or use of highly 
toxic or toxic solids and liquids shall not be located 
within 20 feet (6096 mm) of lot lines, public streets, 
public alleys, public ways, exit discharges or exterior 
wall openings. A 2-hour fire barrier without openings 
or penetrations extending not less than 30 inches (762 
mm) above and to the sides of the storage is allowed in 
lieu of such distance. The wall shall either be an inde- 
pendent structure, or the exterior wall of the building 
adjacent to the storage area. 


6003.2.3.2 Treatment system—highly toxic liquids. 
Exhaust scrubbers or other systems for processing 
vapors of highly toxic liquid shall be provided where a 
spill or accidental release of such liquids can be 
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6004.1.1 Special limitations for indoor storage and use 
by occupancy. The indoor storage and use of highly toxic 
and toxic compressed gases in certain occupancies shall be 
subject to the limitations contained in Sections 6004.1.1.1 
through 6004.1.1.3. 


6004.1.1.1 Group A, E, I or U occupancies. Toxic and 
highly toxic compressed gases shall not be stored or 
used within Group A, E, I or U occupancies. 


Exception: Cylinders not exceeding 20 cubic feet 
(0.566 m*) at normal temperature and pressure (NTP) 
are allowed within gas cabinets or fume hoods. 


6004.1.1.2 Group R occupancies. Toxic and highly 
toxic compressed gases shall not be stored or used in 
Group R occupancies. 


6004.1.1.3 Offices, retail sales and classrooms. Toxic 
and highly toxic compressed gases shall not be stored 
or used in offices, retail sales or classroom portions of 
Group B, F, M or S occupancies. 


Exception: In classrooms of Group B occupancies, 
cylinders with a capacity not exceeding 20 cubic feet 
(0.566 m*) at N7P are allowed in gas cabinets or 
fume hoods. 


6004.1.2 Gas cabinets. Gas cabinets containing highly 
toxic or toxic compressed gases shall comply with Section 
5003.8.6 and the following requirements: 


1. The average ventilation velocity at the face of gas 
cabinet access ports or windows shall be not less 
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than 200 feet per minute (1.02 m/s) with not less 
than 150 feet per minute (0.76 m/s) at any point of 
the access port or window. 


2. Gas cabinets shall be connected to an exhaust sys- 
tem. 


3. Gas cabinets shall not be used as the sole means of 
exhaust for any room or area. 
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6004.2.1.3 Ozone gas generators. The indoor use of 
ozone gas-generating equipment shall be in accordance 
with Section 6005. 


6004.2.2 General indoor requirements. The general 
requirements applicable to the indoor storage and use of 
highly toxic and toxic compressed gases shall be in accor- 
dance with Sections 6004.2.2.1 through 6004.2.2.10.3. 


4, The maximum number of cylinders located in a sin- 
gle gas cabinet shall not exceed three, except that 
cabinets containing cylinders not exceeding | pound 
(0.454 kg) net contents are allowed to contain up to 
100 cylinders. 


5. Gas cabinets required by Section 6004.2 or 6004.3 
shall be equipped with an approved automatic sprin- 
kler system in accordance with Section 903.3.1.1. 
Alternative fire-extinguishing systems shall not be 
used. 


6004.1.3 Exhausted enclosures. Exhausted enclosures 
containing highly toxic or toxic compressed gases shall 
comply with Section 5003.8.5 and the following 
requirements: 


1. The average ventilation velocity at the face of the 
enclosure shall be not less than 200 feet per minute 
(1.02 m/s) with not less than 150 feet per minute 
(0.76 m/s). 


_ 2. Exhausted enclosures shall be connected to an 
exhaust system. 


. Exhausted enclosures shall not be used as the sole 
means of exhaust for any room or area. 


Go 


4, Exhausted enclosures required by Section 6004.2 or 
6004.3 shall be equipped with an approved auto- 
matic sprinkler system in accordance with Section 
903.3.1.1. Alternative fire-extinguishing systems 
shall not be used. 


6004.2 Indoor storage and use. The indoor storage and use 
of highly toxic or toxic compressed gases shall be in accor- 
dance with Sections 6004.2.1 through 6004.2.2.10.3. 


6004.2.1 Applicability. The applicability of regulations 
governing the indoor storage and use of highly toxic and 
toxic compressed gases shall be as set forth in Sections 
6004.2.1.1 through 6004.2.1.3. 


6004.2.1.1 Quantities not exceeding the maximum 
allowable quantity per control area. The indoor stor- 
age or use of highly toxic and toxic gases in amounts 
not exceeding the maximum allowable quantity per 
control area set forth in Table 5003.1.1(2) shall be in 
accordance with Sections 5001, 5003, 6001 and 6004.1. 


6004.2.1.2 Quantities exceeding the maximum 
allowable quantity per control area. The indoor stor- 
age or use of highly toxic and toxic gases in amounts 
exceeding the maximum allowable quantity per control 
area set forth in Table 5003.1.1(2) shall be in accor- 
dance with Sections 6001, 6004.1, 6004.2 and Chapter 
50. 
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6004,2.2.1 Cylinder and tank location. Cylinders 
shall be located within gas cabinets, exhausted enclo- 
sures or gas rooms. Portable and stationary tanks shall 
be located within gas rooms or exhausted enclosures. 


6004.2.2.2 Ventilated areas. The room or area in 
which gas cabinets or exhausted enclosures are located 
shall be provided with exhaust ventilation. Gas cabinets 
or exhausted enclosures shall not be used as the sole 
means of exhaust for any room or area. 


6004,2.2.3 Leaking cylinders and tanks. One or more 
gas cabinets or exhausted enclosures shall be provided 
to handle leaking cylinders, containers or tanks. 


Exceptions: 


1. Where cylinders, containers or tanks are 
located within gas cabinets or exhausted 
enclosures. 


2. Where approved containment vessels or con- 
tainment systems are provided in accordance 
with all of the following: 


2.1. Containment vessels or containment 
systems shall be capable of fully 
containing or terminating a release. 


2.2. Trained personnel shall be available at 
an approved location. 


2.3. Containment vessels or containment 
systems shall be capable of being 
transported to the leaking cylinder, 
container or tank. 


6004.2.2.3.1 Location. Gas cabinets and exhausted 
enclosures shall be located in gas rooms and 
connected to an exhaust system. 


6004.2.2.4 Local exhaust for portable tanks. A 
means of local exhaust shall be provided to capture 
leaks from portable tanks. The local exhaust shall 
consist of portable ducts or collection systems designed 
to be applied to the site of a leak in a valve or fitting on 
the tank. The local exhaust system shall be located in a 
gas room. Exhaust shall be directed to a treatment 
system in accordance with Section 6004.2.2.7. 


6004.2.2.5 Piping and controls—stationary tanks. In 
addition to the requirements of Section 5003.2.2, piping 
and controls on stationary tanks shall comply with the 
following requirements: 


1. Pressure relief devices shall be vented to a treat- 
ment system designed in accordance with Section 
6004.2.2.7. 


Exception: Pressure: relief devices on 
outdoor tanks provided exclusively for 
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relieving pressure due to fire exposure are 
not required to be vented to a treatment 
system provided that: 


1. The material in the tank is not 
flammable. 


2. The tank is not located in a diked 
area with other tanks containing 
combustible materials. 


3. The tank is located not less than 30 
feet (9144 mm) from combustible 
materials or structures or is shielded 
by a fire barrier complying with 
Section 6004.3.2.1.1. 


2. Filling or dispensing connections shall be pro- 
vided with a means of local exhaust. Such 
exhaust shall be designed to capture fumes and 
vapors. The exhaust shall be directed to a treat- 
ment system in accordance with Section 
6004.2.2.7. 


3. Stationary tanks shall be provided with a means 
of excess flow control on all tank inlet or outlet 
connections. 


Exceptions: 


1. Inlet connections designed to prevent 
backflow. 


2. Pressure relief devices. 


6004.2.2.6 Gas rooms. Gas rooms shall comply with 
Section 5003.8.4 and both of the following 
requirements: 


1. The exhaust ventilation from gas rooms shall be 
directed to an exhaust system. 


2. Gas rooms shall be equipped with an approved 
automatic sprinkler system. Alternative fire- 
extinguishing systems shall not be used. 


6004.2.2.7 Treatment systems. The exhaust ventila- 
tion from gas cabinets, exhausted enclosures and gas 
rooms, and local exhaust systems required in Sections 
6004.2.2.4 and 6004.2.2.5 shall be directed to a treat- 
ment system. The treatment system shall be utilized to 
handle the accidental release of gas and to process 
exhaust ventilation. The treatment system shall be 
designed in accordance with Sections 6004.2.2.7.1 
through 6004.2.2.7.5 and Section 510 of the California 
Mechanical Code. 


Exceptions: 

1. Highly toxic and toxic gases—storage. A 
treatment system is not required for cylinders, 
containers and tanks in storage where all of 
the following controls are provided: 

1.1. Valve outlets are equipped with 
gastight outlet plugs or caps. 


1.2. Handwheel-operated . valves have 
handles secured to prevent movement. 


1.3. Approved containment ~vessels or 
containment systems are provided in 
accordance with Section 6004.2.2.3. 


2. Toxic gases—use. Treatment systems are not 
required for toxic gases supplied by cylinders 
or portable tanks not exceeding 1,700 pounds 
(772 kg) water capacity where a gas detection 
system complying with Section 6004.2.2.10 
and listed or approved automatic-closing fail- 
safe valves are provided. The gas detection 
system shall have a sensing interval not 
exceeding 5 minutes. Automatic-closing fail- 
safe valves shall be located immediately adja- 
cent to cylinder valves and shall close when 
gas is detected at the permissible exposure 
limit (PEL) by a gas sensor monitoring the 
exhaust system at the point of discharge from 
the gas cabinet, exhausted enclosure, venti- 
lated enclosure or gas room. 


6004.2.2.7.1 Design. Treatment systems shall be 
capable of diluting, adsorbing, absorbing, contain- 
ing, neutralizing, burning or otherwise processing 
the contents of the largest single vessel of 
compressed gas. Where a total containment system is 
used, the system shall be designed to handle the 
maximum anticipated pressure of release to the 
system when it reaches equilibrium. 


6004.2.2.7.2 Performance. Treatment systems shall 
be designed to reduce the maximum allowable 
discharge concentrations of the gas to one-half 
immediate by dangerous to life and health (IDLH) at 
the point of discharge to the atmosphere. Where 
more than one gas is emitted to the treatment system, 
the treatment system shall be designed to handle the 
worst-case release based on the release rate, the 
quantity and the IDLH for all compressed gases 
stored or used. 


6004.2.2.7.3 Sizing. Treatment systems shall be 
sized to process the maximum worst-case release of 
gas based on the maximum flow rate of release from 
the largest vessel utilized. The entire contents of the 
largest compressed gas vessel shall be considered. 


6004.2.2.7.4 Stationary tanks. Stationary tanks 
shall be labeled with the maximum rate of release for 
the compressed gas contained based on valves or 
fittings that are inserted directly into the tank. Where 
multiple valves or fittings are provided, the maxi- 
mum flow rate of release for valves or fittings with 
the highest flow rate shall be indicated. Where lique- 
fied compressed gases are in contact with valves or 
fittings, the liquid flow rate shall be utilized for 
computation purposes. Flow rates indicated on the 
label shall be converted to cubic feet per minute 
(cfm/min) (m?/s) of gas at normal temperature and 
pressure (NTP). 


6004.2.2.7.5 Portable tanks and cylinders. The 
maximum flow rate of release for portable tanks and 
cylinders shall be calculated based on the total 
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release from the cylinder or tank within the time 
specified in Table 6004.2.2.7.5. Where portable 
tanks or cylinders are equipped with approved excess 
flow or reduced flow valves, the worst-case release 
shall be determined by the maximum achievable 
flow from the valve as determined by the valve 
manufacturer or compressed gas supplier. Reduced 
flow and excess flow valves shall be permanently 
marked by the valve manufacturer to indicate the 
maximum design flow rate. Such markings shall 
indicate the flow rate for air under normal tempera- 
ture and pressure (NTP). 


TABLE 6004.2.2.7.5 


RATE OF RELEASE FOR CYLINDERS AND PORTABLE TANKS 


NONLIQUEFIED LIQUEFIED 
(minutes) (minutes) 


6004.2.2.8 Emergency power. Emergency power shall 
be provided for the following systems in accordance 
with Section 603: 


1. Exhaust ventilation system. 
. Treatment system. 

. Gas detection system. 

. Smoke detection system. 

. Temperature control system. 
. Fire alarm system. 
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. Emergency alarm system. 


6004.2.2.8.1 Fail-safe engineered systems. Emer- 
gency power shall not be required for mechanical 
exhaust ventilation, treatment systems and tempera- 
ture control systems where approved fail-safe 
engineered systems are installed. 


6004.2.2.9 Automatic fire detection system—highly 
toxic compressed gases. An approved automatic fire 
detection system shall be installed in rooms or areas 
where highly toxic compressed gases are stored or 
used. Activation of the detection system shall sound a 
local alarm. The fire detection system shall comply 
with Section 907. 


6004.2.2.10 Gas detection system. A gas detection 
system complying with Section 916 shall be provided 
to detect the presence of gas at or below the PEL or 
ceiling limit of the gas for which detection is 
provided. The system shall be capable of monitoring 
the discharge from the treatment system at or below 
one-half the IDLH limit and shall initiate a response 
in accordance with Sections 6004.2.2.10.1 through 
6004.2.2.10.3 if the gas detection alarm is activated. 


Exception: A gas detection system is not required 
for toxic gases when the physiological warning 
threshold level for the gas is at a level below the 
accepted PEL for the gas. 


2022 CALIFORNIA FIRE CODE 


HIGHLY TOXIC AND TOXIC MATERIALS 


6004.2.2.10.1 Alarms. The gas detection system 
shall initiate a local alarm and transmit a signal to a 
constantly attended control station when a short-term 
hazard condition is detected. The alarm shall be both 
audible and visible and shall provide warning both 
inside and outside the area where gas is detected. The 
audible alarm shall be distinct from all other alarms. 


Exception: Signal transmission to a constantly 
attended control station is not required where not 
more than one cylinder of highly toxic or toxic 
gas is stored. 


6004.2.2.10.2 Shut off of gas supply. The gas-detec- 
tion system shall automatically close the shutoff 
valve at the source on gas supply piping and tubing 
related to the system being monitored for whichever 
gas is detected. 


Exception: Automatic shutdown is not required 
for reactors utilized for the production of highly 
toxic or toxic compressed gases where such reac- 
tors are: 


1. Operated at pressures less than 15 pounds 
per square inch gauge (psig) (103.4 kPa). 


2. Constantly attended. 


3. Provided with emergency shutoff valves 
that have ready access. 


6004.2.2.10.3 Valve closure. Automatic closure of 
shutoff valves shall be in accordance with the 
following: 


1. Where the gas-detection sampling point initi- 
ating the gas detection system alarm is within 
a gas cabinet or exhausted enclosure, the shut- 
off valve in the gas cabinet or exhausted 
enclosure for the specific gas detected shall 
automatically close. 


2. Where the gas-detection sampling point initi- 
ating the gas detection system alarm is within 
a gas room and compressed gas containers are 
not in gas cabinets or exhausted enclosures, 
the shutoff valves on all gas lines for the spe- 
cific gas detected shall automatically close. 


3. Where the gas-detection sampling point initi- 
ating the gas detection system alarm is within 
a piping distribution manifold enclosure, the 
shutoff valve for the compressed container of 
specific gas detected supplying the manifold 
shall automatically close. 


Exception: Where the gas-detection sampling 
point initiating the gas-detection system alarm is 
at a use location or within a gas valve enclosure 
of a branch line downstream of a piping distribu- 
tion manifold, the shutoff valve in the gas valve 
enclosure for the branch line located in the piping 
distribution manifold enclosure shall automati- 
cally close. 
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6004.3 Outdoor storage and use. The outdoor storage and 
use of highly toxic and toxic compressed gases shall be in 
accordance with Sections 6004.3.1 through 6004.3.4. 


6004.3.1 Applicability. The applicability of regulations 
governing the outdoor storage and use of highly toxic and 
toxic compressed gases shall be as set forth in Sections 
6004.3.1.1 through 6004.3.1.3. 


6004.3.1.1 Quantities not exceeding the maximum 
allowable quantity per control area. The outdoor 
storage or use of highly toxic and toxic gases in 
amounts not exceeding the maximum allowable quan- 
tity per control area set forth in Table 5003.1.1(4) shall 
be in accordance with Sections 5001, 5003 and 6001. 


6004.3.1.2 Quantities exceeding the maximum 
allowable quantity per control area. The outdoor 
storage or use of highly toxic and toxic gases in 
amounts exceeding the maximum allowable quantity 
per control area set forth in Table 5003.1.1(4) shall be 
in accordance with Sections 6001 and 6004.3 and 
Chapter 50. 


6004.3.1.3 Ozone gas generators. The outdoor use of 
ozone gas-generating equipment shall be in accordance 
with Section 6005. 


6004.3.2 General outdoor requirements. The general 
requirements applicable to the outdoor storage and use of 
highly toxic and toxic compressed gases shall be in accor- 
dance with Sections 6004.3.2.1 through 6004.3.2.4. 


6004.3.2.1 Location. Outdoor storage or use of highly 
toxic or toxic compressed gases shall be located in 
accordance with Sections 6004.3.2.1.1 through 
6004.3.2.1.3. 


Exception: Compressed gases located in gas cabi- 
nets complying with Sections 5003.8.6 and 6004.1.2 
and located 5 feet (1524 mm) or more from buildings 
and 25 feet (7620 mm) or more from an exit 
discharge. 


6004.3.2.1.1 Distance limitation to exposures. 
Outdoor storage or use of highly toxic or toxic 
compressed gases shall not be located within 75 feet 
(22 860 mm) of a lot line, public street, public alley, 
public way, exit discharge or building not associated 
with the manufacture or distribution of such gases, 
unless all of the following conditions are met: 


1. Storage is shielded by a 2-hour fire barrier that 
interrupts the line of sight between the storage 
and the exposure. 


2. The 2-hour fire barrier shall be located not less 
than 5 feet (1524 mm) from any exposure. 


3. The 2-hour fire barrier shall not have more 
than two sides at approximately 90-degree 
(1.57 rad) directions, or three sides with con- 
necting angles of approximately 135 degrees 
(2.36 rad). 


6004.3.2.1.2 Openings in exposed buildings. 
Where the storage or use area is located closer than 
75 feet (22 860 mm) to a building not associated with 
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the manufacture or distribution of highly toxic or 
toxic compressed gases, openings inte a building 
other than for piping are not allowed above the height 
of the top of the 2-hour fire barrier or within 50 feet 
(15 240 mm) horizontally from the storage area 
whether or not shielded by a fire barrier. 


6004.3.2.1.3 Air intakes. The storage or use area 
shall not be located within 75 feet (22 860 mm) of air 
intakes. 


6004.3.2.2 Leaking cylinders and tanks. The require- 
ments of Section 6004.2.2.3 shall apply to outdoor 
cylinders and tanks. Gas cabinets and exhausted enclo- 
sures shall be located within or immediately adjacent to 
outdoor storage or use areas. 


6004.3.2.3 Local exhaust for portable tanks. Local 
exhaust for outdoor portable tanks shall be provided in 
accordance with the requirements set forth in Section 
6004.2.2.4. 


6004.3.2.4 Piping and controls—stationary tanks. 
Piping and controls for outdoor stationary tanks. shall 
be in accordance with the requirements set forth in 
Section 6004.2.2.5. 


6004.3.3 Outdoor storage weather protection for porta- 
ble tanks and _ cylinders. Weather protection in 
accordance with Section 5004.13 shall be provided for 
portable tanks and cylinders located outdoors and not 
within gas cabinets or exhausted enclosures. The storage 
area shall be equipped with an approved automatic sprin- 
kler system in accordance with Section 903.3.1.1. 


Exception: An automatic sprinkler system is not 
required where: 


1. All materials under the weather protection struc- 
ture, including hazardous materials and the con- 
tainers in which they are stored, are 
noncombustible. 


2. The weather protection structure is located not 
less than 30 feet (9144 mm) from combustible 
materials or structures or is separated from such 
materials or structures using a fire barrier com- 
plying with Section 6004.3.2.1.1. 


6004.3.4 Outdoor use of cylinders, containers and 
portable tanks. Cylinders, containers and portable tanks 
in outdoor use shall be located in gas cabinets or 
exhausted enclosures and shall comply with Sections 
6004.3.4.1 through 6004.3.4.3. 


6004.3.4.1 Treatment systems. The treatment system 
requirements set forth in Section 6004.2.2.7 shall apply 
to highly toxic or toxic gases located outdoors. 


6004.3.4.2 Emergency power. The requirements for 
emergency power set forth in Section 6004.2.2.8 shall 
apply to highly toxic or toxic gases located outdoors. 


6004.3.4.3 Gas detection system. The gas detection 
system requirements set forth in Section 6004.2.2.10 
shall apply to highly toxic or toxic gases located 
outdoors. 
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SECTION 6005 
OZONE GAS GENERATORS 


6005.1 Scope. Ozone gas generators having a maximum 
ozone-generating capacity of 0.5 pound (0.23 kg) or more 
over a 24-hour period shall be in accordance with Sections 
6005.2 through 6005.6. : 


Exceptions: 


1. Ozone-generating equipment used in Group R-3 
occupancies. 


2. Ozone-generating equipment where used in Group 
H-5 occupancies where in compliance with Chapters 
27 and 50 and the other provisions in this chapter for 
highly toxic gases. 


6005.2 Design. Ozone gas generators shall be designed, 
fabricated and tested in accordance with NEMA 250. 


6005.3. Location. Ozone generators shall be located in 
approved cabinets or ozone generator rooms in accordance 
with Section 6005.3.1 or 6005.3.2. 


Exception: An ozone gas generator within an approved 
pressure vessel where located outside of buildings. 


6005.3.1 Cabinets. Ozone cabinets shall be constructed of 
approved materials and compatible with ozone. Cabinets 
shall display an approved sign stating: “OZONE GAS 
GENERATOR—HIGHLY TOXIC—OXIDIZER.” 


Cabinets shall be braced for seismic activity in accor- 
dance with the California Building Code. 


Cabinets shall be mechanically ventilated in accor- 
dance with the California Mechanical Code with not less 
than six air changes per hour. 


The average velocity of ventilation at makeup air open- 
ings with cabinet doors closed shall be not less than 200 
feet per minute (1.02 m/s). 


6005.3.2 Ozone gas generator rooms. Ozone gas genera- 
tor rooms shall be mechanically ventilated in accordance 
with the California Mechanical Code with not less than 
six air changes per hour. Ozone gas generator rooms shall 
be equipped with a gas detection system complying with 
Section 916 that will shut off the generator and sound a 
local alarm when concentrations above the permissible 
exposure limit (PEL) occur. 


Ozone gas generator rooms shall not be normally occu- 
pied, and such rooms shall be kept free of combustible and 
hazardous material storage. Room access doors shall dis- 
play an approved sign stating: “OZONE GAS GENERA- 
TOR—HIGHLY TOXIC—OXIDIZER.” 


6005.4 Piping, valves and fittings. Piping, valves, fittings 
and related components used to convey ozone shall be in 
accordance with Sections 6005.4.1 through 6005.4.3. 


6005.4.1 Piping. Piping shall be welded stainless steel 
piping or tubing. 


Exceptions: 
1. Double-walled piping. 


2. Piping, valves, fittings and related components 
located in exhausted enclosures. 
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6005.4.2 Materials. Materials shall be compatible with 
ozone and shall be rated for the design operating 
pressures. 


6005.4.3 Identification. Piping shall be identified with the 
following: “OZONE GAS—HIGHLY TOXIC— 
OXIDIZER.” 


6005.5 Automatic shutdown. Ozone gas generators shall be 
designed to shut down automatically under the following 
conditions: 


1. When the dissolved ozone concentration in the water 
being treated is above saturation when measured at the 
point where the water is exposed to the atmosphere. 


2. When the process using generated ozone is shut down. 


3. Failure of the ventilation system for the cabinet or 
ozone generator room. 


4. Failure of the gas detection system in an ozone gas gen- 
erator room. 


6005.6 Manual shutdown. Manual shutdown controls shall 
be provided at the generator and, where in a room, within 10 
feet (3048 mm) of the main exit or exit access door. 
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CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
CHAPTER 61 — LIQUEFIED PETROLEUM GASES 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications.) 
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* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division | text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same. 
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CHAPTER 61 
LIQUEFIED PETROLEUM GASES 


User note: 


About this chapter: Chapter 61 provides requirements for the safe handling, storing and use of LP-gas to reduce the possibility of damage to 
containers, accidental releases of LP-gas, and exposure of flammable concentrations of LP-gas to ignition sources. LP-gas (notably propane) 
is well-known as a camping fuel for cooking, lighting, heating and refrigerating and also remains a popular standby fuel supply for auxiliary 
generators, as well as being widely used as an alternative motor vehicle fuel. Its characteristic as a clean-burning fuel has resulted in the addi- 
tion of propane dispensers to service stations throughout the country. Dispensing LP-gas into motor vehicles is addressed by Chapter 23. 


SECTION 6101 
GENERAL 


6101.1 Scope. Storage, handling and transportation of lique- 
fied petroleum gas (LP-gas) and the installation of LP-gas 
equipment pertinent to systems for such uses shall comply 
with this chapter and NFPA 58. Properties of LP-gases shall 
be determined in accordance with Appendix B of NFPA 58. 


[California Code of Regulations, Title 19, Division 1, 
§3.22(a) and (c)] Liquefied Petroleum Gas. 


(a) When liquefied petroleum gas is used, the storage and 
handling thereof shall conform to the appropriate provi- 
sions referenced in California Code of Regulations, Title 
19, Division 1, Sections 3.02 and 3.03. 


(c) California Code of Regulations, Title 8, Section 475 is 
hereby adopted as a part of Title 19, Division 1 
regulations. 


6101.2 Permits. Permits shall be required as set forth in 
Sections 105.5 and 105.6. 


Distributors shall not fill an LP-gas container for which a 
permit is required unless a permit for installation has been 
issued for that location by the fire code official. 


6101.3 Construction documents. Where a single LP-gas 
container is more than 2,000 gallons (7570 L) in water capac- 
ity or the aggregate water capacity of LP-gas containers is 
more than 4,000 gallons (15 140 L), the installer shall submit 
construction documents for such installation. 


SECTION 6102 
DEFINITIONS 


6102.1 Definitions. The following terms are defined in Chap- 
ter 2: 


LIQUEFIED PETROLEUM GAS (LP-gas). 
LP-GAS CONTAINER. 


SECTION 6103 
INSTALLATION OF EQUIPMENT 


6103.1 General. LP-gas equipment shall be installed in 
accordance with the /nternational Fuel Gas Code and NFPA 
58, except as otherwise provided in this chapter. 
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6103.2 Use of LP-gas containers in buildings. The use of 
LP-gas containers in buildings shall be in accordance with 
Sections 6103.2.1 through 6103.2.2. 


6103.2.1 Portable containers. Portable LP-gas contain- 
ers, as defined in NFPA 58, shall not be used in buildings 
except as specified in NFPA 58 and Sections 6103.2.1.1 
through 6103.2.1.7. 


6103.2.1.1 Use in basement, pit or similar location. 
LP-gas containers shall not be used in a basement, pit, 
above-grade underfloor space or similar location where 
heavier-than-air gas might collect unless such location 
is provided with an approved means of ventilation. 


Exception: Use with self-contained torch assemblies 
in accordance with Section 6103.2.1.6. 


6103.2.1.2 Construction and temporary heating. 
Portable LP-gas containers are allowed to be used in 
buildings or areas of buildings undergoing construction 
or for temporary heating as set forth in Sections 6.22.4, 
6.22.5 and 6.22.8 of NFPA S58. 


6103.2.1.3 Group F occupancies. In Group F occu- 
pancies, portable LP-gas containers are allowed to be 
used to supply quantities necessary for processing, 
research or experimentation. Where manifolded, the 
aggregate water capacity of such containers shall not 
exceed 735 pounds (334 kg) per manifold. Where 
multiple manifolds of such containers are present in the 
same room, each manifold shall be separated from 
other manifolds by a distance of not less than 20 feet 
(6096 mm). 


6103.2.1.4 Research and experimentation. In Group | 
occupancies and laboratories for educational use in 
Group B and E occupancies, portable LP-gas containers 
are allowed to be used for research and experimenta- 
tion. Such containers shall not be used in classrooms. 
Such containers shall not exceed a 50-pound (23 kg) 
water capacity in occupancies used for educational 
purposes and shall not exceed a 12-pound (5 kg) water 
capacity in occupancies used for institutional purposes. 
Where more than one such container is present in the 
same room, each container shall be separated from 
other containers by a distance of not less than 20 feet 
(6096 mm). 
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[California Code of Regulations, Title 19, Division 1, 
§3.22(b)] Liquefied Petroleum Gas. 


(b) All liquefied petroleum gas tanks located in school 
yards shall be surrounded by a rugged steel fence or 
equivalent. Tanks in other occupancies shall also be so 
protected if in the opinion of the enforcement agency such 
protection is needed to prevent unauthorized tampering. 
The fence shall be at least 6 feet in height and, if it 
completely surrounds the tank, shall be located a mini- 
mum of 3 feet from the tanks. Fenced areas shall be locked 
when unattended. 


6103.2.1.5 Demonstration uses. Portable LP-gas 
containers are allowed to be used temporarily for 
demonstrations and public exhibitions. Such containers 


shall not exceed a water capacity of 12 pounds (5 kg). — 


Where more than one such container is present in the 
same room, each container shall be separated from 
other containers by a distance of not less than 20 feet 
(6096 mm). 


6103.2.1.6 Use with self-contained torch assemblies. 
Portable LP-gas containers are allowed to be used to 
supply approved self-contained torch assemblies or 
similar appliances. Such containers shall not exceed a 
water capacity of 2.7 pounds (1.2 kg). 


6103.2.1.7 Use for food preparation. Where 
approved, listed LP-gas commercial food service appli- 
ances are allowed to be used for food-preparation 
within restaurants and in attended commercial food- 
catering operations in accordance with the /nterna- 
tional Fuel Gas Code, the California Mechanical Code 
and NFPA 58. 


6103.2.2 Industrial vehicles and floor maintenance 
machines. LP-gas containers on industrial vehicles and 
floor maintenance machines shall comply with Sections 
11.11 and 11.12 of NFPA 58. 


6103.3 Location of equipment and piping. Equipment and 
piping shall not be installed in locations where such equip- 
ment and piping is prohibited by the /nternational Fuel Gas 
Code. 


SECTION 6104 
LOCATION OF LP-GAS CONTAINERS 


6104.1 General. The storage and handling of LP-gas and the 
installation and maintenance of related equipment shall 
comply with NFPA 58 and be subject to the approval of the 
fire code official, except as provided in this chapter. 


6104.2 Maximum capacity within established limits. 
Within the limits established by law restricting the storage of 
liquefied petroleum gas for the protection of heavily popu- 
lated or congested areas, the aggregate capacity of any one 
installation shall not exceed a water capacity of 2,000 gallons 
(7570 L) [JURISDICTION TO SPECIFY]. 


Exception: In particular installations, this capacity limit 
shall be determined by the fire code official, after consid- 
eration of special features such as _ topographical 
conditions, nature of occupancy, and proximity to build- 
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ings, capacity of proposed LP-gas containers, degree of 
fire protection to be provided and capabilities of the local 
fire department. , 


6104.3 Container location. LP-gas containers shall be 
located with respect to buildings and lot lines of adjoining 
property that can be built on, in accordance with Table 
6104.3. 


6104.3.1 Installation on roof prohibited. LP-gas 
containers used in stationary installations shall not be 
located on the roofs of buildings. 


6104.3.2 Special hazards. LP-gas containers shall be 
located with respect to special hazards including, but not 
limited to, above-ground flammable or combustible liquid 
tanks, oxygen or gaseous hydrogen containers, flooding or 
electric power lines as specified in Section 6.5.3 of NFPA 
58. 
6104.4 Multiple LP-gas container installations. Multiple 
LP-gas container installations with a total water storage 
capacity of more than 180,000 gallons (681.3 kL) [150,000- 
gallon (567.8 kL) LP-gas capacity] shall be subdivided into 
groups containing not more than 180,000 gallons (681.3 kL) 
in each group. Such groups shall be separated by a distance of 
not less than 50 feet (15 240 mm), unless the containers are 
protected in accordance with one of the following: 


1. Mounded in an approved manner. 


2. Protected with approved insulation on areas that are 
subject to impingement of ignited gas from pipelines or 
other leakage. 


3. Protected by fire walls of approved construction. 


4. Protected by an approved system for application of 
water as specified in Table 6.5.1.2 of NFPA 58. 


5. Protected by other approved means. 


Where one of these forms of protection is provided, the 
separation shall be not less than 25 feet (7620 mm) between 
LP-gas container groups. 


SECTION 6105 
PROHIBITED USE OF LP-GAS 


6105.1 Nonapproved equipment. LP-gas shall not be used 
for the purpose of operating devices or equipment unless such 
device or equipment is approved for use with LP-gas. 


6105.2 Release to the atmosphere. LP-gas shall not be 


released to the atmosphere, except in accordance with Section 
7.3 of NFPA 58. 


SECTION 6106 
DISPENSING AND OVERFILLING 


6106.1 Attendants, Dispensing of LP-gas shall be performed 
by a qualified attendant. 


6106.2 Overfilling. LP-gas containers shall not be filled or 
maintained with LP-gas in excess of either the volume deter- 
mined using the fixed liquid-level gauge installed in 
accordance with the manufacturer’s specifications and in 
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accordance with Section 5.9.5 of NFPA 58 or the weight 
determined by the required percentage of the water capacity 
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SECTION 6107 
SAFETY PRECAUTIONS AND DEVICES 


marked on the container. Portable LP-gas containers shall not 
be refilled unless equipped with an overfilling prevention 
device (OPD) where required by Section 5.9.3 of NFPA 58. 


6106.3 Dispensing locations. The point of transfer of LP-gas 
from one LP-gas container to another shall be separated from 
exposures as specified in NFPA 58. 


6107.1 Safety devices. Safety devices on LP-gas containers, 
equipment and systems shall not be tampered with or made 
ineffective. 


6107.2 Smoking and other sources of ignition. “No Smok- 
ing” signs complying with Section 310 shall be posted where 
required by the fire code official. Smoking within 25 feet 
(7620 mm) of a point of transfer, while filling operations are 
in progress at LP-gas containers or vehicles, shall be 
prohibited. 


TABLE 6104.3 
LOCATION OF LP-GAS CONTAINERS 
MINIMUM SEPARATION BETWEEN LP-GAS CONTAINERS AND 


BUILDINGS, PUBLIC WAYS? OR LOT LINES OF ADJOINING PROPERTY 
THAT CAN BE BUILT ON 


Mounded or underground 
LP-gas containers? 


(feet) (feet) 


MINIMUM SEPARATION 
BETWEEN LP-GAS CONTAINERS®° 


Above-ground LP-gas containers? (feet) 


LP-GAS CONTAINER CAPACITY 
(water gallons) 


For SI: 1 foot = 304.8 mm, 1 gallon = 3.785 L. 

a. Minimum distance for underground LP-gas containers shall be measured from the pressure relief device and the filling or liquid-level gauge vent connection 
at the container, except that all parts of an underground LP-gas container shall be not less than 10 feet from a building or lot line of adjoining property that can 
be built on. 

b. For other than installations in which the overhanging structure is 50 feet or more above the relief-valve discharge outlet. In applying the distance between 
buildings and ASME LP-gas containers with a water capacity of 125 gallons or more, not less than 50 percent of this horizontal distance shall also apply to all 
portions of the building that project more than 5 feet from the building wall and that are higher than the relief valve discharge outlet. This horizontal distance 
shall be measured from a point determined by projecting the outside edge of such overhanging structure vertically downward to grade or other level on which 
the LP-gas container is installed. Distances to the building wall shall be not less than those prescribed in this table. 

c. Where underground multicontainer installations are composed of individual LP-gas containers having a water capacity of 125 gallons or more, such 
containers shall be installed so as to provide access at their ends or sides to facilitate working with cranes or hoists. 

d. At a consumer site, if the aggregate water capacity of a multiple-container installation, comprised of individual LP-gas containers having a water capacity of 
less than 125 gallons, is 500 gallons or more, the minimum distance shall comply with the appropriate portion of this table, applying the aggregate capacity 
rather than the capacity per LP-gas container. If more than one such installation is made, each installation shall be separated from other installations by not 
less than 25 feet. Minimum distances between LP-gas containers need not be applied. 


e. The following shall apply to above-ground containers installed alongside buildings: 

1. LP-gas containers of less than a 125-gallon water capacity are allowed without a separation distance where in compliance with Items 2, 3 and 4. 

2. Department of Transportation (DOTn) specification LP-gas containers shall be located and installed so that the discharge from the container pressure 
relief device is not less than 3 feet horizontally from building openings below the level of such discharge and shall not be beneath buildings unless the 
space is well ventilated to the outside and is not enclosed for more than 50 percent of its perimeter. The discharge from LP-gas container pressure relief 
devices shall be located not less than 5 feet from exterior sources of ignition, openings into direct-vent (sealed combustion system) appliances or 
mechanical ventilation air intakes. 

3. ASME LP-gas containers of less than a 125-gallon water capacity shall be located and installed such that the discharge from pressure relief devices 
shall not terminate in or beneath buildings and shall be located not less than 5 feet horizontally from building openings below the level of such 
discharge and not less than 5 feet from exterior sources of ignition, openings into direct vent (sealed combustion system) appliances, or mechanical 
ventilation air intakes. 

4. The filling connection and the vent from liquid-level gauges on either DOTn or ASME LP-gas containers filled at the point of installation shall be not 
less than 10 feet from exterior sources of ignition, openings into direct vent (sealed combustion system) appliances or mechanical ventilation air 
intakes. 


(0.25 of sum of diameters of 
adjacent LP-gas containers) 


oe) f. This distance is allowed to be reduced to not less than 10 feet for a single LP-gas container of 1,200-gallon water capacity or less, provided that such container 


is not less than 25 feet from other LP-gas containers of more than 125-gallon water capacity. 


g. Above-ground LP-gas containers with a water capacity of 2,000 gallons or less shall be separated from public ways by a distance of not less than 5 feet. 
Containers with a water capacity greater than 2,000 gallons shall be separated from public ways in accordance with this table. 
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Control of other sources of ignition shall comply with 
Chapter 3 of this code and Section 6.25 of NFPA 58. 


6107.3 Clearance to combustibles. Weeds, grass, brush, 
trash and other combustible materials shall be kept not less 
than 10 feet (3048 mm) from LP-gas tanks or containers. 


6107.4 Protecting containers from vehicles. Where 
exposed to vehicular damage due to proximity to alleys, 
driveways or parking areas, LP-gas containers, regulators and 
piping shall be protected in accordance with NFPA 58. 


SECTION 6108 
FIRE PROTECTION 


6108.1 General. Fire protection shall be provided for instal- 
lations having LP-gas storage containers with a water 
capacity of more than 4,000 gallons (15 140 L), as required 
by Section 6.29 of NFPA 58. 


6108.2 Portable fire extinguishers. Portable fire extinguish- 
ers complying with Section 906 shall be provided as specified 
in NFPA 58. 


SECTION 6109 
STORAGE OF PORTABLE LP-GAS CONTAINERS 
AWAITING USE OR RESALE 


6109.1 General. Storage of portable LP-gas containers of 
1,000 pounds (454 kg) or less, whether filled, partially filled 
or empty, at consumer sites or distribution points, and for 
resale by dealers or resellers shall comply with Sections 
6109.2 through 6109.15.1. 


Exceptions: 


1. LP-gas containers that have not previously been in 
LP-gas service. 


2. LP-gas containers at distribution plants. 


3. LP-gas containers at consumer sites or distribution 
points, which are connected for use. 


6109.2 Exposure hazards. LP-gas containers in storage shall 
be located in a manner that minimizes exposure to excessive 
temperature rise, physical damage or tampering. 


6109.3 Position. LP-gas containers in storage having individ- 
ual water capacity greater than 2.7 pounds (1.2 kg) [nominal 
1-pound (0.454 kg) LP-gas capacity] shall be positioned with 
the pressure relief valve in direct communication with the 
vapor space of the container. 


6109.4 Separation from means of egress. LP-gas containers 
stored in buildings in accordance with Sections 6109.9 and 
6109.11 shall not be located near exit access doors, exits, 
stairways or in areas normally used, or intended to be used, as 
a means of egress. 


6109.5 Quantity. Empty LP-gas containers that have been in 
LP-gas service shall be considered as full containers for the 
purpose of determining the maximum quantities of LP-gas 
allowed in Sections 6109.9 and 6109.11. 


6109.6 Storage on roofs. LP-gas containers that are not 
connected for use shall not be stored on roofs. 
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6109.7 Storage in basement, pit or similar location. LP-gas 
containers shall not be stored in a basement, pit or similar 
location where heavier-than-air gas might collect. LP-gas 
containers shall not be stored in above-grade underfloor 
spaces or basements unless such location is provided with an 
approved means of ventilation. 


Exception: Department of Transportation (DOTn) specifi- 
cation cylinders with a maximum water capacity of 2.7 
pounds (1.2 kg) for use in completely self-contained hand 
torches and similar applications. The quantity of LP-gas 
shall not exceed 20 pounds (9 kg). 


6109.8 Protection of valves on LP-gas containers in stor- 
age. LP-gas DOTn cylinder valves shall be protected by 
screw-on-type caps or collars that shall be securely in place 
on all containers stored regardless of whether they are full, 
partially full or empty. Container and tank outlet valves shall 
be closed or plugged. 


6109.9 Storage within buildings open to the public. 
Department of Transportation (DOTn) specification cylinders 
with maximum water capacity of 2.7 pounds (1.2 kg) used in 
completely self-contained hand torches and similar applica- 
tions are allowed to be stored or displayed in a building open 
to the public. The quantity of LP-gas shall not exceed 200 
pounds (91 kg) except as provided in Section 6109.11. 


6109.10 Storage within buildings not open to the public. 
The maximum quantity allowed in one storage location in 
buildings not open to the public, such as industrial buildings, 
shall not exceed a water capacity of 735 pounds (334 kg) 
[nominal 300 pounds (136 kg) of LP-gas]. Where additional 
storage locations are required on the same floor within the 
same building, they shall be separated by not less than 300 
feet (91 440 mm). Storage beyond these limitations shall 
comply with Section 6109.11. 


6109.10.1 Quantities on equipment and vehicles. LP- 
gas containers carried as part of service equipment on 
highway mobile vehicles need not be considered in the 
total storage capacity in Section 6109.10, provided that 
such vehicles are stored in private garages and do not carry 
more than three LP-gas containers with a total aggregate 
LP-gas capacity not exceeding 100 pounds (45.4 kg) per 
vehicle. LP-gas container valves shall be closed. 


6109.11 Storage within rooms used for gas manufactur- 
ing. Storage within buildings or rooms used for gas 
manufacturing, gas storage, gas-air mixing and vaporization, 
and compressors not associated with liquid transfer shall 
comply with Sections 6109.11.1 and 6109.11.2. 


6109.11.1 Quantity limits. The maximum quantity of LP- 
gas shall be 10,000 pounds (4540 kg). 


6109.11.2 Construction. The construction of such build- 
ings and rooms shall comply with requirements for Group 
H occupancies in the California Building Code, Chapter 
10 of NFPA 58 and both of the following: 


1. Adequate vents shall be provided to the outside at 
both top and bottom, located not less than 5 feet 
(1524 mm) from building openings. 
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TABLE 6109.12 
SEPARATION FROM EXPOSURES OF LP-GAS CONTAINERS AWAITING USE, 
RESALE OR EXCHANGE STORED OUTSIDE OF BUILDINGS 


MINIMUM SEPARATION DISTANCE FROM STORED LP-GAS CYLINDERS TO (feet): 


: Line of adjoining property Doorway or 
papell OF SHAG eraroun of occupied by schools, places of opening to a 
LP-GAS STORED bulldi line of | religious worship, hospitals, building with 
(pounds) SalprInS ns ete athletic fields or other points of two or more 
that way be ane uA public gathering; busy means of 
thoroughfares; or sidewalks egress 


Doorway or 
opening toa 
building with 
one means of 

egress 


LP-gas 
dispensing 
station 


Combustible 
materials 


Motor vehicle 
fuel dispenser 


‘Pe fs Se FR AC CN 


For SI: 1 foot = 304.8 mm, 1 pound = 0.454 kg. 


2. The entire area shall be classified for the purposes of 
ignition source control in accordance with Section 
6.25 of NFPA 58. 


6109.12 Location of storage outside of buildings. Storage 
outside of buildings of LP-gas containers awaiting use, resale 
or part of a cylinder exchange program shall be located in 
accordance with Table 6109.12. 


6109.13 Protection of containers. LP-gas containers shall be 
stored within a suitable enclosure or otherwise protected 
against tampering. Vehicle impact protection shall be 
provided as required by Section 6107.4. 


Exception: Vehicle impact protection shall not be 
required for protection of LP-gas containers where the 
containers are kept in lockable, ventilated cabinets of 
metal construction. 


6109.14 Alternative location and protection of storage. 
Where the provisions of Sections 6109.12 and 6109.13 are 
impractical at construction sites, or at buildings or structures 
undergoing major renovation or repairs, the storage of 
containers shall be as required by the fire code official. 


6109.15 LP-gas cylinder exchange for resale. In addition to 
other applicable requirements of this chapter, facilities oper- 
ating LP-gas cylinder exchange stations that are open to the 
public shall comply with the following requirements. 


1. Cylinders shall be secured in a lockable, ventilated 
metal cabinet or other approved enclosure. 


2. Cylinders shall be available only by authorized person- 
nel or by use of an automated exchange system in 
accordance with Section 6109.15.1. 


3. A sign shall be posted on the entry door of the business 
operating the cylinder exchange stating “DO NOT 
BRING LP-GAS CYLINDERS INTO THE BUILD- 
ING” or similar approved wording. 


4, An emergency contact information sign shall be posted 
within 10 feet (3048 mm) of the cylinder storage cabi- 
net. The content, lettering, size, color and location of 
the required sign shall be as required by the fire code 
official. 
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6109.15.1 Automated cylinder exchange stations. 
Cylinder exchange stations that include an automated 
vending system for exchanging cylinders shall comply 
with the following additional requirements: 


1. The vending system shall only permit access to a 
single cylinder per individual transaction. 


2. Cabinets storing cylinders shall be designed such 
that cylinders can only be placed inside when they 
are oriented in the upright position. 


3. Devices operating door releases for access to stored 
cylinders shall be permitted to be pneumatic, 
mechanical or electrically powered. 


4, Electrical equipment inside of or within 5 feet (1524 
mm) of a cabinet storing cylinders, including but not 
limited to electronics associated with vending opera- 
tions, shall comply with the requirements for Class 
I, Division 2, equipment in accordance with the Cal- 
ifornia Electrical Code. 


5. A manual override control shall be permitted for use 
by authorized personnel. On newly installed cylin- 
der exchange stations, the vending system shall not 
be capable of returning to automatic operation after 
a manual override until the system has been 
inspected and reset by authorized personnel. 


6. Inspections shall be conducted by authorized per- 
sonnel to verify that all cylinders are secured, access 
doors are closed and the station has no visible dam- 
age or obvious defects that necessitate placing the 
station out of service. The frequency of inspections 
shall be as specified by the fire code official. 


SECTION 6110 
LP-GAS CONTAINERS NOT IN SERVICE 


6110.1 Removed from service. LP-gas containers whose use 
has been discontinued shall comply with all of the following: 


1. Be disconnected from appliance piping. 


2. Have LP-gas container outlets, except relief valves, 
closed or plugged. 
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3. Be positioned with the relief valve in direct communi- 
cation with the LP-gas container vapor space. 


6110.2 Removal from site. LP-gas containers discontinued 
from service shall be removed from the site. 


SECTION 6111 
PARKING AND GARAGING OF 
LP-GAS TANK VEHICLES 


6111.1 General. Parking of LP-gas tank vehicles shall 
comply with Sections 6111.2 and 6111.3. 


Exception: In cases of accident, breakdown or other 
emergencies, LP-gas tank vehicles are allowed to be 
parked and left unattended at any location while the opera- 
tor is obtaining assistance. - 


6111.2 Unattended parking. The unattended parking of LP- 
gas tank vehicles shall be in accordance with Sections 
6111.2.1 and 6111.2.2. 


6111.2.1 Near residential, educational and institutional 
occupancies and other high-risk areas. LP-gas tank 
vehicles shall not be left unattended at any time on resi- 
dential streets or within 500 feet (152 m) of a residential 
area, apartment or hotel complex, educational facility, 
hospital or care facility. Tank vehicles shall not be left 
unattended at any other place that would, in the opinion of 
the fire code official, pose an extreme life hazard. 


6111.2.2 Durations exceeding 1 hour. LP-gas tank vehi- 
cles parked at any one point for longer than 1 hour shall be 
located as follows: 


1. Off public streets, highways, public avenues or pub- 
lic alleys. 


2. Inside of a bulk plant. 


3. At other approved locations not less than 50 feet (15 
240 mm) from buildings other than those approved 
for the storage or servicing of such vehicles. 


6111.3 Garaging. Garaging of LP-gas tank vehicles shall be 
as specified in NFPA 58. Vehicles with LP-gas fuel systems 
are allowed to be stored or serviced in garages as specified in 
Section 11.14 of NFPA 58. 
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CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
CHAPTER 62 — ORGANIC PEROXIDES 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications.) 


Adopt Entire Chapter ibs Se Oey a Bet patel’ necalten fon |! fac | 


Adopt Entire Chapter as 
amended (amended 
sections listed below) 
Adopt only those 
sections that are listed 
below 


[California Code of 
Regulations, Title 19, 
Division 1] 

Chapter / Section 


* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division 1 text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same. 
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CHAPTER 62 
ORGANIC PEROXIDES 


User note: 


About this chapter: Chapter 62 addresses the hazards associated with the storage, handling and use of organic peroxides and is intended 
to manage the fire and oxidation hazards of organic peroxides by preventing their uncontrolled release. These chemicals possess the charac- 
teristics of flammable or combustible liquids and are also strong oxidizers. This unusual combination of properties requires special storage 
and handling precautions to prevent uncontrolled release, contamination, hazardous chemical reactions, fires or explosions. The require- 
ments of this chapter pertain to industrial applications in which significant quantities of organic peroxides are stored or used; however, smaller 
quantities of organic peroxides still pose a significant hazard and, therefore, must be stored and used in accordance with the applicable provi- 


sions of this chapter and Chapter 50. 


SECTION 6201 
GENERAL 


6201.1 Scope. The storage and use of organic peroxides shall 
be in accordance with this chapter and Chapter 50. 


Unclassified detonable organic peroxides that are capable 
of detonation in their normal shipping containers under con- 
ditions of fire exposure shall be stored in accordance with 
Chapter 56. 


6201.2 Permits. Permits shall be required for organic perox- 
ides as set forth in Section 105.5. 


SECTION 6202 
DEFINITION 


6202.1 Definition. The following term is defined in Chapter 
Ze 


ORGANIC PEROXIDE. 
Class I. 
Class II. 
Class III. 
Class IV. 
Class V. 
Unclassified detonable. 


SECTION 6203 
GENERAL REQUIREMENTS 


6203.1 Quantities not exceeding the maximum allowable 
quantity per control area. The storage and use of organic 
peroxides in amounts not exceeding the maximum allowable 
quantity per control area indicated in Section 5003.1 shall be 
in accordance with Sections 5001, 5003, 6201 and 6203. 


6203.1.1 Special limitations for indoor storage and use 
by occupancy. The indoor storage and use of organic 
peroxides shall be in accordance with Sections 6203.1.1.1 
through 6203.1.1.4. 


6203.1.1.1 Group A, E, I or U occupancies, In Group 
A, E, I or U occupancies, any amount of unclassified 
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detonable and Class I organic peroxides shall be stored 
in accordance with the following: 


1. Unclassified detonable and Class I organic perox- 
ides shall be stored in hazardous materials stor- 
age cabinets complying with Section 5003.8.7. 


2. The hazardous materials storage cabinets shall 
not contain other storage. 


6203.1.1.2 Group R occupancies. Unclassified deton- 
able and Class I organic peroxides shall not be stored or 
used within Group R occupancies. 


6203.1.1.3 Group B, F, M or S occupancies. Unclas- 
sified detonable and Class I organic peroxides shall not 
be stored or used in offices, or retail sales areas of 
Group B, F, M or S occupancies. 


6203.1.1.4 Classrooms, In classrooms in Group B, F or 
M occupancies, any amount of unclassified detonable 
and Class I organic peroxides shall be stored in accor- 
dance with the following: 


1. Unclassified detonable and Class I organic perox- 
ides shall be stored in hazardous materials stor- 
age cabinets complying with Section 5003.8.7. 


2. The hazardous materials storage cabinets shall 
not contain other storage. 


6203.2 Quantities exceeding the maximum allowable 
quantity per control area. The storage and use of organic 
peroxides in amounts exceeding the maximum allowable 
quantity per control area indicated in Section 5003.1 shall be 
in accordance with Chapter 50 and this chapter. 


SECTION 6204 
STORAGE 


6204.1 Indoor storage. Indoor storage of organic peroxides 
in amounts exceeding the maximum allowable quantity per 
control area indicated in Table 5003.1.1(1) shall be in accor- 
dance with Sections 5001, 5003, 5004 and this chapter. 


Indoor storage of unclassified detonable organic peroxides 
that are capable of detonation in their normal shipping con- 
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tainers under conditions of fire exposure shall be stored in 
accordance with Chapter 56. 


organic peroxides are stored. Activation of the smoke 
detection system shall sound a local alarm. 


6204.1.1 Detached storage. Storage of organic peroxides 
shall be in detached buildings where required by Section 
5003.8.2. 


6204.1.2 Distance from detached buildings to expo- 
sures. In addition to the requirements of the California 
Building Code, detached storage buildings for Class I, II, 
III, IV and V organic peroxides shall be located in accor- 
dance with Table 6204.1.2. Detached buildings containing 
quantities of unclassified detonable organic peroxides in 
excess of those set forth in Table 5003.8.2 shall be located 
in accordance with Table 5604.5.2(1). 


6204.1.3 Liquid-tight floor. In addition to the require- 
ments of Section 5004.12, floors of storage areas shall be 


Exception: A smoke detection system shall not be 
required in detached storage buildings equipped 
throughout with an approved automatic fire-extinguish- 
ing system complying with Chapter 9. 


6204.1.6 Maximum quantities. Maximum allowable 
quantities per building in a mixed occupancy building 
shall not exceed the amounts set forth in Table 5003.8.2. 
Maximum allowable quantities per building in a detached 
storage building shall not exceed the amounts specified in 
Table 6204.1.2. 


6204.1.7 Storage arrangement. Storage arrangements for 
organic peroxides shall be in accordance with Table 
6204.1.7 and shall comply with all of the following: 


of liquid-tight construction. 1. Containers and packages in storage areas shall be 


6204.1.4 Electrical wiring and equipment. In addition to closed. 
the requirements of Section 5003.9.4, electrical wiring and 
equipment in storage areas for Class I or II organic perox- 
ides shall comply with the requirements for electrical 


Class I, Division 2, locations. 


2. Bulk storage shall not be in piles or bins. 


3. A minimum 2-foot (610 mm) clear space shall be 
maintained between storage and uninsulated metal 


Ils. 
6204.1.5 Smoke detection. An approved supervised my 


smoke detection system in accordance with Section 907 4. Fifty-five-gallon (208 L) drums shall not be stored 
shall be provided in rooms or areas where Class I, I] or III more than one drum high. 


TABLE 6204.1.2 
ORGANIC PEROXIDES—DISTANCE TO EXPOSURES FROM DETACHED STORAGE BUILDINGS OR OUTDOOR STORAGE AREAS 


MAXIMUM STORAGE QUANTITY (POUNDS) AT MINIMUM SEPARATION DISTANCE 


Wea Distance to buildings, lot lines, public streets, Distance between individual detached storage 
CLASS public alleys, public ways or means of egress buildings or individual outdoor storage areas 
[So fest_ [100 feat te feat faa 75 feat 100 Feat 


2,000 20,000 


Libitsveb bel 175,000 2,000 20,000 175,000 


ele 100,000 200,000 100,000? No Limit No Limit 


For SI: 1 foot = 304.8 mm, 1 pound = 0.454 kg. 
a. Where the amount of organic peroxide stored exceeds this amount, the minimum separation shall be 50 feet. 


TABLE 6204.1.7 
STORAGE OF ORGANIC PEROXIDES 


PILE CONFIGURATION 


Maximum width Maximum height Minimum distance to next pile | Minimum distance to walls Se nin pita i 
(feet) Ais a a (feet) 


[el Sel a 


ORGANIC 
PEROXIDE 


ae PC No naan No aca No Requirement No eer No Requirement 


For SI: 1 foot = 304.8 mm. 

a. Not less than one main aisle with a minimum width of 8 feet shall divide the storage area. 
b. Distance to noncombustible walls is allowed to be reduced to 2 feet. 

c. See Table 6204.1.2 for maximum quantities. 

d. The distance shall be not less than one-half the pile height. 
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6204.1.8 Location in building. The storage of Class I or 
II organic peroxides shall be on the ground floor. Class III 
organic peroxides shall not be stored in basements. 


6204.1.9 Contamination. Organic peroxides shall be 
stored in their original DOTn shipping containers. Organic 
peroxides shall be stored in a manner to prevent 
contamination. ' 


6204.1.10 Explosion control. Indoor storage rooms, areas 
and buildings containing unclassified detonable and Class 
I organic peroxides shall be provided with explosion 
control in accordance with Section 911. 


6204.1.11 Standby power. Standby power shall be 
provided in accordance with Section 1203 for the follow- 
ing systems used to protect Class I and unclassified 


ORGANIC PEROXIDES 


6204.2.4 Storage arrangement. Storage arrangements 
shall be in accordance with Table 6204.1.7. 


6204.2.5 Separation. In addition to the requirements of 
Section 5003.9.8, outdoor storage areas for organic perox- 
ides in amounts exceeding those specified in Table 
5003.8.2 shall be located a minimum distance of 50 feet 
(15 240 mm) from other hazardous material storage. 


SECTION 6205 
USE 


6205.1 General. The use of organic peroxides in amounts 
exceeding the maximum allowable quantity per control area 
indicated in Table 5003.1.1(1) or 5003.1,1(3) shall be in 
accordance with Sections 5001, 5003, 5005 and this chapter. 


detonable organic peroxides: 

1. Exhaust ventilation system. 
. Treatment system. 
. Smoke detection system. 
. Temperature control system. 
. Fire alarm system. 


Nr +S WwW WV 


. Emergency alarm system. 


6204.1.11.1 Fail-safe engineered systems. Standby 

power shall not be required for mechanical exhaust 

ventilation, treatment systems and temperature control 

systems where approved fail-safe engineered systems 
" are installed. 


6204.2 Outdoor storage. Outdoor storage of organic perox- 
ides in amounts exceeding the maximum allowable quantities 
per control area indicated in Table 5003.1.1(3) shall be in 
accordance with Sections 5001, 5003, 5004 and this chapter. 


6204.2.1 Distance from storage to exposures. Outdoor 
storage areas for organic peroxides shall be located in 
accordance with Table 6204.1.2. 


6204.2.2 Electrical wiring and equipment. In addition to 
the requirements of Section 5003.9.4, electrical wiring and 
equipment in outdoor storage areas containing unclassified 
detonable, Class I or Class I] organic peroxides shall 
comply with the requirements for electrical Class I, Divi- 
sion 2, locations. 


6204.2.3 Maximum quantities. Maximum quantities of 
organic peroxides in outdoor storage shall be in accor- 
dance with Table 6204.1.2. 
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CHAPTER 63 


OXIDIZERS, OXIDIZING GASES AND 
OXIDIZING CRYOGENIC FLUIDS 


User note: 


About this chapter: Chapter 63 addresses the hazards associated with solid, liquid, gaseous and cryogenic fluid oxidizing materials, includ- 
ing oxygen in home use, and establishes criteria for their safe storage and protection in indoor and outdoor storage facilities, minimizing the 
potential for uncontrolled releases and contact with fuel sources. Although oxidizers themselves do not burn, they pose unique fire hazards 
because of their ability to support combustion by breaking down and giving off oxygen. 


SECTION 6301 
GENERAL 


6301.1 Scope. The storage and use of oxidizing materials 
shall be in accordance with this chapter and Chapter 50. 
Oxidizing gases shall also comply with Chapter 53. Oxidiz- 
ing cryogenic fluids shall also comply with Chapter 55. 


Exceptions: 


1. Display and storage in Group M and storage in Group 
S occupancies complying with Section 5003.11. 


2. Bulk oxygen systems at industrial and institutional 
consumer sites shall be in accordance with NFPA 
aor 


3. Liquid oxygen stored or used in home health care in 
Group I-4 and R occupancies in accordance with 
Section 6306. 


6301.2 Permits. Permits shall be required as set forth in 
Section 105.5. 


SECTION 6302 
DEFINITIONS 


6302.1 Definitions. The following terms are defined in Chap- 
ter 2: 


BULK OXYGEN SYSTEM. 

LIQUID OXYGEN AMBULATORY CONTAINER. 
LIQUID OXYGEN HOME CARE CONTAINER. 
OXIDIZER. 


Class 4. 
Class 3. 
Class 2. 
Class 1. 
OXIDIZING CRYOGENIC FLUID. 
OXIDIZING GAS. 
SECTION 6303 
GENERAL REQUIREMENTS 


6303.1 Quantities not exceeding the maximum allowable 
quantity per control area. The storage and use of oxidizing 
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materials in amounts not exceeding the maximum allowable 
quantity per control area indicated in Section 5003.1 shall be 
in accordance with Sections 5001, 5003, 6301 and 6303. 
Oxidizing gases shall also comply with Chapter 53. 


6303.1.1 Special limitations for indoor storage and use 
by occupancy. The indoor storage and use of oxidizing 
materials shall be in accordance with Sections 6303.1.1.1 
through 6303.1.1.2. 


6303.1.1.1 Class 4 liquid and solid oxidizers. The 
storage and use of Class 4 liquid and solid oxidizers 
shall comply with Sections 6303.1.1.1.1 through 
6303.1.1.1.4. 


6303.1.1.1.1 Group A, E, I or U occupancies. In 
Group A, E, I or U occupancies, any amount of Class 
4 liquid and solid oxidizers shall be stored in accor- 
dance with the following: 


1. Class 4 liquid and solid oxidizers shall be 
stored in hazardous materials storage cabinets 
complying with Section 5003.8.7. 


2. The hazardous materials storage cabinets shall 
not contain other storage. 


6303.1.1.1.2 Group R occupancies. Class 4 liquid 
and solid oxidizers shall not be stored or used within 
Group R occupancies. 


6303.1.1.1.3 Offices and retail sales areas. Class 4 
liquid and solid oxidizers shall not be stored or used 
in offices or retail sales areas of Group B, F, M or S 
occupancies. 


6303.1.1.1.4 Classrooms. In classrooms of Group B, 
F or M occupancies, any amount of Class 4 liquid 
and solid oxidizers shall be stored in accordance with 
the following: 


1. Class 4 liquid and solid oxidizers shall be 
stored in hazardous materials storage cabinets 
complying with Section 5003.8.7. 


2. Hazardous materials storage cabinets shall not 
contain other storage. 


6303.1.1.2 Oxidizing gases. Except for cylinders of 
nonliquefied compressed gases not exceeding a capac- 
ity of 250 cubic feet (7 m’) or liquefied compressed 
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gases not exceeding a capacity of 46 pounds (21 kg) 
each used for maintenance purposes, patient care or 
operation of equipment, oxidizing gases shall not be 
stored or used in Group A, E, I or R occupancies or in 
offices in Group B occupancies. 


The aggregate quantities of gases used for mainte- 
nance purposes and operation of equipment shall not 
exceed the maximum allowable quantity per control 
area listed in Table 5003.1.1(1). 


Medical gas systems and medical gas supply cylin- 
ders shall also be in accordance with Section 5306. 


6303.1.2 Emergency shutoff. Compressed gas systems 
conveying oxidizing gases shall be provided with 
approved manual or automatic emergency shutoff valves 
that can be activated at each point of use and at each 
source. 


6303.1.2.1 Shutoff at source. A manual or automatic 
fail-safe emergency shutoff valve shall be installed on 
supply piping at the cylinder or bulk source. Manual or 
automatic cylinder valves are allowed to be used as the 
required emergency shutoff valve where the source of 
supply is limited to unmanifolded cylinder sources. 


6303.1.2.2 Shutoff at point of use. A manual or auto- 
matic emergency shutoff valve shall be installed on the 
supply piping at the point of use or at a point where the 
equipment using the gas is connected to the supply 
system. 


6303.1.3 Ignition source control. Ignition sources in 
areas containing oxidizing gases shall be controlled in 
accordance with Section 5003.7. 


6303.1.4 Class 1 oxidizer storage configuration. The 
storage configuration of Class 1, 2 and 3 liquid and solid 
oxidizers shall be as set forth in Table 6303.1.4. 


6303.1.5 Class 3 liquid and solid oxidizers. Not more 
than 220 pounds (99 kg) of solid or 22 gallons (83 L) of 
liquid Class 3 oxidizer is allowed in storage and use where 
such materials are necessary for maintenance purposes or 
operation of equipment. The oxidizers shall be stored in 
approved containers and in an approved manner. 


SECTION 6304 
STORAGE 


6304.1 Indoor storage. Indoor storage of oxidizing materials 
in amounts exceeding the maximum allowable quantity per 
control area indicated in Table 5003.1.1(1) shall be in accor- 
dance with Sections 5001, 5003 and 5004 and this chapter. 


6304.1.1 Explosion control. Indoor storage rooms, areas 
and buildings containing Class 4 liquid or solid oxidizers 
shall be provided with explosion control in accordance 
with Section 911. 


6304.1.2 Automatic sprinkler system. The automatic 
sprinkler system for oxidizer storage shall be designed in 
accordance with NFPA 400. 
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TABLE 6303.1.4 
STORAGE OF CLASS 1,2AND3 ~ 
OXIDIZER LIQUIDS AND SOLIDS, 


Maximum distance to 2 
aisle 


next pile 
Minimum distance to 9b 2 4 
walls 


For SI: 1 foot = 304.8 mm, | pound = 0.454 kg, 1 ton = 0.907185 metric ton. 
MAQ = Maximum Allowable Quantity. 
NA = Not Applicable. 


a, 


b. 


c, 


Q. 


The minimum aisle width shall be equal to the pile height, but not less 
than 4 feet and not greater than 8 feet. 

There shall not be a minimum distance from the pile to a wall for amounts 
less than 9,000 pounds. 

Maximum storage height in nonsprinklered buildings is limited to 6 feet. 
In sprinklered buildings, see NFPA 400 for storage heights based on 
ceiling sprinkler protection. 


. Maximum quantity per building varies. See Chapter 50 for control areas 


and MAQs, 


6304.1.3 Liquid-tight floor. In addition to Section 
5004.12, floors of storage areas for liquid and solid oxidiz- 
ers shall be of liquid-tight construction. 


6304.1.4 Smoke detection. An approved supervised 
smoke detection system in accordance with Section 907 
shall be installed in liquid and solid oxidizer storage areas. 
Activation of the smoke detection system shall sound a 
local alarm. 


Exception: Detached storage buildings protected by an 
approved automatic fire-extinguishing system. 


6304.1.5 Storage conditions. The maximum quantity of 
oxidizers per building in storage buildings shall not exceed 
those quantities set forth in Tables 6304.1.5(1) through 
6304.1.5(3). 


The storage configuration for liquid and solid oxidizers 
shall be as set forth in Table 6303.1.4 and Tables 
6304.1.5(1) through 6304.1.5(3). 


Class 2 oxidizers shall not be stored in basements 
except where such storage is in stationary tanks. 


Class 3 and 4 oxidizers in amounts exceeding the maxi- 
mum allowable quantity per control area set forth in Sec- 
tion 5003.1 shall be stored on the ground floor only. 
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TABLE 6304.1.5(1) 
STORAGE OF CLASS 2 OXIDIZER LIQUIDS AND SOLIDS 


LIMITS 


STORAGE CONFIGURATION Group H 
cesnaney | “orge 
storage 


Maximum distance to aisle 12 feet 12 feet 


Minimum distance to next pile 
Minimum distance to walls 
Mina gay pel 
Maximum quantity per building 2000 tons 


For SI: 1 foot = 304.8 mm, 1 pound = 0.454 kg, 1 ton = 0.907185 metric ton. 

a. Maximum storage height in nonsprinklered buildings is limited to 6 feet. 
In sprinklered buildings see NFPA 400 for storage heights based on 
ceiling sprinkler protection. 

b. The minimum aisle width shall be equal to the pile height, but not less 
than 4 feet and not greater than 8 feet. 


c. For protection level and detached storage under 4,500 pounds, there shall 
not be a minimum separation distance between the pile and any wall. 


TABLE 6304.1.5(2) 
STORAGE OF CLASS 3 OXIDIZER LIQUIDS AND SOLIDS 


LIMITS 


Group H 
| ple 
Minimum distance to walls 


For SI: 1 foot = 304.8 mm, 1 pound = 0.454 kg, | ton = 0.907185 metric ton. 

a. Maximum storage height in nonsprinklered buildings is limited to 6 feet. 
In sprinklered buildings see NFPA 400 for storage heights based on 
ceiling sprinkler protection. 

b. The minimum aisle width shall be equal to the pile height, but not less 
than 4 feet and not greater than 8 feet. 

c. For protection level and detached storage under 2,300 pounds, there shall 
not be a minimum separation distance between the pile and any wall. 


TABLE 6304.1.5(3) 
STORAGE OF CLASS 4 OXIDIZER LIQUIDS AND SOLIDS 


[ Maximamieng 
es 
ie 


STORAGE CONFIGURATION 


Maximum height 
Minimum distance to next pile 
Maximum quantity per building 
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For SI: 1 foot = 304.8 mm. 


6304.1.6 Separation of Class 4 oxidizers from other 
materials. In addition to the requirements in Section 
5003.9.8, Class 4 oxidizer liquids and solids shall be sepa- 
rated from other hazardous materials by not less than a 1- 
hour fire barrier or stored in hazardous materials storage 
cabinets. 


6304.1.7 Contamination. Liquid and solid oxidizers shall 
not be stored on or against combustible surfaces. Liquid 
and solid oxidizers shall be stored in a manner to prevent 
contamination. 


6304.1.8 Detached storage. Storage of liquid and solid 
oxidizers shall be in detached buildings where required by 
Section 5003.8.2. 


6304.1.8.1 Separation distance. Detached storage 
buildings for Class 4 oxidizer liquids and solids shall be 
located not less than 50 feet (15 240 mm) from other 
hazardous materials storage. 


6304.2 Outdoor storage. Outdoor storage of oxidizing 
materials in amounts exceeding the maximum allowable 
quantities per control area set forth in Table 5003.1.1(3) 
shall be in accordance with Sections 5001, 5003, 5004 and 
this chapter. Oxidizing gases shall also comply with Chap- 
tet, 53. 


6304.2.1 Distance from storage to exposures for oxidiz- 
ing gases. Outdoor storage areas for oxidizing gases shall 
be located in accordance with Table 6304.2.1. 


6304.2.1.1 Oxidizing cryogenic fluids. Outdoor stor- 
age areas for oxidizing cryogenic fluids shall be located 
in accordance with Chapter 55. 


TABLE 6304.2.1 
OXIDIZER GASES—DISTANCE 
FROM STORAGE TO EXPOSURES? 


DISTANCE TO A BUILDING NOT 
ASSOCIATED WITH THE 
MANUFACTURE OR DISTRIBUTION OF 
OXIDIZING GASES OR PUBLIC WAY 
OR LOT LINE THAT CAN BE BUILT ON 
(feet) 


O00 


For SI: 1 foot = 304.8 mm, 1 cubic foot = 0.02832 m’. 

a. The minimum required distances shall not apply where fire barriers 
without openings or penetrations having a minimum fire-resistance 
rating of 2 hours interrupt the line of sight between the storage and the 
exposure. The configuration of the fire barrier shall be designed to allow 
natural ventilation to prevent the accumulation of hazardous gas 
concentrations. 


DISTANCE 
BETWEEN 
STORAGE 
AREAS 
(feet) 


QUANTITY OF 
GAS STORED 
(cubic feet at NTP) 


6304.2.2 Storage configuration for liquid and solid 
oxidizers. Storage configuration for liquid and solid 
oxidizers shall be in accordance with Table 6303.1.4 and 
Tables 6304.1.5(1) through 6304.1.5(3). 


6304.2.3 Storage configuration for oxidizing gases. 
Storage configuration for oxidizing gases shall be in 
accordance with Table 6304.2.1. 
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SECTION 6305 
USE 


6305.1 Scope. The use of oxidizers in amounts exceeding the 
maximum allowable quantity per control area indicated in 
Table 5003.1.1(1) or 5003.1.1(3) shall be in accordance with 
Sections 5001, 5003, 5005 and this chapter. Oxidizing gases 
shall also comply with Chapter 53. 


SECTION 6306 
LIQUID OXYGEN IN HOME HEALTH CARE 


6306.1 General. The storage and use of liquid oxygen (LOX) 
in home health care in Group I-4 and R occupancies shall 
comply with Sections 6306.2 through 6306.6, or shall be 
stored and used in accordance with Chapter 50. 


6306.2 Information and instructions to be provided. The 
seller of liquid oxygen shall provide the user with informa- 
tion in written form that includes, but is not limited to, the 
following: 


1. Manufacturer’s instructions and labeling for safe stor- 
age and use of the containers. 


2. Locating containers away from ignition sources, exits, 
electrical hazards and high-temperature devices in 
accordance with Section 6306.3.3. 


3. Restraint of containers to prevent falling in accordance 
with Section 6306.3.4. 


4, Requirements for handling containers in accordance 
with Section 6306.3.5. 


5. Safeguards for refilling containers in accordance with 
Section 6306.3.6. 


6. Signage requirements in accordance with Section 
6306.6. 


6306.3 Liquid oxygen home care containers. Containers of 
liquid oxygen in home health care shall be in accordance with 
Sections 6306.3.1 through 6306.3.6.3. 


6306.3.1 Maximum individual container capacity. 
Liquid oxygen home care containers shall not exceed an 
individual capacity of 15.8 gallons (60 L) in Group I-4 and 
R occupancies. Liquid oxygen ambulatory containers are 
allowed in Group I-4 and R occupancies. Containers of 
liquid oxygen in home health care shall also be stored, 
used and filled in accordance with Section 6306 and 
Sections 5503.1 and 5503.2. 


6306.3.2 Manufacturer’s instructions and labeling. 
Containers shall be stored, used and operated in accor- 
dance with the manufacturer’s instructions and labeling. 


6306.3.3 Locating containers. Containers shall not be 
located in areas where any of the following conditions 
exist: 


1. They can be overturned due to operation of a door. 
2. They are in the direct path of egress. 

3. They are subject to falling objects. 

4, They can become part of an electrical circuit. 
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5. Open flames and high-temperature devices can 
cause a hazard. 


6306.3.4 Restraining containers. Liquid oxygen home 
care containers shall be restrained while in storage or use 
to prevent falling caused by contact, vibration or seismic 
activity. Containers shall be restrained by one of the 
following methods: 


1. Restraining containers to a fixed object with one or 
more restraints. 


2. Restraining containers within a framework, stand or 
assembly designed to secure the container. 


3. Restraining containers by locating a container 
against two points of contact such as the walls of a 
corner of a room or a wall and a secure furnishing or 
object such as a desk. 


6306.3.5 Container handling. Containers shall be 
handled by use of a cart or hand truck designed for such 
use. 


Exceptions: 


1. Liquid oxygen home care containers equipped 
with a roller base. 


2. Liquid oxygen ambulatory containers are allowed 
to be hand carried. 


6306.3.6 Filling of containers. The filling of containers 
shall be in accordance with Sections 6306.3.6.1 through 
6306.3.6.3. 


6306.3.6.1 Filling location. Liquid oxygen home care 
containers and ambulatory containers shall be filled 
outdoors. 


Exception: Liquid oxygen ambulatory containers 
are allowed to be filled indoors where the supply 
container is specifically designed for filling such 
containers and written instructions are provided by 
the container manufacturer. 


6306.3.6.2 Incompatible surfaces. A drip pan compat- 
ible with liquid oxygen shall be provided under home 
care container fill and vent connections during the fill- 
ing process in order to protect against liquid oxygen 
spillage from coming into contact with combustible 
surfaces, including asphalt. 


6306.3.6.3 Open flames and _ high-temperature 
devices. The use of open flames and high-temperature 
devices shall be in accordance with Section 5003.7.2. 


6306.4 Maximum aggregate quantity. The maximum 
aggregate quantity of liquid oxygen allowed in storage and in 
use in each dwelling unit shall be 31.6 gallons (120 L). 


Exceptions: 


1. The maximum aggregate quantity of liquid oxygen 
allowed in Group I-4 occupancies shall be limited 
by the maximum allowable quantity set forth in 
Table 5003.1.1(1). 


2. Where individual sleeping rooms are separated from 
the remainder of the dwelling unit by fire barriers 
constructed in accordance with Section 707 of the 
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California Building Code, and horizontal assemblies 
constructed in accordance with Section 711 of the 
California Building Code, or both, having a mini- 
mum fire-resistance rating of 1 hour, the maximum 
aggregate quantity per dwelling unit shall be 
increased to allow not more than 31.6 gallons (120 
L) of liquid oxygen per sleeping-room. 


6306.5 Smoking prohibited. Smoking shall be prohibited in 
rooms or areas where liquid oxygen is in use. 


6306.6 Signs. Warning signs for occupancies using home 
health care liquid oxygen shall be in accordance with 
Sections 6306.6.1 and 6306.6.2. 


6306.6.1 No smoking sign. A sign stating “OX YGEN— 
NO SMOKING?” shall be posted in each room or area 
where liquid oxygen containers are stored, used or filled. 


6306.6.2 Premises signage. Where required by the fire 
code official, each dwelling unit or sleeping unit shall 
have an approved sign indicating that the unit contains 
liquid oxygen home care containers. 


6306.7 Fire department notification. Where required by the 
fire code official, the liquid oxygen seller shall notify the fire 
department of the locations of liquid oxygen home care 
containers. 
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CHAPTER 64 
PYROPHORIC MATERIALS 


User note: 


About this chapter: Chapter 64 regulates the hazards associated with pyrophoric materials, which are capable of spontaneously igniting in 
the air at or below a temperature of 130°F (54°C). Many pyrophoric materials also pose severe flammability or reactivity hazards. This chapter 
addresses only the hazards associated with pyrophoric materials. Materials that pose multiple hazards must conform to the requirements of 


this code with respect to all hazards. 


SECTION 6401 
GENERAL 


6401.1 Scope. The storage and use of pyrophoric materials 
shall be in accordance with this chapter. Compressed gases 
shall also comply with Chapter 53. 


6401.2 Permits. Permits shall be required as set forth in 
Section 105.5. 


SECTION 6402 
DEFINITION 


6402.1 Definition. The following term is defined in Chapter 
2: 


PYROPHORIC. 


SECTION 6403 
GENERAL REQUIREMENTS 


6403.1 Quantities not exceeding the maximum allowable 
quantity per control area. The storage and use of pyro- 
phoric materials in amounts not exceeding the maximum 
allowable quantity per control area indicated in Section 
5003.1 shall be in accordance with Sections 5001, 5003, 6401 
and 6403. 


6403.1.1 Emergency shutoff. Compressed gas systems 
conveying pyrophoric gases shall be provided with 
approved manual or automatic emergency shutoff valves 
that can be activated at each point of use and at each 
source. 


6403.1.1.1 Shutoff at source. An automatic emergency 
shutoff valve shall be installed on supply piping at the 
cylinder or bulk source. The shutoff valve shall be 
operated by a remotely located manually activated 
shutdown control located not less than 15 feet (4572 
mm) from the source of supply. Manual or automatic 
cylinder valves are allowed to be used as the required 
emergency shutoff valve where the source of supply is 
limited to unmanifolded cylinder sources. 


6403.1.1.2 Shutoff at point of use. A manual or auto- 
matic emergency shutoff valve shall be installed on the 
supply piping at the point of use or at a point where the 
equipment using the gas is connected to the supply 
system. 
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6403.2 Quantities exceeding the maximum allowable 
quantity per control area. The storage and use of pyro- 
phoric materials in amounts exceeding the maximum 
allowable quantity per control area indicated in Section 
5003.1 shall be in accordance with Chapter 50 and this 
chapter. 


SECTION 6404 
STORAGE 


6404.1 Indoor storage. Indoor storage of pyrophoric materi- 
als in amounts exceeding the maximum allowable quantity 
per control area indicated in Table 5003.1.1(1) shall be in 
accordance with Sections 5001, 5003 and 5004 and this 
chapter. 


The storage of silane gas, and gas mixtures with a silane 
concentration of 1.37 percent or more by volume, shall be in 
accordance with ANSI/CGA G-13. 


6404.1.1 Liquid-tight floor. In addition to the require- 
ments of Section 5004.12, floors of storage areas 
containing pyrophoric liquids shall be of liquid-tight 
construction. 


6404.1.2 Pyrophoric solids and liquids. Storage of pyro- 
phoric solids and liquids shall be limited to a maximum 
area of 100 square feet (9.3 m’) per pile. Storage shall not 
exceed 5 feet (1524 mm) in height. Individual containers 
shall not be stacked. 


Aisles between storage piles shall be not less than 10 
feet (3048 mm) in width. 


Individual tanks or containers shall not exceed 500 gal- 
lons (1893 L) in capacity. 


6404.1.3 Pyrophoric gases. Storage of pyrophoric gases 
shall be in detached buildings where required by Section 
5003.8.2. 


6404.1.4 Separation from incompatible materials. In 
addition to the requirements of Section 5003.9.8, indoor 
storage of pyrophoric materials shall be isolated from 
incompatible hazardous materials by 1|-hour fire barriers 
with openings protected in accordance with the California 
Building Code. 


Exception: Storage in approved hazardous materials 
storage cabinets constructed in accordance with Section 
5003.8.7. 
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6404.2 Outdoor storage. Outdoor storage of pyrophoric 
materials in amounts exceeding the maximum allowable 
quantity per control area indicated in Table 5003.1.1(3) shall 
be in accordance with Sections 5001, 5003 and 5004, and this 
chapter. 


The storage of silane gas, and gas mixtures with a silane 
concentration of 1.37 percent or more by volume, shall be in 
accordance with ANSI/CGA G-13. 


6404.2.1 Distance from storage to exposures. The sepa- 
ration of pyrophoric solids, liquids and gases from 
buildings, lot lines, public streets, public alleys, public 
ways or means of egress shall be in accordance with the 
following: 


1. Solids and liquids. Two times the separation 
required by Chapter 57 for Class IB flammable liq- 
uids, 


2. Gases. The location and maximum amount of pyro- 
phoric gas per storage area shall be in accordance 
with Table 6404.2.1, 


6404.2.2 Weather protection. Where overhead construc- 
tion is provided for sheltering outdoor storage areas of 
pyrophoric materials, the storage areas shall be provided 
with approved automatic fire-extinguishing system 
protection. 


SECTION 6405 
USE . 


6405.1 General. The use of pyrophoric materials in amounts 
exceeding the maximum allowable quantity per control area 
indicated in Table 5003.1.1(1) or 5003.1.1(3) shall be in 
accordance with Sections 5001, 5003, 5005 and this chapter. 


6405.2 Weather protection. Where overhead construction is 
provided for sheltering of outdoor use areas of pyrophoric 
materials, the use areas shall be provided with approved auto- 
matic fire-extinguishing system protection. 


6405.3 Silane gas. The use of silane gas, and gas mixtures 
with a silane concentration of 1.37 percent or more by 
volume, shall be in accordance with ANSI/CGA G-13. 


TABLE 6404.2.1 
PYROPHORIC GASES—DISTANCE FROM STORAGE TO EXPOSURES? 


MINIMUM DISTANCE 
TO LOT LINES OF 
PROPERTY THAT CAN 
BE BUILT ON 


MAXIMUM 
AMOUNT PER 
STORAGE AREA 


(cubic feet) 


MINIMUM DISTANCE 
BETWEEN 
STORAGE AREAS 


(feet) 


For SI: 1 foot = 304.8 mm, 1 cubic foot = 0.02832 m’*. 


(feet) 


MINIMUM DISTANCE MINIMUM DISTANCE TO BUILDINGS ON THE SAME 
TO PUBLIC PROPERTY 


STREETS, PUBLIC 
ALLEYS OR PUBLIC 
WAYS 


Two-hour Four-hour 
construction and no | construction and no 
openings within openings within 
25 feet 25 feet 


Nonrated 
construction or 
openings within 

25 feet 


a. The minimum required distances shall be reduced to 5 feet where protective structures having a minimum fire resistance of 2 hours interrupt the line of sight 
between the container and the exposure. The protective structure shall be not less than 5 feet from the exposure. The configuration of the protective structure 
shall allow natural ventilation to prevent the accumulation of hazardous gas concentrations, 
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CHAPTER 65 
PYROXYLIN (CELLULOSE NITRATE) PLASTICS 


User note: 


About this chapter: Chapter 65 addresses the significant hazards associated with pyroxylin (cellulose nitrate) plastics, which are the most 
dangerous and unstable of all plastic compounds. The chemically bound oxygen in their structure permits them to burn vigorously in the 
absence of atmospheric oxygen at a rate 15 times greater than comparable common combustibles. Strict compliance with the provisions of 
this chapter, along with proper housekeeping and storage arrangements, helps to reduce the hazards associated with pyroxylin (cellulose 


nitrate) plastics in a fire or other emergencies. 


SECTION 6501 
GENERAL 


6501.1 Scope. This chapter shall apply to the storage and 
handling of plastic substances, materials or compounds with 
cellulose nitrate (pyroxylin) as a base, by whatever name 
known, in the form of blocks, sheets, tubes or fabricated 
shapes. 


Cellulose nitrate (pyroxylin) motion picture film shall 
comply with the requirements of Section 306. 


6501.2 Permits. Permits shall be required as set forth in 
Section 105.5. 


SECTION 6502 
DEFINITIONS 


6502.1 Terms defined in Chapter 2. Words and terms used 
in this chapter and defined in Chapter 2 shall have the mean- 
ings ascribed to them as defined therein. 


SECTION 6503 
GENERAL REQUIREMENTS 


6503.1 Displays. Cellulose nitrate (pyroxylin) plastic articles 
are allowed to be placed on tables not more than 3 feet (914 
mm) wide and 10 feet (3048 mm) long. Tables shall be 
spaced not less than 3 feet (914 mm) apart. Where articles are 
displayed on counters, they shall be arranged in a like 
manner. 


6503.2 Space under tables. Spaces underneath tables shall 
be kept free from storage of any kind and accumulation of 
paper, refuse and other combustible material. 


6503.3 Location. Sales or display tables shall be so located 
that in the event of a fire at the table, the table will not inter- 
fere with free means of egress from the room in not less than 
one direction. 


6503.4 Lighting. Lighting shall not be located directly above 
cellulose nitrate (pyroxylin) plastic material, unless provided 
with a suitable guard to prevent heated particles from falling. 
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SECTION 6504 
STORAGE AND HANDLING 


6504.1 Raw material. Raw cellulose nitrate (pyroxylin) plas- 
tic material in a Group F building shall be stored and handled 
in accordance with Sections 6504.1.1 through 6504.1.7. 


6504.1.1 Storage of incoming material. Where raw 
material in excess of 25 pounds (11 kg) is received in a 
building or fire area, an approved vented cabinet or 
approved vented vault equipped with an approved auto- 
matic sprinkler system shall be provided for the storage of 
material. 


6504.1.2 Capacity limitations. Cabinets in any one work- 
room shall not contain more than 1,000 pounds (454 kg) of 
raw material. Each cabinet shall not contain more than 500 
pounds (227 kg). Each compartment shall not contain 
more than 250 pounds (114 kg). 


6504.1.3 Storage of additional material. Raw material in 
excess of that allowed by Section 6504.1.2 shall be kept in 
vented vaults not exceeding 1,500-cubic-foot capacity (43 
m’) of total vault space, and with approved construction, 
venting and sprinkler protection. 


6504.1.4 Heat sources. Cellulose nitrate (pyroxylin) plas- 
tic shall not be stored within 2 feet (610 mm) of heat- 
producing appliances, steam pipes, radiators or chimneys. 


6504.1.5 Accumulation of material. In factories manu- 
facturing articles of cellulose nitrate (pyroxylin) plastics, 
approved sprinklered and vented cabinets, vaults or stor- 
age rooms shall be provided to prevent the accumulation 
in workrooms of raw stock in process or finished articles. 


6504.1.6 Operators. In workrooms of cellulose nitrate 
(pyroxylin) plastic factories, operators shall not be 
stationed closer together than 3 feet (914 mm), and the 
amount of material per operator shall not exceed one 
shift’s supply and shall be limited to the capacity of three 
tote boxes, including material awaiting removal or use. 


6504.1.7 Waste material. Waste cellulose nitrate (pyrox- 
ylin) plastic materials such as shavings, chips, turnings, 
sawdust, edgings and trimmings shall be kept under water 
in metal receptacles until removed from the premises. 
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6504.2 Fire protection. The manufacture or storage of arti- 
cles of cellulose nitrate (pyroxylin) plastic in quantities 
exceeding 100 pounds (45 kg) shall be located in a building 
or portion thereof equipped throughout with an approved 
automatic sprinkler system in accordance with Section 
9035: 00 i 


6504.3 Sources of ignition. Sources of ignition shall not be 
located in rooms in which cellulose nitrate (pyroxylin) plastic 
in excess of 25 pounds (11 kg) is handled or stored. 


6504.4 Heating. Rooms in which cellulose nitrate (pyrox- 
ylin) plastic is handled or stored shall be heated by low- 
pressure steam or hot water radiators. 
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CHAPTER 66 
UNSTABLE (REACTIVE) MATERIALS 


User note: 


About this chapter: Chapter 66 addresses the hazards of unstable (reactive) liquid and solid materials as well as unstable (reactive) 
compressed gases. In addition to their unstable reactivity, these materials may pose other hazards, such as toxicity, corrosivity, explosivity, 
flammability or oxidizing potential. This chapter, however, is intended to address those materials whose primary hazard is unstable reactivity. 
Materials that pose multiple hazards must conform to the requirements of the code with respect to all hazards. Strict compliance with the 
provisions of this chapter, along with proper housekeeping and storage arrangements, helps to reduce the exposure hazards associated with 


unstable (reactive) materials in a fire or other emergency. 


SECTION 6601 
GENERAL 


6601.1 Scope. The storage and use of unstable (reactive) 
materials shall be in accordance with this chapter. 
Compressed gases shall also comply with Chapter 53. 


Exceptions: 


1. Display and storage in Group M and storage in 
Group S occupancies complying with Section 
5003.11. 


2. Detonable unstable (reactive) materials shall be 
stored in accordance with Chapter 56. 


6601.2 Permits. Permits shall be required as set forth in 
Section 105.5. 


SECTION 6602 
DEFINITION 


6602.1 Definition. The following term is defined in Chapter 
ak 
UNSTABLE (REACTIVE) MATERIAL. 

Class 4. 

Class 3. 

Class 2. 

Class 1. 


SECTION 6603 
GENERAL REQUIREMENTS 


6603.1 Quantities not exceeding the maximum allowable 
quantity per control area. Quantities of unstable (reactive) 
materials not exceeding the maximum allowable quantity per 
control area shall be in accordance with Sections 6603.1.1 
through 6603.1.2.5. 


6603.1.1 General. The storage and use of unstable (reac- 
tive) materials in amounts not exceeding the maximum 
allowable quantity per control area indicated in Section 
5003.1 shall be in accordance with Sections 5001, 5003, 
6601 and 6603. 
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6603.1.2 Limitations for indoor storage and use by 
occupancy. The indoor storage of unstable (reactive) 
materials shall be in accordance with Sections 6603.1.2.1 
through 6603.1.2.5. 


6603.1.2.1 Group A, E, I or U occupancies. In Group 
A, E, I or U occupancies, any amount of Class 3 and 4 
unstable (reactive) materials shall be stored in accor- 
dance with the following: 


1. Class 3 and 4 unstable (reactive) materials shall 
be stored in hazardous material storage cabinets 
complying with Section 5003.8.7. 


2. The hazardous material storage cabinets shall not 
contain other storage. 


6603.1.2.2 Group R occupancies. Class 3 and 4 unsta- 
ble (reactive) materials shall not be stored or used 
within Group R occupancies. 


6603.1.2.3 Group M occupancies. Class 4 unstable 
(reactive) materials shall not be stored or used in retail 
sales portions of Group M occupancies. 


6603.1.2.4 Offices. Class 3 and 4 unstable (reactive) 
materials shall not be stored or used in offices of Group 
B, F, M or S occupancies. 


6603.1.2.5 Classrooms. In classrooms in Group B, F or 
M occupancies, any amount of Class 3 and 4 unstable 
(reactive) materials shall be stored in accordance with 
the following: 


1. Class 3 and 4 unstable (reactive) materials shall 
be stored in hazardous material storage cabinets 
complying with Section 5003.8.7. 


2. The hazardous material storage cabinets shall not 
contain other storage. 


6603.2 Quantities exceeding the maximum allowable 
quantity per control area. The storage and use of unstable 
(reactive) materials in amounts exceeding the maximum 
allowable quantity per control area indicated in Section 
5003.1 shall be in accordance with Chapter 50 and this 
chapter. 
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SECTION 6604 
STORAGE 


6604.1 Indoor storage. Indoor storage of unstable (reactive) 
materials in amounts exceeding the maximum allowable 
quantity per control area indicated in Table 5003.1.1(1) shall 
be in accordance with Sections 5001, 5003, 5004 and this 
chapter. 


In addition, Class 3 and 4 unstable (reactive) detonable 
materials shall be stored in accordance with the California 
Building Code requirements for explosives. 


6604.1.1 Detached storage. Storage of unstable (reactive) 
materials shall be in detached buildings where required in 
Section 5003.8.2. 


6604.1.2 Explosion control. Indoor storage rooms, areas 
and buildings containing Class 3 or 4 unstable (reactive) 
materials shall be provided with explosion control in 
accordance with Section 911. 


6604.1.3 Liquid-tight floor. In addition to Section 
5004.12, floors of storage areas for liquids and solids shall 
be of liquid-tight construction. 


6604.1.4 Storage configuration. Unstable (reactive) 
materials stored in quantities greater than 500 cubic feet 
(14 m’) shall be separated into piles, each not larger than 
500 cubic feet (14 m’). Aisle width shall be not less than 
the height of the piles or 4 feet (1219 mm), whichever is 
greater. 


Exception: Materials stored in tanks. 


6604.1.5 Location in building. Unstable (reactive) mate- 
rials shall not be stored in basements. 


6604.2 Outdoor storage. Outdoor storage of unstable (reac- 
tive) materials in amounts exceeding the maximum allowable 
quantities per control area indicated in Table 5003.1.1(3) 
shall be in accordance with Sections 5001, 5003, 5004 and 
this chapter. 


6604.2.1 Distance from storage to exposures Class 4 
and 3 (detonable) materials. Outdoor storage of Class 4 
or 3 (detonable) unstable (reactive) material shall be in 
accordance with Table 5604.5.2(2). The number of pounds 
of material listed in the table shall be the net weight of the 
material present. Alternatively, the number of pounds of 
material shall be based on a trinitrotoluene (TNT) equiva- 
lent weight. 


6604.2.2 Distance from storage to exposures Class 3 
(deflagratable) materials. Outdoor storage of deflagrat- 
able Class 3 unstable (reactive) materials shall be in 
accordance with Table 5604.5.2(3). The number of pounds 
of material listed shall be the net weight of the material 
present. 
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6604.2.3 Distance from storage to exposures Class 2 
and 1 materials. Outdoor storage of Class 2 or | unstable 
(reactive) materials shall not be located within 20 feet 
(6096 mm) of buildings not associated with the manufac- 
ture or distribution of such materials, lot lines, public 
streets, public alleys, public ways or means of egress. The 
minimum required distance shall not apply where fire 
barriers without openings or penetrations having a mini- 
mum fire-resistance rating of 2 hours interrupt the line of 
sight between the storage and the exposure. The fire 
barrier shall either be an independent structure or the exte- 
rior wall of the building adjacent to the storage area. 


6604.2.4 Storage configuration. Piles of unstable (reac- 
tive) materials shall not exceed 1,000 cubic feet (28 m’). 


6604.2.5 Aisle widths. Aisle widths between piles shall be 
not less than one-half the height of the pile or 10 feet 
(3048 mm), whichever is greater. 


SECTION 6605 
USE 


6605.1 General. The use of unstable (reactive) materials in 
amounts exceeding the maximum allowable quantity per 
control area indicated in Table 5003.1.1(1) or 5003.1.1(3) 
shall be in accordance with Sections 5001, 5003, 5005 and 
this chapter. 
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CHAPTER 67 
WATER-REACTIVE SOLIDS AND LIQUIDS 


User note: 


About this chapter: Chapter 67 addresses the hazards associated with water-reactive materials that are solid or liquid at normal tempera- 
tures and pressures. In addition to their water reactivity, these materials may pose a wide range of other hazards, such as toxicity, 
flammability, corrosiveness or oxidizing potential. This chapter addresses only those materials whose primary hazard is water reactivity. Mate- 
rials that pose multiple hazards must conform to the requirements of this code with respect to all hazards. Strict compliance with the 
requirements of this chapter, along with proper housekeeping and storage arrangements, helps to reduce the exposure to hazards associated 


with water-reactive materials in a fire or other emergency. 


SECTION 6701 
GENERAL 


6701.1 Scope. The storage and use of water-reactive solids 
and liquids shall be in accordance with this chapter. 


Exceptions: 


1. Display and storage in Group M and storage in 
Group S occupancies complying with Section 
5003.11. 

2. Detonable water-reactive solids and liquids shall be 
stored in accordance with Chapter 56. 


6701.2 Permits. Permits shall be required as set forth in 
Section 105.5. 


SECTION 6702 
DEFINITION 


6702.1 Definition. The following term is defined in Chapter 
yi: 


WATER-REACTIVE MATERIAL. 


Class 3. 
Class 2. 
Class 1. 
SECTION 6703 
GENERAL REQUIREMENTS 


6703.1 Quantities not exceeding the maximum allowable 
quantity per control area. The storage and use of water- 
reactive solids and liquids in amounts not exceeding the 
maximum allowable quantity per control area indicated in 
Section 5003.1 shall be in accordance with Sections 5001, 
5003, 6701 and 6703. 


6703.2 Quantities exceeding the maximum allowable 
quantity per control area. The storage and use of water- 
reactive solids and liquids in amounts exceeding the maxi- 
mum allowable quantity per control area indicated in Section 
5003.1 shall be in accordance with Chapter 50 and this 
chapter. 
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SECTION 6704 
STORAGE 


6704.1 Indoor storage. Indoor storage of water-reactive 
solids and liquids in amounts exceeding the maximum allow- 
able quantity per control area indicated in Table 5003.1.1(1), 
shall be in accordance with Sections 5001, 5003, 5004 and 
this chapter. 


6704.1.1 Detached storage. Storage of water-reactive 
solids and liquids shall be in detached buildings where 
required by Section 5003.8.2. 


6704.1.2 Liquid-tight floor. In addition to the provisions 
of Section 5004.12, floors in storage areas for water- reac- 
tive solids and liquids shall be of liquid-tight construction. 


6704.1.3 Waterproof room. Rooms or areas used for the 
storage of water-reactive solids and liquids shall be 
constructed in a manner that resists the penetration of 
water through the use of waterproof materials. Piping 
carrying water for other than approved automatic sprinkler 
systems shall not be within such rooms or areas. 


6704.1.4 Watertight containers. Where Class 3 water- 
reactive solids and liquids are stored in areas equipped 
with an automatic sprinkler system, the materials shall be 
stored in closed watertight containers. 


6704.1.5 Storage configuration. Water-reactive solids 
and liquids stored in quantities greater than 500 cubic feet 
(14 m’) shall be separated into piles, each not larger than 
500 cubic feet (14 m’). Aisle widths between piles shall be 
not less than the height of the pile or 4 feet (1219 mm), 
whichever is greater. 


Exception: Water-reactive solids and liquids stored in 

tanks. 

Class 2 water-reactive solids and liquids shall not be 
stored in basements unless such materials are stored in 
closed watertight containers or tanks. 

Class 3 water-reactive solids and liquids shall not be 
stored in basements. 

Class 2 or 3 water-reactive solids and liquids shall not 
be stored with flammable liquids. 


6704.1.6 Explosion control. Indoor storage rooms, areas 
and buildings containing Class 2 or 3 water-reactive solids 
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and liquids shall be provided with explosion control in 
accordance with Section 911. 


6704.2 Outdoor storage. Outdoor storage of water-reactive 
solids and liquids in quantities exceeding the maximum 
allowable quantity per control area indicated in Table 
5003.1.1(3) shall be in accordance with Sections 5001, 5003, 
5004 and this chapter. 


6704.2.1 General. Outdoor storage of water-reactive 
solids and liquids shall be within tanks or closed water- 
tight containers and shall be in accordance with Sections 
6704.2.2 through 6704.2.5. 


6704.2.2 Class 3 distance to exposures, Outdoor storage 
of Class 3 water-reactive solids and liquids shall not be 
within 75 feet (22 860 mm) of buildings, lot lines, public 
streets, public alleys, public ways or means of egress. 


6704.2.3 Class 2 distance to exposures. Outdoor storage 
of Class 2 water-reactive solids and liquids shall not be 
within 20 feet (6096 mm) of buildings, lot lines, public 
streets, public alleys, public ways or means of egress. A 2- 
hour fire barrier without openings or penetrations, and 
extending not less than 30 inches (762 mm) above and to 
the sides of the storage area, is allowed in lieu of such 
distance. The wall shall either be an independent structure, 
or the exterior wall of the building adjacent to the storage 
area. 


6704.2.4 Storage conditions. Class 3 water-reactive 
solids and liquids shall be limited to piles not greater than 
500 cubic feet (14 m’). 


Class 2 water-reactive solids and liquids shall be lim- 
ited to piles not greater than 1,000 cubic feet (28 m’). 


Aisle widths between piles shall be not less than one- 
half the height of the pile or 10 feet (3048 mm), whichever 
is greater. 


6704.2.5 Containment. Secondary containment shall be 
provided in accordance with the provisions of Section 
5004.2.2. 


SECTION 6705 
USE 


6705.1 General. The use of water-reactive solids and liquids 
in amounts exceeding the maximum allowable quantity per 
control area indicated in Table 5003.1.1(1) or 5003.1.1(3) 
shall be in accordance with Sections 5001, 5003, 5005 and 
this chapter. 
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CHAPTERS 68 through 79 
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68-1 
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a) Part ViI—Referenced Standards 


CHAPTER 80 
REFERENCED STANDARDS 


User note: 


About this chapter: This code contains numerous references to standards promulgated by other organizations that are used to provide 
requirements for materials and methods of construction. This chapter contains a comprehensive list of all standards that are referenced in this 
code. These standards, in essence, are part of this code to the extent of the reference to the standard. 


This chapter lists the standards that are referenced in various sections of this document. The standards are listed herein by the promulgating 
agency of the standard, the standard identification, the effective date and title, and the section or sections of this document that reference the 
Standard. The application of the referenced standards shall be as specified in Section 102.7. 


AASHTO American Association of State Highway and Transportation Officials 
444 North Capitol Street, NW, Suite 249 
Washington, DC 20001 
HB-17—2002: Specification for Highway Bridges, 17th Edition 2002 
503.2.6 


AF SI Architectural Fabric Structures Institute 
c/o Industrial Fabric Association International 
1801 County Road B West 
Roseville, MN 55113 
FSAAS—16: Fabric Structures Associated Air Structures 2016 
3103.10.2 


ANSI American National Standards Institute 
25 West 43rd Street, 4th Floor 
New York, NY 10036 
ANSI E1.21—2013: Entertainment Technology: Temporary Structures Used for Technical Production of Outdoor Entertainment 
Events 
3105.1, 3105.4, 3105.5 


AP. "A APA — The Engineered Wood Association 
7011S. 19th Street 
Tacoma, WA 98466-5333 


ANSVAPA PRG 320—18: Standard for Performance-rated Cross Laminated Timber 
FUL OG IA. Sil 2. SSUES 


API American Petroleum Institute 
1220 L Street, NW 
Washington, DC 20005 
Publ 2009—7th Edition (2002, R2012): Safe Welding and Cutting Practices in Refineries, Gas Plants and Petrochemical Plants 
5706.7 
Publ 2028 3rd Edition—(2002, R2010): Flame Arrestors in Piping Systems 
5704.2.7.3.2 
Publ 2201 5th Edition—(2003, R2010): Procedures for Welding or Hot Tapping on Equipment in Service 
5706.7 
RP 651—4th Edition (2014): Cathodic Protection of Aboveground Petroleum Storage Tanks 
5706.7, 5706.7.1 
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APi—continued ~ 
RP 752— 3rd Edition (2009): Management of Hazards Associated with Location of Process Plant Buildings, CMA Managers Guide 
5706.7 
RP 1604—3rd Edition (1996 R2010): Closure of Underground Petroleum Storage Tanks 
5704.2.13 
RP 1615—(1996) 6th Edition (2011): Installation of Underground-petroleum Storage Systems 
5704.2.13.1.5, 5706.7 
RP 2001—9th Edition (2012): Fire Protection in Refineries, 8th Edition 
5706.7 
RP 2003—8th Edition (2015): Protection Against Ignitions Arising out of Static, Lightning and Stray Currents 
5706.7 
RP 2023—3rd Edition (2001, R2006): Guide for Safe Storage and Handling of Heated Petroleum-derived Asphalt Products and 
Crude-oil Residue 
5706.7, 5706.7.3 
Std 653—Sth Edition (2018): Tank Inspection, Repair, Alteration and Reconstruction 
5706.7 
Std 2000—7th Edition (2014): Venting Atmosphere and Low-pressure Storage Tanks: Nonrefrigerated and Refrigerated 
5704.2.7.3.2 
Std 2015—8th Edition 2001 (2018): Requirements for Safe Entry and Clearing of Petroleum Storage Tanks 
5706.7, 5706.7.2 
Std 2350— 4th Edition (2012): Overfill Protection for Storage Tanks in Petroleum Facilities, 3rd Edition 
5704.2.7.5.8, 5706.4.6, 5706.7 


ASCE/ SEI American Society of Civil Engineers 


Structural Engineering Institute 
Reston, VA 20191-4400 


ASCE/SEI 24—20: Flood Resistant Design and Construction 
1203.1.8 


ASHRAE ASHRAE 


1791 Tullie Circle NE 
Atlanta, GA 30329 


15—2019 


Safety Standard for Refrigeration Systems 
608.1.1, 608.18.2 


170—2017 
Ventilation of Health Care Facilities 
1020.6 
ASME American Society of Mechanical Engineers 


Two Park Avenue 
New York, NY 10016-5990 
A13.1—2020: Scheme for the Identification of Piping Systems 
3509.3, 5003.2.2.1, 5303.4.3, 5503.4.5, 5703.5.2 


A17.1—2019/CSA B44—19 the edition as referenced in: Safety Code for Elevators and Escalators, California Code of Regulations, Title 
8, Division 1, Chapter 4, Subchapter 6, Elevator Safety Orders 
508.1.6, 604.2, 606.2.5, 606.8.6, 606.8.6.1, 606.8.6.2, 606.8.6.3, 606.8.6.4, 907.3.3, 1009.4.1, 
1103.3.3 


A17.3—2020: Safety Code for Existing Elevators and Escalators California Code of Regulations, Title 8, Division 1, Chapter 4, 
Subchapter 6, Elevator Safety Orders 
1103.3.1, 1103.3.2 


B16.18—2018: Cast Copper-alloy Solder-joint Pressure Fittings 
909.13.1 
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ASME—continued 
B16.22—2018: Wrought Copper and Copper-alloy Solder-joint Pressure Fittings 
909.13.1 
B31.1—2020: Power Piping 
5003.2.2, Table 5703.6.2 
B31.3—2020: Process Piping : 
5003.2.2.2, Table 5703.6.2 
B31.4—2019: Pipeline Transportation Systems for Liquids and Slurries 
Table 5703.6.2 
B31.9—2020: Building Services Piping 
Table 5703.6.2, 5703.6.3, 5703.6.11 
BPE—2009: Bioprocessing Equipment Standard 


BPVC—2019: ASME Boiler and Pressure Vessel Code (Sections I, II, 1V, V & VI, VIII) 
5003.2.1, 5303.2, 5303.3.2, 5503.2.6, 5503.4.3, 5503.7, 5704.2.13.1.5, 5806.3.1, 5806.4.1, 5806.4.8 


ASSP American Society of Safety Professionals 
520 N. Northwest Highway 
Park Ridge, IL 60068 


ANSI/ASSP Z359.1—2020: The Fall Protection Code 
1015.6, 1015.7 


AS T™™! ASTM International 


100 Barr Harbor Drive, P.O. Box C700 
West Conshohocken, PA 19428-2959 


B42—1Sa: Specification for Seamless Copper Pipe, Standard Sizes 


909.13.1 
B43—15: Specification for Seamless Red Brass Pipe, Standard Sizes 
909.13.1 
B68/B68M—11: Specification for Seamless Copper Tube, Bright Annealed (Metric) 
909.13.1 
B88—16: Specification for Seamless Copper Water Tube 
909.13.1 
B251/B251M—17: Specification for General Requirements for Wrought Seamless Copper and Copper-alloy Tube 
' 909.13.1 
B280—18: Specification for Seamless Copper Tube for Air Conditioning and Refrigeration Field Service 
909. 13.1 
D56—16a: Test Method for Flash Point by Tag Closed Cup Tester 
202 
D86—17: Test Method for Distillation of Petroleum Products at Atmospheric Pressure 
202 


D92—18: Test Method for Flash and Fire Points by Cleveland Open Cup Tester 
202, 2401.2, 5001.1, 5104.1.1, 5104.1.2, 5701.2 


D93—18: Test Method for Flash Point by Pensky-Martens Closed Up Tester 
202 


D323—15A: Test Method for Vapor Pressure of Petroleum Products (Reid Method) 
202 


D2859—16: Standard Test Method for Ignition Characteristics of Finished Textile Floor Covering Materials 
804.3.3.1, 804.3.3.2 


D3278—96(2011): Test Methods for Flash Point of Liquids by Small Scale Closed-cup Apparatus 
202 


D3498—03(2011): Standard Specification for Adhesives for Field-Gluing Plywood to Lumber Framing for Floor Systems 
701.6, 914.3.1.2, 3303.5 
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ASTM—continued ( 


E84—18b: Standard Test Method for Surface Burning Characteristics of Building Materials 
202, 803.1, 803.1.2, 803.3, 803.5.2, 803.10, 803.12, 803.13, 804.1.1, 804.1.2, 804.2.4, 3305.9 


E108—17: Standard Test Methods for Fire Tests of Roof Coverings 
Bl dite dA 


E648—17a: Standard Test Method for Critical Radiant Flux of Floor-covering Systems Using a Radiant Heat Energy Source 
804.3.1, 804.3.2, 804.4 


E681—09(2015): Test Method for Concentration Limits of Flammability of Chemicals (Vapors and Gases) 
202 


E1354—17: Standard Test Method for Heat and Visible Smoke Release Rates for Materials and Products Using an Oxygen 
Consumption Calorimeter 
304.3.2, 304.3.4, 318.1, 808.1, 808.2, 2310.5.3, 3305.2.3, 3305.9, 3603.4 


E1529—16e1: Standard Test Method for Determining Effects of Large Hydrocarbon Pool Fires on Structural Members and Assemblies 
5704.2.9.2.3 


E1537—16: Test Method for Fire Testing of Upholstered Furniture 
805.1.1.2, 805.2.1.2, 805.3.1.2, 805.4.1.2 


E1590—17: Test Method for Fire Testing of Mattresses 
805.1.2.2, 805.2.2.2, 805.3.2.2.1, 805.4.2.2 


E1966—15: Standard Test Method for Fire-resistant Joint Systems 
202 


E2072—14: Standard Specification for Photoluminescent (Phosphorescent) Safety Markings 
1025.4 


E2404—17: Standard Practice for Specimen Preparation and Mounting of Textile, Paper or Polymeric (Including Vinyl) and Wood 
Wall or Ceiling Coverings, Facing and Veneers to Assess Surface Burning Characteristics 
803.5.1, 803.5.2, 803.12 ( 


E2573—17: Standard Practice for Specimen Preparation and Mounting of Site-fabricated Stretch Systems to Assess Surface Burning 7 
Characteristics 
803.10 


E2579—15: Standard Practice for Specimen Preparation and Mounting of Wood Products to Assess Surface Burning Characteristics 
803.13 


E3082—17: Standard Test Methods for Determining the Effectiveness of Fire-retardant Treatments for Natural Christmas Trees 
806.1.4 


F1085—14: Standard Specification for Mattress and Box Springs for Use in Berths in Marine Vessels 
$05;:3,2,202 


F2006—17: Standard/Safety Specification for Window Fall Prevention Devices for Non-emergency Escape (Egress) and Rescue 
(Ingress) Windows 
1015.8 


F2090—17: Specification for Window Fall Prevention Devices with Emergency Escape (Egress) Release Mechanisms 
1015.8, 1015.8.1, 1031.2.1 


F2200—17: Standard Specification for Automated Vehicular Gate Construction 


503.5, 503.6 
F2374—21a: Standard Practice for Design, Manufacture, Operation, and Maintenance of Inflatable Amusement Devices 
3106.2 
BHMA Builders Hardware Manufacturers’ Association 


355 Lexington Avenue, 15th Floor 
New York, NY 10017 


A156.10—2017: Power-operated Pedestrian Doors 


1010.3.2 

3 

A156.19—2019: Power Assist and Low-energy Power-operated Doors ' 
1010.3.2 


A156.27—2019: Power- and Manual-operated Revolving Pedestrian Doors 
1010.3.1, 1010.3.1.1 
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BHMA—continued 


A156.38—2019: Low-energy Power-operated Sliding and Folding Doors 
1010.3.2 


CA : State of California Department of Consumer Affairs 
Bureau of Electronics and Appliance Repair, Home Furnishings and Thermal Insulation 
4244 South Market Court, Suite D 
Sacramento, CA 95834-1243 
California Technical Bulletin 129—1992; Flammability Test Procedure for Mattresses for Use in Public Buildings 
805.1.2.2, 805.2.2.2, 805.3.2.2.1, 805.4.2.2 


California Technical Bulletin 133—1991: Flammability Test Procedure for Seating Furniture for Use in Public Occupancies 
805.1.1.2, 805.2.1.2, 805.4.1.2 


CGA Compressed Gas Association 


14501 George Carter Way, Suite 103 
Chantilly, VA 20151 
ANSI/CGA G-13—(2016): Storage and Handling of Silane and Silane Mixtures (an American National Standard) 
6404.1, 6404.2, 6405.3 
ANSI/CGA P-18—(2013): Standard for Bulk Inert Gas Systems 
5501.1 
C-7—(2014): Guide to Classification and Labeling of Compressed Gases 
5303.4.2, 5503.4.2 
P-1—(2015): Standard for Safe Handling of Compressed Gases in Containers 
5305.7 
S-1.1—(2011): Pressure Relief Device Standards—Part 1—Cylinders for Compressed Gases 
5303.3.2, 5503.2 
S-1.2—(2009): Pressure Relief Device Standards—Part 2—Cargo and Portable Tanks for Compressed Gases 
$303,3.220503.2 
S-1.3—(2008): Pressure Relief Device Standards—Part 3—Stationary Storage Containers for Compressed Gases 
5303.3.2, 5503.2 


V-1—(2013): Standard for Gas Cylinder Valve Outlet and Inlet Connections 
D052) 


C GR Coast Guard Regulations 


c/o Superintendent of Documents 
U.S. Government Printing Office 
Washington, DC 20402-9325 


46 CFR Parts 30, 32, 35 & 39—1999: Shipping 


5706.8 
CPSC Consumer Product Safety Commission 
4330 East-West Highway 
Bethesda, MD 20814 
16 CFR Part 1500—2009: Hazardous Substances and Articles; Administration and Enforcement Regulations 
202, 5601.1.3 
16 CFR Part 1500.41—2009: Method for Testing Primary Irritant Substances 
202 
16 CFR Part 1500.42—2009: Test for Eye Irritants 
202 
16 CFR Part 1500.44—2009: Method for Testing Extremely Flammable and Flammable Solids 
202 
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CPSC—continued 


16 CFR Part 1507—2002: Fireworks Devices t, 
202, 5601.1.3 


16 CFR Part 1630—2007: Standard for the Surface Flammability of Carpets and Rugs 
804,3.3.1, 804.3.3.2 


C SA CSA Group 


8501 East Pleasant Valley Road 
Cleveland, OH 44131 


ANSI Z21.69/CSA 6.16—2015:; Connectors for Movable Gas Appliances 
319.5, 606.4 


ANSI Z83.26/CSA 2.37—2014: Gas-fired Outdoor Infrared Patio Heaters 
605.5.2.2.1 


CSA FC1—2012: Stationary Fuel Cell Power Systems 
1206.3 


CSA/ANSI NGV 2—2016: Compressed Natural Gas Vehicle Fuel Containers 
3199.18 


CSA/ANSI NGYV 5.1—2016: Residential Fueling Appliances 
2308.2.3 


CSA/ANSI NGV 5.2—2017: Vehicle Fueling Appliances 
2308.2.4 


DOC U.S. Department of Commerce 
1401 Constitution Avenue, NW 
Washington, DC 20230 
16 CFR Part 1632—2015: Standard for the Flammability of Mattress and Mattress Pads (FF 4-72, Amended) 
805.1.2.1, 805.2.2.1, 805.3.2.1, 805.4.2.1 


DOL U.S. Department of Labor 


c/o Superintendent of Documents 
U.S. Government Printing Office 
Washington, DC 20402-9325 


29 CFR Part 1910.1000—2015: Air Contaminants 


202, 2104.2.1 
29 CFR Part 1910.1200—2015: Hazard Communication 
202, 5603.6 
DOTn U.S. Department of Transportation 


Office of Hazardous Material Safety 
1200 New Jersey Avenue SE 
East Building 2nd Floor 
Washington, DC 20590 
33 CFR Part 154—2015: Facilities Transferring Oil or Hazardous Material in Bulk 
5706.8 


33 CFR Part 155—2015: Oil or Hazardous Material Pollution Prevention Regulations for Vessels 
5706.8 


33 CFR Part 156—2015: Oil and Hazardous Material Transfer Operations 
5706.8 


49 CFR Part 172—2015: Hazardous Materials Tables, Special Provisions, Hazardous Materials Communications, Emergency 
Response Information and Training Requirements 
5604.6.5.2 — 
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DOTn—continued 
49 CFR Part 173—2009: Shippers—General Requirements for Shipments and Packagings 
5104.1.1, 5104.1.2, 5606.3 


49 CFR Part 173.137—2009; Shippers—General Requirements for Shipments and Packagings: Class 8—Assignment of Packing 
Group 
202 
49 CFR Part 173.192—2006: Packaging for Certain Toxic Gases in Hazard Zone A 
Table 5003.8.2 
49 CFR Part 178—2015: Specifications for Packagings 
3505.4 


49 CFR Parts 100-185—2015: Hazardous Materials Regulations 
202, 3505.4, 5303.2, 5503.4.3, 5503.7, 5601.1, 5601.1.3, 5601.3, 5706.5.1.15 


DOTYy U.S. Department of Treasury 


c/o Superintendent of Documents 
Washington, DC 20402-9325 
27 CFR Part 555—2015; Commerce in Explosives, as amended through April 1, 1998 
202, 5604.6.5.2 


EN European Committee for Standardization (EN) 
Central Secretariat 

Rue de Stassart 36 

B-10 50 Brussels 


European Standard EN 1081—1998: Resilient Floor Coverings—Determination of the Electrical Resistance 
2309.5.1.1 


FCC Federal Communications Commission 
Wireless Telecommunications Bureau (WTB) 

445 12th Street SW 

Washington, DC 20554 


47 CFR Part 90.219—2014; Private Land Mobile Radio Services—Use of Signal Boosters 
510.5.5 


FM FM Approvals 


Headquarters Office 

1151 Boston-Providence Turnpike 
P.O. Box 9102 

Norwood, MA 02062 


3260—00: Radiant Energy-Sensing Fire Detectors for Automatic Fire Alarm Signaling 

3011—99; Approval Standard for Central Station Service for Fire Alarm and Protective Equipment Supervision 
907.7.5.2 

4430—2012: Approval Standard for Heat and Smoke Vents 
910.3.1 


ANSI/FM 4996—2019: Approval Standard for Classification of Pallets and Other Material Handling Products as Equivalent to Wood 
Pallets 
315.7.5, 3206.4.1.1 
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ICC 


International Code Council, Inc. 
500 New Jersey Avenue, NW 


Washington, DC 20001 


CBC—22: California Building Code 


201.3, 202, 304.1.3, 306.1, 311.1.1, 311.3, 313.1, 317.1, 322.4.2.2, 322.4.3.1, 403.7.3.4, 403.10.4, 
404.2.1, 404.6.3, 404.6.4, 404.6.5, 404.6.5.3, 504.1, 508.1, 508.1.2, 510.5.1, 603.1, 604.1, 604.4, 
604.5, 604.5.1, 604,5.2, 604.5.3, 604.5.4, 604.6.4.2, 604.6.4.4, 605.2.1.1, 605.3, 605.4.2.6, 605.6.2, 
605.8, 701.1, 701.6, 801.1, 803.1, Table 803.3, 803.11.1, 803.11.2, 803.15, 807.2, 807.5,1.2, 808.1, 
808.2, 808.5, 901.4, 901.4.1, 901.4.2, 901.4.3, 901.4.4, Table 902,2.11.6, 903.2, 903,2.21, 903.2.5.2, 
903.2.6, 903.2.8, 903.2.9.1, 903.2,10, 903.3.1.1.1, 903.3.1.2, 903.3,1.2.1, 903.3.1.2.3, 903.3.2, 904.14, 
9053.9, 905.4, 907.11, GOT.2.1, 9072.3.1, 907,2,6.2, 907.26.2,2, 9072.0,3,3, 9072.15 9012s, 
907.2.18,°907.2.215:907.2:25.2) 907;4,2.2, 907.5.2.lyTable 907.5, 2.3.2i.907,6,6.,909,1,.909,2,.909;3, 
909.4.3,9,909.5, 909.53, 909.5,3.1, 909,5.3.2,-909.6.3, 909.105, 909.111. 909,108.38, 909.20:2, 
909.20,2.1, 909,20,3.1, 909.20,3.2, 909.20.6.1, 909.21.1, 910.4.5, Table 911.1, 911.2, 913.2.1, 914.1, 
914.2.1, 914.3.1, 914.3.2, 914.3.8, 914.3.8.2, 914.4.1, 914.5.3, 914.7, Table 914.8.3, 914.8.3.2, 
914.10, 915.1.6, 1003.1, 1003.2, 1003.3.4, 1003.5, Table 1004.5, 1004.6, 1005.7.2, 1006.2.1, Table 
1006.2.1, Table 1006.3.4(2), 1008.3.4, 1009.1, 1009.2, 1009.4.1, 1009.4.2, 1009.5, 1009.6.4, 
1009.7.2, 1010.1,2.1, 1010.1.4, 1010.1.6, 1010.2.2, 0/0.2.5, 1010,2.7, /010.2.9, 1010.3.1, 1010.3.3, 
1011.5.2, 1011.7, 1011.10, 1011.11, 1011.12,2, 1012.6.3, 1012.6.4, 1073.4, 1013.7, 1014.1, 1015.2, 
1015.2.1, 1016.2, Table 1017.2, 1018.3, 1018.5, 1019.3, 1019.4, 1020.2, Table 1020.2, 1020.2.1, 
Table 1020.3, 1021.4; £022.3,. 1023.2,.1023/3.1, 1023;4..1023.5591023.6, 1023.7, 102519) 1023.12: 
1023.12.1, 1023.12.2, 1024.3, 1024.5, 1024.6, 1024.7, 1024.8, 1026.2, 1026.3, 1026.4.1, 1027.5, 
102827 1030,1.1.1, 1030.14.1; 1030.16.4, 1037.24, 1031-3:3; 110U2 2100s, 11035°2, 1705,5-5, 
1103.4.1, 1103.4.8, 1103.4.9.1, 1103.4.9.2.1, 1103.4.9.2.2, 1103.4.9.4, 1103.4,.9.5, 1103.4.10, 
1103.5.4, 1104.5, 1104.17, 1104.17.1, 1104.18, Table 1104.18, 1105.4.1, 1105,4.3.1, 1105.4,3.2, 
1105.5.7, 1105.7.2; 1105.7,3, 1105.7.4, 1105.7,5,°1105:7,6; 1105.8. 2273.61, 1213 ,60.ae ser 
1113.40, 1113124, 1213.13.2, 1113,13.3, 1114.8, 111413, HATS Te tG, 11iad7, Tide, 
1114.22, 1114.25, 1114.26, T110,3, 1110-4, FILD.0; L210, dO, Leas tes ee sates 
1203.2.1, 1203.2.8, 1203.2.9, 1203.2.11, 1203.2.16, 1203.2.19, 1205.1, 1206.6.2, 1207.4.4, 1207.7.4, 
1207.9.2, 1207.11.3, 2004.6, 2006.17, 2007.1, 2007.4, 2103.3, 2107.1, 2301.1, 2301.4, 2303.1, 
2307.4, 2308.3, 2308.3.1,,.2309.3;1,5,1, 2309:3:2,, 23104, 250d aod Ste 2a laa, como, 
2404.2, 2404.3.1, 2404.3.3.6, 2404.3.4, 2405.2, 2701.1, 2701.4, 2703.2.2, 2703.3.1, 2703.3.2, 
2703.3.4, 2703.3.8, 2703.14, 2703.14.1, 2703.14.2, 2703.15.1, 2704.3.1, 2705.2.3.2, 2705.3.1, 
2705.3.2.1, 2705.3.3, 2803.1, 2908.1, 2909.2, 2909.4, 2909.6, 3101,1,,3103.1, S103 3. ealgsae: 
3103.8.4, 3103.9,1,'3103.9.2, 3103,9.3, 3104.1, 3105.5, 3201-3, 3206.3.2, 3206.9, 320722, 3208121; 
3208.2, 3315.1, 3403.1, 3704.3, 3704.4, 3704.5, 3801.1, 3801.2, 3804.1, 3804.1.1.1, Table 3805.4, 
Table 3806.2.1, 3901.1, 3903.1, 3904.1, 4802.1, 4802.2, 4804.5, 4804.6, 4902, 4905.2, Table 
5003.1,1(1), Table 5003.1.1(2), 5003.2.2.2, 5003.2.8, 5003.8.1, Table 5003.8.2, 5003.8.3, 5003.8.3.1, 
5003.8.4.1, 5003.9.9, 5003.10.5.1, 5004.13, 5005.2, 5005.3.9, 5101.1, 5303.16.1, 5303.16.2, 5306.1, 
5306.2, 5306.2.1, 5306.2.2, 5307.4.6, 5503.1.2, 5503.5.2, 5504.2.1.2, 5504.2.2,2, 5505.4.1, 5604.2, 
Table 5604.5.2(3), 5605.5, 5701.3, 5704.2.7.7, 5704.2.8.1, 5704.2.8.2, 5704.2.9.3, 5704.2.9.4, 
5704,3.3.5, 53704.3.7.1, 5704.3.8,, 5205.34, 3705:3 15,3! 5705;32751, 5705.4,7,245 7050 dado d0s.suies 
5705.3.7.5.1, 5706,.2.3, 5706.4.1, 5803.1.1, 5806.4.3, 5808.1, 5808.3, 5808.3.2, 5906.2.2, 5906.2.3, 
5906.4.2, 6003.1.4.2, 6005.3.1, 6109.11.2, 6204.1.2, 6306.4, 6404.1.4, 6604.1 


CEBC—22: California Existing Building Code 


102.3, 101%.5:2, 1103:1, 1104.18, 1105.3.2 


CMC—22: California Mechanical Code 


80-10 


201.3, 308.3, 605.1, 605.2.1.1, 605,.2.1.2, 605.2.1.3, 605.2.1.4, 605.2.1.5, 605.3, 605.4, 605.4.2.3, 
605.4.2.5, 605.6.2, 605.8, 606.1, 606.2, 608.1, 608.3, 608.4, 608.5, 608.8, 608.9.1, 608.10, 608.17, 
610.1.1, 903.2.11.4, 904,13, 907.3.1, 909.1, 909,10.2, 909.13.1, 910.4.7, 915.6.1, 1006.2.2.3, 1011.16, 
1020.6.1, 1207.4.7, 1207.6.1, 1207.6.1.2.2, 1207.11.7, 2104.2.1, 2105.3, 2301.1, 2301.6, 2309.3.1.2, 
2311.3.1, 2311.4.3, 2311.8.2, 2311.8.8, 2311.8.10, 2404.7, 2404.7.2, 2504.5, 2703.2.2, 2703.10.4, 
2703.14, 2803.2, 2803.3, 3001.1, 3003.1, 3004.2, 3107.12.1, 3107.12.2, 3703.5, 3804.1.1.7, 3904.1, 
Table 5003.1.1(1), 5003.8.4.2, 5003.8.5.2, 5003.8.6.2, 5004.3.1, 5303.7.6, 5303.16.9, 5305.5, 
5306,2.2, 5306.2.3, 5307.4.4, 5504.2.1.3, 5504.2.2.3, 5505.4.1.1, 5701.3, 5703.6.1, 5704.2.8.9, 
5705.3.7.5.1, 5706.2, 5706.4.4, 6003.1.3, 6003.2.3.2, 6004,2.2.7, 6005.3.1, 6005.3.2, 6103.2.1.7 
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201.3, 903.3.5, 904.11.1.3, 912.6, 2311.2.3, 5004.2.2.6 


CRC—22: California Residential Code 
102.5, 202, 913.1, 1001.1, 1205.1, 1205.2.1 


ICC 300—17: Standard on Bleachers, Folding and Telescopic Seating and Grandstands 
1030.1.1, 1030.17 


ICC ES AC 331; Acceptance Criteria for Smoke and Heat Vents 
910,31 


ICC ES AC 77: Acceptance Criteria for Smoke Containment Systems Used with Fire-resistance-rated Elevator Hoistway Doors and Frames 
707.14.1 


ICC 500—20: ICC/NSSA Standard on the Design and Construction of Storm Shelters 
1031.2 


ICC A117,1—17: Accessible and Usable Buildings and Facilities 
907.5.2.3.3, 1009.8.2, 1009.9, 1009.11, 1010.2,13.1, 1012.1, 1012.6.5, 1012.10, 1013.4, 1023.11 


ITAR International Institute of Ammonia Refrigeration 
1001 N. Fairfax Street, Suite 503 
Alexandria, VA 22314 
ANSI/IITAR 2—2014, including Addendum A: Safe Design of Closed-circuit Ammonia Refrigeration Systems 
608.1.2, 608.9 
ANSI/ITAR 6—2019: Standard for Inspection, Testing, and Maintenance of Closed-circuit Ammonia Refrigeration Systems 
608.1.2 
ANSI/ITAR 7—2019: Developing Operating Procedures for Closed-circuit Ammonia Refrigeration Systems 
608.1.2 
ANSI/IIAR 8—2020: Decommissioning of Closed-circuit Ammonia Refrigeration Systems 
608.1.2 
ANSI/ITAR 9—2020: Standard for Minimum System Safety Requirements for Existing Closed-circuit Ammonia Refrigeration Systems 
608.1.2 
IKE CA International Kitchen Exhaust Cleaning Association 


100 North 20th Street, Suite 400 
Philadelphia,, PA 19103 
ANSI/IKECA C10—2016: Standard for the Methodology for Cleaning of Commercial Kitchen Exhaust Systems 
606.3.3.2 


I S O International Organization for Standardization (ISO) 
ISO Central Secretariat 1 ch, de la Voie-Creuse, Case postale 56 
CH-1211 Geneva 20, Switzerland 
ISO 8115—86: Cotton Bales—Dimensions and Density 
Table 2704.2.2.1, Table 5003.1.1(1) 


NEMA National Electrical Manufacturer’s Association 
1300 North 17th Street Suite 900 
Arlington, VA 22209 


250—2018: Enclosures for Electrical Equipment (1,000 Volt Maximum) 
6005.2 
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NFPA National Fire Protection Association 
1 Batterymarch Park 
Quincy, MA 02169-7471 
02—20: Hydrogen Technologies Code 
1206.3, 1206.4, 2309.1, 2309.3.1.1, 2309.3.1.2, 2309.4, 2309.6, 2311.8, 2311.8.2, 2311.8.10, 
2311.8.11, 5301.1, 5801.1 
04—21: Standard for Integrated Fire Protection and Life Safety System Testing 
901.6.2.1, 901.6.2.2 


10—2/: Standard for Portable Fire Extinguishers 
Table 901.6.1, 906.2, Table 906.3(1), Table 906.3(2), 906.3.2, 906.3.4, 3006.3 
11—16: Standard for Low-, Medium-, and High-expansion Foam 
904.7, 5704.2.9.2.2 
12—18: Standard on Carbon Dioxide Extinguishing Systems 
Table 901.6.1, 904.8, 904.13, 1207.5.5 
12A—18: Standard on Halon 1301 Fire Extinguishing Systems 
Table 901.6.1, 904.9 


13—22; Standard for the Installation of Sprinkler Systems as amended* 
903.2.6.2, 903.2.15, 903.2.16, 903.3.1.1, 903.3.2, 903.3.8.2, 903.3.8.5, 904.13, 905.3.4, 907.6.4, 
914.3.2, 1019.3, 1019.3, 103/.2./, 1103.4.8, 1714.27, 3201.1, 3204.2, 3205.5, Table 3206.2, 3206.4.1, 
3206.10, 3207.2, 3207.2.1, 3208.2.2, 3208.2.2.1, 3208.4, 3210.1, 3401.1, 5104.1, 5104.1.1, 5106.5.7, 
5704,3.3.9, Table 5704.3.6.3(7), 5704.3.7.5.1, 5704.3.8.4 


*NFPA 13, Amended Sections as follows: 

Revise Section 2.2 and add publications as follows: 

2.2 NFPA Publications, 

NFPA 25, Standard for the Inspection, Testing, and Maintenance of Water-Based Fire Protection Systems, 2013 California edition. 


Revise Section 6.4.3.1.1 as follows: 


6.4.3.1.1* Pipe joints shall not be located under foundation footings. The pipe under the building or building foundation shall not contain 
mechanical joints. 


Exceptions: 
1. Where allowed in accordance with Section 6.4.3.1. 
2. Alternate designs may be utilized where designed by a registered professional engineer and approved by the enforcing agency. 
Delete Sections 8.15.5.1 and 8.15.5,2 
8.15.5.1* Reserved. 
8.15.5.2* Reserved. 
Revise Section 9.2.1.16 as follows: 


9,2.1.16 Exterior columns under 10 f? (0.93m’) in total area, formed by studs or wood joist, with no sources of ignition within the column, 
supporting exterior canopies that are fully protected with a sprinkler system, shall not require sprinkler protection. 
Revise Section 9.2.3,1* as follows: 


9,2,3.1* Sprinklers shall be permitted to be omitted where the exterior canopies, roofs, portecocheres, balconies, decks or similar 
projections are constructed with materials that are noncombustible, limited-combustible or fire retardant treated wood as defined in 
NFPA 703, Standard for Fire Retardant-Treated Wood and Fire-Retardant Coatings for Building Materials. 


Delete Section A.9.2.3.1 of Annex 


Revise Section 9.2,3,2 


9.2.3.2 Sprinklers shall be permitted to be omitted from below the canopies, roofs, balconies, decks or similar projections are combustible 
construction, provided the exposed finish material on the roof or canopy is noncombustible, limited-combustible or fire retardant treated 
wood as defined in NFPA 703, Standard for Fire Retardant-Treated Wood and Fire-Retardant Coatings for Building Materials, and the 
roofs or canopies contains only sprinklered concealed spaces or any of the following unsprinklered combustible concealed spaces: 

(1) Combustible concealed spaces filled entirely with noncombustible insulation. 


(2) Light or ordinary hazard occupancies where noncombustible or limited-combustible ceilings are directly attached to the bottom 
of solid wood joists so as to create enclosed joist spaces 160 ff (4.5 m*) or less in volume, including space below insulation that is 
laid directly on top or within the ceiling joists in an otherwise sprinklered attic [See 11.2.3.1.5.2(9)]. 


(3) Concealed spaces over isolated small roofs or canopies not exceeding 55 ft (5.1 m’). 
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Delete language to section 9.2.3.3 and reserve section number. 
9.2.3.3 Reserved. 
Revise Section 9.3.6.1 as follows: 
9.3.6.1 Automatic fire sprinklers shall not be required in elevator machine rooms, elevator machinery spaces, control spaces or hoistways 


of traction elevators installed in accordance with the applicable provisions in the California Building Code, where all of the following 
conditions are met: 


(1) The elevator machine room, machinery space, control room, control space or hoistway of traction elevator is dedicated to 
elevator equipment only. 


(2) The elevator machinery space, control room, control space or hoistway of traction elevators is separated from the remainder of 
the building by walls and floor/ceiling or roof/ceiling assemblies having a fire resistance rating of not less than that specified by the 
applicable building code. 


(3) No materials unrelated to elevator equipment are permitted to be stored in elevator machine rooms, machinery spaces, control 
rooms, control spaces or hoistways of traction elevators. 


(4) The elevator machinery is not of the hydraulic type. 
Add new Section 9.3.6.1.1 as follows: 


9.3.6.1.1 The sprinkler required at the top and bottom of the elevator hoistway by 8.15.5.6 shall not be required where permitted by 
Chapter 30 of the California Building Code. 


Revise Section 9.3.19.1* as follows: 


9.3.19.1* Unless the requirements of 9.2.3.1 or 9.2.3.2 are met, sprinklers shall be installed under exterior roofs, canopies, porte- 
cochere, balconies, decks or similar projections exceeding 4 ft (1.2 m) in width. 

Revise Annex Section A9.3.19.2 as follows: 

A9.3.19.2 The presence of planters, newspaper machines and similar items, should not be considered storage. 


Add Section 9.3.19.3 as follows: 
9.3.19.3 Sprinklers may be omitted for following structures: 


(1) Solar photovoltaic panel structures with no use underneath. Signs may be provided, as determined by the enforcing agency 
prohibiting any use underneath including storage. 


(2) Solar photovoltaic (PV) panels supported by framing that have sufficient uniformly distributed and unobstructed openings 
throughout the top of the array (horizontal plane) to allow heat and gases to escape, as determined by the enforcing agency. 
Add new Sections 16.9.3.1.3.4 and 16.9.3.1.3.5 as follows: 


16.9.3.1.3.4 Where a system includes floor control valves, a hydraulic design information sign containing information for the floor shall 
be provided at each floor control valve. A hydraulic design information sign shall be provided for each area calculated. The installing 
contractor shall identify a hydraulically designed sprinkler system with a permanently marked weatherproof metal or rigid plastic sign 
secured with corrosion resistant wire, chain or other approved means. Such signs shall be placed at the alarm valve, dry pipe valve, 
preaction valve or deluge valve supplying the corresponding hydraulically designed area. 


16.9.3.1.3.5 Control valves, check valves, drain valves, antifreeze valves shall be readily accessible for inspection, testing and 
maintenance. Valves located more than 7 feet above the finished floor shall be provided with a means of opening and closing the valve 
from the floor level. 


Add new Sections 16.9.10.5, 16.9.10.5.1, 16.9.10.5.1.1, 16.9.10.5.1.2, 16.9.10.5.1.3, 16.9.10.5.1.4, 16.9.10.5.2 as follows: 
16.9.10.5 Sectional Valves. 


16.9.10.5.1 Private fire service main systems shall have sectional control valves at appropriate points in order to permit sectionalizing 
the system in the event of a break or for the making of repairs or extensions. 


16.9.10.5.1.1 Sectional control valves are not required when the fire service main system serves less than six fire appurtenances. 
16.9.10.5.1.2 Sectional control valves shall be indicating valves in accordance with Section 16.9.3.2. 


16.9.10.5.1.3 Sectional control valves shall be located so that no more than five fire appurtenances are affected by shut-down of any 
single portion of the fire service main. Each fire hydrant, fire sprinkler system riser and standpipe riser shall be considered a separate 
fire appurtenance. In-rack sprinkler systems shall not be considered as a separate appurtenance. 


16.9.10.5.1.4 The number of fire appurtenances between sectional control valves is allowed to be modified by the authority having 
Jurisdiction. 


16.9.10.5.2 A valve shall be provided on each bank where a main crosses a body of water or outside the building foundation(s) where the 
main or section of main runs under a building. 


Add new Section 17.2.2.9.1 as follows: 


17.2.2.9.1 Powder-driven studs used for attaching hangers to the building structure are prohibited in Seismic design Categories C, D, E 
and F. 
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Revise Section 18.5.11.4 as follows: 4 
18.5.11.4 Where threaded pipe is used for sway bracing, it shall have a wall thickness of not less than Schedule 40. 


Replace Section 18.5.12.5 as follows: 


18.5.12.5 Lag screws or power-driven fasteners shall not be used to attach braces to the building structure. 


Replace Section 18.5.12.6 as follows: 


18.5.12.6 Fastening methods other than those identified in 9.3.5.12 shall not apply to other fastening methods, which shall be acceptable 
for use if certified by a registered professional engineer to support the loads determined in accordance with the criteria in 18.5.9. 
Calculations shall be submitted to the authority having jurisdiction. 


Revise Section 18.5.12.7.4 as follows: 


18.5.12.7.4 Concrete anchors when identified in 18.5.11.11 shall be acceptable for use where designed in accordance with the 
requirements of the building code and certified by a registered professional engineer. 


Revise Section 18.6.1(3) as follows: 


18.6.1*(3) No. 12, 440 lb (200 Kg) wire installed at least 45 degrees from the vertical plane and anchored on both sides of the pipe. Powder- 
driven fasteners for attaching restraint is allowed to be used provided that the restraint component does not support the dead load. 


Revise Section 19.2.3.1.5.2(9) as follows: 


19.2.3.1.5.2(9) Exterior columns under 10 ft (0.93m7’) in total area, formed by studs or wood joist, with no sources of ignition within the 
column, supporting exterior canopies that are fully protected with a sprinkler system. 


Revise Section 19.2.3.2.3.1 as follows: 


19,2.3,2.3.1 Where listed quick-response sprinklers, excluding extended coverage quick-response sprinklers, are used throughout a 
system or portion of a system having the same hydraulic design basis, the system area of operation shall be permitted to be reduced 
without revising the density as indicated in Figure 19.2.3.2.3.1 when all of the following conditions are satisfied: 


(1) Wet pipe system e 
(2) Light hazard occupancy 
(3) 20 ft (6.1 m) maximum ceiling height 

(4) There are no unprotected ceiling pockets as allowed by 10.2.9 and 11.2.7 exceeding 32 ft (3 m’) 


FIGURE 19.2.3.2.3.1 
DESIGN AREA REDUCTION FOR QUICK-RESPONSE SPRINKLERS 
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Revise Section 19.2.3.2.3.2 as follows: 


19.2.3.2.3.2 The number of sprinklers in the design area shall never be less than seven. 


Revise Section 20.9.5.2 as follows: (® 


20.9.5.2 Early suppression fast-response (ESFR) sprinklers shall not be used in buildings with automatic heat or smoke vents unless the 
vents use a standard-response operating mechanism with a minimum temperature rating of 360°F (182°C) or 100°F (56°C) above the 
operating temperature of the sprinklers, whichever is higher. 
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Add Section 28.1.3(18)(e)* as follows: 


28.1.3(18)(e) * Where a waterflow test is used for the purposes of system design, the test shall be conducted no more than 6 months prior 
to working plan submittal unless otherwise approved by the authority having jurisdiction. 


Revise Section 29.1 as follows: 


29.1 Approval of Sprinkler Systems and Private Fire Service Mains. The installing contractor shall do the following: 


(1) Notify the authority having jurisdiction and the property owner or property owner's authorized representative of the time and 
date testing will be performed. 


(2) Perform all required testing (see Section 29.2). 
(3) Complete and sign the appropriate contractor's material and test certificate(s) (see Figure A.29. 1). 
(4) Remove all caps and straps prior to placing the sprinkler system in service. 


(5) Upon system acceptance by the authority having jurisdiction a label prescribed by Title 19 California Code of Regulations, 
Chapter 5 shall be affixed to each system riser. 


Revise Section 29.3 as follows: 
29.3 Instructions. The installing contractor shall provide the property owner or the property owner's authorized representative with the 
following: 
(1) All literature and instructions provided by the manufacturer describing proper operation and maintenance of any equipment and 
devices installed. 
(2) NFPA 25, Standard for the Inspection, testing, and maintenance of Water-Based Fire Protection Systems, 2013 California Edition. 
(3) Title 19, California Code of Regulations, Chapter 5, “Fire Extinguishing Systems.” 


Revise Section 29.4.1 as follows: 


29.4.1 The installing contractor shall identify a hydraulically designed sprinkler system with a permanently marked weatherproof metal 
or rigid plastic sign secured with corrosion resistant wire, chain or other approved means. Such signs shall be placed at the alarm valve, 
dry pipe valve, preaction valve or deluge valve supplying the corresponding hydraulically designed area. Pipe schedule systems shall be 
provided with a sign indicating that the system was designed and installed as a pipe schedule system and the hazard classification(s) 
included in the design. 


Revise Section 29.4.3 as follows: 
29.4.3 The sign shall include the following information: 


(1) Location of the design area or areas 

(2) Discharge densities over the design area or areas 

(3) Required flow and pressure of the system at the base of the riser. 

(4) Occupancy classification or commodity classification and maximum permitted storage height and configuration 
(5) Hose stream allowance included in addition to the sprinkler demand 

(6) The name of the installing contractor 

(7) Required flow and pressure of the system at the water supply source. 

(8) Required flow and pressure of the system at the discharge side of the fire pump where a fire pump is installed. 


(9) Type or types and number of sprinklers or nozzles installed including the orifice size, temperature rating, orientation, K-Factor, 
sprinkler identification number (SIN) for sprinkler heads when applicable, and response type. 


(10) The minimum discharge flow rate and pressure required from the hydraulically most demanding sprinkler. 

(11) The required pressure settings for pressure reducing valves. 

(12) For deluge sprinkler systems, the required flow and pressure at the hydraulically most demanding sprinkler or nozzle. 
(13) The protection area per sprinkler based on the hydraulic calculations. 

(14) The edition of NFPA 13 to which the system was designed and installed. 


Revise Section 29.6.1 as follows: 


29.6.1 The installing contractor shall provide a general information sign used to determine system design basis and information relevant 
to the inspection, testing, and maintenance requirements required by NFPA 25, Standard for the Inspection, Testing, and Maintenance of 
Water-Based Fire Protection Systems, 2013 California Edition. 
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| 13D—22: Standard for the Installation of Sprinkler Systems in One- and Two-family Dwellings and Manufactured Homes as 
amended* ‘ 
903.3.1.3, 903.3.5.1.1 


*NFPA 13D, Amended Sections as follows: 


Revise Section 6.2.2 to read as follows: 


6.2.2 Where a well, pump, tank or combination thereof is the source of supply for a fire sprinkler system, the configuration for the system 
shall be one of the following: 


(1) The water supply shall serve both domestic and fire sprinkler systems. 


(a) A test connection shall be provided downstream of the pump that creates a flow of water equal to the smallest sprinkler on 
the system. The connection shall return water to the tank. 


(b) Any disconnecting means for the pump shall be approved. 

(c) A method for refilling the tank shall be piped to the tank. 

(d) A method of seeing the water level in the tank shall be provided without having to open the tank. 
(e) The pump shall not be permitted to sit directly on the floor. 


(2) A stand-alone tank is permitted if the following conditions are met: 


(a) The pump shall be connected to a 220-volt circuit breaker shared with a common household appliance (e.g., range, oven, 
dryer), 


(b) The pump shall be a stainless steel 240-volt pump, 
(c) A valve shall be provided to exercise the pump. The discharge of the exercise valve shall drain to the tank, and 
(d) A sign shall be provided stating: “Valve must be opened monthly for 5 minutes.” 


(e) A means for automatically refilling the tank level, so that the tank capacity will meet the required water supply duration in 
minutes, shall be provided. @ 


(f) A test connection shall be provided downstream of the pump that creates a flow of water equal to the smallest sprinkler on 
the system. The connection shall return water to the tank. 


(g) Any disconnecting means for the pump shall be approved. 
(h) A method for refilling the tank shall be piped to the tank. 
(i) A method of seeing the water level in the tank shall be provided without having to open the tank, 
(j) The pump shall not be permitted to sit directly on the floor. 
Add new Section 6.2.2.1 as follows: 


6.2.2.1 Where a fire sprinkler system is supplied by a stored water source with an automatically operated means of pressurizing the 
system other than an electric pump, the water supply may serve the sprinkler system only. 


Add new Section 6.2.4 as follows: 


6.2.4 Where a water supply serves both domestic and fire sprinkler systems, 5 gom (19 L/min) shall be added to the sprinkler system 
demand at the point where the systems are connected, to determine the size of common piping and the size of the total water supply 
requirements where no provision is made to prevent flow into the domestic water system upon operation of a sprinkler. For multipurpose 
piping systems, the 5 gpm (19 L/min) demand shall be added at the domestic connection nearest the design area. This demand may be 
split between two domestic connections at 2.5 gom (10 L/min) each. 


Revise Section 8.3.4 as follows: 


8.3.4* Sprinklers shall not be required in detached garages, open attached porches, carports with no habitable space above, and similar 
structures, 


Add new Sections 8.3.11 and 8.3.11.1 as follows: 
8.3.11 Solar photovoltaic panel structures 
8.3.11.1 Sprinklers shall be permitted to be omitted from the following structures: 


(1) Solar photovoltaic panel structures with no use underneath. Signs may be provided, as determined by the enforcing agency ’ 
prohibiting any use underneath including storage. , 


(2) Solar photovoltaic (PV) panels supported by framing that have sufficient uniformly distributed and unobstructed openings 
throughout the top of the array (horizontal plane) to allow heat and gases to escape, as determined by the enforcing agency. 
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13R—22: Standard for the Installation of Sprinkler Systems in Low-rise Residential Occupancies as amended* | | 
903.3.1.2, 903.3.5.1.1, 903.3.5.1.2, 903.3.5.2, 903.4 
*NFPA 13R, Amended Sections as follows: 
Revise Section 2.2 and add publications as follows: 


2.2 NFPA Publications. 
NFPA 25, Standard for the Inspection, Testing, and Maintenance of Water-Based Fire Protection Systems, 2013 California edition. 
Add new Sections 6.6.10 and 6.10.1 as follows: 


6.6.10 Solar photovoltaic panel structures 
6.6.10.1 Sprinklers shall be permitted to be omitted from the following structures: 


(1) Solar photovoltaic panel structures with no use underneath. Signs may be provided, as determined by the enforcing agency 
prohibiting any use underneath including storage. 


(2) Solar photovoltaic (PV) panels supported by framing that have sufficient uniformly distributed and unobstructed openings 
throughout the top of the array (horizontal plane) to allow heat and gases to escape, as determined by the enforcing agency. 


Revise Section 11.4 as follows: 


11.4 Instructions. 
The installing contractor shall provide the property owner or the property owner's authorized representative with the following: 


(1) All literature and instructions provided by the manufacturer describing proper operation and maintenance of any equipment and 
devices installed. 


(2) NFPA 25, Standard for the Inspection, Testing, and Maintenance of Water-Based Fire Protection Systems 2013 California 
Edition and Title 19, California Code of Regulations, Chapter 5. 


(3) Once the system is accepted by the authority having jurisdiction a label as prescribed by Title 19, California Code of 
Regulations, Chapter 5, shall be affixed to each system riser. 


14—19; Standard for the Installation of Standpipe and Hose System, as amended* 
, 905.2, 905.3.4, 905.4.2, 905.6.2, 905.8 


*NFPA 14, Amended Sections as follows: 


Replace Section 6.3.7.1 


6.3.7.1 System water supply valves, isolation control valves, and other valves in fire mains shall be supervised in an approved manner in 
the open position by one of the following methods: 


(1) Where a building has a fire alarm system or a sprinkler monitoring system installed, the valve shall be supervised by: 
(a) a central station, proprietary or remote supervising station, or 
(b) a local signaling service that initiates an audible signal at a constantly attended location. 

(2) Where a building does not have a fire alarm system or a sprinkler monitoring system installed, the valve shall be supervised by: 
(a) Locking the valves in the open position, or 


(b) Sealing of valves and an approved weekly recorded inspection where valves are located within fenced enclosures under the 
control of the owner. 


16—19: Standard for the Installation of Foam-water Sprinkler and Foam-water Spray Systems 
904.7, 904.13 


17—21: Standard for Dry Chemical Extinguishing Systems 
904.6, 904.13 


17A—21: Standard for Wet Chemical Extinguishing Systems 
904.5, 904.13 


20—19: Standard for the Installation of Stationary Pumps for Fire Protection 
AV2 241, 914.1. 943.2,.913.2,1.913:5 


24—19: Standard for Installation of Private Fire Service Mains and Their Appurtenances, as amended* 
3109F 


*NFPA 24, Amended Sections as follows: 


Amend Section 4.2.1 as follows: 


Section 4.2.1. Installation work shall be done by fully experienced and responsible contractors. Contractors shall be appropriately 
licensed in the State of California to install private fire service mains and their appurtenances. 
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4.2.2 Installation or modification of private fire service mains shall not begin until plans are approved and appropriate permits secured 
from the authority having jurisdiction. 


Add Section 4.2.2.1 as follows: 


4.2.2.1 As approved by the authority having jurisdiction, emergency repair of existing system may start immediately, with plans being 
submitted to the authority having jurisdiction within 96 hours from the start of the repair work. 


Revise Section 4.2.2 as follows: 


Revise Section 5.9.5.1 as follows: 
§.9.5.1 Fire department connections shall be on the street side of buildings and as approved by the authority having jurisdiction. 


Add Sections 6.6.1.1, 6.6.1.2, 6.6.1.3 and 6.6.1.4 as follows: 
6.6.1.1 Sectional control valves are not required when the fire service main system serves less than six fire appurtenances. 
6.6.1.2 Sectional control valves shall be indicating valves in accordance with NFPA 13, Section 6.7.1.3. 


6.6.1.3 Sectional control valves shall be located so that no more than five fire appurtenances are affected by shut-down of any single 
portion of the fire service main. Each fire hydrant, fire sprinkler system riser and standpipe riser shall be considered a separate fire 
appurtenance. In-rack sprinkler systems shall not be considered as a separate appurtenance. 


6.6.1.4 The number of fire appurtenances between sectional control valves is allowed to be modified by the authority having jurisdiction. 
Revise Section 10.4.3.1.1 as follows: 


10.4.3.1.1 Pipe joints shall not be located under foundation footings. The pipe under the building or building foundation shall not contain 
mechanical joints. 


Exceptions: 
1. Where allowed in accordance with 10.4. 3.2. 
2. Alternate designs may be utilized where designed by a registered professional engineer and approved by the enforcing agency. 
Revise Section 10.9.1 as follows: 


10.9.1 Backfill shall be well tamped in layers or puddle under and around pipes to prevent settlement or lateral movement. Backfill shall @ 
consist of clean fill sand or pea gravel to a minimum 6” below and to a minimum of 12” above the pipe and shall contain no ashes, 
cinders, refuse, organic matter or other corrosive materials. Other backfill materials and methods are permitted where designed by a 
registered professional engineer and approved by the enforcing agency. 


25—13CA: California NFPA 25 Edition (Based on the 2011 Edition) Inspection, Testing and Maintenance of Water-based Fire Protection Systems 
Chapter 31F, 3108F 


30—21: Flammable and Combustible Liquids Code 
415.6.1, 415.6.2, 507.8.1.1.1, 507.8.1.1.2 


30A—21: Code for Motor Fuel Dispensing Facilities and Repair Garages 
406.2.9.2 


31—20: Standard for the Installation of Oil-burning Equipment 
2113.95 


32—16: Standard for Dry Cleaning Facilities, as amended* 
415.9.3, 2/01.1.1 
*NFPA 32, Amended Sections as follows: 
Delete the following publications from Section 2.2: 


2.2 NFPA Publications. 


NFPA 10, Standard for Portable Fire Extinguishers, 2010 edition. 

NFPA 25, Standard for the Inspection, Testing, and Maintenance of Water-Based Fire Protection Systems, 
2011 edition. 

NFPA 70, National Electrical Code®, 2011 edition. 

NFPA /01®, Life Safety Code®, 2009 edition. 

NFPA 5000°*, Building Construction and Safety Code®, 2009 edition. 


Revise Section 4.4.1.1 as follows: 
4.4.1.1 General building and structure design and construction shall be in accordance with California Building Code. 8 


Delete language to Sections 4.4.1.2 and 4.4.1.3 and reserve section numbers. 
4.4.1.2 Reserved 
4.4.1.3 Reserved 
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Revise Section 4.4.4 as follows: 
4.4.4 Means of Egress. Means of egress shall conform with the provisions of the California Building Code. 


Revise Section 4.6.2 as follows: 


4.6.2 Automatic Sprinkler Systems. Where required by this standard, automatic sprinkler systems shall be installed in accordance with 
NFPA 13, Standard for the Installation of Sprinkler Systems, and periodically inspected, tested and maintained in accordance with 
California Code of Regulations, Title 19, Division 1, Chapter 5. 


Revise Section 4.6.4 as follows: 


4.6.4 Portable Fire Extinguishers. Suitable numbers and types of portable fire extinguishers shall be installed and maintained 
throughout the drycleaning plant in accordance with California Code of Regulations, Title 19, Division 1, Chapter 3. 


Revise Section 7.3.2 as follows: 


7.3.2 Electrical Installations. Electrical equipment and wiring in a Type II drycleaning room shall comply with the provisions of 


California Electrical Code, for use in Class I, Division 2 hazardous locations. 


37—18: 
40—19: 


51—18: 


52—19: 


54—18: 
55—19: 


56—20: 


58—20: 


61—20: 


68—13: 


70—20: 


72—22: 


Installation and Use of Stationary Combustion Engines and Gas Turbines 
Standard for the Storage and Handling of Cellulose Nitrate Film 
409.1 


Design and Installation of Oxygen-fuel Gas Systems for Welding, Cutting and Allied Processes 
3501;5,.3507,1, 3509.1 


Vehicular Gaseous Fuel System Code 
S190 2 aU Lal 


National Fuel Gas Code 
Compressed Gases and Cryogenic Fluids Code 
3508.1, 5301.1, 5307.4.2, 5501.1, 5801.1, 6301.1 


Standard for Fire and Explosion Prevention during Cleaning and Purging of Flammable Gas Piping Systems 
3307.2.1 


Liquefied Petroleum Gas Code 
415,9.2 


Standard for the Prevention of Fires and Dust Explosions in Agricultural and Food Product Facilities 
426.1 


Standard on Explosion Protection by Deflagration Venting 
Table 414.5.1, 911.1, 911.4, Table 2205.1 


National Electrical Code 
108.3, 406.2.7, 406.2.9, 412.5.7, 415.11.1.8, Table 509.1, 904,3.1, 907.6.1, 909.12.2, 909.16.3, 
9104.6, 1204,.4:1..2701,1,. 2702.11.35 3111.3 


National Fire Alarm and Signaling Code, as amended* 
508.1.6, 604.6.3, Table 901.6.1, 903.4.1, 904.3.5, 907.1.2, 907.1.5, 907.2, 907.2.6, 907.2.6.3.3, 
907.2.9.3, 907.2.11, 907.2.11.8, 907.2.13.2, 907,2.26.1, 907.2.26.4, 907.3, 907.3,3, 907.3.4, 907.5.2.1.2, 
OU derbi due) 3 eh ae Uf S.eck cd cia, Shem Teie. 3.35 90/.5.2:3.4, 907.0,.907,6.1, 907.61. 1, 
907.6.2, 907.6.4.1, 907.6.6, 907.6.6.1, 907.6.6.4, 907.7, 907.7.1, 907.7.2, 907.8, 907.8.2, 907.8.2.4, 
907.8.4, 917.1, 1009.12, 1103.3.2, 1203.2.4, 1207.5.4, 1207.6.1.2.3, 1207.6,1.2.4, Table 1207.7, 2810.11 


*NFPA 72, Amended Sections as follows: 


Revise Section 10.3.1 as follows: 


10.3.1 Equipment constructed and installed in conformity with this Code shall be listed for the purpose for which it is used. Fire alarm 
systems and components shall be California State Fire Marshal approved and listed in accordance with California Code of Regulations, 
Title 19, Division 1, 


Revise Section 10.3.3 as follows: 


10.3.3 All devices and appliances that receive their power from the initiating device circuit or signaling line circuit of a control unit shall 
be California State Fire Marshal listed for use with the control unit. 


Revise Section 12.3.8.1 as follows: 


12.3.8.1 The outgoing and return (redundant) circuit conductors shall be permitted in the same cable assembly (i.e., multiconductor 
cable), enclosure or raceway only under the following conditions: 


(1) For a distance not to exceed 10 ft (3.0 m) where the outgoing and return conductors enter or exit the initiating device, notification 


appliance or control unit enclosures. 
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(2) Single drops installed in the raceway to individual devices or appliances. v 
(3)*In a single room not exceeding 1000 ft? (93 m?) in area, a drop installed in the raceway to multiple devices or appliances that 
does not include any emergency control function devices. 


(4) Where the vertically run conductors are contained in a 2-hour rated cable assembly, or enclosed (installed) in a 2-hour rated 
enclosure or a listed circuit integrity (C.I.) cable, which meets or exceeds a 2-hour fire-resistive rating. 


Revise Section 14.4,6.1 as follows: 


14.4.6.1 Testing. Household fire alarm systems shall be tested in accordance with the manufacturer’s published instructions according to 
the methods of Table 14.4.3.2. 


Revise Section 17.15 as follows: 


17.16 Fire Extinguisher Electronic Monitoring Device. A fire extinguisher electronic monitoring device shall indicate those conditions 
for a specific fire extinguisher required by California Code of Regulations, Title 19, Division I, Chapter 1, Section 574.2 (c) and 
California Fire Code to a fire alarm control unit. 


Delete the amendments to Section 21.3.6 and adopt the model text. 
Revise Section 12.3.8 as follows: 


12.3.8(5) Where the vertically run conductors are contained in a 2-hour rated cable assembly, or enclosed (installed) in a 2-hour rated 
enclosure or a listed circuit integrity (C.I.) cable, which meets or exceeds a 2-hour fire resistive rating. 


23.8.1.2 Positive Alarm Sequence 


23.8.1,2,1 Systems that have positive alarm features complying with 23.8.1.2 shall be permitted if approved by the authority having 
jurisdiction. Operation of a patient room smoke detector in Group I-2 and R-2.1 occupancies shall not include a positive alarm sequence 
feature. 


Revise Section 23.8.5.1.2 as follows: 


23.8.5,1.2* Where connected to a supervising station, fire alarm systems employing automatic fire detectors or waterflow detection 
devices shall include a manual fire alarm box to initiate a signal to the supervising station. 


Exception: Fire alarm systems dedicated to elevator recall control, supervisory service and fire sprinkler monitoring as permitted in 
section 17.15 of NFPA 72. 


Revise Section 23.8.5,4.1 as follows: 
23.8.5.4.1 Systems equipped with alarm verification features shall be permitted under the following conditions: 


(1) The alarm verification feature is not initially enabled unless conditions or occupant activities that are expected to cause nuisance 
alarms are anticipated in the area that is protected by the smoke detectors. Enabling of the alarm verification feature shall be 
protected by password or limited access. 


(2) A smoke detector that is continuously subjected to a smoke concentration above alarm threshold does not delay the system 
functions of Sections 10.7 through 10.16, 23.8.1.1 or 21.2.1 by more than 30 seconds, 


(3) Actuation of an alarm-initiating device other than a smoke detector causes the system functions of Sections 10.7 through 10.16, 
23.8.1.1 or 21.2.1 without additional delay. 


(4) The current status of the alarm verification feature is shown on the record of completion (see Figure 7.8.2(a), Item 4.3). 
(5) Operation of a patient room smoke detector in I-2 and R-2.1 occupancies shall not include an alarm verification feature. 
Revise Section 29.3.1 as follows: 


29.3.1 All devices, combinations of devices, and equipment to be installed in conformity with this chapter shall be approved and listed by 
the California State Fire Marshal for the purposes for which they are intended. 


Revise Section 29.8.2.1.1 as follows: 


29.8,2.1,1* Smoke and Heat Alarms. Where connected to a supervising station unless exempted by applicable laws, codes or standards, 
smoke or heat alarms used to provide a fire-warning function, and when two or more alarms are installed within a dwelling unit, suite of 
rooms or similar area, shall be arranged so that the operation of any smoke or heat alarm causes all alarms within these locations to sound. 


Note: Exception to 29.8.2.1.1 not adopted by the SFM. 


Ada Section 29.10.2.1 as follows: 
29.10.2.1 The alarm verification feature shall not be used for household fire warning equipment. 


Add Section 29.10.6.8.1 as follows: 
29,10.6,8.1 The alarm verification feature shall not be used for household fire warning equipment. 


76—16: Standard for the Fire Protection of Telecommunications Facilities 


1207.1.2.1, 1207.2.1, 1207,3.1, 1207.3.7.1, 1207.4.1, 1207.5.1, 1207.5.2, 1207.5.3, 1207.5.5, 
Table 1207.6, 1207.6.2.3, Table 1207.7 
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80—19: Standard for Fire Doors and Other Opening Protectives 
410.2.5, 509.4.2, 716.1, 716.2.5.1, 716.2.6.4, 716.2.9, 716.3.4.1, 716.3.5, 716.4.3, 1010.3.3 


82—19: Standard on Incinerators and Waste and Linen Handling Systems and Equipment 
713.13 
85—19: Boiler and Combustion System Hazards Code 
426.1 
92—18: Standard for Smoke Control Systems 
909.7, 909.8 
96—20: Standard for Ventilation Control and Fire Protection of Commercial Cooking Operations 
606.2, 904.13 
99—21: Health Care Facilities Code 
407.11, 422.6, 425.1 
101—21: Life Safety Code 
1030.6.2 
105—19; Standard for Smoke Door Assemblies and Other Opening Protectives 
405.4.2, 710.5.2.2, 716.2.10, 909.20.4.1 


110—19; Standard for Emergency and Standby Power Systems 
2702,1.3, 3111F 


111—19: Standard on Stored Electrical Energy Emergency and Standby Power Systems 
2702,1,3, 3f11F 


120—20: Standard for Fire Prevention and Control in Coal Mines 
426.1 


170—-18: Standard for Fire Safety and Emergency Symbols 
1025.2.6.1 


211—19: Standard for Chimneys, Fireplaces, Vents and Solid Fuel-burning Appliances 
Z1IZS 


221—21: Standard for High Challenge Fire Walls, Fire Walls and Fire Barrier Walls 
706.2, Table 716.1(2) 


241—19: Standard for Safeguarding Construction, Alteration and Demolition Operations 
3301.1, 3303.2 


252—17: Standard Methods of Fire Tests of Door Assemblies 
Papier LOC eG bel LOZ, ens LO el 1716.2, 2s 71G221. T6222. oF Gs2.d.orke 
T1625, bl 


253—19: Standard Method of Test for Critical Radiant Flux of Floor Covering Systems Using a Radiant Heat Energy Source 
406.2.4, 424.2, 804.2, 804.3 

257—17: Standard for Fire Test for Window and Glass Block Assemblies 
Table 716.101) 74 6i10157.16.1.2.2.2, 97 16.3,150716.3.1.2, 716.3.2.1,3, 716.3.4 

259—18; Standard Test Method for Potential Heat of Building Materials 
2603.4.1.10, 2603.5.3 

260—19 Methods of Tests and Classification System for Cigarette Ignition Resistance of Components of Upholstered Furniture 
805.1.1.1, 805.2.1.1, 805.3.1.1, 805.4.1.1 


265—19: Standard Methods of Fire Tests for Evaluating Room Fire Growth Contribution of Textile or Expanded Vinyl Wall 
Coverings on Full Height Panels and Walls 
803.5.1, 803.5.1.1 
268—19; Standard Test Method for Determining Ignitability of Exterior Wall Assemblies Using a Radiant Heat Energy Source 
1405.1.1.1, 1405.1.1.1.1, 1405.1.1.1.2, 2603.5.7 
275—17: Standard Method of Fire Tests for the Evaluation of Thermal Barriers 
508.4.4.1, 509.4.1.1, 1406.10.2, 1408.10.2, 2603.4 
276—19; Standard Method of Fire Tests for Determining the Heat Release Rate of Roofing Assemblies with Combustible Above-deck 
Roofing Components 
1508.1, 2603.3, 2603.4.1.5 
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285—19: Standard Fire Test Method for the Evaluation of Fire Propagation Characteristics of Exterior Nonload-bearing Wall 


t 


Assemblies Containing Combustible Components y 
718.2.6, 1402.5, 1406.10.3, 1408.10.4, 1511.6.2, 2603,5.5 


286—15: Standard Methods of Fire Test for Evaluating Contribution of Wall and Ceiling Interior Finish to Room Fire Growth 
402.6.4.4, 424.2, 803.1.1, 803.1.1.1, 803.11, 803.12, 803.13, 1406,10.2, 1408.10.3, 2603.7, 2603.9, 
2604.2.4, 2614.4, 3105.3 


288—17: Standard Methods of Fire Tests of Horizontal Fire Door Assemblies Installed in Horizontal in Fire-resistance-rated Floor 
Systems 
Gl? Lalsak 


289—19: Standard Method of Fire Test for Individual Fuel Packages 
402.6.2, 402.6.4.5, 424.2, 806.4 


409—16: Standard for Aircraft Hangars 
412,3.6, Table 412.3.6, 412,3.6.1, 412,.5.5 


418—16: Standard for Heliports 
412.7.4 


484—19: Standard for Combustible Metals 
426.1 


502—14: Standard for Road Tunnels, Bridges, and Other Limited Access Highways 
429 


652—19: Standard on the Fundamentals of Combustible Dust 
426.1 


654—20: Standard for the Prevention of Fire and Dust Explosions from the Manufacturing, Processing and Handling of Combustible 
Particulate Solids 
426.1 


655—17: Standard for the Prevention of Sulfur Fires and Explosions G 
426.1 


664—20: Standard for the Prevention of Fires and Explosions in Wood Processing and Woodworking Facilities 
426.1 


701—19; Standard Methods of Fire Tests for Flame Propagation of Textiles and Films 
410.2.6, 424.2, 806.4, 3102.3, 3102.3.1, 3102.6.1.1, 3105.3 


704—17; Standard System for the Identification of the Hazards of Materials for Emergency Response 
202, 415.5.2 


750—19; Standard on Water Mist Fire Protection Systems 
202, 904.11.1.1, 904.13 


1124—17: Code for the Manufacture, Transportation and Storage and Retail Sales of Fireworks and Pyrotechnic Articles 
415.6.4.1 


2001—18: Standard on Clean Agent Fire Extinguishing Systems, as amended* 
904,10 
*NFPA 2001, Amended Sections as follows: 
Add Sections 4.3.5,1.1 and 4.3.5.2.1 to read as follows: 
4.3,.5,1,1 Alarms signals from the fire extinguishing system shall not interfere with the building fire alarm signal. 
4,3.5,2.1 The lens on visual appliances shall be “red” in color. 


Exception: Other lens colors are permitted where approved by the enforcing agency. 
2010—20: Standard for Fixed Aerosol Fire-extinguishing Systems 
904.12 
2245—2006: Below-grade Vaults for Flammable Liquid Storage Tanks 
5704.2.8.1 


2335—2010: Fire Tests of Storage Pallets—with revisions through August 2017 
315.7.5, 3206.4.1.1 


2360—2000: Test Methods for Determining the Combustibility Characteristics of Plastics Used in Semi-conductor Tool 
Construction—with revisions through October 2017 
2703.10.1.2 
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2524—2019: Standard for In-building 2-way Emergency Radio Communication Enhancement Systems 
510.4 


9540 Edition 2—2020: Standard for Energy Storage Systems and Equipment | | 
1207S A 20g one, 1207 Sf 207AL0,6,01207,10,7.4,.1207. 01.1, J207A IES 


9540A Edition 4—2019: Standard for Safety Test Method for Evaluating Thermal Runaway Fire Propagation in Battery Energy Pi 
Storage Systems : 
1207.1.5, 1207.6.3 


60601-1—2003: Medical Electrical Equipment, Part I: General Requirements for Safety © 


603.5.1.1 
60950-1—2014: Information Technology Equipment—Safety Requirements 
320.2. 1 
62368-1—2014: Audio/video, Information and Communication Technology Equipment—Safety Requirements 
320.2, 
S FE. M State of California 
Department of Forestry and Fire Protection 
Office of the State Fire Marshal 
P.O. Box 944246 
Sacramento, CA 94246-2460 
SFM 12-3 HELCAaIS SUSIE TOr SECUIULVII ANS 11) LIWCUIICR oe oo cath Juss pon preg tah eat pede hes, LAWS Gildas’ Goats. smhabos, b's Aye 
SFM 12-7-3 Fire testing FUrsaces.cc me SD. RN RA EY Pe Te UE dt heh PROS. PORE, Sew BM 
SFM 12-7A-1 Exterior Wall Siding and Sheaiing iors!) emu wes evades AibeaoRit Ss. RIES JOULES 0. fad dae. Mala hee st 
SFM 12-7A-2 POMETIOUE VHGOW cet ie slick tan nee eh. Ge AN BEL ANTS ACU dE BOE ON yas 9s a RS ans scents 
SFM 12-7A-3 ESOT TIS SER, SMR, RS EGTA oe ee ee: oe SN ee ee 
SFM 12-7A-4 ee et ER Los okt he dee Ae © on nat «Ee hones edges eae 9 8 hig 
SFM 12-7A-4A PNB hs BCA EL IOLGR VICENTE CEN ETE hoe: gia yeh Se SEGA Ol GAG ROR RLS SON ea eH RE ee tee eee 
SFM 12-7A-5 [efile REsistanne mama aleHaieayee, Mee ee MOS. SOR OEE AC eR oe OE 
SFM 12-8-100 Room fire] ests jor: Walhand Caving Materiahsvcuk saidoborsles T -vet-cabtaucien an! Jo alia? “9O0L 0 PL 
SFM 12-10-1 Ua ICH AGEL IL) ONS fee Mee fy Siyis ator: aca Seder tacne's| hae oe eel e s oR EI the Sse og OR Sons aaes 
SFM 12-10-2 RIC ee ee CTIONOR LOCKING IOVICOS cabins 08 una eeny a) cb srguktee sian 4s < 58s GAs «ain era Oe Gk sableg ¥l dus 
SFM 12-10-3 PUAEFOENCY EAI GANGONICHIGFOWOLOL INT Ao hee ee aT Te Te clin cad Circe cc aren bits cs 


(The Office of the State Fire Marshal standards referred to above are found in the California Code of Regulations, Title 24, Part 12.) 


UL Underwriters Laboratories LLC 
333 Pfingsten Road 
Northbrook, IL 60062 
10C—2016: Positive Pressure Fire Tests of Door Assemblies 
1010,2.9.3 
13—96: Power-limited Circuit Cables 
30—1995; Metal Safety Cans—with revisions through June 2014 
5003.9.10, 5005.1.10, 5705.2.4, 5707.2 
38—99; Manually Actuated Signaling Boxes—with Revisions through February 2, 2005 as amended.* 


*Amend Section 14.1.5 as follows: 


14.1.5 A signaling box having a glass panel, disc, rod or similar part that must be broken to operate it for a signal or for access to its 
actuating means shall satisfactorily complete five part-breaking operations using the means provided with the box, without jamming of 
the mechanism or other interference by broken particles. It shall be practicable to remove and replace the broken parts. A signaling box 
shall not have a glass panel, disc, rod or similar part requiring a striking action by grasping a tool to operate it for a signal. The force 
required to activate controls shall be no greater than 5 pounds (22 N) of force. 


*Add Appendix B chapter to UL 38 (1999) as follows: 


Appendix B, 


14.1.5 Operation. Controls and operating mechanisms shall be operable with one hand and shall not require tight grasping, pinching or 
twisting of the wrist. 
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58—2018: Steel Underground Tanks for Flammable and Combustible Liquids ss 
5704.2.13.1.5 ty 


80—2007: Steel Tanks for Oil-burner Fuels and Other Combustible Liquids—with revisions through January 2014 
319.7.1, 605.4.2.1, 605.4.2.2, 607.2 


87A—2015: Power-operated Dispensing Devices for Gasoline and Gasoline/Ethanol Blends with Nominal Ethanol Concentrations up 
to 85 Percent—with revisions through June 2017 
2306.8. 1 


142—2006: Steel Aboveground Tanks for Flammable and Combustible Liquids—with revisions through August 2014 
319.7.1, 605.4.1.1, 605.4.2.1, 605.4.2.2, 607.2, 2306.2.3 


193—04: Alarm Valves for Fire-Protection Service 
199—95; Automatic Sprinklers for Fire Protection Service—with Revisions through August 19, 2005 


199E—2004: Outline of Investigation for Fire Testing of Sprinklers and Water Spray Nozzles for Protection of Deep Fat Fryers 
904.13.4.1 


217—2015: Single and Multiple Station Smoke Alarms—with revisions through November 2016 
907.2.11, 915.4.4 


228—97: Door Closers/Holders, with or without Integral Smoke Detectors—with Revisions through January 26, 2006 
260—04: Dry Pipe and Deluge Valves for Fire Protection Service 
262—04: Gate Valves for Fire Protection Service 


268—2016: Smoke Detectors for Fire Alarm Systems—with revisions through July 2016 
907.2012, 907.2. L179, 915.5.3 


268A—09; Smoke Detectors for Duct Application—with Revisions through October 22, 2003 
294—2018: Access Control System Units—with revisions through October 2018 
1010.2.11, 1010.2,12, 1010.2.13.1, 1010.2.14 


300—2005: Fire Testing of Fire Extinguishing Systems for Protection of Commercial Cooking Equipment—with revisions through 
December 2014 
904.13 


300A—2006: Outline of Investigation for Extinguishing System Units for Residential Range Top Cooking Surfaces 
904.14.1.1 


305—2012: Panic Hardware—with revisions through March 2017 
1010.2.9.3 

312—04; Check Valves for Fire-Protection Service 

325—2017: Standard for Door, Drapery, Gate, Louver and Window Operators and Systems 
503.5, 503.6 


498A—2008; Current Taps and Adaptors—with revisions through June 2016 
603.5.1 
346—05: Waterflow Indicators for Fire Protective Signaling Systems 
464—03: Audible Signal Appliances—with Revisions through October 10, 2003 
497B—04: Protectors for Data Communication and Fire Alarm Circuits 
499—2014: Standard for Electrical Heating Appliances—with revisions through February 2017 
607.6 
521—99; Heat Detectors for Fire Protective Signaling Systems—with Revisions through July 20, 2005 
539—00: Single- and Multiple-Station Heat Detectors—with Revisions through August 15, 2005 
632—00: Electrically Actuated Transmitters 


647—1993;: Standard for Unvented Kerosene-fired Room Heaters and Portable Heaters—with revisions through April 2010 


605.5 

710—2012: Exhaust Hoods for Commercial Cooking Equipment—with revisions through June 2018 
606.2 

710B—2011: Recirculating Systems—with revisions through August 2014 
606.2, 904.13 


723—2018: Standard for Test for Surface Burning Characteristics of Building Materials 
202, 803.1, 803.1.2, 803.3, 803.5.2, 803.10, 803.12, 803.13, 804.1.1, 804.1.2, 804.2.4, 3305.9 
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753—04; Alarm Accessories for Automatic Water Supply Valves for Fire Protection Service 
790—2004: Standard Test Methods for Fire Tests of Roof Coverings—with revisions through October 2018 
STV ie, Say L2U7.9.3 


791—2006: Standard for Residential Incinerators—with revisions through November 2014 


605.8. 1 
791—06: Standard for Residential Incinerators 

605.8 | | 
793—2008: Automatically Operated Roof Vents for Smoke and Heat—with revisions through March 2017 

910.3.1 


813—96: Commercial Audio Equipment—with Revisions through December 7, 1999 
817—2015: Standard for Cord Sets and Power-supply Cords—with revisions through August 2018 
603.6 


864—2014:Control Units and Accessories for Fire Alarm Systems—with revisions through March 2018 
909.12 


*Amend No. 55.1 as follows: 


RETARD-RESET-RESTART PERIOD — MAXIMUM 30 SECONDS —No alarm obtained from control unit. Maximum permissible 
time is 30 seconds. 


*Amend Section 55.2.2 as follows: 


Where an alarm verification feature is provided, the maximum retard-reset-restart period before an alarm signal can be confirmed and 
indicated at the control unit, including any control unit reset time and the power-up time for the detector to become operational for alarm, 
shall not exceed 30 seconds. (The balance of the section text is to remain unchanged). 


*Add Section 55.2.9 as follows: 
Smoke detectors connected to an alarm verification feature shall not be used as releasing devices. 


Exception: Smoke detectors which operate their releasing function immediately upon alarm actuation independent of alarm 
verification feature. 


*Amend Section 89.1.10 as follows: 

The existing text of this section is to remain as printed with one editorial amendment as follows: 

THE TOTAL DELAY (CONTROL UNIT PLUS SMOKE DETECTORS) SHALL NOT EXCEED 30 SECONDS. 
(The balance of the section text is to remain unchanged). 


900—2015: Air Filter Units 
2404.7.8 

924—2016: Standard for Safety Emergency Lighting and Power Equipment—with revisions through May 2018 
1013.5, 3103.12.6.1 

971A—2006: Outline of Investigation for Metallic Underground Fuel Pipe 
Table 5703.6.2 

1037—2016: Antitheft Alarms and Devices—with revisions through September 2017 
506.1 

1046—2010: Grease Filters for Exhaust Ducts—with revisions through April 2017 
606.3. 1 

1275—2014: Flammable Liquid Storage Cabinets—with revisions through February 2018 
5003.8.7.1, 5704.3.2.1.1 

1313—2015: Nonmetallic Safety Cans for Petroleum Products 
5003.9.10 

1315—2017: Safety for Metal Waste Paper Containers 
808.1, 808.2 


1316—1994: Glass Fiber Reinforced Plastic Underground Storage Tanks for Petroleum Products, Alcohols and Alcohol-gasoline 
Mixtures—with revisions through May 2006 
5704.2.13.1.5 


1363—2018: Relocatable Power Taps 
603.5. 1 
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UL—continued & 
1363A—2014: Outline of Investigation for Special Purpose Relocatable Power Taps c 
603.5.1.1 \ 


1369—2018: Aboveground Piping Requirements 
Table 5703.6.2 


1389—2019: Plant Oil Extraction Equipment for Installation and Use in Ordinary (Unclassified) Locations and Hazardous 
(Classified) Locations 
3904.2.1 


1489—2016: Fire Resistant Pipe Protection Systems Carrying Combustible Liquids 
1203.1.2 


1741—2010: Inverters, Converters, Controllers and Interconnection System Equipment for Use with Distributed Energy Resources— 
with revisions through February 2018 
1207:3:5, 1200-1 la 


1805—2002: Laboratory Hoods and Cabinets—with revisions through June 2006 
3805.2.2 


1973—2018: Batteries for Use in Stationary, Vehicle Auxiliary Power and Light Electric Rail (LER) Applications and Stationary 
Applications 
Table 1207.6 


19742017: Standard for Evaluation for Repurposing Batteries 
1207.3.9 


1975—2006: Fire Tests for Foamed Plastics Used for Decorative Purpose 
807.5.1.1, 808.3 


1994—2015: Standard for Luminous Egress Path Marking Systems 
1008.2.1, 1025.2.1, 1025.2.3, 1025.2.4, 1025.2.5, 1025.4 

2011—2019: Outline for Machinery © 
320)2;1)320.3:2 


2017—2008: General-purpose Signaling Devices and Systems—with revisions through January 2016 
3905.1.2 


2034—2017: Single and Multiple Station Carbon Monoxide Alarms—with revisions through September 2018 
915.4.2, 915.4.4 


2075—2013: Standard for Gas and Vapor Detectors and Sensors—with revisions through December 2017 
O15 aiby 915.5:3 


2079—2015: Tests for Fire Resistance of Building Joint Systems 
202 


2085—1997: Protected Aboveground Tanks for Flammable and Combustible Liquids—with revisions through September 2010 
202, 605.4.1.1, 605.4.2.1, 605.4.2.2, 2306.2.2, 2306.2.3, 5704.2.7.4, 5704.2.9.2,3, 5704.2.9.7.4, 
5705.3.8.2 


2152—2016: Outline of Investigation for Special Purpose Nonmetallic Containers and Tanks for Specific Combustible or 
Noncombustible Liquids 
607.3 


2196—2017: Standard for Fire Test for Circuit Integrity of Fire-resistive Power, Instrumentation, Control and Data Cables 
913.2.2, 1203.3 


2200—2012: Stationary Engine Generator Assemblies—with revisions through October 2015 
1203.1.1 


2201—2018: Standard for Carbon Monoxide (CO) Emission Rate of Portable Generators 
1204.2 


2208—2010: Solvent Distillation Units—with revisions through September 2015 
5705.4.1 


2245—2006: Below-grade Vaults for Flammable Liquid Storage Tanks & 
5704.2.8.1 


2335—2010: Fire Tests of Storage Pallets—with revisions through August 2017 
315.7.5, 3206.4.1.1 
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2360—2000: Test Methods for Determining the Combustibility Characteristics of Plastics Used in Semi-conductor Tool 
Construction—with revisions through October 2017 
2703.10.1.2 


2524—2019: Standard for In-building 2-way Emergency Radio Communication Enhancement Systems 
510.4 
9540—2016: Standard for Energy Storage Systems and Equipment 
120733. 14207132, 12073 ei5h207.40.6,.1207.10,7.4, 1207,.11,L, 1207.11.53 
9540A—2017: Standard for Safety Test Method for Evaluating Thermal Runaway Fire Propagation in Battery Energy Storage 
Systems 
1207-/1.57¢ 1207.63 
60601-1—2003: Medical Electrical Equipment, Part I: General Requirements for Safety 
603.5.1.1 
60950-1—2014: Information Technology Equipment—Safety Requirements 
320.2.1 


62368-1—2014: Audio/video, Information and Communication Technology Equipment—Safety Requirements 
320.24 


USC United States Code 


c/o Superintendent of Documents 
U.S. Government Printing Office 
Washington, DC 20402-9325 
18 USC Part 1, Chapter 40: Importation, Manufacture, Distribution and Storage of Explosive Materials 
202 
21 USC Chapter 9: United States Food, Drug and Cosmetic Act 
202 
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@ CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
APPENDIX CHAPTER 4 — 
SPECIAL DETAILED REQUIREMENTS BASED ON USE AND OCCUPANCY 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications.) 
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Adopt Entire Chapter | | 


Adopt Entire Chapter 
as amended 
(amended sections 
listed below) 


Adopt only those 


sections that are 
listed below 


[California Code of 

Regulations, Title 19, 

Division 1] 
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* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division 1 text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same. 
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APPENDIX CHAPTER 4 


SPECIAL DETAILED REQUIREMENTS 
BASED ON USE AND OCCUPANCY 


SECTION 435 
SPECIAL PROVISIONS FOR LICENSED 24-HOUR 
CARE FACILITIES IN A GROUP R-2.1, R-3.1, R-4 
[SFM] 


435.1 Scope. The provisions of this section shall apply to 24- 
hour care facilities in a Group R-2.1, R-3.1 or R-4 occupancy 
licensed by a governmental agency. 


435.2 General. The provisions in this section shall apply in 
addition to general requirements in this code. 


435.2.1 Restraint shall not be practiced in a Group R-2.1, 
R-3.1 or R-4 occupancies. 


Exception: Occupancies which meet all the require- 
ments for a Group I-3 occupancy. 


435.2.2 Pursuant to Health and Safety Code, Section 
13133, regulations of the state fire marshal pertaining to 
occupancies classified as Residential Facilities (RF) and 
Residential-care Facilities for the Elderly (RCFE) shall 
apply uniformly throughout the state and no city, county, 
city and county, including a charter city or charter county, 
or fire protection district shall adopt or enforce any ordi- 
nance or local rule or regulation relating to fire and panic 
safety which is inconsistent with these regulations. A city, 
county, city and county, including a charter city or charter 
county may, pursuant to Health and Safety Code, Section 
13143.5, or a fire protection district may, pursuant to 
Health and Safety Code, Section 13869.7, adopt standards 
more stringent than those adopted by the state fire mar- 
shal that are reasonably necessary to accommodate local 
climate, geological or topographical conditions relating 
to roof coverings for Residential-care Facilities for the 
Elderly. 


Exception: Local regulations relating to roof coverings 
in facilities licensed as a Residential Care Facility for 
the Elderly (RCFE) in accordance with Health and 
Safety Code Section 13133. 


435.3 Building height and area provisions. 


435.3.1 Group R-2.1, R-3.1 and R-4 shall be constructed 
in accordance with Table 504.3 of the California Building 
Code. 


[California Code of Regulations, Title 19, Division 1, §3.26] 
Operators Statement — Group I, R-2.1, R-3.1 and R-4 Occu- 
pancies. Every person, firm or corporation maintaining or 
operating any Group I or R-2.1, R-3.1 or R-4 occupancy shall 
provide an operators statement in accordance with Section 
13132 of the Health and Safety Code which reads as follows: 


“13132. Every person, firm or corporation maintain- 
ing or operating any facility for the care of the mentally 
handicapped shall file a statement with the fire author- 
ity having jurisdiction within five days of the admission 
or readmission of a patient stating that such patient is 
an ambulatory or a nonambulatory person and enu- 
merating the reasons for such classification. Such a 
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statement shall also be filed for each existing patient 
within 30 days of the effective date of this section. 


Any statement required to be filed pursuant to this 
section shall be certified as to its correctness by the 
person attending such patient. 


It shall be unlawful for any person, firm or corpora- 
tion required to file a statement pursuant to this section 
to include false statements therein. Any such act shall 
be in violation of this section and subject to the provi- 
sions of Section 13112.” 


435.3.2 Limitations six or less clients. Group R-3.1 occu- 
pancies where nonambulatory clients are housed above 
the first story, having more than two stories in height or 
having more than 3,000 square feet (279 m’) of floor area 
above the first story shall not be of less than 1-hour fire- 
resistance-rated construction throughout. 


In Group R-3.1 occupancies housing a bedridden client, 
the client sleeping room shall not be located above or 
below the first story. 


Exception: Clients who become bedridden as a 
result of a temporary illness as defined in Health 
and Safety Code, Sections 1566.45, 1568.0832, and 
1569.72. A temporary illness is an illness which per- 
sists for 14 days or less. A bedridden client may be 
retained in excess of the 14 days upon approval by 
the Department of Social Services and may continue 
to be housed on any story in a Group R-3.1 occu- 
pancy classified as a licensed residential facility. 


Every licensee admitting or retaining a bedridden resi- 
dent shall, within 48 hours of the resident’s admission or 
retention in the facility, notify the local fire authority with 
Jurisdiction of the estimated length of time the resident 
will retain his or her bedridden status in the facility. 


435,3.3 Limitations seven or more clients. Group R-4 
occupancies, where nonambulatory clients are housed 
above the first story and there is more than 3,000 square 
feet (279 m’) of floor area above the first story or housing 
not more than 16 clients above the first story, shall be con- 
structed of not less than I-hour fire-resistance-rated con- 
struction throughout. 


435.3.4 Ambulatory and nonambulatory elderly clients. 
Group R-4 occupancies housing nonambulatory elderly 
clients shall be of not less than I-hour fire-resistance- 
rated construction throughout. 


435.4 Type of construction provisions. 


435.4,1 Group R-2.1, occupancies are not permitted in 
non-fire-resistance-rated construction, see Health and 
Safety Code, Section 13131.5. 


435.5 Fire-resistance-rated construction provisions. 


435.5.1 Smoke barriers required. Group R-2.1 and R-4 
occupancies licensed as a Residential Care Facility (RCF) 
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with individual floor areas over 6000 square feet (557 m’) 
per floor, shall be provided with smoke barriers, con- 
structed in accordance with Section 710 of the California 
Building Code. 


Group R-2.1 occupancies housing bedridden clients 
shall be provided with smoke barriers constructed in 
accordance with Section 710 of the California Building 
Code regardless of the number of clients, 


When smoke barriers are required, the area within a 
smoke compartment shall not exceed 22,500 square feet 
(2090 m’) nor shall its travel distance exceed 200 feet (60 
960 mm). Such smoke barriers shall divide the floor as 
equally as possible. 


435.5.2 Smoke partitions. Group R-2.1 occupancies 
where smoke partitions are required, framing shall be 
covered with noncombustible materials having an 
approved thermal barrier with an index of not less than 15 
in accordance with FM 4880, UL 1040, NFPA 286 or UL 
IZ15, 


435,5.3 Independent egress. At least two means of egress 
shall be provided from each smoke compartment created 
by smoke barriers. Means of egress may pass through 
adjacent compartments provided it does not return 
through the smoke compartment from which means of 
egress originated. 


435.6 Interior finish provisions. 


435.6.1 Interior wall and ceiling finish. Group R-3.1 
occupancies housing a bedridden client shall comply with 
Interior Wall and Ceiling Finish requirements specified 
for Group I-2 occupancies in Table 903.3 of the California 
Building Code. 


435.6.2 Safety padding. Padding material used on walls, 
floors and ceilings in Group I and R-2.1 occupancies shall 
be of an approved type tested in accordance with the pro- 
cedures established by State Fire Marshal Standard 12-8- 
100, Room Fire Test for Wall and Ceiling Materials, Cali- 
fornia Code of Regulations, Title 24, Part 12. 


435.7 Fire Protection system provisions. 


435.7.1 Automatic sprinkler systems in Group R-2.1, 
R-3.1 and R-4 occupancies, An automatic sprinkler 
system shall be installed where required in Section 903. 


435.7.2 Fire alarm systems in Group R-2.1 and R-4 occu- 
pancies. An approved fire alarm system shall be installed 
where required in Section 907. 
435.7.3 Smoke alarms in Groups R-2.1, R-3.1 and R-4 
occupancies. Smoke alarms shall be installed where 
required in Section 907.2.11.2. 


435.7.4 Hearing impaired. See Section 907.5,.2.3.5. 
435.8 Means of egress provisions. 


435.8.1 General. In addition to the general means of 
egress requirements of Chapter 10, this section shall apply 
to Group R-2.1, R-3.1 and R-4 occupancies. 
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435.8.2 Number of exits. 


435.8.2.1 Group R-2.1, R-3.1 and R-4 occupancies 
shall have a minimum of two exits. 


Exception. Ancillary use areas or occupancies shall 
have egress as required by Section 1021, 


435.83 Egress arrangements. 


435.8.3.1 Egress through adjoining dwelling units shall 
not be permitted. 


435.8.3.2 Group R-3.1 occupancies housing nonam- 
bulatory clients. In a Group R-3.1 occupancy, bed- 
rooms used by nonambulatory clients shall have access 
to at least one of the required exits which shall conform 
to one of the following: 


1, Egress through a hallway or area into a bedroom 
in the immediate area which has an exit directly 
to the exterior and the corridor/hallway is con- 
structed consistent with the dwelling unit interior 
walls. The hallway shall be separated from com- 
mon areas by a solid wood door not less than 1°/, 
inch (35 mm) in thickness, maintained self-clos- 
ing or shall be automatic closing by actuation of 
a smoke detector installed in accordance with 
Section 716.5.9 of the California Building Code. 


2. Egress through a hallway which has an exit 
directly to the exterior. The hallway shall be sep- 
arated from the rest of the house by a wall con- 
structed consistent with the dwelling unit interior 
walls and opening protected by a solid wood 
door not less than 1°/, inch (35 mm) in thickness, 
maintained self-closing or shall be automatic 
closing by actuation of a smoke detector installed 
in accordance with Section 716.5.9 of the Cali- 
fornia Building Code. 


3. Direct exit from the bedroom to the exterior, such 
doors shall be of a size as to permit the installa- 
tion of a door not less than 3 feet (914 mm) in 
width and not less than 6 feet 8 inches (2032 mm) 
in height. When installed, doors shall be capable 
of opening at least 90 degrees and shall be so 
mounted that the clear width of the exit way is not 
less than 32 inches (813 mm). 


4, Egress through an adjoining bedroom which 
exits to the exterior. 


435.8.3.3 Group R-3.1 occupancies housing only one 
bedridden client. In Group R-3.1 occupancies housing 
a bedridden client and not provided with an approved 
automatic fire sprinkler system, all of the following 
shall apply: 


1, In Group R-3.1 occupancies housing a bedridden 
client, a direct exit to the exterior of the residence 
shall be provided from the client sleeping room. 


2. Doors to a bedridden client’s sleeping room shall 
be of a self-closing, positive latching 1°/, inch 
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solid wood door. Such doors shall be provided 
with a gasket so installed as to provide a seal 
where the door meets the jam on both sides and 
across the top. Doors shall be maintained self- 
closing or shall be automatic closing by actua- 
tion of a smoke detector in accordance with Cali- 
fornia Building Code, Section 716.5.9. 


3. Group R-3.1 occupancies housing a bedridden 
client shall not have a night latch, dead bolt, 
security chain or any similar locking device 
installed on any interior door leading from a bed- 
ridden client’s sleeping room to any interior area 
such as a corridor, hallway and/or general use 
areas of the residence in accordance with Chap- 
ter 10, 


4. The exterior exit door to a bedridden client’s 
sleeping room shall be operable from both the 
interior and exterior of the residence. 


5. Every required exit doorway from a bedridden 
client sleeping room shall be of a size as to per- 
mit the installation of a door not less than 3 feet 
(914 mm) in width and not less than 6 feet 8 
inches (2032 mm) in height. When installed in 
exit doorways, exit doors shall be capable of 
opening at least 90 degrees and shall be so 
mounted that the clear width of the exit way is not 
less than 32 inches (813 mm). 


Note: A sliding glass door can be used as an exte- 
rior exit doorway as long as it is operable from the 
inside and outside and the clear width of the exit 
way is not less than 32 inches (813 mm). 


435.8.3.4 Intervening rooms. A means of exit shall not 
pass through more than one intervening room. A means 
of egress shall not pass through kitchens, storerooms, 
closets, garages or spaces used for similar purposes. 


Exception: Kitchens which do not form separate 
rooms by construction. 


435.8.4 Corridors. 


435.8.4.1 Unless specified by Section 435,8.4, corri- 
dors serving Group R-2.1 and Group R-4 occupancies 
shall comply with Section 1018.1. 


435,.8.4.2 The minimum clear width of a corridor shall 
be as follows: 


1. Group R-2.1 occupancies shall have 60 inches 
(1524 mm) on floors housing nonambulatory cli- 
ents and 44 inches (1118 mm) on floors housing 
only ambulatory clients. 


2. Group R-4 occupancies shall have 44 inches 
(1118 mm) on floors housing clients. 


Exceptions: 


1, Corridors serving an occupant load of 10 or 
less shall not be less than 36 inches (914 mm) 
in width, 


2. Corridors serving ambulatory persons only 
and having an occupant load of 49 or less 
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shall not be less than 36 inches (914 mm) in 
width. 


In Group R-2.1 occupancies provided with fire 
sprinklers throughout and which are required to have 
rated corridors, door closers need not be installed on 
doors to client sleeping rooms. 


435.8.4.3 In a Group R-2.1 and Group R-4 occupancies 
having smoke barriers, cross-corridor doors in corri- 
dors 6 feet (1829 mm) or less in width shall have, as a 
minimum, a door 36 inches (914 mm) in width. 


435.8.5 Changes in level. In Group R-3.1 occupancies 
housing nonambulatory clients, interior changes in level 
up to 0.25-inch (6 mm) may be vertical and without edge 
treatment. Changes in level between 0.25 inch (6 mm) and 
0.5 inch (12.7 mm) shall be beveled with a slope no 
greater than I unit vertical in 2 units horizontal (50-per- 
cent slope). Changes in level greater than 0.5 inch (12.7 
mm) shall be accomplished by means of a ramp. 


435,8.6 Stairways. 


435.8.6.1 Group R-2.1 and Group R-4 occupancies 
housing more than six nonambulatory clients above the 
Jirst floor shall be provided with two vertical exit enclo- 
sures. Stairway enclosures shall be in compliance with 
Section 1022. 


435.8.6.2 Group R-3.1 occupancies may continue to 
use existing stairways (except for winding and spiral 
stairways which are not permitted as a required means 
of egress) provided the stairs have a maximum rise of & 
inches (203 mm) with a minimum run of 9 inches (229 
mm). The minimum stairway width may be 30 inches 
(762 mm). 


435.8.7 Floor separation. Group R-3.1 occupancies 
shall be provided with a non-fire-resistance con- 
structed floor separation at stairs which will prevent 
smoke migration between floors. Such floor separation 
shall have equivalent construction of 0.5 inch (12.7 
mm) gypsum wallboard on one side of wall framing. 


Exceptions: 


1. Occupancies with at least one exterior exit from 
floors occupied by clients. 


2. Occupancies provided with automatic fire 
sprinkler systems complying with Chapter 9. 


435.8.7.1 Doors within floor separations. Doors within 
such floor separations shall be tight fitting solid wood 
at least 1°/, inches (35 mm) in thickness. Door glazing 
shall not exceed 1296 square inches (32 918 mm?) with 
no dimension greater than 54 inches (1372 mm). Such 
doors shall be positive latching, smoke gasketed and 
shall be automatic-closing by smoke detection. 


435.8.8 Fences and gates. Grounds of a Residential 
Care for the Elderly facility serving Alzheimer clients 
may be fenced and gates therein equipped with locks, 
provided safe dispersal areas are located not less than 
50 feet (15 240 mm) from the buildings. Dispersal areas 
shall be sized to provide an area of not less than 3 square 
feet (0.28 m’) per occupant. Gates shall not be installed 


APPENDIX 4-5 


APPENDIX CHAPTER 4—SPECIAL DETAILED REQUIREMENTS BASED ON USE AND OCCUPANCY 


across corridors or passageways leading to such disper- 
sal areas unless they comply with egress requirements. 


435.8.9 Basement exits. One exit is required to grade 
level when the basement is accessible to clients. 


435.8.10 Delayed egress locks. See Section 1010.2. 13. 


435.9 Request for alternate means of protection for facili- 
ties housing bedridden clients. Request for alternate means 
of protection shall apply to Sections 435 through 435.9. 
Request for approval to use an alternative material, assem- 
bly or materials, equipment, method of construction, 
method of installation of equipment or means of protection 
shall be made in writing to the local fire enforcing agency 
by the facility, client or the client’s authorized representa- 
tive. Sufficient evidence shall be submitted to substantiate 
the need for an alternate means of protection. 


The facility, client or the client’s representative or the 
local fire enforcing agency may request a written opinion 
from the State Fire Marshal concerning the interpretation 
of the regulations promulgated by the State Fire Marshal 
for a particular factual dispute. The State Fire Marshal 
shall issue the written opinion within 45 days following the 
request. 


Approval of a request for use of an alternative material, 
assembly or materials, equipment, method of construction, 
method of installation of equipment or means of protection 
made pursuant to this section shall be limited to Group R-3.1 
occupancies housing a bedridden client. 


Approvals made by the local fire enforcing agency and the 
written opinion by the State Fire Marshal shall be applicable 
only to the requesting facility and shall not be construed as 
establishing any precedent for any future request by that 
facility or any other facility. 


435.10 Temporarily bedridden clients. Clients who become 
temporarily bedridden as defined in Health and Safety 
Code, Section 1569.72, as enforced by the Department of 
Social Services, may continue to be housed on any story in 
Group R-2.1, R-3.1 or R-4 occupancies classified as Resi- 
dential Care Facilities for the Elderly (RCFE). Every Resi- 
dential Care Facility for the Elderly (RCFE) admitting or 
retaining a bedridden resident shall, within 48 hours of the 
resident’s admission or retention in the facility, notify the 
local fire authority with jurisdiction of the estimated length 
of time the resident will retain his or her bedridden status in 
the facility. 


SECTION 436 
GROUP |-4 [SFM] 


436.1 Group I-4 special provisions. Rooms classified as 
Group I-4 shall not be located above or below the first story. 


Exceptions: 


1. Basements or stories having floor levels located 
within 4 feet (1219 mm), measured vertically, from 
adjacent ground level at the level of exit discharge, 
provided the basement or story has exterior exit 
doors at that level. 
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2. Group I-4 child-care center or adult cay care may | 
be located above the first story in buildings of 


Types 


I-A, I-B, I-A, III-A, IV-A, IV-B and IV-C 


construction, subject to the limitation of Section 
503 when: : 


Pate 


we. 


YESS 


2.4. 


Bah 


2.6. 


Group I-4 child-care center with children 
under the age of seven or containing more 
than 12 children per story shall not be 
located above the fourth floor; and 


The entire story in which the Group 1-4 
child-care center or adult day care is 
located is equipped with an approved man- 
ual fire alarm and automatic smoke-detec- 
tion system. (See the California Fire Code.) 
Actuation of an initiating device shall 
sound an audible alarm throughout the 
entire story. When a building fire alarm 
system is required by other provisions of 
this code or the Fire Code, the alarm sys- 
tem shall be connected to the building 
alarm system. An approved alarm signal 
shall sound at an approved location in the 
Group I-4 facility to indicate a fire alarm or 
sprinkler flow condition in other portions of 
the building; and 


Group I-4 child-care center or adult day 
care, if more than 1,000 square feet (92.9 
m’) in area, is divided into at least two com- 
partments of approximately the same size by 
a smoke barrier with door openings pro- 
tected by smoke- and draft-control assem- 
blies having a fire-protection rating of not 
less than 20 minutes. Smoke barriers shall 
have a fire-resistive rating of not less than 
one hour. In addition to the requirements of 
Section 508.3.3 of the California Building 
Code, occupancy separations between 
Group I-4 child-care center or adult day 
care and other occupancies shall be con- 
structed as smoke barriers. Door openings in 
the smoke barrier shall be tightfitting, with 
gaskets installed as required by Section 710 
of the California Building Code, and shall be 
automatic closing by actuation of the auto- 
matic sprinklers, fire alarm or smoke-detec- 
tion system. 


Each compartment formed by the smoke bar- 
rier has not less than two exits or exit access 
doors, one of which is permitted to pass 
through the adjoining compartment; and 


Where two or more exits or exit access are 
required, at least one shall not share a com- 
mon path of travel. The egress system shall 
comply with the requirements of Section 709 
for smoke barriers. 


The building is equipped with an automatic 
sprinkler system throughout. 
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436.1.1 Egress. Rooms used for Group I-4 child-care or 
adult day care on the first floor shall have one exit door 
directly to the exterior. 


Exception: One-hour rated corridors with a minimum 
width of 60 inches (1524 mm). 


SECTION 452 
SCHOOL FACILITIES FOR KINDERGARTEN 


| | THROUGH 12TH GRADE AND GROUP E CHILD-CARE 


452.1 General provisions. School facilities for Kindergarten 
through 12" grade and Group E day care shall comply with 
the provisions of this section and other applicable provisions 
of this code including requirements for specific occupancies. 


452.1.1 Location on property. All buildings housing 
Group E occupancies shall front directly on a public street 
or an exit discharge not less than 20 feet (6096 mm) in 
width. The exit discharge to the public street shall be a 
minimum 20-foot-wide (6096 mm) right-of-way, unob- 
structed and maintained only as access to the public 
street. At least one required exit shall be located on the 
public street or on the exit discharge. 


452.1,.2 Separate means of egress systems required. 
Every room with an occupant load of 300 or more shall 
have one of its exits or exit-access doorways lead directly 
into a separate means of egress system that consists of not 
less than two paths of exit travel which are separated by a 
smoke barrier in accordance with Section 709 of the Cali- 
fornia Building Code in such a manner to provide an 
atmospheric separation that precludes contamination of 
both paths of exit travel by the same fire. Not more than 
two required exits or exit-access doorways shall enter into 
the same means of egress system. 


452.1.3 Fences and gates. School grounds may be fenced 
and gates therein may be equipped with locks, provided 
that safe dispersal areas based on 3 square feet (0.28 m’) 
per occupant are located between the school and the 
fence. Such required safe dispersal areas shall not be 
located less than 50 feet (15 240 mm) from school build- 
ings. 


Every public and private school shall conform with 
Section 32020 of the Education Code which states: 


The governing board of every public school dis- 
trict, and the governing authority of every private 
school, which maintains any building used for the 
instruction or housing of school pupils on land 
entirely enclosed (except for building walls) by 
fences of walls, shall, through cooperation with the 
local law enforcement and fire-protection agencies 
having jurisdiction of the area, make provision for 
the erection of gates in such fences or walls. The 
gates shall be of sufficient size to permit the 
entrance of the ambulances, police equipment and 
fire-fighting apparatus used by the law enforce- 
ment and fire-protection agencies. There shall be 
no less than one such access gate and there shall 
be as many such gates as needed to assure access 
to all major buildings and ground areas. If such 
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gates are to be equipped with locks, the locking 
devices shall be designed to permit ready entrance 
by the use of the chain or bolt-cutting devices with 
which the local law enforcement and fire-protec- 
tion agencies may be equipped. 


452,1.4 Special provisions. Rooms used by kindergarten, 
first- or second-grade pupils, and Group E child-care, 
shall not be located above or below the first story. 


Exceptions: 


1. Kindergarten, first- or second-grade pupils, or 
Group E child-care may be located in basements 
or stories having floor levels located within 4 feet 
(1219 mm), measured vertically, from the adja- 
cent ground level at the level of exit discharge, 
provided the basement or story has exterior exit 
doors at that level. 


2. In buildings equipped with an automatic sprin- 
kler system throughout, rooms used for kinder- 
garten, first- and second-grade children or for 
Group E child-care purposes may be located on 
the second story, provided there are at least two 
exterior exit doors, or other egress systems com- 
plying with Section 1020 with two exits, for the 
exclusive use of such occupants. Egress systems 
for the exclusive use of such occupants shall be 
maintained until exit discharge at grade is 
attained. 


3. Group E day-care facilities may be located above 
the first story in buildings of Type I-A, Type I-B, 
Type II-A, III-A, IV-A, IV-B and IV-C construc- 
tion, subject to the limitation of Section 503 
when: 


3.1, Facilities with children under the age of 
seven or containing more than 12 children 
per story shall not be located above the 
fourth floor; and 


3.2. The entire story in which the day-care facil- 
ity is located is equipped with an approved 
manual fire alarm and automatic smoke- 
detection system. Actuation of an initiating 
device shall sound an audible alarm 
throughout the entire story. 


When a building fire alarm system is 
required by other provisions of this code, the 
alarm system shall be interconnected and 
sound the day-care fire alarm system; and 


3.3. The day-care facility, if more than 1,000 
square feet (92.9 m°*) in area, is divided into 
at least two compartments of approximately 
the same size by a smoke barrier in accor- 
dance with Section 709 of the California 
Building Code. In addition to the require- 
ments of Section 508, occupancy separations 
between daycare and other occupancies 
shall be constructed as smoke barriers, Door 
openings in the smoke barrier shall be tight 
fitting, with gaskets installed as required by 
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Section 716.5.3.1 of the California Building 
Code and shall be automatic closing by actu- 
ation of the fire sprinklers, fire alarm or 
smoke detection system; and 


3.4, Each compartment formed by the smoke bar- 
rier has not less than two exits or exit-access 
doors, one of which is permitted to pass 
through the adjoining compartment, and 


3.5. At least one exit or exit-access door from the 
day-care facility shall be into a separate 
means of egress with not less than two paths 
of exit travel, which are separated in such a 
manner to provide an atmospheric separa- 
tion. The egress system shall comply with the 
requirements of Section 709 for smoke barri- 
ers. 


3.6. The building is equipped with an automatic 
sprinkler system throughout. 


452.1.5 Special hazards. School classrooms constructed 
after January 1, 1990, not equipped with automatic sprin- 
kler systems, which have metal grilles or bars on all their 
windows and do not have at least two exit doors within 3 
feet (914 mm) of each end of the classroom opening to the 
exterior of the building or to a common hallway used for 
evacuation purposes, shall have an inside release for the 
grilles or bars on at least one window farthest from the 
exit doors. The window or windows with the inside release 
shall be clearly marked as emergency exits. 


452.1.6 Class I, IT or TH-A flammable liquids. Class [, IT 
or III-A flammable liquids shall not be placed, stored or 
used in Group E occupancies, except in approved quanti- 
ties as necessary in laboratories and classrooms and for 
operation and maintenance as set forth in the California 
Fire Code. 


SECTION 455 
LARGE FAMILY DAY-CARE HOMES [SFM] 


455.1 Large family day-care homes. 


455.2 For purposes of clarification, Health and Safety Code 
Section 1597.45 and 1597.46 is repeated. 


1597.45, 


(a) The use of a home as a small or large family day-care 
home shall be considered a residential use of property 
and a use by right for the purposes of all local ordi- 
nances, including, but not limited to, zoning ordi- 
nances. 


(b) A local jurisdiction shall not impose a business 
license, fee or tax for the privilege of operating a 
small or large family day-care home. 


(c) Use of a home as a small or large family day-care 
home shall not constitute a change of occupancy for 
purposes of Part 1.5 (commencing with Section 
17910) of Division 13 (State Housing Law) or for pur- 
poses of local building codes. 
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(d) A small or large family daycare home shall not be 
subject to the provisions of Division 13 (commencing 
with Section 21000) of the Public Resources Code. 


(e) The provisions of this chapter do not preclude a city, 
county or other local public entity from placing 
restrictions on building heights, setback or lot dimen- 
sions of a family day-care home, as long as those 
restrictions are identical to those applied to all other 
residences with the same zoning designation as the 
family day-care home. This chapter does not preclude 
a local ordinance that deals with health and safety, 
building standards, environmental impact standards 
or any other matter within the jurisdiction of a local 
public entity, as long as the local ordinance is identi- 
cal to those applied to all other residences with the 
same zoning designation as the family daycare home. 
This chapter also does not prohibit or restrict the 
abatement of nuisances by a city, county, or city and 
county. However, the ordinance or nuisance abate- 
ment shall not distinguish family day-care homes 
from other homes with the same zoning designation, 
except as otherwise provided in this chapter. 


(f) For purposes of this chapter, “small family day-care 
home or large family daycare home” includes a 
detached single-family dwelling, a townhouse, a 
dwelling unit within a dwelling or a dwelling unit 
within a covered multifamily dwelling in which the 
underlying zoning allows for residential uses, A small 
family daycare home or large family day-care home is 
where the family day-care provider resides and 
includes a dwelling or dwelling unit that is rented, 
leased or owned. 


(Amended by Stats. 2019, Ch, 244, Sec. 9. (SB 234) Effective 
January 1, 2020.) 


1597.46, 


(a) A large family daycare home shall abide by all stan- 
dards, in addition to the requirements of the State 
Uniform Building Standards Code, that are specifi- 
cally designed to promote fire and life safety in large 
family day-care homes. The State Fire Marshal shall 
adopt separate building standards specifically relat- 
ing to the subject of fire and life safety in-family day- 
care homes, which shall be published in Title 24 of 
the California Code of Regulations. These standards 
shall apply uniformly throughout the state and shall 
include, but not be limited to, all of the following: 


(1) The requirement that a large family daycare 
home contain a fire extinguisher or smoke 
detector device, or both, that meets child-care 
standards established by the State Fire Mar- 
shal. 


(2) Specification as to the number of required exits 
from the home. 


(3) Specification as to the floor or floors on which 
child-care may be provided and the number of 
required exits on each floor. 
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(b) A large family day-care home for children shall have 
one or more carbon monoxide detectors in the facility 
that meet the standards established in Chapter 8 
(commencing with Section 13260) of Part 2 of Divi- 
sion 12. The department shall account for the pres- 
ence of these detectors during inspections. 


(c) Enforcement of this section shall be in accordance 
with Sections 13145 and 13146. A city, county, city 
and county, or district shall not adopt or enforce a 
building ordinance or local rule or regulation relat- 
ing to the subject of fire and life safety in large family 
day-care homes that is inconsistent with those stan- 
dards adopted by the State Fire Marshal, except to the 
extent the building ordinance or local rule or regula- 
tion applies to all residences with the same zoning 
designation in which child-care is provided. 


(Repealed and added by Stats. 2019, Ch. 244, Sec. 12. (SB 
234) Effective January 1, 2020.) 


455.3 Smoke alarms. Large family day-care homes shall be 
equipped with State Fire Marshal approved and listed single 
station residential type smoke alarms. The number and place- 
ment of smoke alarms shall be determined by the enforcement 
authority. 


455.4 Fire extinguishers. Large and small family day-care 
homes shall be equipped with a portable fire extinguisher 
having a minimum 2A10BC rating. 


455.5 Fire alarm devices. See Section 907. 2.6.4. 


455.6 Compliance. Every large-family day-care home shall 
comply with the provisions for Group R-3 occupancies. For 
the purposes of Section 436.1 of the California Building 
Code, the first story shall be designated as the floor used for 
residential occupancy nearest to the street level which pro- 
vides primary access to the building. 


455.7 Special hazards. Every unenclosed gas-fired water 
heater or furnace which is within the area used for child-care 
in a large family day-care home shall be protected in such a 
way as to prevent children from making contact with those 
appliances. 

Exception: This does not apply to kitchen stoves or ovens. 


455.8 Exiting. See Section 1006. 2.2.7. 
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CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
APPENDIX A — BOARD OF APPEALS 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications. ) 
(Not adopted by the State Fire Marshal) 
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* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division 1 text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same. 
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APPENDIX A 
‘BOARD OF APPEALS 


The provisions contained in this appendix are not mandatory unless specifically 
referenced in the adopting ordinance or legislation of the jurisdiction. 


User note: 


About this appendix: Appendix A contains optional criteria that, when adopted, provide jurisdictions with detailed appeals, board member 
qualifications and administrative procedures to supplement the basic requirements found in Section 111 of this code. 


SECTION A101 
GENERAL 


A101.1 Scope. A board of appeals shall be established within 
the jurisdiction for the purpose of hearing applications for 
| modification of the requirements of this code pursuant to the 
provisions of Section 111. The board shall be established and 
operated in accordance with this section, and shall be autho- 
rized to hear evidence from appellants and the fire code 
official pertaining to the application and intent of this code 
for the purpose of issuing orders pursuant to these provisions. 


A101.2 Application for appeal. Any person shall have the 
right to appeal a decision of the fire code official to the board. 
An application for appeal shall be based on a claim that the 
intent of this code or the rules legally adopted hereunder have 
been incorrectly interpreted, the provisions of this code do 
not fully apply or an equally good or better form of construc- 
tion is proposed. The application shall be filed on a form 
obtained from the fire code official within 20 days after the 
notice was served. 


A101.2.1 Limitation of authority. The board shall not 
have authority to waive requirements of this code or inter- 
pret the administration of this code. 


A101.2.2 Stays of enforcement. Appeals of notice and 
orders, other than Imminent Danger notices, shall stay the 
enforcement of the notice and order until the appeal is 
heard by the board. 


A101.3 Membership of board. The board shall consist of 
five voting members appointed by the chief appointing 
authority of the jurisdiction. Each member shall serve for 
[NUMBER OF YEARS] years or until a successor has been 
appointed. The board member’s terms shall be staggered at 
intervals, so as to provide continuity. The fire code official 
shall be an ex officio member of said board but shall not vote 
on any matter before the board. 


A101.3.1 Qualifications. The board shall consist of 
members who are qualified by experience and training to 
pass on matters pertaining to hazards of fire, explosions, 
hazardous conditions or fire protection systems, and are 
not employees of the jurisdiction. 
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A101.3.2 Alternate members. The chief appointing 
authority is authorized to appoint two alternate members 
who shall be called by the board chairperson to hear 
appeals during the absence or disqualification of a 
member. Alternate members shall possess the qualifica- 
tions required for board membership, and shall be 
appointed for the same term or until a successor has been 
appointed. 


A101.3.3. Vacancies. Vacancies shall be filled for an 
unexpired term in the same manner in which original 
appointments are required to be made. 


A101.3.4 Chairperson. The board shall annually select 
one of its members to serve as chairperson. 


A101.3.5 Secretary. The chief appointing authority shall 
designate a qualified clerk to serve as secretary to the 
board. The secretary shall file a detailed record of all 
proceedings, which shall set forth the reasons for the 
board’s decision, the vote of each member, the absence of 
a member and any failure of a member to vote. 


A101.3.6 Conflict of interest. A member with any 
personal, professional or financial interest in a matter 
before the board shall declare such interest and refrain 
from participating in discussions, deliberations and voting 
on such matters. 


A101.3.7 Compensation of members. Compensation of 
members shall be determined by law. 


A101.3.8 Removal from the board. A member shall be 
removed from the board prior to the end of their terms 
only for cause. Any member with continued absence from 
regular meetings of the board may be removed at the 
discretion of the chief appointing authority. 


A101.4 Rules and procedures. The board shall establish 
policies and procedures necessary to carry out its duties 
consistent with the provisions of this code and applicable 
state law. The procedures shall not require compliance with 
strict rules of evidence, but shall mandate that only relevant 
information be presented. 
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A101.5 Notice of meetings. The board shall meet upon 
notice from the chairperson within 10 days of the filing of an 
appeal or at stated periodic intervals. 


A101.5.1 Open hearing. All hearings before the board 
shall be open to the public. The appellant, the appellant’s 
representative, the fire code official and any person whose 
interests are affected shall be given an opportunity to be 
heard. 


A101.5.2 Quorum. Three members of the board shall 
constitute a quorum. 


A101.5.3 Postponed hearing. When five members are not 
present to hear an appeal, either the appellant or the appel- 
lant’s representative shall have the right to request a 
postponement of the hearing. 


A101.6 Legal counsel. The jurisdiction shall furnish legal 
counsel to the board to provide members with general legal 
advice concerning matters before them for consideration. 
Members shall be represented by legal counsel at the jurisdic- 
tion’s expense in all matters arising from service within the 
scope of their duties. 


A101.7 Board decision. The board shall only modify or 
reverse the decision of the fire code official by a concurring 
vote of three or more members. 


A101.7.1 Resolution. The decision of the board shall be 
by resolution. Every decision shall be promptly filed in 
writing in the office of the fire code official within three 
days and shall be open to the public for inspection. A certi- 
fied copy shall be furnished to the appellant or the 
appellant’s representative and to the fire code official. 


A101.7.2 Administration. The fire code official shall take 
immediate action in accordance with the decision of the 
board. 


A101.8 Court review. Any person, whether or not a previous 
party of the appeal, shall have the right to apply to the appro- 
priate court for a writ of certiorari to correct errors of law. 
Application for review shall be made in the manner and time 
required by law following the filing of the decision in the 
office of the chief administrative officer. 
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CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
APPENDIX B — FIRE-FLOW REQUIREMENTS FOR BUILDINGS 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications.) 
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APPENDIX B 
FIRE-FLOW REQUIREMENTS FOR BUILDINGS 


The provisions contained in this appendix are not mandatory unless specifically 
referenced in the adopting ordinance or legislation of the jurisdiction. 


User note: 


About this appendix: Appendix B provides a tool for the use of jurisdictions in establishing a policy for determining fire-flow requirements in 
accordance with Section 507.3. The determination of required fire flow is not an exact science, but having some level of information provides 
a consistent way of choosing the appropriate fire flow for buildings throughout a jurisdiction. The primary tool used in this appendix is a table 
that presents fire flow based on construction type and building area based on the correlation of the Insurance Services Office (ISO) method 


and the construction types used in the International Building Code®. 


SECTION B101 
GENERAL 


B101.1 Scope. The procedure for determining fire-flow 
requirements for buildings or portions of buildings hereafter 
constructed shall be in accordance with this appendix. This 
appendix does not apply to structures other than buildings. 


SECTION B102 
DEFINITIONS 


B102.1 Definitions, For the purpose of this appendix, certain 
terms are defined as follows: 


FIRE FLOW. The flow rate of a water supply, measured at 
20 pounds per square inch (psi) (138 kPa) residual pressure, 
that is available for fire fighting. 


FIRE-FLOW CALCULATION AREA. The floor area, in 
square feet (m7), used to determine the required fire flow. 


SECTION B103 
MODIFICATIONS 


B103.1 Decreases. The fire code official is authorized to 
reduce the fire-flow requirements for isolated buildings or a 
group of buildings in rural areas or small communities where 
the development of full fire-flow requirements is impractical. 


B103.2 Increases. The fire code official is authorized to 
increase the fire-flow requirements where conditions indicate 
an unusual susceptibility to group fires or conflagrations. An 
increase shall be not more than twice that required for the 
building under consideration. 


B103.3 Areas without water supply systems. For informa- 
tion regarding water supplies for fire-fighting purposes in 
rural and suburban areas in which adequate and reliable water 
supply systems do not exist, the fire code official is autho- 
rized to utilize NFPA 1142. 


SECTION B104 
FIRE-FLOW CALCULATION AREA 


B104.1 General. The fire-flow calculation area shall be the 
total floor area of all floor levels within the exterior walls, 
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and under the horizontal projections of the roof of a building, 
except as modified in Section B104.3. 


B104.2 Area separation. Portions of buildings that are sepa- 
rated by fire walls without openings, constructed in 
accordance with the California Building Code, are allowed to 
be considered as separate fire-flow calculation areas. 


B104.3 Type IA and Type IB construction. The fire-flow 
calculation area of buildings constructed of Type IA and 
Type IB construction shall be the area of the three largest 
successive floors. 


Exception: Fire-flow calculation area for open parking 
garages shall be determined by the area of the largest 
floor. 


SECTION B105 
FIRE-FLOW REQUIREMENTS FOR BUILDINGS 


B105.1 One- and two-family dwellings, Group R-3 and R- 
4 buildings and townhouses. The minimum fire-flow and 
flow duration requirements for one- and two-family dwell- 
ings, Group R-3 and R-4 buildings and townhouses shall be 
as specified in Tables B105.1(1) and B105.1(2). 


B105.2 Buildings other than one- and two-family dwell- 
ings, Group R-3 and R-4 buildings and townhouses. The 
minimum fire-flow and flow duration for buildings other than 
one- and two-family dwellings, Group R-3 and R-4 buildings 
and townhouses shall be as specified in Tables B105.1(2) and 
B105:2, 


Exception: /SFM] Group B, S-2 and U occupancies hav- 
ing a floor area not exceeding 1,000 square feet, primarily 
constructed of noncombustible exterior walls with wood or 
steel roof framing, having a Class A roof assembly, with 
uses limited to the following or similar uses: 


1. California State Parks buildings of an accessory 
nature (restrooms). 


2. Safety roadside rest areas, (SRRA), public restrooms. 


3. Truck inspection facilities, (TIF), CHP office space 
and vehicle inspection bays. 


4, Sand/salt storage buildings, storage of sand and salt. 
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TABLE B105.1(1) 
REQUIRED FIRE FLOW FOR ONE- AND TWO-FAMILY DWELLINGS, GROUP R-3 AND R-4 BUILDINGS AND TOWNHOUSES 


FIRE-FLOW CALCULATION AREA AUTOMATIC SPRINKLER SYSTEM MINIMUM FIRE FLOW FLOW DURATION 
(square feet) (Design Standard) (gallons per minute) (hours) 
0-3,600 No automatic sprinkler system 1,000 ; 


No automatic sprinkler system Value in Table B105.1(2) ain nee - 


Section 903.3.1.3 of the California Fire Code 
or Section 3/3.3 of the California Residential 500 YE 
Code 

1 


' 


Section 903.3.1.3 of the California Fire Code 
or Section 3/3.3 of the California Residential 
Code 


3,601 and greater '/, value in Table B105.1(2) 


For SI: 1 square foot = 0.0929 m’, | gallon per minute = 3.785 L/n. 


TABLE B105.1(2) 
REFERENCE TABLE FOR TABLES B105.1(1) AND B105.2 


FIRE-FLOW CALCULATION AREA (square feet) FIRE FLOW 


FLOW DURATION 
cos 
; 
| 

T= __| 115 801-125.500"[ 8, 701-90.600_[ 31. 501-38,700_| 6230] 


a SEE PETAL IAN 
Bites at edhe 7 
iter since eh a 
Fist, 900- | 13-201-121 300] 6, 601=74.600_[ 7250 
ir, 400-| 21 301-133 00 | 74, 601-793800_[ 7500 
8 197.400" 129. 601-158,300 | T.BOT-BS.T00_ [7750 
to renter | 158307 Grier [85 10r-Greater [8000 


For SI: 1 square foot = 0.0929 m*, 1 gallon per minute = 3.785 L/m, 1 pound per square inch = 6.895 kPa, 
a. Types of construction are based on the California Building Code. 
b. Measured at 20 psi residual pressure. 


APPENDIX B-4 2022 CALIFORNIA FIRE CODE 


APPENDIX B—FIRE-FLOW REQUIREMENTS FOR BUILDINGS 


TABLE B105.2 
REQUIRED FIRE FLOW FOR BUILDINGS OTHER THAN ONE- AND 
TWO-FAMILY DWELLINGS, GROUP R-3 AND R-4 BUILDINGS AND TOWNHOUSES 


AUTOMATIC SPRINKLER SYSTEM MINIMUM FIRE FLOW FLOW DURATION 
(Design Standard) (gallons per minute) (hours) 
No automatic sprinkler system Value in Table B105,1(2) Duration in Table B105.1(2) 


Section 903.3.1.1 of the California Fire Code | 25% of the value in Table B105.1(2)' Duration in Table B105.1(2) 
at the reduced flow rate 

Section 903.3.1.2 of the California Fire Code | 25% of the value in Table B105.1(2)° Duration in{TableB105,1(2) 
at the reduced flow rate 


For SI: 1 gallon per minute = 3.785 L/m, 
a. The reduced fire flow shall be not less than 1,000 gallons per minute. 
b. The reduced fire flow shall be not less than 1,500 gallons per minute. 


B105.3 Water supply for buildings equipped with an auto- 
matic sprinkler system. For buildings equipped with an 
approved automatic sprinkler system, the water supply shall 
be capable of providing the greater of: 


1, The automatic sprinkler system demand, including hose 
stream allowance. 


2. The required fire flow. 


SECTION B106 
REFERENCED STANDARDS 


B106.1 General. See Table B106.1 for standards that are 
referenced in various sections of this appendix. Standards are 
listed by the standard identification with the effective date, 
standard title, and the section or sections of this appendix that 
reference the standard. 


TABLE B106.1 
REFERENCED STANDARDS 


SECTIONS 
vlan ae STANDARD NAME HEREIN 
REFERENCED 


CBC—22 California Building Code B104.2 


CRC—22 California Residential Code |Table B105.1(1) 


Standard on Water Supplies 
NFPA 1142—17 for Suburban and Rural B103.3 
Fire Fighting 
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APPENDIX B-6 2022 CALIFORNIA FIRE CODE 


CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
APPENDIX BB — FIRE-FLOW REQUIREMENTS FOR BUILDINGS 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications.) 


ra 
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sections that are 
listed below 
[California Code of 
Regulations, Title 19, 
Division 1] 
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* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division 1 text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same. 
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APPENDIX BB 
FIRE-FLOW REQUIREMENTS FOR BUILDINGS 


SECTION BB101 
SCOPE 


BBI01.1 The procedures determining fire-flow requirements 
for any school buildings or portions of buildings hereafter 
constructed for which review and approval is required under 
Subdivision(a) of Section 17280 of the Government Code 
shall be in accordance with this appendix as amended by the 
state fire marshal. This appendix does not apply to structures 
other than buildings. 


SECTION BB102 
DEFINITIONS 

BB102.1 For the purpose of Appendix III-A, certain terms 
are defined as follows: 
FIRE AREA. The floor area, in square feet, used to deter- 
mine the required fire flow. 
FIRE FLOW. The flow rate of a water supply, measured at 
20 psi (137.9 kPa) residual pressure, that is available for 
firefighting. 


SECTION BB103 
MODIFICATIONS 


BB103.1 An alternative method of providing water for fire 
protection or any other alternative, in lieu of providing the 
water, may be enforced when deemed appropriate by the fire 
chief and the state fire marshal. 
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SECTION BB104 
FIRE AREA 


BB104.1 General. The fire area shall be the total floor area 
of all floor levels within the exterior walls, and under the hor- 
izontal projections of the roof of a building, except as modi- 
fied in Section 4. 


BB104.2 Area separation. Portions of buildings which are 
separated by one or more 4-hour area separation walls con- 
structed in accordance with the building code, without open- 
ings and provided with a 30-inch (762 mm) parapet, are 
allowed to be considered as separate fire areas. 


BB104.3 Type I and Type IB construction. The fire area of 
buildings constructed of Type I and Type IB construction 
shall be the area of the three largest successive floors. 


SECTION BB105 
FIRE-FLOW REQUIREMENTS FOR BUILDINGS 


BBI105.1 The minimum fire flow and flow duration for school 
buildings shall be as specified in Table BB105.1. 


Exception: A reduction in required fire flow of up to 75 
percent is allowed when the building is provided with an 
approved automatic sprinkler system. When a reduction in 
fire flow is used, fire flow shall not be less than 1500 
GPM. 
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APPENDIX BB—FIRE-FLOW REQUIREMENTS FOR BUILDINGS 


TABLE BB105.1 
MINIMUM REQUIRED FIRE-FLOW AND FLOW DURATION FOR BUILDINGS 
FIRE AREA (square feet) para hs 4 FL ow DURATION 
TypelAandiBa | TypeliAandiliAa | TypelVandV-Aa | TypeliBandiliBa minute)b (hours) 
0-22,700 0-12,700 0-8,200 0-5,900 
22,701-30,200 12,701-17,000 8,201-10,900 5,901-7,900 
30,201-38, 700 17,001-21,800 10,901-12,900 7,901-9,800 
38, 701-48, 300 21,801-24,200 12,901-17,400 9,801-12,600 6,201-7,700 2,250 : 
48,301-59,000 24,201-33,200 17,401-21,300 12,601-15,400 7,701-9,400 
59,001-70,900 33,201-39,700 | 21,301-25,500 15,401-18,400 | 9,401-11,300 
70,90 1-83, 700 39,701-47,100 | 25,501-30,100 18,401-21,800 | 11,301-13,400 
83, 701-97, 700 47,101-54,900 | 30,101-35,200 | 21,801-25,900 | 13,401-15,600 
35,201-40,600 25,901-29,300 | 15,601-18,000 3,500 : 
112,701-128,700 | 63,401-72,400 40,601-46,400 | 29,301-33,500 | 18,001-20,600 3,750 
128,701-145,900 |  72,401-82,100 46,401-52,500 | 33,501-37,900 | 20,601-23,300 4,000 
145,901-164,200 | 82,101-92,400 | 52,501-59,100 | 37,901-42,700 | 23,301-26,300 4,250 
164,201-183,400 | 92,401-103,100 | 59,101-66,000 | 42,701-47,700 | 26,301-29,300 4,500 
183,401-203,700 | 103,101-114,600 | 66,001-73,300 | 47,701-53,000 | 29,301-32,600 4,750 
203,701-225,200 | 114,601-126,700 | 73301-81100 | 53,001-58,600 | 32 boreal ie Sa 
225,201-247,700 | 126,701-139,400 | 81,101-89,200 | 58,601-65,400 | 36,001-39,600 
247,701-271,200 | 139,401-152,600 | 89,201-97,700 | 65,401-70,600 | 39,601-43,400 
271,201-295,900 | 152,601-166,500 | 97,701-106,500 | 70,601-77,000 | 43,401-47,400 
295,901-Greater | 166,501-Greater | 106,501-115,800 | 77,001-83,700 | 47,401-51,500 4 
ve 115,801-125,500 | 83,701-90,600 | 51,501-55,700 
tae a 125,501-135,500 | 90,601-97,900 | 55,701-60,200 
oh 135,501-145,800 | 97,901-106,800 | 60,201-64,800 


145,801-156, 700 


179,401-191,400 


191,401-Greater 


106,801-113,200 


129,601-138,300 


64,801-69,600 


7,000 


= 156,701-167,900 | 113,201-121,300 | 69,601-74,600 7,250 
— 167,901-179,400 | 121,301-129,600 74,601-79,800 7,500 


79,801-85, 100 


{s00 


138,301-Greater 


85,101-Greater 


8,000 


For SI: 1 square foot = 0.0929 m’, | gallon per minute = 3.785 L/m, 1 pound per square inch = 6.895kPa. 
a. Types of construction are based on the California Building Code. 


b. Measured at 20 psi. 
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CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
APPENDIX C — FIRE HYDRANT LOCATIONS AND DISTRIBUTION 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications.) 
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* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division 1 text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same. 
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APPENDIX C 
FIRE HYDRANT LOCATIONS AND DISTRIBUTION 


The provisions contained in this appendix are not mandatory unless specifically 
referenced in the adopting ordinance or legislation of the jurisdiction. 


User note: 


About this appendix: Appendix C focuses on the location and spacing of fire hydrants, which is important to the success of fire-fighting oper- 
ations. The difficulty with determining the spacing of fire hydrants is that every situation is unique and has unique challenges. Finding one 
methodology for determining hydrant spacing is difficult. This particular appendix gives one methodology based on the required fire flow that 
fire departments can work with to set a policy for hydrant distribution around new buildings and facilities in conjunction with Section 507.5. 


SECTION C101 2. Safety roadside rest areas, (SRRA), public restrooms. 

GENERAL 3. Truck inspection facilities, (TIF), California High- 

C101.1 Scope. In addition to the requirements of Section way Patrol (CHP) office space and vehicle inspec- 
507.5.1, fire hydrants shall be provided in accordance with this tion bays. 

appendix for the protection of buildings, or portions of build- 4, Sand/salt storage buildings, storage of sand and salt. 


ings, hereafter constructed or moved into the jurisdiction. 


Exception: [SFM] Group B, S-2 and U occupancies hav- 
ing a floor area not exceeding 1,000 square feet, primarily SECTION C102 
constructed of noncombustible exterior walls with wood or NUMBER OF FIRE HYDRANTS 


steel roof framing, having a Class A roof assembly, with —_©102.1 Minimum number of fire hydrants for a building. 


uses limited to the following or similar uses: The number of fire hydrants available to a building shall be 
1. California State Parks buildings of an accessory not less than the minimum specified in Table C102.1. 
nature (restrooms). 


TABLE C102.1 
REQUIRED NUMBER AND SPACING OF FIRE HYDRANTS" 


AVERAGE SPACING MAXIMUM DISTANCE FROM ANY 
Bares ripe BETWEEN HYDRANTS#®:"8 POINT ON STREET OR ROAD 
(feet) FRONTAGE TO A HYDRANT®" 


FIRE-FLOW REQUIREMENT 
(gpm) 


LoS) 


S/SESEGT Ep ere ne Er 2a PR a RO eC pp 
| AA TEAS gale 2 
(1 LO 
Sis ce MR UN MED Dagl5 Taine 
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For SI: 1 foot = 304.8 mm, | gallon per minute = 3.785 L/m. 

a. Reduce by 100 feet for dead-end streets or roads. 

b. Where streets are provided with median dividers that cannot be crossed by fire fighters pulling hose lines, or where arterial streets are provided with four or 
more traffic lanes and have a traffic count of more than 30,000 vehicles per day, hydrant spacing shall average 500 feet on each side of the street and be 
arranged on an alternating basis. 

c. Where new water mains are extended along streets where hydrants are not needed for protection of structures or similar fire problems, fire hydrants shall be 
provided at spacing not to exceed 1,000 feet to provide for transportation hazards. 

d. Reduce by 50 feet for dead-end streets or roads. 

e. One hydrant for each 1,000 gallons per minute or fraction thereof, 

f. A 50-percent spacing increase shall be permitted where the building is equipped throughout with an approved automatic sprinkler system in accordance with 
Section 903,3.1.1 of the California Fire Code. 

g. A 25-percent spacing increase shall be permitted where the building is equipped throughout with an approved automatic sprinkler system in accordance with 
Section 903.3.1.2 or 903.3.1.3 of the California Fire Code or Section 313 of the California Residential Code. 

h. The fire code official is authorized to modify the location, number and distribution of fire hydrants based on site-specific constraints and hazards. 


uy & 
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APPENDIX C—FIRE HYDRANT LOCATIONS AND DISTRIBUTION 


SECTION C103 
FIRE HYDRANT SPACING 


C103.1 Hydrant spacing. Fire apparatus access roads and 
public streets providing required access to buildings in accor- 
dance with Section 503 shall be provided with one or more 
fire hydrants, as determined by Section C102.1. Where more 
than one fire hydrant is required, the distance between 
required fire hydrants shall be in accordance with Sections 
C103.2 and C103.3. 


C103.2 Average spacing. The average spacing between fire 
hydrants shall be in accordance with Table C102.1. 


Exception: The average spacing shall be permitted to be 
increased by 10 percent where existing fire hydrants 
provide all or a portion of the required number of fire 
hydrants. 


C103.3 Maximum spacing. The maximum spacing between 
fire hydrants shall be in accordance with Table C102.1. 


SECTION C104 
CONSIDERATION OF EXISTING FIRE HYDRANTS 


C104.1 Existing fire hydrants. Existing fire hydrants on 
public streets are allowed to be considered as available to 
meet the requirements of Sections C102 and C103. Existing 
fire hydrants on adjacent properties are allowed to be consid- 
ered as available to meet the requirements of Sections C102 
and C103 provided that a fire apparatus access road extends 
between properties and that an easement is established to 
prevent obstruction of such roads. 


SECTION C105 
REFERENCED STANDARD 


C105.1 General. See Table C105.1 for standards that are 
referenced in various sections of this appendix. Standards are 
listed by the standard identification with the effective date, 
standard title, and the section or sections of this appendix that 
reference the standard. 


TABLE C105.1 
REFERENCED STANDARD 


SECTION 
Ov STANDARD NAME HEREIN 
REFERENCED 


CRC—22 California Residential Code Table C102.1 
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CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
APPENDIX CC — FIRE HYDRANT LOCATIONS AND DISTRIBUTION 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications.) 
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* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division | text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same. 
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APPENDIX CC 
FIRE HYDRANT LOCATIONS AND DISTRIBUTION 


SECTION CC101 
SCOPE 


CC101.1 Fire hydrants shall be provided in accordance with 
this appendix for the protection of any school buildings, or 
portions thereof hereafter constructed for which review and 
approval are required under Subdivision(a) of Section 17280 
of the Government Code. 


SECTION CC102 
LOCATION 


CC102.1 Fire hydrants shall be provided along required fire 
apparatus access roads and adjacent public streets. 


SECTION CC103 
NUMBER OF FIRE HYDRANTS 


CC103.1 The minimum number of fire hydrants available to a 
building shall not be less than that listed in Table CC105.1. 
The number of fire hydrants available to a complex or subdi- 
vision shall not be less than that determined by spacing 
requirements listed in Table CC105.1 when applied to fire 
apparatus access roads and perimeter streets from which fire 
operations could be conducted. 


SECTION CC104 
CONSIDERATION OF EXISTING FIRE HYDRANTS 


CC104.1 Existing fire hydrants on public streets are 
allowed to be considered as available. Existing fire 
hydrants on adjacent properties shall not be considered 
available unless fire apparatus access roads extend between 
properties and easements are established to prevent 
obstruction of such roads. 


SECTION CC105 
DISTRIBUTION OF FIRE HYDRANTS 


CC105.1 The average spacing between fire hydrants shall not 
exceed that listed in Table CC105.1. 


Exception: A deficiency of up to 10 percent shall not be 

allowed when existing fire hydrants provide all, or a por- 

tion, of the required fire hydrant service. 

Regardless of the average spacing, fire hydrants shall be 
located such that all points on streets and access roads adja- 


cent to a building are within the distances listed in Table 
CC105.1. 
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CC105.2 When public or private water mains are not avail- 
able to supply fire flow [not within 1,000 feet (304 800 mm) 
of the proposed building], the following alternatives shall be 
used: 


1, Building(s) shall be protected by an automatic sprin- 
kler system 


Exception: Portable (relocatable) buildings, as 
defined in California Education Code Section 
17742.5(e), which requires that portable buildings be 
designed and constructed to be relocatable over pub- 
lic streets, shall be designed and constructed for relo- 
cation without the separation of the roof or floor from 
the building and when measured at the most exterior 
walls, shall have a floor area not in excess of 2,000 
square feet (186 m’). Such portable buildings shall be 
separated from other structures in groupings not to 
exceed 9,100 square feet (845 m’) in building area 
(pursuant to Table 503, California Building Code, for 
Type V-B buildings). Further area increases shall be 
as approved by the local fire authority having juris- 
diction and the state fire marshal. 


The water for sprinklers may be supplied by the 
domestic system, a pressure tank, a gravity tank or 
other means in accordance with NPFA 13. Water tanks 
shall be installed in accordance with NFPA 22. (See 
the California Building Code, Chapter 9.) 


2. When the adequate fire flow is not available and the 
water for sprinklers is provided from a source other 
than a public water supply, the amount of water to sup- 
ply the system shall be calculated using the area/den- 
sity method or the room design method as delineated in 
NFPA 13. The calculated duration of water flow to 
sprinklers shall not be less than 15 minutes to 10 heads. 


3. The sprinkler system shall have a water flow alarm 
monitored by an approved central, proprietary or 
remote station service or a local alarm which will give 
audible and visual signals at a constant attended loca- 
tion. 


4. When this alternative is utilized and the calculated 
water duration to a sprinkler is less than NFPA 13 rec- 
ommendations, the area increases and fire resistive 
substitutions allowed in Chapter 5 of the California 
Building Code shall not be permitted. 


APPENDIX CC-3 


APPENDIX CC—FIRE HYDRANT LOCATIONS AND DISTRIBUTION 


TABLE CC105.1 
NUMBER AND DISTRIBUTION OF FIRE HYDRANTS - 


FIRE-FLOW REQUIREMENT MINIMUM NUMBER OF AVERAGE SPACING BETWEEN MAXIMUM DISTANCE FROM ANY POINT ON STREET 

(gpm) HYDRANTS HYDRANTS* *:° (feet) OR ROAD FRONTAGE TO A HYDRANT“ 
1,750 or less ii 500 250 
2,000-2,250 2 450 225 

ers Le 

2,500 3 450 225 
leat 3,000 3 400 225 
3,500-4,000 4 350 210 
4,500-5,000 5 300 180 


For SI; 1 foot = 304.8 mm, | gallon per minute = 3.785 L/m. 

. Reduce by 100 feet for dead-end streets or roads. 

. Where streets are provided with median dividers which can be crossed by fire fighters pulling hose lines, or where arterial streets are provided with four or 
more traffic lanes and have a traffic count of more than 30,000 vehicles per day, hydrant spacing shall average 500 feet on each side of the street and be 
arranged on an alternating basis up to a fire-flow requirement of 7,000 gallons per minute and 400 feet for higher fire-flow requirements. 

Where new water mains are extended along streets where hydrants are not needed for protection of structures or similar fire problems, fire hydrants shall be 
provided at spacing not to exceed 1,000 feet to provide for transportation hazards, 

Reduce by 50 feet for dead-end streets or roads. 

. One hydrant for each 1,000 gallons per minute or fraction thereof. 
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CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
APPENDIX D — FIRE APPARATUS ACCESS ROADS 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
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See Chapter 1 for state agency authority and building applications.) 
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APPENDIX D 


FIRE APPARATUS ACCESS ROADS 


The provisions contained in this appendix are not mandatory unless specifically 
referenced in the adopting ordinance or legislation of the jurisdiction. 


User note: 


About this appendix: Appendix D contains more detailed elements for use with the basic access requirements found in Section 503, which 
gives some minimum criteria, such as a maximum length of 150 feet and a minimum width of 20 feet, but in many cases does not state 
specific criteria. This appendix, like Appendices B and C, is a tool for jurisdictions looking for guidance in establishing access requirements 
and includes criteria for multiple-family residential developments, large one- and two-family subdivisions, specific examples for various types 
of turnarounds for fire department apparatus and parking regulatory signage. 


SECTION D101 
GENERAL 


D101.1 Scope. Fire apparatus access roads shall be in accor- 
dance with this appendix and all other applicable 
requirements of the California Fire Code. 


SECTION D102 
REQUIRED ACCESS 


D102.1 Access and loading. Facilities, buildings or portions 
of buildings hereafter constructed shall be accessible to fire 
department apparatus by way of an approved fire apparatus 
access road with an asphalt, concrete or other approved driv- 
ing surface capable of supporting the imposed load of fire 
apparatus weighing up to 75,000 pounds (34 050 kg). 


26’ ieee 


96’ DIAMETER 
CUL-DE-SAC 


60’ id 


120’ HAMMERHEAD 


Yy For SI; 1 foot = 304.8 mm. 


SECTION D103 
MINIMUM SPECIFICATIONS 


D103.1 Access road width with a hydrant. Where a fire 
hydrant is located on a fire apparatus access road, the mini- 
mum road width shall be 26 feet (7925 mm), exclusive of 
shoulders (see Figure D103.1). 


D103.2 Grade. Fire apparatus access roads shall not exceed 
10 percent in grade. 


Exception: Grades steeper than 10 percent as approved by 
the fire code official. 


D103.3 Turning radius. The minimum turning radius shall 
be determined by the fire code official. 


—+| |+—26’ 


20’ 
20’ 
MINIMUM CLEARANCE 


AROUND A FIRE 
HYDRANT 


ACCEPTABLE ALTERNATIVE 
TO 120’ HAMMERHEAD 


FIGURE D103.1 
DEAD-END FIRE APPARATUS ACCESS ROAD TURNAROUND 
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APPENDIX D—FIRE APPARATUS ACCESS ROADS 


D103.4 Dead ends. Dead-end fire apparatus access roads in 

excess of 150 feet (45 720 mm) shall be provided with width 

and turnaround provisions in accordance with Table D103.4. 
TABLE D103.4 


REQUIREMENTS FOR DEAD-END 
FIRE APPARATUS ACCESS ROADS 


LENGTH WIDTH 
(feet) (feet) 
0 


TURNAROUNDS REQUIRED 


None required 


120-foot Hammerhead, 60-foot “Y” 
or 96-foot-diameter cul-de-sac in 
accordance with Figure D103.1 


120-foot Hammerhead, 60-foot “Y” 
20 or 96-foot-diameter cul-de-sac in 
accordance with Figure D103.1 


Special approval required 


For SI: 1 foot = 304.8 mm. 


D103.5 Fire apparatus access road gates. Gates securing 
the fire apparatus access roads shall comply with all of the 
following criteria: 


1. Where a single gate is provided, the gate width shall be 
not less than 20 feet (6096 mm). Where a fire apparatus 
road consists of a divided roadway, the gate width shall 
be not less than 12 feet (3658 mm). 


2. Gates shall be of the horizontal swing, horizontal slide, 
vertical lift or vertical pivot type. 


3. Construction of gates shall be of materials that allow 
manual operation by one person. 


4, Gate components shall be maintained in an operative 
condition at all times and replaced or repaired when 
defective. 


5. Electric gates shall be equipped with a means of open- 
ing the gate by fire department personnel for emer- 
gency access. Emergency opening devices shall be 
approved by the fire code official. 


6. Methods of locking shall be submitted for approval by 
the fire code official. 


7. Electric gate operators, where provided, shall be listed 
in accordance with UL 325. 


8. Gates intended for automatic operation shall be 
designed, constructed and installed to comply with the 
requirements of ASTM F2200. 


SIGN TYPE "A" SIGN TYPE "C" SIGN TYPE "D” 


NO 
PARKING 


NO 
PARKING 


NO 
PARKING 


FIRE LANE 


—s 
Pie 


FIRE LANE 


a 


— 


FIGURE D103.6 
FIRE LANE SIGNS 
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D103.6 Signs. Where required by the fire code official, fire 
apparatus access roads shall be marked with permanent “NO 
PARKING—FIRE LANE” signs complying with Figure 
D103.6. Signs shall have a minimum dimension of 12 inches 
(305 mm) wide by 18 inches (457 mm) high and have red 
letters on a white reflective background. Signs shall be posted 
on one or both sides of the fire apparatus road as required by 
Section D103.6.1 or D103.6.2. 


D103.6.1 Roads 20 to 26 feet in width. Fire lane signs as 
specified in Section D103.6 shall be posted on both sides 
of fire apparatus access roads that are 20 to 26 feet wide 
(6096 to 7925 mm). 


D103.6.2 Roads more than 26 feet in width. Fire lane 
signs as specified in Section D103.6 shall be posted on one 
side of fire apparatus access roads more than 26 feet wide 
(7925 mm) and less than 32 feet wide (9754 mm). 


SECTION D104 
COMMERCIAL AND INDUSTRIAL DEVELOPMENTS 


D104.1 Buildings exceeding three stories or 30 feet in 
height. Buildings or facilities exceeding 30 feet (9144 mm) 
or three stories in height shall have not fewer than two means 
of fire apparatus access for each structure. 


D104.2 Buildings exceeding 62,000 square feet in area. 
Buildings or facilities having a gross building area of more 
than 62,000 square feet (5760 m’) shall be provided with two 
separate and approved fire apparatus access roads. 


Exception: Projects having a gross building area of up to 
124,000 square feet (11 520 m’) that have a single 
approved fire apparatus access road where all buildings 
are equipped throughout with approved automatic sprin- 
kler systems. 


D104.3 Remoteness. Where two fire apparatus access roads 
are required, they shall be placed a distance apart equal to not 
less than one half of the length of the maximum overall diag- 
onal dimension of the lot or area to be served, measured in a 
straight line between accesses. 


SECTION D105 
AERIAL FIRE APPARATUS ACCESS ROADS 


D105.1 Where required. Where the vertical distance 
between the grade plane and the highest roof surface exceeds 
30 feet (9144 mm), approved aerial fire apparatus access 
roads shall be provided. For purposes of this section, the 
highest roof surface shall be determined by measurement to 
the eave of a pitched roof, the intersection of the roof to the 
exterior wall, or the top of parapet walls, whichever is 
greater. 


Exception: Where approved by the fire code official, 
buildings of Type IA, Type IB or Type IIA construction 
equipped throughout with an automatic sprinkler system in 
accordance with Section 903.3.1.1 and having fire fighter 
access through an enclosed stairway with a Class I stand- 
pipe from the lowest level of fire department vehicle 
access to all roof surfaces. 
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D105.2 Width. Aerial fire apparatus access roads shall have 
a minimum unobstructed width of 26 feet (7925 mm), exclu- 
sive of shoulders, in the immediate vicinity of the building or 
portion thereof. 


D105.3 Proximity to building. One or more of the required 
access routes meeting this condition shall be located not less 
than 15 feet (4572 mm) and not greater: than 30 feet (9144 
mm) from the building, and shall be positioned parallel to one 
entire side of the building. The side of the building on which 
the aerial fire apparatus access road is positioned shall be 
approved by the fire code official. 


D105.4 Obstructions. Overhead utility and power lines shall 
not be located over the aerial fire apparatus access road or 
between the aerial fire apparatus road and the building. Other 
obstructions shall be permitted to be placed with the approval 
of the fire code official. 


SECTION D106 
MULTIPLE-FAMILY RESIDENTIAL DEVELOPMENTS 


D106.1 Projects having more than 100 dwelling units. 
Multiple-family residential projects having more than 100 
dwelling units shall be equipped throughout with two sepa- 
rate and approved fire apparatus access roads. 


Exception: Projects having up to 200 dwelling units shall 
have not fewer than one approved fire apparatus access 
road where all buildings, including nonresidential occu- 
pancies, are equipped throughout with approved automatic 
sprinkler systems installed in accordance with Section 
903.3.1.1 or 903.3.1.2. 


D106.2 Projects having more than 200 dwelling units. 
Multiple-family residential projects having more than 200 
dwelling units shall be provided with two separate and 
approved fire apparatus access roads regardless of whether 
they are equipped with an approved automatic sprinkler 
system. 


D106.3 Remoteness. Where two fire apparatus access roads 
are required, they shall be placed a distance apart equal to not 
less than one-half of the length of the maximum overall diag- 
onal dimension of the property or area to be served, measured 
in a straight line between accesses. 


SECTION D107 
ONE- OR TWO-FAMILY 
RESIDENTIAL DEVELOPMENTS 


D107.1 One- or two-family dwelling residential develop- 
ments. Developments of one- or two-family dwellings where 
the number of dwelling units exceeds 30 shall be provided 
with two separate and approved fire apparatus access roads. 


Exceptions: 


1. Where there are more than 30 dwelling units 
accessed from a single public or private fire appara- 
tus access road and all dwelling units are equipped 
throughout with an approved automatic sprinkler 
system in accordance with Section 903.3.1.1, 
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903.3.1.2 or 903.3.1.3, access from two directions 
shall not be required. 


2. The number of dwelling units accessed from a single 
fire apparatus access road shall not be increased 
unless fire apparatus access roads will connect with 
future development, as determined by the fire code 
official. 


D107.2 Remoteness. Where two fire apparatus access roads 
are required, they-shall be placed a distance apart equal to not 
less than one-half of the length of the maximum overall diag- 
onal dimension of the property or area to be served, measured 
in a straight line between accesses. 


SECTION D108 
REFERENCED STANDARDS 


D108.1 General. See Table D108.1 for standards that are 
referenced in various sections of this appendix. Standards are 
listed by the standard identification with the effective date, 
standard title, and the section or sections of this appendix that 
reference the standard. 


TABLE D108.1 
REFERENCED STANDARDS 
| ame | ees 


| ame | STANDARD NAME 


ees 


D103.5 


Standard Specification for 
Automated Vehicular 
Gate Construction 


ASTM F2200—14 


Door, Drapery, Gate, Louver, 
and Window Operators and 
Systems, with Revisions 
through May 2015 


UL 325—02 
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CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
APPENDIX E — HAZARD CATEGORIES 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications. ) 


(Not adopted by the State Fire Marshal) 


BSCC CEC} CA | SL |SLC 
fs ra ae me TTR TTP ness | w/e 
(amended sections 
Regulations, Title 19, 
Division 1] 

poe ee Je] ges or a Oe Eee cole Re 


Adopt Entire crater |_ 

listed below) 

Chapter / Section 

* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 


asc | *50 [se ea a 

as amended 

Adopt only those 

sections that are 

listed below 

ae ool aca = ARE eee I Ce ed 
19, Division | text for the code user’s convenience only, The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same. 
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APPENDIX E 


HAZARD CATEGORIES 


This appendix is for information purposes and is not intended for adoption. 


User note: 


About this appendix: Appendix E contains guidance for designers, engineers, architects, code officials, plans reviewers and inspectors in 
the classifying of hazardous materials so that proposed designs can be evaluated intelligently and accurately. The descriptive materials and 
explanations of hazardous materials and how to report and evaluate them on a Safety Data Sheet (SDS) are intended to be instructional as 
well as informative. Note that Safety Data Sheets also include the concept known as Material Safety Data Sheets (MSDS). 


SECTION E101 
GENERAL 


E101.1 Scope. This appendix provides information, explana- 
tions and examples to illustrate and clarify the hazard 
categories contained in Chapter 50 of the California Fire 
Code. The hazard categories are based on the DOL 29 CFR. 
Where numerical classifications are included, they are in 
accordance with nationally recognized standards. 


This appendix should not be used as the sole means of 
hazardous materials classification. 


SECTION E102 
HAZARD CATEGORIES 


E102.1 Physical hazards. Materials classified in this section 
pose a physical hazard. 


E102.1.1 Explosives and blasting agents. The current 
UN/DOT classification system recognized by international 
authorities, the Department of Defense and others classi- 
fies all explosives as Class | materials. They are then 
divided into six separate divisions to indicate their relative 
hazard. There is not a direct correlation between the desig- 
nations used by the old DOT system and those used by the 
current system nor is there correlation with the system 
(high and low) established by the Bureau of Alcohol, 
Tobacco, Firearms and Explosives (BATF). Table 5604.3 
provides some guidance with regard to the current catego- 
ries and their relationship to the old categories. Some 
items appear in more than one division, depending on 
factors such as the degree of confinement or separation, 
type of packaging, storage configuration or state of 
assembly. 


In order to determine the level of hazard presented by 
explosive materials, testing to establish quantitatively their 
explosive nature is required. There are numerous test 
methods that have been used to establish the character of 
an explosive material. Standardized tests, required for fin- 
ished goods containing explosives or explosive materials 
in a packaged form suitable for shipment or storage, have 
been established by UN/DOT and BATF. However, these 
tests do not consider key elements that should be exam- 
ined in a manufacturing situation. In manufacturing opera- 
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tions, the condition and/or the state of a material may vary 
within the process. Potentially, material classification and 
the requirements used to determine that classification 
during manufacturing will differ from the classification of 
the same material found in finished goods. A classification 
methodology must be used that recognizes the hazards 
commensurate with the application to the variable physical 
conditions as well as potential variations of physical char- 
acter and type of explosive under consideration. 


Test methods or guidelines for hazard classification of 
energetic materials used for in-process operations shall be 
approved by the fire code official. Test methods used shall 
be DOD, BATF, UN/DOT or other approved criteria. The 
results of such testing shall become a portion of the files of 
the jurisdiction and be included as an independent section 
of any Hazardous Materials Management Plan (HMMP) 
required by Section 5605.2.1. Also see Section 104.8.2. 


Examples of materials in various Divisions are as fol- 
lows: 


1. Division 1.1 (High Explosives). Consists of explo- 
sives that have a mass explosion hazard. A mass 
explosion is one that affects almost the entire pile of 
material instantaneously. Includes substances that, 
where tested in accordance with approved methods, 
can be caused to detonate by means of a blasting cap 
where unconfined or will transition from deflagra- 
tion to a detonation where confined or unconfined. 
Examples: dynamite, TNT, nitroglycerine, C-3, 
HMX, RDX, encased explosives, military ammuni- 
tion. 


2. Division 1.2 (Low Explosives). Consists of explo- 
sives that have a projection hazard, but not a mass 
explosion hazard. Examples: nondetonating encased 
explosives, military ammunition and the like. 


3. Division 1.3 (Low Explosives). Consists of explo- 
sives that have a fire hazard and either a minor blast 
hazard or a minor projection hazard or both, but not 
a mass explosion hazard. The major hazard is radi- 
ant heat or violent burning, or both. Can be defla- 
grated where confined. Examples: smokeless 
powder, propellant explosives, display fireworks. 
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4, Division 1.4. Consists of explosives that pose a 
minor explosion hazard. The explosive effects are 
largely confined to the package and no projection of 
fragments of appreciable size or range is expected. 
An internal fire must not cause virtually instanta- 
neous explosion of almost the entire contents of the 
package. Examples: squibs (nondetonating igniters), 
explosive actuators, explosive trains (low-level det- 
onating cord). 


5. Division 1.5 (Blasting Agents). Consists of very 
insensitive explosives. This division comprises sub- 
stances that have a mass explosion hazard, but are so 
insensitive that there is very little probability of ini- 
tiation or of transition from burning to detonation 
under normal conditions of transport. Materials are 
not cap sensitive; however, they are mass detonating 
where provided with sufficient input. Examples: 
oxidizer and liquid fuel slurry mixtures and gels, 
ammonium nitrate combined with fuel oil. 


6. Division 1.6. Consists of extremely insensitive arti- 
cles that do not have a mass explosive hazard. This 
division comprises articles that contain only 
extremely insensitive detonating substances and that 
demonstrate a negligible probability of accidental 
initiation or propagation. Although this category of 
materials has been defined, the primary application 
is currently limited to military uses. Examples: Low 
vulnerability military weapons. 


Explosives in each division are assigned a compatibil- 
ity group letter by the Associate Administrator for Hazard- 
ous Materials Safety (DOT) based on criteria specified by 
DOTn 49 CFR. Compatibility group letters are used to 
specify the controls for the transportation and storage 
related to various materials to prevent an increase in haz- 
ard that might result if certain types of explosives were 
stored or transported together. Altogether, there are 35 
possible classification codes for explosives, for example, 
WIA} L3GPi4 8 


E102.1.2 Compressed gases. Examples include: 


1. Flammable: acetylene, carbon monoxide, ethane, 
ethylene, hydrogen, methane. Ammonia will ignite 
and burn although its flammable range is too narrow 
for it to fit the definition of “Flammable gas.” 


For binary mixtures where the hazardous component is 
diluted with a nonflammable gas, the mixture shall 
be categorized in accordance with CGA P-23. 


2. Oxidizing: oxygen, ozone, oxides of nitrogen, chlo- 
rine and fluorine. Chlorine and fluorine do not con- 
tain oxygen but reaction with flammables is similar 
to that of oxygen. 


3. Corrosive: ammonia, hydrogen chloride, fluorine. 

4. Highly toxic: arsine, cyanogen, fluorine, germane, 
hydrogen cyanide, nitric oxide, phosphine, hydrogen 
selenide, stibine. 

5. Toxic: chlorine, hydrogen fluoride, hydrogen sul- 
fide, phosgene, silicon tetrafluoride. 
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6. Inert (chemically unreactive): argon, helium, kryp- 
ton, neon, nitrogen, xenon. Zi 


7. Pyrophoric: diborane, dichloroborane,” phosphine, 
silane. 


8. Unstable (reactive): butadiene (unstabilized), eth- 
ylene oxide, viny! chloride. 


E102.1.3 Flammable and combustible liquids. Exam- 
ples include: 


1. Flammable liquids. 


Class IA liquids shall include those having flash 
points below 73°F (23°C) and having a boiling point 
at or below 100°F (38°C). 


Class IB liquids shall include those having flash 
points below 73°F (23°C) and having a boiling point 
at or above 100°F (38°C). 


Class IC liquids shall include those having flash 
points at or above 73°F (23°C) and below 100°F 
(38°C). 

2. Combustible liquids. 

Class II liquids shall include those having flash 
points at or above 100°F (38°C) and below 140°F 
(60°C), 

Class IIIA liquids shall include those having flash 
points at or above 140°F (60°C) and below 200°F 
(93°C). 

Class IIIB liquids shall include those liquids having 
flash points at or above 200°F (93°C). 

E102.1.4 Flammable solids. Examples include: 

1. Organic solids: camphor, cellulose nitrate, naphtha- 
lene. 

2. Inorganic solids: decaborane, lithium amide, phos- 
phorous heptasulfide, phosphorous sesquisulfide, 
potassium sulfide, anhydrous sodium sulfide, sulfur. 

3. Combustible metals (except dusts and powders): 
cesium, magnesium, zirconium. 


E102.1.5 Combustible dusts and powders. Finely 
divided solids that could be dispersed in air as a dust 
cloud: wood sawdust, plastics, coal, flour, powdered 
metals (few exceptions). 

E102.1.6 Combustible fibers. See the definition of 
combustible fibers in Section 202. 


E102.1.7 Oxidizers. Examples include: 


1. Gases: oxygen, ozone, oxides of nitrogen, fluorine 
and chlorine (reaction with flammables is similar to 
that of oxygen). 

2. Liquids: bromine, hydrogen peroxide, nitric acid, 
perchloric acid, sulfuric acid. 

3. Solids: chlorates, chromates, chromic acid, iodine, 
nitrates, nitrites, perchlorates, peroxides. 


E102.1.7.1 Examples of liquid and solid oxidizers 
according to hazard. Examples include: 
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Class 4: ammonium perchlorate (particle size greater 
than 15 microns), ammonium permanganate, guani- 
dine nitrate, hydrogen peroxide solutions more than 
91 percent by weight, perchloric acid solutions more 
than 72.5 percent by weight, potassium superoxide, 
tetranitromethane. 


Class 3: ammonium dichromate,- calcium hypochlo- 
rite (over 50 percent by weight), chloric acid (10 
percent maximum concentration), hydrogen perox- 
ide solutions (greater than 52 percent up to 91 
percent), | mono-(trichloro)-tetra-(monopotassium 
dichloro)-penta-s-triazinetrione, nitric acid, 
(fuming—more than 86 percent concentration), 
perchloric acid solutions (60 percent to 72 percent by 
weight), potassium bromate, potassium chlorate, 
potassium _ dichloro-s-triazinetrione (potassium 
dichloro-isocyanurate), potassium perchlorate (99 
percent), potassium permanganate (greater than 97.5 
percent), sodium bromate, sodium chlorate and 
sodium chlorite (over 40 percent by weight). 


Class 2: barium bromate, barium chlorate, barium 
hypochlorite, barium perchlorate, barium permanga- 
nate, 1-bromo-3-chloro-5, 5-dimethylhydantoin, 
calcium chlorate, calcium chlorite, calcium hypo- 
chlorite (SO percent or less by weight), calcium 
perchlorate, calcium permanganate, calcium perox- 
ide (75 percent), chromium trioxide (chromic acid), 
copper chlorate, halane (1, 3-dichloro-5, 5-dimethy]- 
hydantoin), hydrogen peroxide (greater than 27.5 
percent up to 52 percent), lead perchlorate, lithium 
chlorate, lithium hypochlorite (more than 39 percent 
available chlorine), lithium perchlorate, magnesium 
bromate, magnesium chlorate, magnesium perchlo- 
rate, mercurous chlorate, nitric acid (more than 40 
percent but less than 86 percent), perchloric acid 
solutions (more than 50 percent but less than 60 
percent), potassium peroxide, potassium superoxide, 
silver peroxide, sodium chlorite (40 percent or less 
by weight), sodium dichloro-s-triazinetrione anhy- 
drous (sodium dichloroisocyanurate anhydrous), 
sodium perchlorate, sodium perchlorate monohy- 
drate, sodium permanganate, sodium peroxide, 
sodium persulfate (99 percent), strontium chlorate, 
strontium perchlorate, thallium chlorate, urea hydro- 
gen peroxide, zinc bromate, zinc chlorate and zinc 
permanganate. 


Class 1: all inorganic nitrates (unless otherwise clas- 
sified), all inorganic nitrites (unless otherwise 
classified), ammonium persulfate, barium peroxide, 
hydrogen peroxide solutions (greater than 8 percent 
up to 27.5 percent), lead dioxide, lithium hypochlo- 
rite (39 percent or less available chlorine), lithium 
peroxide, magnesium peroxide, manganese dioxide, 
nitric acid (40 percent concentration or less), 
perchloric acid solutions (less than 50 percent by 
weight), potassium dichromate, potassium mono- 
persulfate (45 percent KHSO, or 90 percent triple 
salt), potassium percarbonate, potassium persulfate, 
sodium carbonate peroxide, sodium dichloro-s- 
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triazinetrione dihydrate, sodium dichromate, sodium 
perborate (anhydrous), sodium perborate monohy- 
drate, sodium perborate tetra-hydrate, sodium 
percarbonate, strontium peroxide, trichloro-s-triazin- 
etrione (trichloroisocyanuric acid) and zinc peroxide. 


E102.1.8 Organic peroxides. Organic peroxides contain 
the double oxygen or peroxy (-0-0) group. Some are flam- 
mable compounds and subject to explosive decom- 
position, They are available as: 


1. Liquids. 
2. Pastes. 
3. Solids (usually finely divided powders). 


E102.1.8.1 Classification of organic peroxides 
according to hazard. Examples include: 


Unclassified: Unclassified organic peroxides are 
capable of detonation and are regulated in accor- 
dance with Chapter 56. 


Class I: acetyl cyclohexane sulfonyl 60-65 percent 
concentration by weight, fulfonyl peroxide, benzoy] 
peroxide over 98 percent concentration, t-butyl 
hydroperoxide 90 percent, t-butyl peroxyacetate 75 
percent, t-butyl peroxyisopropylcarbonate 92 
percent, diisopropyl peroxydicarbonate 100 percent, 
di-n-propyl peroxydicarbonate 98 percent, and di-n- 
propyl! peroxydicarbonate 85 percent. 


Class II: acetyl peroxide 25 percent, t-butyl hydro- 
peroxide 70 percent (with DTBP and t-BuOH dilu- 
ents), t-butyl peroxybenzoate 98 percent, t-butyl 
peroxy-2-ethylhexanoate 97 percent, t-butyl peroxy- 
isobutyrate 75 percent, t-butyl peroxyisopropyl- 
carbonate 75 percent, t-butyl peroxypivalate 75 
percent, dybenzoyl peroxydicarbonate 85 percent, 
di-sec-butyl peroxydicarbonate 98 percent, di-secbu- 
tyl peroxydicarbonate 75 percent,  1,1-di-(t- 
butylperoxy)-3,5,5-trimethyecyclohexane 95 
percent, di-(2-ethythexyl) peroxydicarbonate 97 
percent, 2,5-dymethyl-2-5 di (benzoylperoxy) 
hexane 92 percent, and peroxyacetic acid 43 percent. 


Class II: acetyl cyclohexane sulfonal peroxide 29 
percent, benzoy! peroxide 78 percent, benzoyl perox- 
ide paste 55 percent, benzoyl peroxide paste 50 
percent peroxide/50 percent butylbenzylphthalate 
diluent, cumene hydroperoxide 86 percent, di-(4- 
butylcyclohexyl) peroxydicarbonate 98 percent, t- 
butyl peroxy-2-ethylhexanoate 97 percent, t-butyl 
peroxyneodecanoate 75 percent, decanoyl peroxide 
98.5 percent, di-t-butyl peroxide 99 percent, 1,1-di- 
(t-butylperoxy)3,5,5-trimethylcyclohexane 75 
percent, 2,4-dichlorobenzoyl peroxide 50 percent, 
di-isopropyl peroxydicarbonate 30 percent, 2,-5-di- 
methy1-2,5-di-(2-ethylhexanolyperoxy)-hexane 90 
percent, 2,5-dimethyl-2,5-di-(t-butylperoxy) hexane 
90 percent and methyl ethyl ketone peroxide 9 
percent active oxygen diluted in dimethyl] phthalate. 


Class IV: benzoyl peroxide 70 percent, benzoyl 
peroxide paste 50 percent peroxide/15 percent water/35 
percent butylphthalate diluent, benzoyl peroxide slurry 
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40 percent, benzoyl peroxide powder 35 percent, t-butyl 5. Highly toxic: fluorine, nitric oxide. 


hydroperoxide 70 percent, (with water diluent), t- 5192.2 Health hazards. Materials classified in this section 
butyl peroxy-2-ethylhexanoate 50 percent, decumyl pose a health hazard. 7 


peroxide 98 percent, di-(2-ethylhexal) 4 } { ; 
peroxydicarbonate 40 percent, laurel peroxide 98 E102.2.1 Highly toxic materials. Examples include: 


percent, p-methane hydroperoxide 52.5 percent, 
methyl ethyl ketone peroxide 5.5 percent active 
oxygen and methy] ethyl ketone peroxide 9 percent 
active oxygen diluted in water and glycols. 


Class V: benzoyl peroxide 35 percent, 1,1-di-t-buty! 
peroxy 3,5,5-trimethylcyclohexane 40 percent, 2,5- 
di-(t-butyl peroxy) hexane 47 percent and 2,4- 
pentanedione peroxide 4 percent active oxygen. 


E102.1.9 Pyrophoric materials. Examples include: 


1. Gases: diborane, phosphine, silane. 


- 2. Liquids: diethylaluminum chloride, di-ethylberyl- 
lium, diethylphosphine, diethylzinc, dimethylarsine, 
triethylaluminum etherate, tri-ethylbismuthine, trieth- 
ylboron, trimethylaluminum, trimethylgallium. 

3. Solids: cesium, hafnium, lithium, white or yellow 
phosphorous, plutonium, potassium, rubidium, 
sodium, thorium. 


E102.1.10 Unstable (reactive) materials. Examples 
include: 


Class 4: acetyl peroxide, dibutyl] peroxide, dinitroben- 
zene, ethyl nitrate, peroxyacetic acid and picric acid 
(dry) trinitrobenzene. 


Class 3: hydrogen peroxide (greater than 52 percent), 
hydroxylamine, nitromethane, paranitroaniline, 
perchloric acid and tetrafluoroethylene monomer. 


Class 2: acrolein, acrylic acid, hydrazine, methacrylic 
acid, sodium perchlorate, styrene and vinyl acetate. 


Class 1: acetic acid, hydrogen peroxide 35 percent to 
52 percent, paraldehyde and tetrahydrofuran. 


E102.1.11 Water-reactive materials. Examples include: 


Class 3: aluminum alkyls such as triethylaluminum, 
isobutylaluminum and trimethylaluminum; bromine 
pentafluoride, bromine trifluoride, chlorodiethylalu- 
minium and diethylzinc. 


Class 2: calcium carbide, calcium metal, cyanogen 
bromide, lithium hydride, methyldichlorosilane, potas- 
sium metal, potassium peroxide, sodium metal, sodium 
peroxide, sulfuric acid and trichlorosilane. 


Class 1: acetic anhydride, sodium hydroxide, sulfur 
monochloride and titanium tetrachloride. 


1. Gases: arsine, cyanogen, diborane, fluorine, 
germane, hydrogen cyanide, nitric oxide, nitrogen 
dioxide, ozone, phosphine, hydrogen selenide, 
stibine. 

2. Liquids: acrolein, acrylic acid, 2-chloroethanol 
(ethylene chlorohydrin), hydrazine, hydrocyanic 
acid, 2-methylaziridine (propylenimine), 2-methyl- 
acetonitrile (acetone cyanohydrin), methyl ester 
isocyanic acid (methyl isocyanate), nicotine, 
tetranitromethane and tetraethylstannane 
(tetraethyltin), 


3. Solids: (aceto) phenylmercury (phenyl mercuric 
acetate), 4-aminopyridine, arsenic pentoxide, 
arsenic trioxide, calcium cyanide, 2- 
chloroacetophenone, aflatoxin B, decaborane(14), 
mercury (II) bromide (mercuric bromide), mercury 
(iI) chloride (corrosive mercury chloride), 
pentachlorophenol, methyl parathion, phosphorus 
(white) and sodium azide. 


E102.2.2 Toxic materials, Examples include: 


1. Gases: boron trichloride, boron trifluoride, chlorine, 
chlorine trifluoride, hydrogen fluoride, hydrogen 
sulfide, phosgene, silicon tetrafluoride. 


2. Liquids: acrylonitrile, allyl alcohol, —alpha- 
chlorotoluene, aniline, 1-chloro-2,3-epoxypropane, 
chloroformic acid (allyl ester), 3-chloropropene (allyl 
chloride), o-cresol, crotonaldehyde, dibromomethane, 
diisopropylamine, diethyl ester sulfuric acid, dimethy] 
ester sulfuric acid, 2-furaldehyde (furfural), furfural 
alcohol, phosphorus chloride, phosphoryl chloride 
(phosphorus oxychloride) and thiony] chloride. 


3. Solids: acrylamide, barium chloride, barium (II) 
nitrate, benzidine, p-benzoquinone, beryllium chloride, 
cadmium chloride, cadmium oxide, chloroacetic acid, 
chlorophenylmercury (phenyl mercuric chloride), 
chromium (VI) oxide (chromic acid, solid), 2,4- 
dinitrotoluene, hydroquinone, mercury chloride 
(calomel), mercury (II) sulfate (mercuric sulfate), 
osmium tetroxide, oxalic acid, phenol, P- 
phenylenediamine, phenylhydrazine, 4- 
phenylmorpholine, phosphorus sulfide, potassium 
fluoride, potassium hydroxide, selenium (IV) disulfide 
and sodium fluoride. 


E102.1.12 Cryogenic fluids. The cryogenics listed will 
exist as compressed gases where they are stored at ambient 
temperatures, 


E102.2.3 Corrosives. Examples include: 


1. Acids: Examples: chromic, formic, hydrochloric 
(muriatic) greater than 15 percent, hydrofluoric, 


1. Flammable: carbon monoxide, deuterium (heavy 
hydrogen), ethylene, hydrogen, methane. 


2. Oxidizing: fluorine, nitric oxide, oxygen. 
3. Corrosive: fluorine, nitric oxide. 


4, Inert (chemically unreactive): argon, helium, kryp- 
ton, neon, nitrogen, xenon. 
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nitric (greater than 6 percent, perchloric, sulfuric (4 
percent or more). 


2. Bases (alkalis): hydroxides-ammonium (greater than 
10 percent), calcium, potassium (greater than | per- 
cent), sodium (greater than | percent); certain car- 
bonates-potassium. 
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3. Other corrosives: bromine, chlorine, fluorine, 
iodine, ammonia. 


Note: Corrosives that are oxidizers (for example, nitric 
acid, chlorine, fluorine), compressed gases (for exam- 
ple, ammonia, chlorine, fluorine), or water-reactive (for 
example, concentrated sulfuric acid, sodium hydroxide) 
are physical hazards in addition to being health hazards. 


SECTION E103 
EVALUATION OF HAZARDS 


E103.1 Degree of hazard. The degree of hazard present 
depends on many variables that should be considered individ- 
ually and in combination. Some of these variables are as 
shown in Sections E103.1.1 through E103.1.5. 


E103.1.1 Chemical properties of the material. Chemical 
properties of the material determine self reactions and 
reactions that could occur with other materials. Generally, 
materials within subdivisions of hazard categories will 
exhibit similar chemical properties. However, materials 
with similar chemical properties could pose very different 
hazards. Each individual material should be researched to 
determine its hazardous properties and then considered in 
relation to other materials that it might contact and the 
surrounding environment. 


E103.1.2 Physical properties of the material. Physical 
properties, such as whether a material is a solid, liquid or 
gas at ordinary temperatures and pressures, considered 
along with chemical properties will determine require- 
ments for containment of the material. Specific gravity 
(weight of a liquid compared to water) and vapor density 
(weight of a gas compared to air) are both physical proper- 
ties that are important in evaluating the hazards of a 
material. 


E103.1.3 Amount and concentration of the material. 
The amount of material present and its concentration must 
be considered along with physical and chemical properties 
to determine the magnitude of the hazard. Hydrogen 
peroxide, for example, is used as an antiseptic and a hair 
bleach in low concentrations (approximately 8 percent in 
water solution). Over 8 percent, hydrogen peroxide is 
classed as an oxidizer and is toxic. Above 90 percent, it is 
a Class 4 oxidizer “that can undergo an explosive reaction 
when catalyzed or exposed to heat, shock or friction,” a 
definition that, incidentally, places hydrogen peroxide 
over 90-percent concentration in the unstable (reactive) 
category. Small amounts at high concentrations could pose 
a greater hazard than large amounts at low concentrations. 


E103.1.3.1 Mixtures. Gases—toxic and highly toxic 
gases include those gases that have an LC., of 2,000 
parts per million (ppm) or less when rats are exposed 
for a period of | hour or less. To maintain consistency 
with the definitions for these materials, exposure data 
for periods other than 1 hour must be normalized to 1 
hour. To classify mixtures of compressed gases that 
contain one or more toxic or highly toxic components, 
the LC,, of the mixture must be determined. Mixtures 
that contain only two components are binary mixtures. 
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Those that contain more than two components are 
multicomponent mixtures. Where two or more hazard- 
ous substances (components) having an LC,, below 
2,000 ppm are present in a mixture, their combined 
effect, rather than that of the individual substance 
components, must be considered. The effects of the 
hazards present must be considered as additive, except 
where there is a good reason to believe that the princi- 
pal effects of the different harmful substances 
(components) are not additive. 


For binary mixtures where the hazardous compo- 
nent is diluted with a nontoxic gas such as an inert gas, 
the LC,, of the mixture is estimated by use of the meth- 
odology contained in CGA P-20. The hazard zones 
specified in CGA P-20 are applicable for DOTn pur- 
poses and shall not be used for hazard classification. 


E103.1.4 Actual use, activity or process involving the 
material. The definition of handling, storage and use in 
closed systems refers to materials in packages or contain- 
ers. Dispensing and use in open containers or systems 
describes situations where a material is exposed to ambi- 
ent conditions or vapors are liberated to the atmosphere. 
Dispensing and use in open systems, then, are generally 
more hazardous situations than handling, storage or use in 
closed systems. The actual use or process could include 
heating, electric or other sparks, catalytic or reactive mate- 
rials and many other factors that could affect the hazard 
and must therefore be thoroughly analyzed. 


E103.1.5 Surrounding conditions. Conditions such as 
other materials or processes in the area, type of construc- 
tion of the structure, fire protection features (for example, 
fire walls, sprinkler systems, alarms), occupancy (use) of 
adjoining areas, normal temperatures, exposure to 
weather, etc., must be taken into account in evaluating the 
hazard. 


E103.2 Evaluation questions. The following are sample 
evaluation questions: 


1. What is the material? Correct identification is import- 
ant; exact spelling is vital. Checking labels and SDS 
and asking responsible persons should be among the 
highest priorities. 

2. What are the concentration and strength? 


3. What is the physical form of the material? Liquids, 
gases and finely divided solids have differing require- 
ments for spill and leak control and containment. 

4. How much material is present? Consider in relation to 
permit amounts, maximum allowable quantity per 
control area (from Group H occupancy requirements), 
amounts that require detached storage and overall 
magnitude of the hazard. 


5. What other materials (including furniture, equipment 
and building components) are close enough to interact 
with the material? 


6. What are the likely reactions? 
7. What is the activity involving the material? 


APPENDIX E-7 


APPENDIX E—HAZARD CATEGORIES 


8. How does the activity impact the hazardous character- 
istics of the material? Consider vapors released or haz- " 
ards otherwise exposed. 


9. What must the material be protected from? (For exam- 
ple, other materials, temperature, shock, pressure.) 


10. What effects of the material must people and the envi- 
ronment be protected from? 


11. How can protection be accomplished? Consider: 
11.1. Proper containers and equipment. 
11.2. Separation by distance or construction. 
11.3. Enclosure in cabinets or rooms. 
11.4. Spill control, drainage and containment. 


11.5. Control system ventilation, special electrical, 
detection and alarm, extinguishment, explo- 
sion venting, limit controls, exhaust scrubbers 
and excess flow control. 


11.6. Administrative (operational) control signs, 
ignition source control, security, personnel 
training, established procedures, storage plans 
and emergency plans. 


Evaluation of the hazard is a strongly subjective process; 
therefore, the person charged with this responsibility must 
gather as much relevant data as possible so that the decision 
will be objective and within the limits prescribed in laws, pol- 
icies and standards. 


It could be necessary to cause the responsible persons in 
charge to have tests made by qualified persons or testing lab- 
oratories to support contentions that a particular material or 
process is or is not hazardous. See Section 104.8.2. 


SECTION E104 
REFERENCED STANDARDS 


E104.1 General. See Table E104.1 for standards that are 
referenced in various sections of this appendix. Standards are 
listed by the standard identification with the effective date, 
standard title, and the section or sections of this appendix that 
reference the standard. 


TABLE E104.1 
REFERENCED STANDARDS 


SECTIONS 

STANDARD 

STANDARD NAME HEREIN 

CGA P-20-—2009 Standard Sor Classification £103.1.3.1 
of Toxic Mixtures 


Standard for Categorizing 
Gas Mixtures Containing 
Chek ras Flammable and 
Nonflammable Components 


E102.1.2 
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(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications.) 


(Not adopted by the State Fire Marshal) 
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Adopt only those 
sections that are 
listed below 
Regulations, Title 19, 
Division 1] 
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* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division 1 text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same 
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APPENDIX F 


HAZARD RANKING 


The provisions contained in this appendix are not mandatory unless specifically 
referenced in the adopting ordinance or legislation of the jurisdiction. 


User note: 


About this appendix: Appendix F is intended to be a companion to the specific requirements of Chapters 51 through 67, which regulate the 
storage, handling and use of all hazardous materials classified as either physical or health hazards. These materials pose diverse hazards, 
including instability, reactivity, flammability, oxidizing potential or toxicity; therefore, identifying them by hazard ranking is essential. This 
appendix lists the various hazardous material categories that are defined in this code, along with the NFPA 704 hazard ranking for each. 


SECTION F101 
GENERAL 


F101.1 Scope. Assignment of levels of hazards to be applied 
to specific hazard classes as required by NFPA 704 shall be 
in accordance with this appendix. The appendix is based on 
application of the degrees of hazard as defined in NFPA 704 
arranged by hazard class as for specific categories defined in 
Chapter 2 of the California Fire Code and used throughout. 


F101.2 General. The hazard rankings shown in Table F101.2 
have been established by using guidelines found within 
NFPA 704. As noted in Section 4.2 of NFPA 704, there could 
be specific reasons to alter the degree of hazard assigned to a 
specific material; for example, ignition temperature, flamma- 
ble range or susceptibility of a container to rupture by an 
internal combustion explosion or to metal failure while under 
pressure or because of heat from external fire. As a result, the 
degree of hazard assigned for the same material can vary 
when assessed by different people of equal competence. 


The hazard rankings assigned to each class represent 
reasonable minimum hazard levels for a given class based on 
the use of criteria established by NFPA 704. Specific cases of 
use or storage may dictate the use of higher degrees of hazard 
in certain cases. 
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REFERENCED STANDARDS 


F102.1 General. See Table F102.1 for standards that are 
referenced in various sections of this appendix. Standards are 
listed by the standard identification with the effective date, 
standard title, and the section or sections of this appendix that 
reference the standard. 


TABLE F102.1 
REFERENCED STANDARDS 


SECTIONS 
STANDARD HEREIN 


ACRONYM REFERENCED 


NFPA 70—20 National Electrical Code Table F101.2 


STANDARD NAME 


NFPA 704—17 


Identification of the Hazards 
of Materials for Emergency | F101.1, F101.2 
Response 
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TABLE F101.2 
FIRE FIGHTER WARNING PLACARD DESIGNATIONS BASED ON HAZARD CLASSIFICATION CATEGORIES € 


F3 
4 
Ms 
4 


[Combustble her | Sanne S RS SR Sey nae ee 
[a Be gar aa RCA oa EE 


Oxidizer 2 


a. F3 = Finely divided solids, typically less than 75 micrometers (11m) (200 mesh), that pose an elevated risk of forming an ignitable dust cloud, such as finely 
divided sulfur, NFPA 70 Group E dusts (for example, aluminum, zirconium and titanium) and bisphenol A. F2 = Finely divided solids less than 420 um (40 
mesh) that pose an ordinary risk of forming an ignitable dust cloud. 


F—Flammable category. COR—Corrosive. 

R—Reactive category. UD—Unclassified detonable material. ¢ 
H—Health category. 4D—Class 4 detonable material. 

W—Special hazard: water reactive. ; 3D—Class 3 detonable material. 

OX—Special hazard: oxidizing properties. 3N—Class 3 nondetonable material. 
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@ CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
é‘ APPENDIX G — CRYOGENIC FLUIDS—WEIGHT AND VOLUME EQUIVALENTS 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 


Adopt |Adopt Entire Chapter | [Adopt Entire Chapter |_| 
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See Chapter 1 for state agency authority and building applications.) 
Adopt Entire Chapter 
Adopt only those 
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(Not adopted by the State Fire Marshal) 
as amended 
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Regulations, Title 19, 
Division 1] 
* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 


BSC- | DSA | 
Adopting Agenc BSCC CEC| CA | SL |SLC 
ie ed es PE [eter Tne LTT 9 Tee noms on] wn 
(amended sections 
Chapter / Section 
19, Division 1 text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same. 


© 


2022 CALIFORNIA FIRE CODE APPENDIX G-1 


APPENDIX G-2 2022 CALIFORNIA FIRE CODE 


APPENDIX G 


CRYOGENIC FLUIDS—WEIGHT AND VOLUME EQUIVALENTS 


This appendix is for information purposes and is not intended for adoption. 


User note: 
About this appendix: Appendix G gives the fire code official and registered design professional a ready reference tool for the conversion of 


the liquid weight and volume of cryogenic fluid to their corresponding volume of gas and vice versa and is a companion to the provisions of 
Chapter 55 of this code. 


SECTION G101 
GENERAL 


G101.1 Scope. This appendix is used to convert from liquid 
to gas for cryogenic fluids. 


G101.2 Conversion. Table G101.2 shall be used to deter- 
mine the equivalent amounts of cryogenic fluids in either the 
liquid or gas phase. 


G101.2.1 Use of the table. To use Table G101.2, read 
horizontally across the line of interest. For example, to 
determine the number of cubic feet of gas contained in 1.0 
gallon (3.785 L) of liquid argon, find 1.000 in the column 
entitled “Volume of Liquid at Normal Boiling Point.” 
Reading across the line under the column entitled 
“Volume of Gas at NTP” (70°F and 1 atmosphere/14.7 
psia), the value of 112.45 cubic feet (3.184 m’) is found. 


G101.2.2 Other quantities. If other quantities are of 
interest, the numbers can be multiplied or divided to 
obtain the quantity of interest. For example, to determine 
the number of cubic feet of argon gas contained in a 
volume of 1,000 gallons (3785 L) of liquid argon at its 
normal boiling point, multiply 112.45 by 1,000 to obtain 
112,450 cubic feet (3184 m’). 
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TABLE G101.2 
WEIGHT AND VOLUME EQUIVALENTS FOR COMMON CRYOGENIC FLUIDS 


WEIGHT OF LIGUD OR GAS 
Argon 
Helium 


Pounds 


CRYOGENIC FLUID 


F795 [oe Oa8 | O00, O64 a ee 
CLC OE WE 
Hydrogen 


0.184 0.083 1179 0.311 35.31 1.000 
0.454 0.397 0.105 12.00 0.342 


2.205 1.000 0.876 U2o8 26.62 0.754 
2517 1.142 1.000 0,264 30.39 0.861 
Oxygen 


9527 4.321 3.785 1.000 115.05 3.250 
8.281 3.756 3.290 0.869 100.00 2.832 
2.924 1327 1.162 0.307 35.31 1.000 


nt 00 eat 0.454 0.561 0.148 13.80 0.391 

2.205 1.000 eG 0.327 30.43 0.862 

1.782 0.808 1.000 0.264 24.60 0.697 
Nitrogen 


EL EN ey 


For SI: 1 pound = 0.454 kg, 1 gallon = 3.785 L, 1 cubic foot = 0.02832 m’, °C = [(°F) — 32]/1.8, 1 pound per square inch atmosphere = 6.895 kPa, 


a. The values listed for liquefied natural gas (LNG) are “typical” values. LNG is a mixture of hydrocarbon gases, and no two LNG streams have exactly the 
same composition. 
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APPENDIX H - HAZARDOUS MATERIALS MANAGEMENT PLAN 
AND HAZARDOUS MATERIALS INVENTORY STATEMENTS 


(Matrix Adoption Tables are non-regulatory, intended only as an aid to the user. 
See Chapter 1 for state agency authority and building applications.) 
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* The California Code of Regulations (CCR), Title 19, Division | provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division | text for the code user’s convenience only, The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same. 
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APPENDIX H 


HAZARDOUS MATERIALS MANAGEMENT PLANS 
AND HAZARDOUS MATERIALS INVENTORY STATEMENTS 
(See Sections 5001.5.1 and 5001.5.2) 


SECTION H1 
SCOPE 


H1.1 Scope. Hazardous materials inventory statements 
(HMIS) and hazardous materials management plans 
(HMMP) which are required by the fire chief, pursuant to 
Chapter 50, shall be provided for hazardous materials in 
accordance with Appendix H. 


Exceptions: 


1. Materials which have been satisfactorily demonstrated 
not to present a potential danger to public health, 
safety or welfare, based upon the quantity or condition 
of storage, when approved. 


2. Chromium, copper, lead, nickel and silver need not be 
considered hazardous materials for the purposes of 
Appendix H unless they are stored in a friable, pow- 
dered or finely divided state. 


Proprietary and trade secret information shall be pro- 
tected under the laws of the state or jurisdiction having 
authority. 


SECTION H2 
HAZARDOUS MATERIALS 
INVENTORY STATEMENTS (HMIS) 


H2.1 When Required. A separate HMIS shall be provided for 
each building, including its appurtenant structures, and each 
exterior facility in which hazardous materials are stored. 


The hazardous materials inventory statement shall list, by 
hazard class, all hazardous materials stored. The hazardous 
materials inventory statement shall include the following 
information for each hazardous material listed: 


1. Hazard class. 
2. Common or trade name. 


3. Chemical name, major constituents and concentrations 
if a mixture. If a waste, the waste category. 


4. Chemical Abstract Service number (CAS number) 
found in 29 Code of Federal Regulations (C.F.R.). 


5. Whether the material is pure or a mixture, and whether 
the material is a solid, liquid or gas. 


6. Maximum aggregate quantity stored at any one time. 


7. Storage conditions related to the storage type, tempera- 
ture and pressure. 


H2.2 Changes to HMIS. An amended HMIS shall be pro- 
vided within 30 days of the storage of any hazardous materi- 
als which changes or adds a hazard class or which is 
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sufficient in quantity to cause an increase in the quantity 
which exceeds 5 percent for any hazard class. 


SECTION H3 
HAZARDOUS MATERIALS 
MANAGEMENT PLAN (HMMP) 


H3.1 General. Applications for a permit to store hazardous 
materials shall include an HMMP standard form or short 
form in accordance with Section H3.3 and shall provide a 
narrative description of the operations and processes taking 
place at the facility. See Figure A-H-1. 


H3.2 Information Required. The HMMP standard form shall 
include the information detailed in Section H3.2. 


H3.2.1 General Information. General information, 
including business name and address, emergency con- 
tacts, business activity, business owner or operator, SIC 
code, number of employees and hours, Dunn and Brad- 
street number, and signature of owner, operator or desig- 
nated representative. 


H3.2.2 General site plan. A general site plan drawn at a 
legible scale which shall include, but not be limited to, the 
location of buildings, exterior storage facilities, perma- 
nent access ways, evacuation routes, parking lots, internal 
roads, chemical loading areas, equipment cleaning areas, 
storm and sanitary sewer accesses, emergency equipment 
and adjacent property uses. The exterior storage areas 
shall be identified with the hazard class and the maximum 
quantities per hazard class of hazardous materials stored. 
When required by the chief, information regarding the 
location of wells, flood plains, earthquake faults, surface 
water bodies and general land uses within I mile (1.609 
km) of the facility boundaries shall be included. 


H3.2.3 Building floor plan. A building floor plan drawn 
to a legible scale which shall include, but not be limited to, 

hazardous materials storage areas within the building and 
shall indicate rooms, doorways, corridors, means of 
egress and evacuation routes. Each hazardous materials 

storage facility shall be identified by a map key which lists 
the individual hazardous materials, their hazard class and 
quantity present for each area. 


H3.2.4 Hazardous materials handling. Information show- 
ing that activities involving the handling of hazardous 
materials between the storage areas and manufacturing 
processes on site are conducted in a manner to prevent the 
accidental release of such materials. 


H3.2.5 Chemical capability and separation. Information 
showing procedures, controls, signs or other methods used 
to ensure separation and protection of stored materials 
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from factors which could cause accidental ignition or 
reaction of ignitable, reactive or incompatible materials in 
each area. 


H3.2.6 Monitoring program. Information including, but 
not limited to, the location, type, manufacturer’s specifica- 
tions, if applicable, and suitability of monitoring methods 
for each storage facility when required. 


H3.2.7 Inspection and recording keeping. Schedules and 
procedures for inspecting safety and monitoring and 
emergency equipment. The permittee shall develop and 
follow a written inspection procedure acceptable to the 
chief for inspecting the facility for events or practices 
which could lead to unauthorized discharges of hazardous 
materials. Inspections shall be conducted at a frequency 
appropriate to detect problems prior to a discharge. An 
inspection check sheet shall be developed to be used in 
conjunction with routine inspections. The check sheet 
shall provide for the date, time and location of inspection; 
note problems and dates and times of corrective actions 
taken; and include the name of the inspector and the coun- 
tersignature of the designated safety manager for the facil- 
ity. 

H3.2.8 Employee training. A training program appropri- 
ate to the types and quantities of materials stored or used 
shall be conducted to prepare employees to safely handle 
hazardous materials on a daily basis and during emergen- 
cies. The training program shall include: 


1. Instruction in safe storage and handling of hazard- 
ous materials, including maintenance of monitoring 
records; 


2. Instruction in emergency procedures for leaks, 
spills, fires or explosions, including shutdown of 
operations and evacuation procedures; and 


3. Record-keeping procedures for documenting train- 
ing given to employees. 


H3.2.9 Emergency response. A description of facility 
emergency procedures is to be provided. 
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H3.3 HMMP Short Form—(Minimal Storage Site). A facil- 
ity shall qualifv as a minimal storage site if the quantity of 
each hazardous material stored in one or more facilities in an 
aggregate quantity for the facility is 500 pounds (227 kg) or 
less for solids, 55 gallons (208.2 L) or less for liquids, or 200 
cubic feet (5.7 m’) or less at NTP for compressed gases and 
does not exceed the threshold planning quantity as listed in 
40 C.F.R., Part 355, Sections 302 and 304. The applicant for 
a permit for a facility which qualifies as a minimal storage 
site is allowed to file the short form HMMP. Such plan shall 
include the following components: 


1. General facility information, 


2. A simple line drawing of the facility showing the loca- 
tion of storage facilities and indicating the hazard class 
or classes and physical state of the hazardous materials 
being stored, 


3. Information describing that the hazardous materials 
will be stored and handled in a safe manner and will be 
appropriately contained, separated and monitored, and 


4. Assurance that security precautions have been taken, 
employees have been appropriately trained to handle 
the hazardous materials and react to emergency situa- 
tions, adequate labeling and warning signs are posted, 
adequate emergency equipment is maintained, and the 
disposal of hazardous materials will be in an appropri- 
ate manner. 


SECTION H4 
MAINTENANCE OF RECORDS 


H4.1 Hazardous materials inventory statements and hazard- 
ous materials management plans shall be maintained by the 
permittee for a period of not less than three years after sub- 
mittal of updated or revised versions. Such records shall be 
made available to the fire chief upon request. 
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? FIGURE A-H-1 
SAMPLE FORMAT 
HAZARDOUS MATERIALS MANAGEMENT PLAN (HMMP) INSTRUCTIONS 


SECTION I—FACILITY DESCRIPTION 
1.1 Part A 

1. Fill out Items 1 through 11 and sign the declaration. 

2. Only Part A of this section is required to be updated and submitted annually, or within 30 days of a change. 
1. 2 Part B—General Facility Description (Site Plan) 


1. Provide a site plan on 8'/,-by 11-inch (215 mm by 279 mm) paper, using letters on the top and bottom margins and num- 
bers on the right and left side margins, showing the location of all buildings, structures, chemical loading areas, parking 
lots, internal roads, storm and sanitary sewers, wells, and adjacent property uses. Indicate the approximate scale, north- 
ern direction and date the drawing was completed. 


2 List all special land uses within 1 mile (1.609 km). 
1.3 Part C—Facility Storage Map (Confidential Information) 


1. Provide a floor plan of each building on 8 '/, by 11-inch (215 mm by 279 mm) paper, using letters on the top and bottom 
margins and numbers on the right and left side margins, with approximate scale and northern direction, showing the loca- 
tion of each storage area. Mark map clearly “Confidential—Do not disclose” for trade-secret information as specified by 
federal, state and local laws. 


2. Identify each storage area with an identification number, letter, name or symbol. 
3. Show the following: 
3.1. Accesses to each storage area. 
3.2. Location of emergency equipment. 
@ 3.3. The general purpose of other areas within the facility. 


3.4. Location of all aboveground and underground tanks to include sumps, vaults, below-grade treatment systems, piping, 
etc. 


4. Map key. Provide the following on the map or in a map key or legend for each storage area: 
4.1, A list of hazardous materials, including wastes. 
4.2. Hazard class of each hazardous waste. 
4.3, The maximum quantity for hazardous materials. 
4.4. Include the contents and capacity limit of all tanks at each area and indicate whether they are above or below ground. 
4.5. List separately any radioactives, cryogens and compressed gases for each facility. 
4.6. Trade-secret information shall be listed as specified by federal, state and local laws. 


SECTION II—HAZARDOUS MATERIALS INVENTORY STATEMENT (HMIS) 
2.1 Part A—Declaration 

Fill out all appropriate information. 

2.2 Part B—Inventory Statement 


1. You must complete a separate inventory statement for all waste and nonwaste hazardous materials. List all hazardous 
materials in alphabetical order by hazard class. 


2. Inventory Statement Instructions: 
Column Information Required 
1. Provide hazard class for each material. 


2. Nonwaste. Provide the common or trade name of the regulated material. Waste. In lieu of trade names, you may provide 
the waste category. 


&) 3. Provide the chemical name and major constituents and concentrations, if a mixture. 


4, Enter the chemical abstract service number (CAS number) found in 29 C.F.R. For mixtures, enter the CAS number of the 
mixture as a whole if it has been assigned a number distinct from its constituents. For a mixture that has no CAS number, 
leave this item blank or report the CAS numbers of as many constituent chemicals as possible. 
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5. Enter the following descriptive codes as they apply to each material. You may list more than one code, if applicable. 


P= 
M= 
S = 
L 
G= 


6. Provide the maximum aggregate quantity of each material handled at any one time by the business. For underground 
tanks, list the maximum volume [in gallons (liters)] of the tank. 


6.1. Enter the estimated average daily amount on site during the past year. 
7. Enter the units used in Column 6 as: 


Pure 
Mixture 
Solid 
Liquid 
Gas 


LB = Pounds 
GA = Gallons 
CF = Cubic Feet 


8. Enter the number of days that the material was present on site (during the last year). 
9. Enter the storage codes below for type, temperature and pressure. 


Type 
A = Aboveground Tank 
B = Belowground Tank 
C = Tank inside Building 
D = Steel Drum 
E = Plastic or Nonmetallic Drum 
F = Can 
G = Carbon 
H = Silo 
I = Fiber Drum 
J = Bag 
K = Box 
L = Cylinder 
M = Glass Bottle or Jug 
N = Plastic Bottles or Jugs 
O = Tote Bin 
P = Tank Wagon 
QO = Rail Car 
R = Other 
Temperature 
4 = Ambient 
5 = Greater than Ambient 
6 = 
7 
Pressure 


1 = Ambient (Atmospheric) 
2 = Greater than Ambient (Atmospheric) 
3 = Less than Ambient (Atmospheric) 
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Less than Ambient, but not Cryogenic [less than -150°F (-101.1°C)] 
Cryogenic conditions [less than -150°F (-101.1°C)] 


- 


t 
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10. For each material listed, provide the Superfund Amendments and Reauthorization Act (SARA) hazard class as listed 
below. You may list more than one class. These categories are defined in 40 C.F.R. 370.3. 


Physical Hazards 
F = Fire 
P = Sudden Release of Pressure 


R = Reactivity 

Health Hazards 
I = Immediate (Acute) 
D = Delayed (Chronic) 


11. Waste Only. For each waste, provide the total estimated amount of hazardous waste handled throughout the course of 
the year. 


SECTION III—SEPARATION AND MONITORING 
3.1 Part A—Aboveground 


Fill out Items 1 through 6, or provide similar information for each storage area shown on the facility map. Use additional sheets 
as necessary. 


3.2 Part B—Underground 
1, Complete a separate page for each underground tank, sump, vault, below-grade treatment system, etc. 
2. Check the type of tank and method(s) that applies to your tank(s) and piping, and answer the appropriate questions. Pro- 
. vide any additional information in the space provided or on a separate sheet. 
SECTION IV—WASTE DISPOSAL | 


Check all that apply and list the associated wastes for each method checked. 


SECTION V—RECORDING KEEPING 


Include a brief description of your inspection procedures. You are also required to keep an inspection log and recordable dis- 
charge log, which are designed to be used in conjunction with routine inspections for all storage facilities or areas. Place a 
check in each box that describes your forms. If you do not use the sample forms, provide copies of your forms for review and 
approval. 

SECTION VI—EMERGENCY-RESPONSE PLAN 


1. This plan should describe the personnel, procedures and equipment available for responding to a release or threatened 
release of hazardous materials that are stored, handled or used on Site. 


2. A check or a response under each item indicates that a specific procedure is followed at the facility, or that the equipment 
specified is maintained on Site. 


3. If the facility maintains a more detailed emergency-response plan on site, indicate this in Item 5. This plan shall be made 
available for review by the inspecting jurisdiction. 


SECTION VII—EMERGENCY RESPONSE TRAINING PLAN 
1. This plan should describe the basic training plan used at the facility. 
2. A check in the appropriate box indicates the training is provided or the records are maintained. 


3. If the facility maintains a more detailed emergency-response training plan, indicate this in Item 4. This plan shall be made 
available for review by the inspecting jurisdiction. 
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HAZARDOUS MATERIALS MANAGEMENT PLAN 


FIGURE A-H-1 4 
SECTION I: FACILITY DESCRIPTION | 


PART A—GENERAL INFORMATION 


1. Business Name: Phone: 
Address: 


2. Person Responsible for the Business 
Name: Title: Phone: 


3. Emergency Contacts: 


Name: Title: Home Number: Work Number: 


4. Person Responsible for the Application/Principal Contact: 
Name: Title: Phone: 


5. Property Owner: 
Name: Address: Phone: 


Principal Business Activity: 


6. 

7. Number of Employees: 

8. Number of Shifts: 

9. Hours of Operation: 

10. SIC Code: 

11. Dunn and Bradstreet Number: 


12. Declaration 


I certify that the information above and on the following parts is true and correct to the best of my knowledge. 


Signature: Date: 


Print Name: Title: 
(Must be signed by owner/operator or designated representative) 
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PART B—GENERAL FACILITY DESCRIPTION/SITE PLAN 
(Use grid format on next page.) 
Special land uses within I mile (1.609 km): 


PART C—FACILITY MAP 


(Use grid format below.) 

ACH Pol D | B [eRe -@)at-od- 4-3-4 Reedy beet 
Eyl 1 
2 ds.) 
Ss _ si 
4 4 
5 | 5 | 
| 6 | 
7 ae 
8 8 
9 jo | 
10 
n ra 
12 | 12 
3 | 13 
ie | 14 
15 15 | 
Lal aster 
17 d ou Ee 

alsiciolelrFiciulilaixi{timMin 
BUSINESS NAME DATE 
ADDRESS CITY en : 


(Use grid format above) 


SECTION IT; HAZARDOUS MATERIALS INVENTORY STATEMENT 
PART A—DECLARATION 

1, Business Name: 

2. Address: 

3. Declaration: 


Under penalty of perjury, I declare the above and subsequent information, provided as part of the hazardous materials inventory 
statement, is true and correct. 


Signature: Date: 


Print Name: Title: 
(Must be signed by owner/operator or designated representative) 
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FIGURE A-II-E-1—(Continued) 
PART B—HAZARDOUS MATERIALS INVENTORY STATEMENT 


(3) (4) 
CHEMICAL NAME, CHEMICAL 
COMPONENTS AND | ABSTRACT 


(6) 
(5) MAXIMUM 
PHYSICAL | QUANTITY ON 
STATE HAND AT ANY 


(2) 
COMMON/ 
TRADE NAME 


ANNUAL WASTE 


CODE (TYPE, 
CONCENTRATION | SERVICE NO. “dist PRES., TEMP.) THROUGHPUT 


SECTION Ill: SEPARATION, SECONDARY CONTAINMENT AND MONITORING 
PART A—ABOVEGROUND STORAGE AREAS 


Storage Area Identification (as shown on facility map): 
1, Storage Type: 


Original Containers Safety Cans 
Inside Machinery Bulk Tank 
55-gallon (208.2 L) Outside Barrels 


Drums or Storage Shed 
Pressurized Vessel 
Other: 


2. Storage Location: 


Inside Building Outside Building 
Secured 

3. Separation: 
All Materials One-hour Separation 
Compatible Wall/Partition 
Separated by 20 Feet (6096 mm) Approved Cabinets 
Other: 


4. Secondary Containment: 


Approved Cabinet Secondary Drums 
Tray Bermed, Coated Floor 
Vaulted Tank Double-wall Tank 
Other: 


5. Monitoring: 


Visual Continuous 
Other: 


Attach specifications if necessary 

6. Monitoring Frequency: 
Daily Weekly 
Other: 

Attach specifications if necessary 
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) APPENDIX H 
FIGURE A-II-E-1—(Continued) 


SECTION II; SEPARATION, CONTAINMENT AND MONITORING 
PART B—UNDERGROUND 


SINGLE-WALL TANKS AND PIPING 

Tank Area Identification (as shown on facility map): 
1. ___ Backfill Vapor Wells 

Model and Manufacturer: 


Continuous or Monthly Testing: 


2.___ Groundwater Monitoring Wells 
3.____ Monthly Precision Tank Test 
4,___—_——~Piping— 

Monitoring Method: 

Frequency: 

5, == One: 


DOUBLE-WALL TANKS AND PIPING 
Tank Area Identification (as shown on facility map): 
1, Method of monitoring the annular space: 
i) 2. Frequency: 
Continuous Daily Weekly 
Other: 
3. List the type of secondary containment for piping: 


4. List the method of monitoring the secondary containment for piping: 

5. Are there incompatible materials within the same vault? 
Yes No 

If yes, how is separate secondary containment provided? 


Note: If you have continuous monitoring equipment, you shall maintain copies of all service and maintenance work, Such 
reports shall be made available for review on site, and shall be submitted to the fire prevention bureau upon request. 
Attach additional sheets as necessary. 


SECTION IV: WASTE DISPOSAL 


Discharge to the Sanitary Pretreatment— 
Sewer—Wastes: Wastes: 
Licensed Waste Hauler Recycle 
Wastes: Wastes: 


Other— 
a) Describe Method: 


Wastes: 
No Waste 
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APPENDIX H 
FIGURE A-II-E-1—(Continued) 


SECTION IV: WASTE DISPOSAL—continued 
B. Spill Containment: 


_____ Absorbents___ Other: 

C. Spill Control and Treatment: 

_____ Vapor Scrubber Mechanical Ventilation 
_____ Pumps/vacuums Secondary Containment 
____ Neutralizer Other: 


4, Evacuation: 

_____ Immediate area evacuation routes posted 
_____ Entire building evacuation procedures developed 
____ Assembly areas preplanned 
____ Evacuation maps posted 
a One: 


5. Supplemental hazardous materials emergency response plan on Site. 


Location: 


Responsible Person: 
Phone: 


SECTION V: RECORD KEEPING 


Description of our inspection program: 


We will use the attached sample forms in our inspection program. 


We will not use the sample forms. We have attached a copy of our own forms. 


SECTION VI: EMERGENCY RESPONSE PLAN 
1. In the event of an emergency, the following shall be notified: 
A, On-site Responders: 


Name: Title: 


B. Method of Notification to Responder: 


Automatic Alarm Phone 
Manual Alarm Verbal 
Other: 
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Home Number: 
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) C. Agency: Phone Number: 
Fire Department: 


California Emergency Management Agency (Cal EMA): 
Other: 


2. Designated Local Emergency Medical Facility: 
Name: Address: Phone (24 hours): 


3. Mitigation Equipment: 
A. Monitoring Devices: 
Toxic or flammable gas detection 
Fluid detection 
Other: 


SECTION VI: EMERGENCY-RESPONSE TRAINING PLAN 


1, Person responsible for the emergency-response training plan: 
Name: Title: Phone: 


2. Training Requirements: 
A, All employees trained in the following as indicated: 
Procedures for internal alarm/notification 
Procedures for notification of external emergency-response organization 
& Location and content of the emergency-response plan 
B. Chemical handlers are trained in the following as indicated: 
Safe methods for handling and storage of hazardous materials 
Proper use of personal protective equipment 
Locations and proper use of fire- and spill-control equipment 
Specific hazards of each chemical to which they may be exposed 
C. Emergency-response team members are trained in the following: 
Procedures for shutdown of operations 
Procedures for using, maintaining and replacing facility emergency and monitoring equipment 
3. The following records are maintained for all employees: 
Verification that training was completed by the employee 
Description of the type and amount of introductory and continuing training 
Documentation on and description of emergency-response drills conducted at the facility 


4. A more comprehensive and detailed emergency-response training plan is maintained on site. 
Location: 


Responsible Person: 
Phone: 
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APPENDIX | —- FIRE PROTECTION SYSTEMS—NONCOMPLIANT CONDITIONS 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications.) 


(Not adopted by the State Fire Marshal) 
BSC- | HCD | DSA 
Ge cece eater ere oo oo 
(amended sections 


Adopt Entire Chapter | | | 

listed below) RAGAIIEBRUUNNNISROREAEE 
Adopt only those 

sections that are 

listed below 

[California Code of 

Regulations, Title 19, 

Division 1] 
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* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division 1 text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same. 
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APPENDIX | 
FIRE PROTECTION SYSTEMS—NONCOMPLIANT CONDITIONS 


The provisions contained in this appendix are not mandatory unless specifically 
referenced in the adopting ordinance or legislation of the jurisdiction. 


User note: 


About this appendix: Appendix |, which was developed by the ICC Hazard Abatement in Existing Buildings Committee, is intended to 
provide the fire code official with a list of conditions that are readily identifiable by the inspector during the course of an inspection utilizing this 
code. The specific conditions identified in this appendix are primarily derived from applicable NFPA standards and pose a hazard to the 
proper operation of the respective systems. While these do not represent all of the conditions that pose a hazard or otherwise may impair the 
proper operation of fire protection systems, their identification in this adoptable appendix will provide a more direct path for enforcement by the 


fire code official. 


SECTION 1101 
NONCOMPLIANT CONDITIONS 


1101.1 General. This appendix is intended to identify condi- 
tions that can occur where fire protection systems are not 
properly maintained or components have been damaged. This 
appendix is not intended to provide comprehensive inspec- 
tion, testing and maintenance requirements, which are found 
in NFPA 10, 25 and 72. Rather, it is intended to identify 
problems that are readily observable during fire inspections. 


1101.2 Noncompliant conditions requiring component 
replacement. The following conditions shall be deemed 
noncompliant and shall cause the related component(s) to be 
replaced to comply with the provisions of this code: 


1. Sprinkler heads having any of the following conditions: 
1.1. Signs of leakage. 
1.2. Paint or other ornamentation that is not factory 
applied. 
1.3. Evidence of corrosion including, but not limited 
to, discoloration or rust. 


1.4. Deformation or damage of any part. 

1.5. Improper orientation of sprinkler head. 

1.6. Empty glass bulb. 

1.7. Sprinkler heads manufactured prior to 1920. 

1.8. Replacement sprinkler heads that do not match 
existing sprinkler heads in orifice size, K-factor 
temperature rating, coating or deflector type. 

1.9. Sprinkler heads for the protection of cooking 


equipment that have not been replaced within 
one year. 


2. Water pressure and air pressure gauges that have been 
installed for more than 5 years and have not been tested 
to within 3 percent accuracy. 


1101.3 Noncompliant conditions requiring component 
repair or replacement. The following shall be deemed 
noncompliant conditions and shall cause the related compo- 
nent(s) to be repaired or replaced to comply with the 
provisions of this code: 
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1. Sprinkler and standpipe system piping and fittings hav- 
ing any of the following conditions: 


lal 
dy 
lye 
1.4. 


Signs of leakage. 
Evidence of corrosion. 
Misalignment. 
Mechanical damage. 


2. Sprinkler piping support having any of the following 
conditions: 


Pais 


Zid 


Materials resting on or hung from sprinkler pip- 
ing. 
Damaged or loose hangers or braces. 


3. Class II and Class III standpipe systems having any of 
the following conditions: 


sala 
2 Pe 


<P 
3.4. 


a 
3.6. 
Dial 


No hose or nozzle, where required. 


Hose threads incompatible with fire department 
hose threads. 


Hose connection cap missing. 


Mildew, cuts, abrasions and deterioration evi- 
dent. 


Coupling damaged. 
Gaskets missing or deteriorated. 
Nozzle missing or obstructed. 


4, Hose racks and cabinets having any of the following 
conditions: 


4.1. 
4.2. 
4,3. 


4.4, 


4.5, 
4.6. 


Difficult to operate or damaged. 
Hose improperly racked or rolled. 


Inability of rack to swing 90 degrees (1.57 rad) 
out of the cabinet. 


Cabinet locked, except as permitted by this 
code. 


Cabinet door will not fully open. 
Door glazing cracked or broken. 


5. Portable fire extinguishers having any of the following 
conditions: 
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5.1. Broken seal or tamper indicator. TABLE 1102.1 
REFERENCED STANDARDS _ 


_ SECTIONS 
Aerator STANDARD NAME ’ HEREIN 
REFERENCED 


5.2. Expired maintenance tag. 
5.3. Pressure gauge indicator in “red.” 


5.4. Signs of leakage or corrosion. 


5.5. Mechanical damage, denting or abrasion of NFPA 10—21 Portable Fire Extinguishers -01.1 
tank. Inspection, Testing and 
4 : : NFPA 25—20 | Maintenance of Water-based 1101.1 
2G: Presence of repairs such as welding, soldering Fis cuodeaisanisistonin po 
or brazing. 


NFPA 7219 National Fire Alarm and 1101.1 
Signaling Code 


5.7. Damaged threads. 
5.8. Damaged hose assembly, couplings or swivel 
joints. 
6. Fire alarm and detection control equipment, initiating 


devices and notification appliances having any of the 
following conditions: 


6.1. Corroded or leaking batteries or terminals. 


6.2. Smoke detectors having paint or other ornamen- 
tation that is not factory applied. 


6.3. Mechanical damage to heat or smoke detectors. 
6.4. Tripped fuses. 
7. Fire department connections having any of the follow- 
ing conditions: 


7.1. Fire department connections are not visible or 
able to be accessed from the fire apparatus 
access road. 


7.2. Couplings or swivels are damaged. 
7.3. Plugs and caps are missing or damaged. 
7.4. Gaskets are deteriorated. 
7.5. Check valve is leaking. 
7.6. Identification signs are missing. 

8. Fire pumps having any of the following conditions: 
8.1. Pump room temperature is less than 40°F 

(4.4°C). 

8.2. Ventilating louvers are not freely operable. 
8.3. Corroded or leaking system piping. 
8.4. Diesel fuel tank is less than two-thirds full. 


8.5. Battery readings, lubrication oil or cooling 
water levels are abnormal. 


SECTION 1102 
REFERENCED STANDARDS 


1102.1 General. See Table 1102.1 for standards that are refer- 
enced in various sections of this appendix. Standards are 
listed by the standard identification with the effective date, 
standard title, and the section or sections of this appendix that 
reference the standard. 
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APPENDIX J — BUILDING INFORMATION SIGN 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications.) 


(Not adopted by the State Fire Marshal) 


Adopting Agency LO a a a ee 
[7-24 |T-19*| 1 | 2 |1/Ac| Ac | ss | 4 | 1R] 2 | 3 | 4 [8 | 

fAdoptEntire Chapter | | | | ||| | | | 

Adopt Entire Chapter 

as amended 

(amended sections 

listed below) 


Adopt only those 


sections that are 
listed below 


[California Code of 

Regulations, Title 19, 

Division 1] 
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* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division 1 text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same. 
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APPENDIX J 
BUILDING INFORMATION SIGN 


The provisions contained in this appendix are not mandatory unless specifically 
referenced in the adopting ordinance or legislation of the jurisdiction. 


User note: 


About this appendix: Appendix J provides design, installation and maintenance requirements for a Building Information Sign (BIS), a fire 
service tool to be utilized in the crucial, initial response of fire fighters to a structure fire. The BIS placard is designed to be utilized within the 
initial response time frame of an incident to assist fire fighters in their tactical sizing up of a situation as soon as possible after arrival on the 
scene of a fire emergency. The BIS design is in the shape of a fire service Maltese cross and includes five spaces (the four wings plus the 
centerpiece of the cross symbol) in which information is placed about the tactical considerations of construction type and hourly rating, fire 
protection systems, occupancy type, content hazards and special features that could affect tactical decisions and operations. 


SECTION J101 
GENERAL 


J101.1 Scope. New buildings shall have a building informa- 
tion sign(s) that shall comply with Sections J101.1.1 through 
J101.7. Existing buildings shall be brought into compliance 
with Sections J101.1 through J101.9 when one of the follow- 
ing occurs: 


1. The fire department conducts an annual inspection 
intended to verify compliance with this section, or any 
required inspection. 


DvA change in use or occupancy has occurred. 
Exceptions: 

1. Group U occupancies. 

2. One- and two-family dwellings. 


J101.1.1 Sign location. The building information sign 
shall be placed at one of the following locations: 


1. On the entry door or sidelight at a minimum height 
of 42 inches (1067 mm) above the walking surface 
on the address side of the building or structure. 


2. On the exterior surface of the building or structure 
on either side of the entry door, not more than 3 feet 
(914 mm) from the entrance door, at a minimum 
height of 42 inches (1067 mm) above the walking 
surface on the address side of the building or struc- 
ture. 


3. Conspicuously placed inside an enclosed entrance 
lobby, on any vertical surface within 10 feet (3048 
mm) of the entrance door at a minimum height of 42 
inches (1067 mm) above the walking surface. 


4. Inside the building’s fire command center. 


5. On the exterior of the fire alarm control unit or on 
the wall immediately adjacent to the fire alarm con- 
trol unit door where the alarm panel is located in the 
enclosed main lobby. 


J101.1.2 Sign features. The building information sign 
shall consist of all of the following: 


1. White reflective background with red letters. 
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2. Durable material. 


3. Numerals shall be Roman or Latin numerals, as 
required, or alphabet letters. 


4, Permanently affixed to the building or structure in 
an approved manner. 


J101.1.3 Sign shape. The building information sign shall 
be a Maltese cross as shown in Figure J101.1.3. 


(Top wing) 


HA & IA 


(Left wing) (Right wing) 


(Bottom wing) 


FIGURE J101.1.3 
EXAMPLE OF COMPLETED BUILDING INFORMATION SIGN 


J101.1.4 Sign size and lettering. The minimum size of 
the building information sign and lettering shall be in 
accordance with the following: 


1. The width and height shall be 6 inches by 6 inches 
(152 mm by 152 mm). 


2. The height or width of each Maltese cross wing area 
shall be 1'/, inches (29 mm) and have a stroke width 
of '/, inch (12.7 mm). 

3. The center of the Maltese cross, a circle or oval, 
shall be 3 inches (76 mm) in diameter and have a 
stroke width of '/, inch (12.7 mm). 


4, All Roman numerals and alphabetic designations, 
shall be 1'/, inch (32 mm) in height and have a 
stroke width of '/, inch (6.4 mm). 
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J101.2 Sign designations. Designations shall be made based 
on the construction type, content, hazard, fire protection 
systems, life safety and occupancy. Where multiple designa- 
tions occur within a classification category, the designation 
used shall be based on the greatest potential risk. 


J101.3 Construction type (top wing). The construction 
types shall be designated by assigning the appropriate Roman 
numeral and letter, placed inside the top wing of the Maltese 
cross. The hourly rating provided is for the structural framing 
in accordance with Table 601 of the California Building 
Code, 


FIRE-RESISTANCE 


CONSTRUCTION TYPE RATING 
[A—Noncombustible 3 hours 
IB—Noncombustible 2 hours 
11A—Noncombustible | hour 
IIB—Noncombustible 0 hours 
I1[A—Noncombustible/combustible 1 hour 
I1IB—Noncombustible/combustible 0 hours 
I1V—Heavy timber (HT) HT 
VA—Combustible 1 hour 
VB—Combustible 0 hours 


J101.4 Fire protection systems (right wing). The fire 
protection system shall be designated by determining its level 
of protection and assigning the appropriate designation to the 
right wing of the Maltese cross. Where multiple systems are 
provided, all shall be listed: 


AS Automatic sprinkler system installed throughout 


CES Chemical-extinguishing system and designated 
area 


CS Combination sprinkler and standpipe system 

DS__ Dry sprinkler system and designated areas 

FA Fire alarm system 

FP Fire pump 

FW Fire wall and designated areas 

PAS Pre-action sprinkler system and designated floor 


PS Partial automatic sprinkler system, and desig- 
nated floor 

S  Standpipe system 

NS_ No system installed 
J101.5 Occupancy type (bottom wing). The occupancy of a 
building or structure shall be designated in accordance with 
the occupancy classification found in Section 302.1 of the 
California Building Code and the corresponding designation 
shall be placed in the bottom wing of the Maltese cross. 
Where a building or structure contains a mixture of uses and 
occupancies, all uses and occupancies shall be identified. 


A Assembly 

B_ Business 

E Educational 

F Factory or Industrial 
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H_ High Hazard 
I Institutional 
M_ Mercantile ‘ 
R___ Residential 


J101.6 Hazards of content (left wing). The hazards of build- 
ing contents shall be designated by one of the following 
classifications as defined in NFPA 13 and the appropriate 
designation shall be placed inside the left wing of the Maltese 
cross: 


LH Light hazard 
MH Moderate hazard 
HH_ High hazard 


J101.7 Tactical considerations (center circle). The center 
circle shall include the name of the local fire service and, 
where required, the letters “TC” for “tactical considerations.” 
Where fire fighters conduct preplan operations, a unique situ- 
ation(s) for tactical considerations shall be identified and the 
information provided to the fire dispatch communications 
center to further assist fire fighters in identifying that there is 
special consideration(s) for this occupancy. Special consider- 
ation designations include, but are not limited to: 


1. Impact-resistant drywall. 


2. Impact-resistant glazing, such as blast or hurricane-type 
glass. 


3. All types of roof and floor structural members includ- 
ing but not limited to post-tension concrete, bar joists, 
solid wood joists, rafters, trusses, cold-formed galva- 
nized steel, I-joists and I-beams; green roof with vege- 
tation, soil and plants. 


4. Hazardous materials (such as explosives, chemicals, 
plastics). 


5. Solar panels and DC electrical energy. 


6. HVAC system; and smoke management system for 
pressurization and exhaust methods. 


7. Other unique characteristic(s) within the building that 
are ranked according to a potential risk to occupants 
and fire fighters. 


J101.8 Sign classification maintenance, building informa- 
tion. Sign maintenance shall comply with each of the 
following: 


1. Fire departments in the jurisdiction shall define the des- 
ignations to be placed within the sign. 


2. Fire departments in the jurisdiction shall conduct 
annual inspections to verify compliance with this sec- 
tion of the code and shall notify the owner, or the 
owner’s agent, of any required updates to the sign in 
accordance with fire department designations and the 
owner, or the owner’s agent, shall comply within 30 
days. 


3. The owner of a building shall be responsible for the 
maintenance and updates to the sign in accordance with 
fire department designations. 


J101.9 Training. Jurisdictions shall train fire department 
personnel on Sections J101.1 through J101.8. 
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SECTION J102 
REFERENCED STANDARDS 
J102.1 General. See Table J102.1 for standards that are 
referenced in various sections of this appendix. Standards are 
listed by the standard identification with the effective date, 


standard title, and the section or sections of this appendix that 
reference the standard. : 


TABLE J102.1 
REFERENCED STANDARDS 


SECTIONS 
STANDARD NAME HEREIN 


REFERENCED 


International Building Code | J101.3, J101.5 


Installation of Sprinkler J101.6 
Systems 
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CONSTRUCTION REQUIREMENTS FOR 
EXISTING AMBULATORY CARE FACILITIES 


The provisions contained in this appendix are not mandatory unless specifically 
referenced in the adopting ordinance or legislation of the jurisdiction. 


User note: 


About this appendix: Appendix K was created with the intent to provide jurisdictions with an option for assessing minimum fire and life safety 
requirements for buildings containing ambulatory care facilities. While this appendix is written with the intent to apply retroactive minimum 
standards, it is recognized that the ambulatory care requirements are relatively recent additions to the International Building Code®. For that 
reason, these requirements are presented as an appendix so that the adopting authority can exercise judgment in the adoption and applica- 
tion of this section. This appendix would also be useful for those local and state jurisdictions that are specifically focused on ensuring the 
safety of existing ambulatory care facilities by providing minimum criteria that could be used to bring older facilities into compliance with the 
current standards at the discretion of the adopting jurisdiction. The technical requirements are based on the current International Building 
Code language, which is consistent with the overall concept of the current federal requirements. 


SECTION K101 
GENERAL 


K101.1 Scope. The provisions of this chapter shall apply to 
existing buildings containing ambulatory care facilities in 
addition to the requirements of Chapter 11. Where the provi- 
sions of this chapter conflict with either the construction 
requirements in Chapter 11 or the construction requirements 
that. applied at the time of construction, the most restrictive 
provision shall apply. 


K101.2 Intent. The intent of this appendix is to provide a 
minimum degree of fire and life safety to persons occupying 
existing buildings containing ambulatory care facilities where 
such buildings do not comply with the minimum require- 
ments of the California Building Code. 


SECTION K102 
FIRE SAFETY REQUIREMENTS FOR EXISTING 
AMBULATORY CARE FACILITIES 


K102.1 Separation. Ambulatory care facilities where the 
potential exists for four or more care recipients to be incapa- 
ble of self-preservation at any time, whether rendered 
incapable by staff or staff has accepted responsibility for a 
care recipient already incapable, shall be separated from adja- 
cent spaces, corridors or tenants with a fire partition installed 
in accordance with Section 708 of the California Building 
Code. 


K102.2 Smoke compartments. Where the aggregate area of 
one or more ambulatory care facilities is greater than 10,000 
square feet (929 m’) on one story, the story shall be provided 
with a smoke barrier to subdivide the story into not fewer than 
two smoke compartments. The area of any one such smoke 
compartment shall be not greater than 22,500 square feet (2092 
m7’). The travel distance from any point in a smoke compart- 
ment to a smoke barrier door shall be not greater than 200 feet 
(60 960 mm). The smoke barrier shall be installed in accor- 
dance with Section 709 of the California Building Code with 
the exception that smoke barriers shall be continuous from an 
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outside wall to an outside wall, a floor to a floor, or from a 
smoke barrier to a smoke barrier or a combination thereof. 


K102.2.1 Refuge area. Not less than 30 net square feet 
(2.8 m*) for each nonambulatory care recipient shall be 
provided within the aggregate area of corridors, care recip- 
ient rooms, treatment rooms, lounge or dining areas and 
other low-hazard areas within each smoke compartment. 
Each occupant of an ambulatory care facility shall be 
provided with access to a refuge area without passing 
through or utilizing adjacent tenant spaces. 


K102.2.2 Smoke barriers. Smoke barriers shall be 
constructed in accordance with Sections 422 and 709 of 
the California Building Code. 


Exceptions: 


1. Smoke barriers shall be permitted to terminate at 
an atrium enclosure in accordance with Section 
404.6 of the California Building Code. 


2. Smoke barriers shall be continuous from an out- 
side wall to an outside wall, a floor to a floor, a 
smoke barrier to a smoke barrier or a combina- 
tion thereof. 


K102.2.3 Opening protectives. Openings in smoke barri- 
ers shall be protected in accordance with Section 716 of 
the California Building Code. Opening protectives shall 
have a minimum fire protection rating of '/, hour. 


Exception: Existing wired glass vision panels in doors 
shall be permitted to remain. 


K102.2.4 Penetrations. Penetrations of smoke barriers 
shall comply with the California Building Code. 


Exception: Approved existing materials and methods 
of construction. 


K102.2.5 Joints. Joints made in or between smoke barri- 
ers shall comply with the California Building Code. 


Exception: Approved existing materials and methods 
of construction. 
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K102.2.6 Duct and air transfer openings. Penetrations 
in a smoke barrier by duct and air-transfer openings shall 
comply with Section 717 of the California Building 
Code. 


Exception: Where existing duct and air-transfer open- 
ings in smoke barriers exist without smoke dampers, 
they shall be permitted to remain. Any changes to exist- 
ing smoke dampers shall be submitted for review and 
approved in accordance with Section 717 of the Cali- 
fornia Building Code. 


K102.2.7 Independent egress. A means of egress shall be 
provided from each smoke compartment created by smoke 
barriers without having to return through the smoke 
compartment from which means of egress originated. 


K102.3 Automatic sprinkler system. An automatic sprin- 
kler system shall be provided in ambulatory care facilities 
where required by Sections K102.3.1 and K102.3.2. 


K102.3.1 Types IIB, IIIB and VB construction. An 
automatic sprinkler system shall be provided throughout 
the entire floor containing an ambulatory care facility in 
Types IIB, IIB and VB construction where either of the 
following conditions exist at any time: 


1. Four or more care recipients are rendered incapable 
of self-preservation. 


2. One or more care recipients that are rendered inca- 
pable of self-preservation are located at other than 
the level of exit discharge serving such a facility. 


In buildings where ambulatory care is provided on lev- 
els other than the level of exit discharge, an automatic 
sprinkler system shall be installed throughout the entire 
floor where such care is provided, all floors below and all 
floors between the level of ambulatory care and the nearest 
level of exit discharge, including the level of exit dis- 
charge. 


K102.3.2 High-rise buildings. In high-rise buildings 
containing ambulatory care facilities, an automatic sprin- 
kler system shall be provided throughout the entire floor 
containing an ambulatory care facility where either of the 
following conditions exist at any time: 


1. Four or more care recipients are rendered incapable 
of self-preservation. 


2. One or more care recipients that are rendered inca- 
pable of self-preservation are located at other than 
the level of exit discharge serving such a facility. 


In buildings where ambulatory care is provided on lev- 
els other than the level of exit discharge, an automatic 
sprinkler system shall be installed throughout the entire 
floor where such care is provided, all floors below and all 
floors between the level of ambulatory care and the nearest 
level of exit discharge, including the level of exit dis- 
charge. 


K102.4 Automatic fire alarm system. Fire areas containing 
ambulatory care facilities shall be provided with an electroni- 
cally supervised automatic smoke detection system installed 
within the ambulatory care facility and in public use areas 
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outside of tenant spaces, including public corridors and eleva- 
tor lobbies. 


Exception: Buildings equipped throughout with an auto- 
matic sprinkler system in accordance with Section 
903.3.1.1, provided that the occupant notification appli- 
ances will activate throughout the notification zones upon 
sprinkler waterflow. 


K102.5 Waste and linen chutes. In ambulatory care facili- 
ties, existing waste and linen chutes shall comply with 
Sections K102.5.1 through K102.5.5. 


K102.5.1 Enclosures. Chutes shall be enclosed with 1- 
hour fire-resistance-rated construction. Opening protec- 
tives shall be in accordance with Section 716 of the 
California Building Code and have a fire protection rating 
of not less than 1 hour. 


K102.5.2 Chute intakes. Chute intakes shall comply with 
Section K102.5.2.1 or K102.5.2.2. 


K102.5.2.1 Chute intake direct from corridor. 
Where intake to chutes is direct from a corridor, the 
intake opening shall be equipped with a chute-intake 
door in accordance with Section 716 of the California 
Building Code and have a fire protection rating of not 
less than | hour. 


K102.5.2.2 Chute intake via a chute-intake room. 
Where the intake to chutes is accessed through a chute- 
intake room, the room shall be enclosed with 1-hour 
fire-resistance-rated construction. Opening protectives 
for the intake room shall be in accordance with Section 
716 of the California Building Code and have a fire 
protection rating of not less than */, hour. Opening 
protectives for the chute enclosure shall be in accor- 
dance with Section K102.5.1. 


K102.5.3 Automatic sprinkler system. Chutes shall be 
equipped with an approved automatic sprinkler system in 
accordance with Section 903.2.11.2. 


K102.5.4 Chute discharge rooms. Chutes shall terminate 
in a dedicated chute discharge room. Such rooms shall be 
separated from the remainder of the building by not less 
than 1-hour fire-resistance-rated construction. Opening 
protectives shall be in accordance with Section 716 of the 
California Building Code and have a fire eins rating 
of not less than | hour. 


K102.5.5 Chute discharge protection. Chute discharges 
shall be equipped with a self-closing or automatic-closing 
opening protective in accordance with Section 716 of the 
California Building Code and have a fire protection rating 
of not less than 1 hour. 


SECTION K103 
INCIDENTAL USES IN EXISTING 
AMBULATORY CARE FACILITIES 


K103.1 General. Incidental uses associated with and located 
within existing ambulatory care facilities required to be sepa- 
rated by Section 422 of the California Building Code, and 
that generally pose a greater level of risk to such occupancies, 
shall comply with the provisions of Sections K103.2 through 
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K103.4.2.1. Incidental uses in ambulatory care facilities 
required to be separated by Section 422 of the California 
Building Code are limited to those listed in Table K103.1. 


K103.2 Occupancy classification. Incidental uses shall not 
be individually classified in accordance with Section 302.1 of 
the California Building Code. Incidental uses shall be 
included in the building occupancies-in which they are 
located. 


K103.3 Area limitations. Incidental uses shall not occupy 
more than 10 percent of the building area of the story in 
which they are located. 


K103.4 Separation and protection. The incidental uses 
listed in Table K103.1 shall be separated from the remainder 
of the building or be equipped with an automatic sprinkler 
system, or both, in accordance with the provisions of that 
table. 


K103.4.1 Separation. Where Table K103.1 specifies a 
fire-resistance-rated separation, the incidental uses shall 
be separated from the remainder of the building in accor- 
dance with Section 509.4.1 of the California Building 
Code. 


K103.4.2 Protection. Where Table K103.1 permits an 
automatic sprinkler system without a fire-resistance-rated 
separation, the incidental uses shall be separated from the 
remainder of the building by construction capable of 
resisting the passage of smoke in accordance with Section 
509.4.2 of the California Building Code. 


- K103.4.2.1 Protection limitation. Except as otherwise 
specified in Table K103.1 for certain incidental uses, 
where an automatic sprinkler system is provided in 
accordance with Table K103.1, only the space occupied 
by the incidental use need be equipped with such a 
system. 


SECTION K104 
MEANS OF EGRESS REQUIREMENTS FOR 
EXISTING AMBULATORY CARE FACILITIES 


K104.1 Size of doors. The required capacity of each door 
opening shall be sufficient for the occupant load thereof and 
shall provide a minimum clear opening width of 28 inches 
(711 mm). Where this section requires a minimum clear 
opening width of 28 inches (711 mm) and a door opening 
includes two door leaves without a mullion, one leaf shall 
provide a minimum clear opening width of 28 inches (711 
mm). In ambulatory care facilities, doors serving as means of 
egress from patient treatment rooms shall provide a minimum 
clear opening width of 32 inches (813 mm). The maximum 
width of a swinging door leaf shall be 48 inches (1219 mm) 
nominal. The minimum clear opening height of doors shall be 
80 inches (2032 mm). 


Exceptions: 


1. Door openings to storage closets less than 10 square 
feet (0.93 m’) in area shall not be limited by the mini- 
mum clear opening width. 


2. The width of door leaves in revolving doors that com- 
ply with Section 1010.3.1 shall not be limited. 


3. The maximum width of door leaves in revolving doors 
that comply with Section 1010.3.2 shall not be limited. 


4, Exit access doors serving a room not larger than 70 
square feet (6.5 m’) shall have a door leaf width of 
not less than 24 inches (610 mm). 


5. Door closers and door stops shall be permitted to be 
78 inches (1981 mm) minimum above the floor. 


K104.2 Corridor and aisle width. Corridor width shall be as 
determined in Section 1005.1 and this section. The minimum 
width of corridors and aisles that serve gurney traffic in areas 
where patients receive care that causes them to be incapable of 
self-preservation shall be not less than 72 inches (1829 mm). 


TABLE K103.1 
INCIDENTAL USES IN EXISTING AMBULATORY CARE FACILITIES 


Stationary storage battery systems having a liquid electrolyte capacity of more than 50 
gallons for flooded lead-acid, nickel cadmium or VRLA, or more than 1,000 
pounds for lithium-ion and lithium metal polymer used for facility standby power, 
emergency power or uninterruptible power supplies 


For SI: 1 square foot = 0.0929 m’, 1 pound per square inch (psi) = 6.9 kPa, 1 British thermal unit (Btu) per hour = 0.293 watts, 1 horsepower = 746 watts, 


1 gallon = 3.785 L. 
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K104.3 Existing elevators. Existing elevators, escalators, 
dumbwaiters and moving walks shall comply with the 
requirements of Sections K104.3.1 and K104.3.2. 


K104.3.1 Elevators, escalators, dumbwaiters and 
moving walks. Existing elevators, escalators, dumbwait- 
ers and moving walks in ambulatory care facilities 
required to be separated by Section 422 of the California 
Building Code shall comply with California Code of 
Regulations, Title 8, Division 1, Chapter 4, Subchapter 6, 
Elevator Safety Orders. 


K104.3.2 Elevator emergency operation. Existing eleva- 
tors with a travel distance of 25 feet (7620 mm) or more 
above or below the main floor or other level of a building 
and intended to serve the needs of emergency personnel 
for fire-fighting or rescue purposes shall be provided with 
emergency operation in accordance with California Code 
of Regulations, Title 8, Division 1, Chapter 4, Subchapter 
6, Elevator Safety Orders. 


SECTION K105 
REFERENCED STANDARDS 


K105.1 General. See Table K105.1 for standards that are 
referenced in various sections of this appendix. Standards are 
listed by the standard identification with the effective date, 
standard title, and the section or sections of this appendix that 
reference the standard. 


TABLE K105.1 
REFERENCED STANDARDS 


K101.2, K102.1, 
K102.2, K102.2.2, 
K102.2.3, 
K102.2.4, 
K102.2.5, 
K102.2.6, 
K102.5.1, 
KRIUZ DS. 21, 
K102°5,2.2, 
K102.5.4, 
K1025 oy KR 10341, 
K103.2, K103.4.1, 
K103.4.2, 

K104.3.1 


California Building Code 


California Code of 
ASME A17.3— | Regulations, Title 8, Division 
1, Chapter 4, Subchapter 6, 
Elevator Safety Orders 


K104.3.1, 
K104,3.2 
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See Chapter 1 for state agency authority and building applications.) 
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REQUIREMENTS FOR FIRE FIGHTER 
AIR REPLENISHMENT SYSTEMS 


The provisions contained in this appendix are not mandatory unless specifically 
referenced in the adopting ordinance or legislation of the jurisdiction. 


User note: 


About this appendix: Appendix L provides for the design, installation and maintenance of permanently installed fire fighter breathing air 
systems in buildings designated by the jurisdiction. Breathing air is critical for fire-fighting operations. Historically, fire departments have 
supplied air bottles by means of a “bottle brigade,” whereby fire fighters manually transport air bottles up stairways, which is an extraordinarily 
fire fighter-intensive process and takes fire fighters away from their primary mission of rescue and fire fighting. Technology now exists to 
address the issue using in-building air supply systems. Fire fighter breathing air systems were introduced in the late 1980s and are now 
required in a number of communities throughout the United States. The system has been called a “standpipe for air’ and consists of stainless 
steel, high-pressure piping that is supplied by on-site air storage or fire department air supply units. Air-filling stations are then strategically 
located throughout the building, allowing fire fighters to refill breathing air cylinders inside the fire building, negating the required “bottle 
brigade,” and making more fire fighters available for search, rescue and fire suppression operations. 


SECTION L101 
GENERAL 


L101.1 Scope. Fire fighter air replenishment systems (FARS) 
shall be provided in accordance with this appendix. The 
adopting ordinance shall specify building characteristics or 
special hazards that establish thresholds triggering a require- 
ment for the installation of a FARS. The requirement shall be 
based on the fire department’s capability of replenishing fire 
fighter breathing air during sustained emergency operations. 
Considerations shall include: 


1, Building characteristics, such as number of stories 
above or below grade plane, floor area, type of con- 
struction and fire resistance of the primary structural 
frame to allow sustained fire-fighting operations based 
on a rating of not less than 2 hours. 


2. Special hazards, other than buildings, that require 
unique accommodations to allow the fire department to 
replenish fire fighter breathing air. 

3. Fire department staffing level. 


4, Availability of a fire department breathing air replen- 
ishment vehicle. 


SECTION L102 
DEFINITIONS 


L102.1 Definitions. For the purpose of this appendix, certain 
terms are defined as follows: 


FIRE FIGHTER AIR REPLENISHMENT SYSTEM 
(FARS). A permanently installed arrangement of piping, 
valves, fittings and equipment to facilitate the replenishment 
of breathing air in self-contained breathing apparatus (SCBA) 
for fire fighters engaged in emergency operations. 
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SECTION L103 
PERMITS 


L103.1 Permits. Permits shall be required to install and 
maintain a FARS. Permits shall be in accordance with 
Sections L103.2 and L103.3. 


L103.2 Construction permit. A construction permit is 
required for installation of or modification to a FARS. The 
construction permit application shall include documentation 
of an acceptance and testing plan as specified in Section 
L105. 


L103.3 Operational permit. An operational permit is 
required to maintain a FARS. 


SECTION L104 
DESIGN AND INSTALLATION 


L104.1 Design and installation. A FARS shall be designed 
and installed in accordance with Sections L104.2 through 
L104.15.3. 


L104.2 Standards, Fire fighter air replenishment systems 
shall be in accordance with Sections L104.2.1 and L104.2.2. 


L104.2.1 Pressurized system components. Pressurized 
system components shall be designed and installed in 
accordance with ASME B31.3. 


L104.2.2 Air quality. The system shall be designed to 
convey breathing air complying with NFPA 1989. 


L104.3 Design and operating pressure. The minimum 
design pressure shall be 110 percent of the fire department’s 
normal SCBA fill pressure. The system design pressure shall 
be marked in an approved manner at the supply connections, 
and adjacent to pressure gauges on any fixed air supply 
components. Pressure shall be maintained in the system 
within 5 percent of the design pressure. 
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L104.4 Cylinder refill rate. The FARS shall be capable of 
refilling breathing air cylinders of a size and pressure used by 
the fire department at a rate of not less than two empty cylin- 
ders in 2 minutes. 


L104.5 Breathing air supply. Where a fire department 
mobile air unit is available, the FARS shall be supplied by an 
external mobile air connection in accordance with Section 
L104.14. Where a fire department mobile air unit is not avail- 
able, a stored pressure air supply shall be provided in 
accordance with Section L104.5.1. A stored pressure air 
supply shall be permitted to be added to a system supplied by 
an external mobile air connection provided that a means to 
bypass the stored pressure air supply is located at the external 
mobile air connection, 


L104.5.1 Stored pressure air supply. A stored pressure 
air supply shall be designed based on Chapter 24 of NFPA 
1901 except that provisions applicable only to mobile 
apparatus or not applicable to system design shall not 
apply. A stored pressure air supply shall be capable of 
refilling not less than SO empty breathing air cylinders of a 
size and pressure used by the fire department. 


L104.5.2 Retrofit of external mobile air connection. A 
FARS not initially provided with an external mobile air 
connection due to the lack of a mobile air unit shall be 
retrofitted with an external mobile air connection where a 
mobile air unit becomes available. Where an external 
mobile air connection is provided, a means to bypass the 
stored pressure air supply shall be located at the external 
mobile air connection. The retrofit shall be completed not 
more than 12 months after notification by the fire code 
official. 


L104.6 Isolation valves. System isolation valves that are 
accessible to the fire department shall be installed on the 
system riser to allow piping beyond any air cylinder refill 
panel to be blocked. 


L104.7 Pressure relief valve. Pressure relief valves shall be 
installed at each point of supply and at the top or end of every 
riser, The relief valve shall meet the requirements of CGA S- 
1.3 and shall not be field adjustable. Pressure relief valves 
shall discharge in a manner that does not endanger personnel 
who are in the area. Valves, plugs or caps shall not be 
installed in the discharge of a pressure relief valve. Where 
discharge piping is used the end shall not be threaded. 


L104.8 Materials and equipment. Pressurized system 
components shall be listed or approved for their intended use 
and rated for the maximum allowable design pressure in the 
system. Piping and fittings shall be stainless steel. 


L104.9 Welded connections. Piping connections that are 
concealed shall be welded. 


L104.10 Protection of piping. System piping shall be 
protected from physical damage in an approved manner. 


L104.11 Compatibility. Fittings and connections intended to 
be used by the fire department shall be compatible with the 
fire department’s equipment. 


L104,12 Security. Connections to a FARS- shall be safe- 
guarded from unauthorized access in an approved manner. 
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L104.13 Fill stations. Fire fighter air replenishment fill 
stations shall comply with Section L104. Ji6 through 
L104.13.3. 


L104.13.1 Location. Fill stations for refilling a 
air cylinders shall be located as follows: 


1. Fill stations shall be provided at the fifth floor above 
and below the ground level floor and every third 
floor level thereafter. 


2. On floor levels requiring fill stations, one fill station 
shall be provided adjacent to a required exit stair at a 
location designated by the fire code official. In 
buildings required to have three or more exit stairs, 
additional fill stations shall be provided at a ratio of 
one fill station for every three stairways. 


L104.13.2 Design. Fill stations for breathing air cylinders 
shall be designed to meet the following requirements: 


1. A pressure gauge and pressure-regulating devices 
and controls shall be provided to allow the operator 
to control the fill pressure and fill rate on each cylin- 
der fill hose. 


2. Valves controlling cylinder fill hoses shall be slow- 
operating valves. 


3. A separate flow restriction device shall be provided 
on each fill hose. 


4. A method shall be provided to bleed each cylinder 
fill hose. 


5. The fill station shall be designed to provide a con- 
tainment area that fully encloses any cylinder being 
filled and flexible cylinder fill hoses, and directs the 
energy from a failure away from personnel. Fill sta- 
tions shall be designed to prohibit filling of cylin- 
ders that are not enclosed within the containment 
area. 


Exception: Where required or approved by the 
fire chief, fill stations providing for the direct 
refilling of the fire fighters’ breathing air cylin- 
ders using Rapid Intervention Crew/Company 
Universal Air Connection (RIC/UAC) fittings 
shall be used in lieu of cylinder fill stations that 
utilize containment areas. 


L104.13.3 Cylinder refill rate. Fill stations shall be capa- 
ble of simultaneously filling two or more empty breathing 
air cylinders equivalent to those used by the fire depart- 
ment to the cylinders’ design pressure within 2 minutes. 


L104.14 External mobile air connection. An external 
mobile air connection shall be provided for fire department 
mobile air apparatus where required by Section L104.5 to 
supply the system with breathing air. 


L104.14.1 Location. The location of the external mobile | 


air connection shall be accessible to mobile air apparatus 
and approved by the fire code official. 


L104.14.2 Protection from vehicles. A means of vehicle 
impact protection in accordance with Section 312 shall be 
provided to protect mobile air connections that are subject 
to vehicular impact. 
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L104.14.3 Clear space around connections. A working 
space of not less than 36 inches (914 mm) in width, 36 
inches (914 mm) in depth and 78 inches (1981 mm) in 
height shall be provided and maintained in front of and to 
the sides of external mobile air connections. 


L104,.15 Air-monitoring system. An approved air-monitor- 
ing system shall be provided. The system shall automatically 
monitor air quality, moisture and pressure on a continual 
basis. The air-monitoring system shall be equipped with not 
less than two content analyzers capable of detecting carbon 
monoxide, carbon dioxide, nitrogen, oxygen, moisture and 
hydrocarbons. 


L104,15.1 Alarm conditions. The air-monitoring system 
shall transmit a supervisory signal when any of the follow- 
ing levels are detected: 


1. Carbon monoxide exceeds 5 ppm. 
2. Carbon dioxide exceeds 1,000 ppm. 


3. An oxygen level below 19.5 percent or above 23.5 
percent. 


4, A nitrogen level below 75 percent or above 81 per- 
cent. 


5. Hydrocarbon (condensed) content exceeds 5 milli- 
grams per cubic meter of air. 


6. The moisture concentration exceeds 24 ppm by vol- 
ume, 


7. The pressure falls below 90 percent of the mainte- 
nance pressure specified in Section L104.3. 


L104.15.2 Alarm supervision, monitoring and notifica- 
tion. The air-monitoring system shall be electrically 
supervised and monitored by an approved supervising 
station, or where approved, shall initiate audible and visual 
supervisory signals at a constantly attended location. 


L104.15.3 Air quality status display. Air quality status 
shall be visually displayed at the external mobile air 
connection required by Section L104.14. 


SECTION L105 
ACCEPTANCE TESTS 


L105.1 Acceptance tests. Upon completion of the installa- 
tion, a FARS shall be acceptance tested to verify compliance 
with equipment manufacturer’s instructions and design docu- 
ments. Oversight of the acceptance tests shall be provided by 
a registered design professional. Acceptance testing shall 
include all of the following: 


1. A pneumatic test in accordance with ASME B31.3 of 
the complete system at a minimum test pressure of 110 
percent of the system design pressure using oil-free dry 
air, nitrogen or argon shall be conducted. Test pressure 
shall be maintained for not less than 24 hours. During 
this test, all fittings, joints and system components shall 
be inspected for leaks. Defects in the system or leaks 
detected shall be documented and repaired. 


2. A cylinder-filling performance test shall be conducted 
to verify compliance with the required breathing air 
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cylinder refill rate from the exterior mobile air connec- 
tion and, where provided, a stored air pressure supply 
system. 


3. The air quality monitoring system shall be tested to ver- 
ify both of the following conditions: 


3.1. Visual indicators required by Section L104.15.1 
function properly. 

3.2. Supervisory signals are transmitted as required 
by Section L104.15.2 for each sensor based on a 
sensor function test. 


4. Connections intended for fire department use shall be 
confirmed as compatible with the fire department’s 
mobile air unit, SCBA cylinders and, where provided, 
RIC/UAC connections. 


5. Air samples shall be taken from not less than two fill 
stations and submitted to an approved gas analysis lab- 
oratory to verify compliance with NFPA 1989. The 
FARS shall not be placed into service until a written 
report verifying compliance with NFPA 1989 has been 
provided to the fire code official. 


SECTION L106 
INSPECTION, TESTING AND MAINTENANCE 


L106.1 Periodic inspection, testing and maintenance. A 
FARS shall be continuously maintained in an operative 
condition and shall be inspected not less than annually. Not 
less than quarterly, an air sample shall be taken from the 
system and tested to verify compliance with NFPA 1989. The 
laboratory test results shall be maintained on site and readily 
available for review by the fire code official. 


SECTION L107 
REFERENCED STANDARDS 


L107.1 General. See Table L107.1 for standards that are 
referenced in various sections of this appendix. Standards are 
listed by the standard identification with the effective date, 
standard title, and the section or sections of this appendix that 
reference the standard. 


TABLE L107.1 
REFERENCED STANDARDS 


SECTIONS 
HEREIN 
REFERENCED 


STANDARD 


ACRONYM STANDARD NAME 


ASME B31.3— ee Cae L104.2.1, 
2020 i ere L105,.1 


Pressure Relief Device Stan- 
dards—Part 3 Stationary 


CGA S-1.3—2008 Storage Containers for 1104.7 
Compressed Gases 
NFPA 1901—16 cil oeaaa a ad Fire L104.5.1 
pparatus 


Breathing Air Quality for 
Fire Emergency Services 
Respiratory Protection 


L104.2.2, 
L105.1, L106.1 
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CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
APPENDIX M — HIGH-RISE BUILDINGS—RETROACTIVE 
AUTOMATIC SPRINKLER REQUIREMENT 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 


See Chapter 1 for state agency authority and building applications.) 
(Not adopted by the State Fire Marshal) 
Adopt Entire Chapter bales 
Adopt Entire Chapter 
(amended sections 
listed below) 
[California Code of 
Regulations, Title 19, 
Division 1] 
Chapter / Section 
* The California Code of Regulations (CCR), Title 19, Division | provisions that are found in the California Fire Code are a reprint from the current CCR, Title 


| 

ae: Gaicites rare mene TT Ta eas pally a isles 
as amended 

Adopt only those 

sections that are 

listed below 

Sneak leas ca ea 

19, Division | text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same. 
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APPENDIX M 


HIGH-RISE BUILDINGS—RETROACTIVE 
AUTOMATIC SPRINKLER REQUIREMENT 


The provisions contained in this appendix are not mandatory unless specifically 
referenced in the adopting ordinance or legislation of the jurisdiction. 


User note: 


About this appendix: Appendix M was created with the intent to provide an option for adoption by jurisdictions that choose to require existing 
high-rise buildings to be retrofitted with automatic sprinklers. Modern fire and building codes require complete automatic fire sprinkler protec- 
tion and a variety of other safety features in new high-rise construction. Many older high-rise buildings lack automatic sprinkler protection and 
other basic fire protection features necessary to protect the occupants, emergency responders and the structure itself. Without complete auto- 
matic sprinkler protection, fire departments cannot provide the level of protection that high-rise buildings demand. Existing high-rise buildings 
that are not protected with automatic sprinklers represent a significant hazard to occupants and fire fighters, and can significantly impact a 
community’s infrastructure and economic viability in the event of a fire loss. 


SECTION M101 
SCOPE 


M101.1 Scope. An automatic sprinkler system shall be 
installed in all existing high-rise buildings in accordance with 
the requirements and compliance schedule of this appendix. 


SECTION M102 
WHERE REQUIRED 


M102.1 High-rise buildings. An automatic sprinkler system 
installed in accordance with Section 903.3.1.1 shall be 
provided throughout existing high-rise buildings. 


Exceptions: 
1. Airport traffic control towers. 
2. Open parking structures. 
3. Group U occupancies. 
4. Occupancies in Group F-2. 


SECTION M103 
COMPLIANCE 


M103.1 Compliance schedule. Building owners shall file a 
compliance schedule with the fire code official not later than 
365 days after receipt of a written notice of violation. The 
compliance schedule shall not exceed 12 years for an auto- 
matic sprinkler system retrofit. 
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CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
APPENDIX N —- INDOOR TRADE SHOWS AND EXHIBITIONS 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications.) 
HD ree Fe OBHPDSET ER 

Be eet Eo 
Adopt Entire Chapter ee 
Adopt Entire Chapter 
(amended sections 
listed beiow) 
[California Code of 
Regulations, Title 19, 
Division 1] 
Chapter / Section 
* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 


(Not adopted by the State Fire Marshal) 
Adopting Agency jasc ee 
ze eee eee eae Perera ie 

as amended 

Adopt only those 

sections that are 

listed below 

19, Division 1 text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same. 
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APPENDIX N 
INDOOR TRADE SHOWS AND EXHIBITIONS 


The provisions contained in this appendix are not mandatory unless specifically 
referenced in the adopting ordinance or legislation of the jurisdiction. 


User note: 


About this appendix: Appendix N was created to address the hazards that are associated with larger, more complex trade shows and 
exhibitions. Although many of these requirements are already included in various locations in this code, some of the more important items, 
such as requirements for covered booths and multiple-level booths, are not. The intent is to have the requirements covering these events in 
a single location with pointers to other locations within this code, which makes it easier for those organizing exhibitions and individual exhib- 
itors who are unfamiliar with the fire code to locate the requirements that are applicable to them. 


SECTION N101 
GENERAL 


N101.1 Scope. Indoor trade shows and exhibitions with 
temporary vendor displays or booths within any indoor occu- 
pancy classification shall be in accordance with this 
appendix and all other applicable requirements of this code. 


Compliance with this appendix is not required where Sec- 
tion N101.1.1 or N101.1.2 is applicable. 


N101.1.1 Nonsprinklered buildings. In a building that is 
not equipped throughout with an automatic sprinkler 
system, the aggregate exhibit area must be less than 1,500 
square feet (139 m7’) of floor area and meet both of the 
following conditions: 


1. The exhibit area does not include any covered or 
multiple-level exhibits or booths. 


2. Not fewer than two remote exits or exit access 
doors in compliance with Chapter 10 are provided. 


N101.1.2 Sprinklered buildings. In a building that is 
equipped throughout with an automatic sprinkler system 
with a minimum design density of ordinary hazard Group 
1, the aggregate exhibit area must be less than 4,500 
square feet (418 m’) of floor area and meet both of the 
following conditions: 


1. The exhibit area does not include any covered or 
multiple-level exhibits or booths. 


2. Not fewer than two remote exits or exit access 
doors in compliance with Chapter 10 are provided. 


N101.2 Permit required. An operational permit for trade 
shows and exhibitions shall be required as set forth in 
Section 105.5.15. 


N101.3 Application. A permit application for a trade show 
or exhibition shall be submitted to the fire code official prior 
to the start of the event in a time frame established by the 
jurisdiction. The application shall include documentation 
that identifies all of the following: 


1. The means of egress. 

2. The locations and widths of exits and aisles. 

3. The locations of exit signs. 

4. The total square footage (square meters) of spaces. 
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5. The location and arrangement of all booths and cook- 
ing equipment. 
6. The location of all fire protection equipment. 


7. The type and location of any heating and electrical 
equipment, where applicable. 


8. The location of any covered or multiple-level booths. 


9. Construction documents for any covered or multiple- 
level booths. 


10. The storage locations and quantities of any highly 
combustible goods. 


11. The location and type of any vehicle displays, where 
applicable. 


SECTION N102 
DEFINITIONS 


N102.1 Definitions. For the purpose of this appendix, 
certain terms are defined as follows: 


COOKING. Heating food products to a temperature of 
145°F (63°C) or higher by baking, braising, boiling, frying or 
grilling. 

COVERED BOOTH. An exhibit that has an obstruction 
placed over the exhibit above floor level that resembles a 
roof, canopy, tent or other obstruction, other than vertical 
signs or banners. 


MULTIPLE-LEVEL BOOTH. An exhibit that has a 
second level or tier constructed on top of the exhibit or 
portion of the exhibit that is accessible to the public, or 
includes a live load above the exhibit area floor level. 


SECTION N103 
PUBLIC SAFETY FOR EVENTS 


N103.1 Fire safety and evacuation plan. A fire safety and 
evacuation plan shall be provided in accordance with Section 
404.2. 


Exception: Where the fire code official determines that 
the nature of the exhibition, display or the activities 
therein does not pose an increased hazard to public safety. 
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N103.2 Fire watch personnel. Where, in the opinion of the 
fire code official, it is essential for public safety in a trade 
show or exhibition, either because of the number or persons 
present or because of the nature of the performance, exhibi- 
tion, display or activity, the owner or owner’s authorized 
agent shall provide one or more fire watch personnel in 
accordance with Section 403.11.1. 


N103.3 Crowd managers. Where events involve a gathering 
of more than 1,000 people, trained crowd managers shall be 
provided in accordance with Section 403.11.3. 


SECTION N104 
INTERIOR FINISH AND DECORATIVE MATERIALS 


N104.1 General. Interior finish, interior trim, furniture, 
furnishings and decorative materials, including decorative 
vegetation, used in exhibition areas shall comply with the 
requirements of this section and Chapter 8. 


N104.2 Interior wall and ceiling finish. The materials used 
for interior wall and ceiling finish of exhibit booths and 
displays in exhibition areas shall comply with one of the 
following: 


1. Where the building is not equipped throughout with an 
automatic sprinkler system in accordance with Section 
903.3.1.1, the wall and ceiling finish materials are 
required to be Class A in accordance with Section 803. 


2. Where the building is equipped throughout with an 
automatic sprinkler system in accordance with Section 
903.3.1.1, the wall and ceiling finish materials are 
required to be not less than Class B in accordance with 
Section 803. 


SECTION N105 
MULTIPLE-LEVEL BOOTHS 


N105.1 Construction documents. Construction documents 
for all multiple-level booths shall be stamped by a registered 
design professional and shall be submitted with the permit 
application to the fire code official or the building code offi- 
cial, as appropriate. 


N105.2 Structural design. Multiple-level booths shall be 
designed and constructed in accordance with Chapter 16 of 
the California Building Code. 


N105.3 Means of egress. Upper levels of multiple-level 
booths with an occupant load greater than 10 persons shall 
have not fewer than two exits or exit access that are separated 
in accordance with Section 1007.1.1. 


N105.4 Automatic sprinkler systems. An approved auto- 
matic sprinkler system in accordance with Section 903.3.1.1 
shall be provided in multiple-level booths exceeding 400 
square feet (37.2 m’) in floor area per level. 


N105.5 Inspection. Inspection to verify that multiple-level 
booths are constructed in accordance with the construction 
documents and structural design details required by this 
section shall be approved by the building code official. 
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N105.6 Fire alarm and detection. Each multiple-level booth 
with a floor area exceeding 120 square feet (1171 m’) on any 
level shall be provided with an approved fire alarm system in 
accordance with Section 907.2. 


SECTION N106 
COVERED BOOTHS 


N106.1 Automatic sprinkler systems. An approved auto- 
matic sprinkler system in accordance with Section 903.3.1.1 
of this code shall be provided in covered booths exceeding 
100 square feet (9.3 m’) in floor area per level. 


N106.2 Fire alarm and detection. Each covered booth with 
a floor area exceeding 120 square feet (11.1 m7) on any level 
shall be provided with an approved fire alarm system in 
accordance with Section 907.2. 


SECTION N107 
DISPLAY AND STORAGE OF HAZARDOUS AND 
COMBUSTIBLE MATERIALS 


N107.1 Hazardous materials. The display of hazardous 
materials shall comply with Section 314 and Chapters 50 
through 67. The storage of hazardous materials in indoor 
trade shows and exhibition areas shall be prohibited. 


N107.1.1 Display near exit. The display of hazardous 
materials within 5 feet (1524 mm) of an exit shall be 
prohibited. 


N107.2 Storage of combustible materials. Storage of 
combustible materials shall comply with Section 315. 


N107.3 Vehicles. The display of liquid- or gas-fueled vehi- 
cles, boats or other motor craft in indoor trade shows and 
exhibition areas shall comply with Sections 314.4 and 
N107.3.1 through N107.3.3. 


N107.3.1 Batteries in vehicles. Vehicle batteries shall be 
rendered inoperable. Batteries in liquid- and gas-fueled 
vehicles shall be disconnected. Batteries in electric vehi- 
cles shall be rendered inoperable by the removal of fuses 
or other approved methods but shall not be required to be 
disconnected. 


N107.3.2 Vehicle fuel. Vehicle fuel shall comply with 
Sections N107.3.2.1 through N107.3.2.4. 


N107.3.2.1 Fueling within the structure. Vehicles 
shall not be fueled or defueled within the structure. 


N107.3.2.2 Vehicle fuel tanks. Vehicle fuel tanks shall 
contain not more than one quarter of the tank capacity 
or 5 gallons (18.93 L) of fuel, whichever is less. 


N107.3.2.3 Vehicle fuel systems. Vehicle fuel systems 
shall be inspected for leaks prior to the vehicle being 
brought into the structure. 


N107.3.2.4 Vehicle fuel tank openings. Vehicle fuel 
tank openings shall be locked and sealed to prevent the 
escape of vapors. 


N107.3.3 Obstruction by vehicles. Vehicles shall not be 
located in such a manner that they obstruct a means of 
egress. 
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N107.3.4 Gas-powered vehicles. Compressed natural gas 
(CNG), liquefied petroleum gas (LPG) or hydrogen- 
powered vehicles present in indoor trade shows and exhi- 
bition areas shall comply with Sections N107.3.4.1 
through N107.3.4.3. 


N107.3.4.1 Shutoff valves. Shutoff valves shall be 
closed and the engine shall be operated until it stops. 
Valves shall remain closed until the vehicle is removed. 


N107.3.4.2 Battery hot lead. The hot lead of the 
battery shall be disconnected. 


N107.3.4.3 Dual-fuel vehicles equipped to operate on 
gasoline. Dual-fuel vehicles equipped to operate on 
gasoline as well as on CNG, LPG or hydrogen shall 
comply with Section 3107.15. 


N107.3.5 Competitions or demonstrations. Competi- 
tions or demonstrations using any type of vehicle shall 
comply with Section 3107.15.5. 


N107.4 Fueled equipment other than vehicles. Fueled 
equipment other than vehicles shall comply with Section 313. 


| N107.5 LP-gas containers. Liquefied petroleum (LP) gas 
containers shall comply with Sections N107.5.1 through 
| N107.5.5 and Chapter 61. 


N107.5.1 LP-gas containers exceeding 12 pounds (5 kg) 
of water capacity. The use of LP-gas containers exceed- 
ing 12 pounds (5 kg) of water capacity shall be prohibited. 


N107.5.2 Where more than one LP-gas container is 
present in the same area. Where more than one LP-gas 
container is present in the same area, cylinders shall be 

| separated from each other by a minimum of 20 feet (6096 
mm). 


N107.5.3 Equipment for LP-gas containers. Equipment 
for LP-gas containers, including tanks, piping, hoses, 
fittings, valves, tubing and other related components, shall 
be approved and shall comply with Chapter 61 and with 
the applicable requirements of the /nternational Fuel Gas 
Code. 


N107.5.4 Securing of LP-gas containers. Portable LP- 
gas containers shall be securely fastened in place to 
prevent unauthorized movement. 


N107.5.5 Spare LP-gas containers. Spare LP-gas 
containers not connected to an approved appliance shall be 
stored in a location and manner approved by the fire code 
official. 


N107.6 Cooking and open-flame devices. All cooking 
equipment and any open-flame devices shall comply with the 
requirements of Section 308 of this code and with Chapter 5 
of the California Mechanical Code. Cooking equipment shall 
be separated from combustible material display or storage by 
a horizontal distance of not less than 5 feet (1524 mm). 
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SECTION N108 
MEANS OF EGRESS 


N108.1 Means of egress from the indoor trade show or 
exhibition area. Means of egress from the indoor trade show 
or exhibition area shall comply with Chapter 10 and with 
Sections N108.2 and N108.3. 


N108.2 Design of means of egress. The design of means of 
egress shall take into consideration the exhibit layout and the 
anticipated crowd movement during the event. 


N108.3 Aisles and corridors. Aisles and corridors within the 
exhibit area shall be kept free from obstructions when the 
public is present. Storage of any kind in aisles or corridors 
within the exhibit area is not permitted. 


SECTION N109 
REFERENCED STANDARDS 


N109.1 General. See Table N109.1 for standards that are 
referenced in various sections of this appendix. Standards are 
listed by the standard identification with the effective date, 
standard title, and the section or sections of this appendix that 
reference the standard. 


TABLE N109.1 
REFERENCED STANDARDS 


SECTIONS 


STANDARD 
STANDARD NAME HEREIN 
ACRONYM REFERENCED 
CBC—22 California Building Code N105.2 


IFGC—21 International Fuel Gas Code N107.5.3 
CMC—22 California Mechanical Code N107.6 
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CALIFORNIA FIRE CODE — MATRIX ADOPTION TABLE 
APPENDIX O — TEMPORARY HAUNTED HOUSES, 
GHOST WALKS AND SIMILAR AMUSEMENT USES 


(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications.) 


(Not adopted by the State Fire Marshal) 
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Regulations, Title 19, 
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* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division | text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same. 
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APPENDIX O 


TEMPORARY HAUNTED HOUSES, 
GHOST WALKS AND SIMILAR AMUSEMENT USES 


The provisions contained in this appendix are not mandatory unless specifically referenced in the adopting ordinance. 


SECTION 0101 
GENERAL 


0101.1 Scope. These regulations shall apply to temporary 
haunted houses, ghost walks or similar amusement uses, 
where decorative materials and confusing sounds and/or 
visual effects are present and shall be in accordance with this 
Appendix. 


0101.2 Permits. An operational permit shall be required for 
haunted houses, ghost walks or similar amusement uses in 
accordance with Appendix O101.2. 


0101,.2.1 Permit documents. The permit application shall 
include a dimensioned site plan and floor plan. 


A site plan showing the following: 


1. The proximity of the event building(s) to other struc- 
tures or hazardous areas. 


2. The path of travel from the event building or area to 
the public way. 


3. The location of exterior evacuation assembly points. 
A floor plan showing the following: 


1. Dimensions of the area being used (include total 
square footage, width and types of exits, aisles or 
interior exit pathways, etc.). 


2. The path of travel shall include the layout of any 
mazes, mirrors or other display items that may con- 
fuse the egress paths. 


3. A brief description of what will be depicted in each 
room or area along the walk or course, including the 
type of special effects to be utilized. 


4. Location of exits, exit signs and emergency lighting. 
5. Location of electrical panel(s) and light switches. 


6. Identification of what the normal or prior use of the 
structure(s) being used is (i.e., auditorium, school, 
church, etc.). 


7. Accessible egress routes. 
When required, areas of refuge. 


9. When required by Section 907.2.12, fire alarm panel 
location, manual fire alarm boxes and horn/strobe 
locations. 


10. Portable fire extinguisher locations. 
11, The location and fuel capacity of all generators. 
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SECTION 0102 
DEFINITIONS 


0102.1 DECORATIVE MATERIALS. All materials used 
for decorative, acoustical or other effect (such as curtains, 
draperies, fabrics, streamers and surface coverings) and all 
other materials utilized for decorative effect (such as batting, 
cloth, cotton, hay stalks, straw, vines, leaves, trees, moss and 
similar items), including foam plastics and other materials 
containing foam plastics. 


0102.2 HAUNTED HOUSE. A temporary building or struc- 
ture, or portion thereof, which contains a system that trans- 
ports passengers or provides a walkway through a course so 
arranged that the means of egresses are not apparent due to 
theatrical distractions, not visible due to low illumination, 
are disguised or are not readily available due to the method 
of transportation through the building or structure. 


0102.3 GHOST WALKS. Similar to haunted houses and 
may include both indoor and outdoor areas where the means 
of egresses are similarly not readily identifiable. 


SECTION 0103 
GENERAL REQUIREMENTS 


0103.1 Allowable structures. Haunted houses, ghost walks 
and similar amusement uses shall only be located in struc- 
tures that comply with the provisions for Special Amusement 
Areas in accordance with the California Building Code. 


0103.2 Tents or membrane structures. Tents and membrane 
structures may be used when in compliance with all applica- 
ble requirements of this regulation and when the total floor 
area of the tent is less than 1,000 square feet and the travel 
distance to an exit from any location is less than 50 feet. 


0103.3 Fire evacuation plans. A fire safety and evacuation 
plan that complies with Section 404 of this code shall be sub- 
mitted. 


0103.4 Staffing. The event shall be adequately staffed by 
qualified person(s) to control the occupant load and assist 
patrons in exiting should an evacuation become necessary. 
Staffing level shall be determined upon review of plans and 
may be increased at the discretion of the Fire Code Official. 


0103.5 Occupant load. Maximum occupant load shall be in 
accordance with Chapter 10, Table 1004.1.1, A sign stating 
maximum occupancy shall be posted in a visible location 
near the entrance. The attendant(s) shall control the flow of 
patrons so as not to exceed this limit. 
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0103.6 Exits. Exiting shall be in accordance with Chapter 10 
and this section. 


1, Two exits shall be provided from each room with an 
occupant load of 50 or more. Required exit doors shall 
swing in the direction of egress. 


2. Illuminated exit signs shall be provided at each exit 
serving an occupant load of 50 or more. 


3, Exit doors serving an occupant load of 50 or more shall 
not be provided with a latch or lock unless it is panic 
hardware. 


4. When tents or membrane structures are approved for 
use, curtains shall not be allowed to cover the exits. 


5. Emergency lighting shall be provided in exit pathways. 


6. Exhibits and decorative materials shall not obstruct, 
confuse or obscure exits, exit pathways, exit signs or 
emergency lights. 


7, Additional exit pathway markings, such as low level 
exit signs and directional exit path markings, may be 
required. 


0103.7 Fire protection. Haunted houses and ghost walks 
shall be provided with fire protection systems in accordance 
with Appendix O103.7. 


Exception: When the total floor area of haunted houses or 
indoor portions of ghost walks are less than 1,000 square 
feet and the travel distance to an exit is less than 50 feet. 


O103.7.1 Fire sprinkler protection. An automatic fire 
sprinkler system shall be required for haunted houses and 
indoor portions of ghost walks. Fire sprinkler systems 
shall be in accordance with Section 903. 


O103,7.2 Fire detection systems. An approved automatic 
fire detection system shall be provided in accordance with 
Section 907.2.12, as required for amusement buildings. 


O103.7.3 Alarm. Activation of any single smoke detector, 
the fire sprinkler system or other automatic fire detection 
device shall be in accordance with Section 907.2. 12.1. 


O103.7.4 Emergency voice alarm. Provide an emergency 
voice/alarm communication system in accordance with 
Section 907.2.12.3, as required for amusement buildings. 


O0103.7.5 Portable fire extinguishers. Fire extinguishers 
shall have a minimum 2A-10B:C rating. Fire extinguish- 
ers shall be properly mounted and shall be visible and 
accessible at all times. Clearly identify locations with 
signs or reflective tape. Fire extinguishers shall be located 
within 50 of feet travel distance from anywhere in the 
building. 

0103.8 Electrical. When required, a permit shall be obtained 

Jrom the local building official. 


0103.8.1 Extension cords. Extension cords shall be UL 
listed and shall be appropriate for the intended use. 


O0103.8.2 Power strips. Only UL listed power strips with 
overcurrent protection shall be used when the number of 
outlets provided is inadequate. Power strips shall be 
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plugged directly into the outlet, and shall not be plugged 
into one another in series. o 


0103.8.3 String lighting. Manufacturer’s installation 
guidelines shall be followed for the maximum allowable 
number of string lights that can be connected. When con- 
necting string lights together, the total amperage of all 
string lights shall be calculated to ensure that they do not 
exceed the amperage for the extension cord and circuit. 


O103.8.4 Protection. All extension cords and power strips 
shall be adequately protected from foot traffic. 


0103.8.5 Portable generators. When portable generators 
are utilized, they shall be diesel fuel type and located a 
minimum of 20 feet away from all structures. 


0103.9 Decorative materials. Interior wall, ceiling and floor 
finishes shall be Class A rated in accordance with the Cali- 


fornia Building Code. 


O0103.9.1 Flame retardant. All decorative materials shall 
be both inherently flame retardant and labeled as such, or 
shall be treated with a listed flame-retardant material. If 
the material is treated by the user, a container and receipt 
will serve as proof. 


0103.9.2 Flame test. Testing shall be done in accordance 
with Section 803.5 of this code, as referenced from the 
California Code of Regulations, Title 19, Division 1, Arti- 
cle 3, Section 3.21(a) and (b). Proof of testing shall be 
provided. 


O103.9.3 Placement of decorative materials. Decorative 
materials, props and/or performer platforms shall not 
obstruct, confuse or obscure exits, exit signs, exit path- 
ways, emergency lighting or any component of fire protec- 
tion systems and equipment (i.e. fire extinguishers, fire 
alarm systems, fire sprinklers, etc.) inside or outside the 
building. 
0103.10 Smoke generators. Use of smoke-generating equip- 
ment may be restricted if determined to be incompatible with 
smoke alarm(s). Care and consideration shall be used with 
respect to smoke generator and smoke alarm locations. 
Smoke generator and smoke alarm locations shall be 
approved by the fire department. 


O103.11 Display of motor vehicles. Display of motor vehi- 
cles shall be in accordance with Section 3104.18 of this code. 
0103.12 Inspections. A fire and life safety inspection shall be 
conducted by the fire department prior to the start of the 
event. 

0103.13 Signs. “NO SMOKING” signs shall be conspicu- 
ously posted at the main entrance and throughout the exhibit. 

0103.14 Prohibited areas. Inside storage or use of flamma- 


ble and/or combustible liquids, gases and solids shall be pro- 
hibited. Open flames shall be prohibited. 


0103.15 Maintenance. Good housekeeping shall be main- 
tained at all times throughout exhibit and exit pathways. 
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APPENDIX P —- COMMUNITY WILDLAND-URBAN INTERFACE (WUI) 
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(Matrix Adoption Tables are nonregulatory, intended only as an aid to the code user. 
See Chapter 1 for state agency authority and building applications.) 


(Not adopted by the State Fire Marshal) 


| HD | 0SA_| _OsHPD_—i 
nears (|S eat Se pe ims [oe 
vl asec eee 
Adopt Entire Chapter | | 


Adopt Entire Chapter 
as amended 
(amended sections 
listed below) 

Adopt only those 
sections that are 
listed below 
[California Code of 
Regulations, Title 19, 
Division 1] 


[Chapter/Seation | | | | 
OO SS OD 
Pe etiecmenivermied ttt ot tt 


* The California Code of Regulations (CCR), Title 19, Division 1 provisions that are found in the California Fire Code are a reprint from the current CCR, Title 
19, Division 1 text for the code user’s convenience only. The scope, applicability and appeals procedures of CCR, Title 19, Division I remain the same. 
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COMMUNITY WILDLAND-URBAN INTERFACE Vota 
FIRE HAZARD EVALUATION FRAMEWOR 


Wildland-Urban Interface (WUI) fire spread has significant 
impact on communities well beyond the loss of structures, 
including community evacuation and incident response. Pre- 
fire planning and hazard mitigation impact how the fire 
develops, how the life safety of residents and first responders 
is impacted during evacuations, and the extent of structural 
and infrastructure losses. There is a need to document pre- 
fire hazard in a way that assesses the fire impact beyond 
potential structural losses. 


This appendix contains a preliminary Community WUI 
Fire Hazard Evaluation Framework as a suggested method- 
ology to begin to support communities at risk in the identifi- 
cation of their unique hazards and to provide common 
metrics for comparisons between communities. This prelimi- 
nary framework includes information on community size, 
population and fuels; on notification and evacuation; and on 
the community infrastructure and firefighting response 
potential. Aspects of this framework may already be included 
in various community-level documents, such as Community 
Wildfire Protection Plans or evacuation plans. Development 
of a standard framework will (1) consolidate relevant WUI 
fire hazard and planning information in one place, and (2) 
allow.for cross-community comparisons. 


The evaluation required to implement this framework will 
support pre-fire hazard assessment and during-fire response 
operations. An increased understanding of fire-evacuation, 
fire-structural response and fire-defensive actions relation- 
ships is needed to assess the overall community WUI fire haz- 
ard. The quantification of these relationships will enable 
communities to optimize the community-level response to 
WUI fire hazards in a more integrated approach and result in 
increased life safety and reduced losses. 

Definiti 

The Community WUI Hazard Evaluation Framework pre- 
sented here is intended for communities as small as a few 
hundred to tens of thousands of residents. The methodology is 
not intended for the documentation of single residences or 
large cities. It is intended to provide a community with an 
overview of the overall WUI fire-related hazards and to 
enable the authority having jurisdiction (AHJ) to compare 
the relative hazards and preparedness levels of different com- 
munities. The information collected can be used by first 
responders and community and county officials to prioritize 
hazard mitigation within and around the community and to 
develop “tabletop” responses to different WUI fire scenarios. 
In the event of an actual WUI fire, the information collected 
could be used by first responders and local officials to safely 
evacuate civilians, to reduce the risk of first responder inju- 
ries and to enhance fire containment. The following are defi- 
nitions and uses of the different components of the 


1. Landfire website: https:/\vww.landfire.gov/ 
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Community WUI Fire Hazard Evaluation Framework. This 
framework may be expanded to include additional character- 
istics that are not specifically listed in this preliminary ver- 
sion. 

Community 

In the sense of WUI fire hazard, the community should be 
viewed in the context of evacuation arteries rather than juris- 
dictional boundaries. As such, the community may have parts 
that are incorporated or unincorporated. Community size is 
reported in acres, and the community boundary selected for 
this hazard evaluation can be provided for use in a geo- 
graphic information system (GIS) layer in a number of for- 
mats, including but not limited to shapefile, geodatabase or 
Geo-Package. A topographic overview of the area (commu- 
nity) is used to describe the general conditions using one or 
more of the following key words: flat terrain, rolling hills, 
moderate slopes, valleys, steep slopes and/or plateau. 


Information about prevailing weather patterns, such as 
localized winds or significant wind events (strength and 
direction), should also be included in the community profile. 


Fuels 


The fuels section is intended to provide an overview of the 
structural, vegetative and other fuels present in the commu- 
nity. This is not a parcel-level assessment; however, if defen- 
sible space assessment data is available, it can be aggregated 
and utilized within this framework to provide higher resolu- 
tion assessment of community fire hazard. Structure density is 
a simple metric to capture structure-to-structure spacing and 
provide insight on the potential structure-to-structure fire 
spread. For uniform communities, a representative structure 
separation distance (SSD) may be sufficient, whereas nonuni- 
form communities will be better described using a histogram 
of SSD. The age of structures may also be a factor in struc- 
ture vulnerability due to changes in building codes associ- 
ated with structure hardening. Similarly, a community that 
was built over a short period of time can be represented by a 
single value representing the decade of construction, while a 
community that grew and expanded over long periods will be 
better represented by a histogram of structure ages. 


A database such as LANDFIRE' can provide the vegeta- 
tive fuel type and fuel loading throughout the community. 
This data will be limited by the age of the last LANDFIRE 
overflight and the 100 feet (30 meters) pixel spatial resolu- 
tion. 


Natural and artificial fuel breaks, including fuel treat- 
ments within and around the community, should be repre- 
sented in a geospatial format and should include the year the 
vegetative fuel treatment was conducted. Fuel treatments 
should also include any logging activities in the area sur- 
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rounding the community. Fire history in and around the com- 
munity will describe the last time the community experienced 
direct impacts from fire. Shapefiles of the fuel treatments and 
fire history will allow for spatial documentation of this data. 
Fuel treatments and fire history should be documented at 
least 10 miles (16 km) out from the edge of the community. 
Local conditions (e.g., fuel, topography, weather, evacuation 
routes) may require documentation well beyond 10 miles (16 
km). The last large fire in the area of the community perime- 
ter, together with the vegetative fuel loading, will provide 
information on the potential energy content of the vegetative 
fuels in the event of a short- or long-term drought. 


The documentation of other community hazards, such as 
hazmat or high fuel load facilities (e.g., fixed propane tanks, 
hazardous material storage and use facilities, ammunition 
facilities lumber yards, pallet storage, tire storage), is 
important as they can affect civilians and first responder 
safety during evacuations, fire containment and mop-up 
activities. The information should be provided in the form of 
a GIS layer and may then be used by first responders to 
develop “tabletop” responses for emergency preparedness, 
and to direct response actions during a WUI fire event. 
Population 
The population of the selected community will impact, among 
other factors, the minimum time required for evacuation. 
Population and population density, expressed as the number 
of residents per acre, are both important metrics that provide 
information that can be used for evacuation assessment. The 
permanent to transient population density ratio is intended to 
capture the fraction of the community that may be visiting for 
tourism and may not be aware of community evacuation and 
other fire related activities. 


Notification 

The notification section of the Community WUI Hazard Eval- 
uation is designed to capture the presence and type of mass- 
notification tools available to emergency managers. It should 
be noted that reliance on individual notification methods may 
result in limited notifications. If a Reverse 911 system is in 
place, the percentage of the community that will potentially 
receive the notifications from this system will estimate the 
number of residents that may require different notification(s). 

Sirens or other fixed notification systems with power backup 
should also be listed in this section along with the fraction of 
the population covered by these systems. Additional notifica- 
tion systems that don’t require phone or internet are also 
captured in this section, since WUI events frequently result in 
power outages or other service interruptions. 

Evacuation 

This section of the Community WUI Hazard Evaluation is not 
intended to replace a full community evacuation study or act 
as a community evacuation plan. The primary purpose of this 
section is to compute, given a number of assumptions, a Min- 
imum Throughput Time (MTT), to provide an initial idealized 


order of magnitude time to be considered in the early stages 
of evacuation pre-planning. This information can be of value 
to first responders and community emergency planning per- 
sonnel, as it may potentially highlight critical evacuation bot- 
tlenecks inside or outside the community. 


The MTT concept is a traffic engineering calculation of 
roadway capacity to provide an initial lower bound for plan- 
ning community evacuation. The MTT is intended for isolated 
and partly isolated interface and intermix communities rather 
than a city setting with large populations and complex evacu- 
ation routes. A community should consider a detailed evacua- 
tion study to further enhance the community evacuation plan. 
There is a significant body of work associated with develop- 
ing dynamic evacuation models.’ 


The MTT considers two significant factors: bottlenecks 
within and beyond town, and the total number of vehicles that 
must be accommodated. Bottlenecks slowing traffic through- 
put may be located within or outside of jurisdictional bound- 
aries. Bottlenecks occurring well beyond the evacuating 
community may cause ripple effects significantly impacting 
community evacuation. In identifying the population for com- 
puting the MTT, consideration should be given to neighbor- 
ing settlements/communities that may share the same 
evacuation route(s). The MTT should consider the minimum 
number of traffic lanes (i.e., 8 lanes merging into 2 lanes 
should be treated as 2 lanes) available for evacuation, the 
community population and the average speed limit of the 
egress routes. Contraflow, the implementation of reverse 
direction traffic flow, may be considered here, along with 
provisions for first responder access to the community. The 
computed Minimum Throughput Time (MTT) does not 
account for any of the numerous potential hindrances to 
evacuation traffic, such as road accidents, reduced speed due 
to smoke obscuration, merging of traffic in town to feed the 
primary arteries, large vehicles that occupy more space than 
cars and have reduced maneuverability, or fire activity 
impacts, such as burn overs, causing evacuation lane(s) clo- 
sures and potential slowdowns associated with traffic redi- 
rections. 


The evacuation section is also used to identify vulnerabili- 
ties of egress arteries including vegetative fuel setbacks as 
well as any hazardous material facilities which might affect 
evacuation. Fuel setback information, collected in 0.15 miles 
(0.25 km) increments along egress routes, presented in the 
form of a histogram and a GIS layer, could help identify vul- 
nerable spots that may potentially impact evacuation and 
identify candidate locations for fuel treatments. 


The presence of a Community Evacuation Plan, the pres- 
ence and capacity of safety zones and other large crowd 
assembly areas, and whether evacuation drills are performed 
will contribute to the community evacuation preparedness 
overview. The number of hospitals and senior care facilities 
and their total capacity will provide further information to 
assess overall community evacuation needs. 


2. An example of a framework which includes coupled fire and evacuation considerations, as well as background on the individual model components, 
is provided in Ronchi et al. (2019) “An open multi-physics framework for modelling WUI fire evacuations,” Safety Science 118:868-880. 
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COMMUNITY WUI FIRE HAZARD EVALUATION FRAMEWORK 


DATA LAYER 
Community shapefile, geodatabase or Geo-Package including topography and geographic |GIS layer 
attributes, and prevailing weather patterns (e.g., wind) m 


Structure Density (structure separation distances—SSD) SSD histogram 


Vegetative Fuel Loading: 
- Fuel type 
- Fuel loading 


Fuel type 
Tons/acre 


Natural and artificial fuel breaks | List, GIS layer 
(including fuel treatments within and around community and year built) | 4 
Community hazards (e.g., hazmat and high fuel load facilities) Specify, GIS layer x 


Fire History Frequency of, and most recent, 4 
ires in/around community 


POPULATION 


Number, age distribution 
- Density Number/acre 
- Permanent/transient ratio p/t ratio 


NOTIFICATION 


Reverse 911 
- Opt-in or Opt-out 


Opt-in/Opt-out 
- Percent of population enrolled in Reverse 911 % 


0 
Sirens or other notification with power backup List 
- Percent of population within siren coverage range % population 
Notification dissemination w/out phone or internet iy heavily are sore karate. oy 


EVACUATION 


Egress Route Capacity (Minimum Throughput Time) Time (hours) haseniene AM | 


Vulnerability of egress arteries: 


- Fuel setbacks Fuel setback data, GIS layer 
- Hazmat/high fuel load facilities affecting evacuation Specify, GIS layer 
- Other 


Hospitals and senior care facilities Specify, number of persons i Rae | 


Community evacuation plan yw/n, specify, GIS layer 
Safety zones and large crowd assembly areas, capacity y/n, number, GIS layer 
Evacuation drills yi 


n 
Community in evacuation route of other communities, through-flow number yn, identify, number ae Rae 


INFRASTRUCTURE / COOP / COG 


Public water dependence on power generar backip commit owned water |vnynynyn | 


FIRE FIGHTING RESPONSE 


Volunteer vs Career Volunteer/career/combination 
(availability of first responder resources at station) 


Density of firefighting (ff) responder to number of structures (fj/structure ratio) VL a Ld Oe ey PI ee 
Mutual aid response (engines-hours histogram) and agreements with mutual aid Engines-hours histogram i, ees 


Ss 


x 
x 
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Infrastructure / COOP / COG 

The locations and needs of key facilities for maintaining con- 
tinuity of operations (COOP) and continuity of government 
(COG), such as police, fire, EMS, hospitals, government 
buildings, cell towers, water sources, water provider infra- 
structure, electrical utility key infrastructure and natural gas 
key infrastructure should be listed and incorporated in this 
part of the evaluation framework. 


Infrastructure characteristics, particularly related to 
water supply and electric utilities, can impact response and 
potential pre-fire hazard reduction. The public water system 
dependence on power supply, including the availability of 
backup power sources (i.e., generator backup) will provide 
insight into the resilience of the water system. The location of 
power lines (i.e., above or below ground) can impact evacua- 
tion, as downed power lines can impact evacuation and 
mobility throughout the community. 

Fire Fighting R 

The type of fire department, whether volunteer, career, or 
combined, may impact the likely availability and response 
time of first responder resources. The density of firefighting 
(ff) responders, as a ratio of the number of personnel on shift 
to the number of structures (number of ffs/number of struc- 
tures) will provide information on the maximum possible cov- 
erage by the local resources. 


In this section, mutual aid resources should be counted 
only if mutual aid agreements are in place and can ensure 
rapid deployment. Mutual aid response is captured through a 
histogram in I-, 2-, 3- and 4-hour travel times. This may also 
be approximated using a geographic radius of distance from 
the community. The purpose of this information is to provide 
insight into the minimum response times by mutual aid. 
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CODSIFUCTION Oem. nani ine Mec tek ae TUS 4.50) Oo 
WET ea ie Rare RIS A De ath hide Tl 3103.12.5 
Mravel distance: Jit Cee lade ee es ae 1030.7 
MVAIKING -SUITACE cy Or tad aly Milian aie seems 1003.4 
VVC cas tk a ta ea Re 1018.3, 1030.9.1, 1104.22, 
3206.10.1, 5904.1.2 
AISLE ACCESSWAY) .: 2.2.52. 2550-4 ee 1018.4 
8 [- ila le Emm OE an peT Abe taal ihe Wi brid) it ANA 202 
ALARM Ai ot tenth, abe alae alee 903.4.2,2405.9.3, 
2703.13.2.1, 6004.2.2.10.1 
Activations. ov..¢.ia- uae Base ae ee 401.3.2 
AGUDIG il 5s cinta a ol es Bes ae ene eee ee 907.5.2.1 
Coded Signals wis. taht a eee Ue 405.5 
SIGNS erie eee ne tee 903.4.1, 2703.12.3 
TES tate hie eee 901.5, 901.6, 904.4.2 
VISIDIB CL aie BU a cA ak vi he ee ee 907.5.2.3 
Welling Signs Lutte eas 904.3.4 
ALARM, NUISANCE 
EBT scree ss eds ea toed Ge een Ce te 202 
ALARM, SMOKE 
DO GTINIECL eta whol da ae cee he ee Tee ee 202 
ALARM NOTIFICATION APPLIANCE....... 907.5.2 
DEINE ey Os ea ee ee ee cy ROR: 202 
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ALARM SIGNAL 

DSTINGG: far hae ieiteth bet tar eee eae pes eee! 202 
ALARM VERIFICATION FEATURE ' 

DO TMG a ui ae io lee i 202 
ALCOHOL-BASED HAND RUB...... 5001.1, 5705.5 

DOFied Succi alate wm uri cad ante ee ee 202 
ALCOHOL-BLENDED FUELS 

Compatibility of components ............ 2306.8.2 

DGTINGG rir ces yi yee ati mine 2 ico eee 202 

PISDODSINIG hes di sis tiie hc! en ees ae ene eee 2306.8 

LISTEC GOUIDINGIE «4 .).c 6 0 eee er 2306.8.1 
ALTERATION 

Detin Gd. na: sae prt He Rie eiaha acanera ares epepeeeaia 202 

Fire protection and life safety systems...... 901.4.3 
ALTERNATING TREAD DEVICE........... 1011.14 

DSTINOG sR. iyau dee a pe 202 
ALTERNATIVE AUTOMATIC FIRE-EXTINGUISHING 

SY SEEMS 6 A6 ee silent ab ss aa ea 904 


ALTERNATIVE MATERIALS AND METHODS. . 104.10 


AMBULATORY CARE FACILITY (Occupancy Group 
B) 


Automatic sprinklers.................05. 903.2.2 
DOTINOC Ire cha ples Mise ada aint: Mudd | eee mee 202 
IPG BIGKIT SYSIOING sls ee aie ta ia ae 907.2.2.1 
AMMONIA 
DITUSION SYSLGNIS cu iae pie oo wuts tae aie 608.13.7 
Plating SYSIGIT tne skruata ts ean ba 608.13.6 
PROTTIGGI Alito ic auhvdun tcc teat aaa ee 608.13.4 
Treatment System iy 2s ca he eee 608.13.5 
AMMONIUM NITRATE.................. 5601.10 
PATIO ot Ns. coltestel Be titi ld Re ce 202 
AMMUNITION, SMALL ARMS............... 5606 
DOTINGO io eS le 44 Lene eA ee dank MLA ve ee ne 202 
Storage and handling..... 105.5.16, 5601.2.1, 5604 


AMUSEMENT AREA, SPECIAL (see SPECIAL 
AMUSEMENT AREA) 

AMUSEMENT PARK STRUCTURES (Assembly, 
Group A-5) 


DSO ry ce cdowla bs We ete eee eee Gage Pens 202 
ANNUNCIATOR 
DETINGO ie Mee cals ae eRe eens tee oan 202 
APPEALS, BOARD OF ..................... ties 
APPENDICES? ¥ 50:2 lence RI eee 1072.1 
Ar ANE ee a eee eae 608.8 
tal aaa =)" pee a as ith el net bec bE 6 Wty ie 605.2. 1 
Commercial kitchen hoods.................. 606 
Bien) sli BAe moat Ren oe Rel Bil Ni ee te! CG ts 
FUBI-TITGEG 206 aac sa ibe oo wos GR 605 
Gas piping connection |... 1... sageaeeess an 606.4 
HGStINGs acta ats eimai 605.6, 603.9, 5705.3.3 
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AG ar eTeO ONG oth eR 8 eae lvaoe ee oe 2301.6 

RCS aR ree tt hk Ab te Lin iain ola SDS. cans 

LE = 0S) MT oe os ane Parameter eer eer yey F 605.2 
APPLICABILITY (of the code)................ 102 
APPROVED 

DTT) Ret Eo RAGS att MOPAR URED We tong 202 


ARC WELDING (see WELDING AND OTHER HOT 
WORK) 


AREA, BUILDING 
IDRUTCRIITIEG ieee ce utes 4 Nn & Boi a net pk 202 
ABEAOGRIREFUGE...u5 cca sia e ean a 1009.6 
SO Nae yk ots WS Ucbedean ate 202 
ARRAY (storage)................. 3205.8, 3207.4 
DSINGOs, Ge So RAR. Re ae oi ase cas 202 
ARRAY, CLOSED (storage)......... 3205.8, 3207.4 
Dy lol oa ee ae 202 
ARTIFICIAL BARRICADE (see BARRICADE) 
ARTIFICIAL COMBUSTIBLE VEGETATION..... 321 
ASHTRAY Sit eels on east ee 310.6 
ASHES? HO Te eee ©, dv ha Ie 305.2 
ASPHALT (TAR) KETTLES........... 303, 3318.2 
ASPHYXIANT GASES ........... 5004.7.1, 5307.1 
ASSEMBLY OCCUPANCIES (Group A) 
PUBIDSOPT EON PER SA CAS OL Te aah eas ed 1030 
PIMOUNceMmentSi ws Nena ti. data ledd & 403.2.2 
AUC SDANKIENG (cose cede es ee 903.2 
CarlcStrie er eee tL. CA Se has het ve Br 308 
Cellulose nitrate flm................ 105.5.6, 306 
Decorative materials................... 806, 807 
Defined (Occupancy classification)............ 202 
RSM hee PORE EUA Ss Rhos Ve Ea 1010 
SSPE GTR iad Ghee a ee en Ae Chapter 10 
Emergency evacuation drill ................. 405 
Rery SereG isa ar abe ne shes tron 2 avn ig 406 
Ear Dal Gr eres a eee ee isis as tes ete aes 404 
Pife cial Sy¥StGMS:.. sco. vu os + ae cages ane 907.2.1 
Pie Seley DidNS s.7,. cae a ae oH aia wee 404 
Ue UDmauaes a Skcinagere oe Te: ike soos Dat a 807.5.1 
Tn ffi Fe op aN ly lah 2s SRA oe a a ei 803 
LP CeSuistalelOnal np care seen ay Siar cis os Chapter 61 
Motion picture projection rooms............ 306.1 
MUIOIGIH AGES nc cs foe onc oes epee 903.2.1.7 
Riet UCUOIY Ge Xl Gn err ae soe hace. see ty 1032.3 
Occupant load calculation ................. 1004 
BE ee Sie RN el ee hy, TE 903.2.1.6 
TTR eg Wet 9) [el] pa ere a tanta ai aloe a iat 308.3 
PSPC Nett UW ell © nti ert esis ie WK OR 1010.2.9 
eclaralhecWy <Tu NUT p- 0 Ip 2 We MGs Dey i Rc 105.5.38 
Portable fire extinguishers ................5. 906 
Posting maximum occupant load.......... 1004.3 
PRORIIDRRIOKIN Os oe Manatee wicca 9 ere + 9,2 310 
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Pyroxylin plastic motion picture film storage... 306.1 


Pyroxylin-coated fabric................ 807.5.1.4 
Peau) mee SB. PG.OO0T TauRing 12: 1030 
MOMUNOMDIGN 2h ce wath kha ny pb lw wy RANG! 403.2.1 
UAC DIDEISVSLETTIS i. nin cn aw us ot we ws QUITO 905 
Storage, flammable liquids............ 5704.3.4.2 
henieue. teu. UP i) ORR NANO . Chapter 31 
MGRIGISS (Nm Whale Ree RRS. 3107.15.4 


ASSISTED RESCUE AREAS, EXTERIOR.... 1009.7 
ATRIUM 


DRTC 5 Fey halted w oie am ev MR OR. UN 202 

ROTI ao Fiesta he ark A hres an Ee NOD 914.4.1 
ATRIUM FIRE PROTECTION....... 907.2.15, 914.4 
ATTIC 

IGINGC et Pr nae tw > Bale ee a eT 202 
ATTIC STORAGE ............. 315.3.4, 903.3.1.2.3 
AUDIBLE ALARM NOTIFICATION 

APPOIANGE? ? 60d. ROOMRSeS OP 907.5.2.1 

ee ood indy a vith ccna a cae pe rd ae 202 
AUTOMATED RACK STORAGE 

CPL are fase se 1c erties «ities occu ON 202 

Emergency shutdownoc2en Jee? noeeeman: 3209.4 
AUTOMATIC 

GHC WOME Tete Sh oh ock yaa tise keene sal 202 


AUTOMATIC FIRE-EXTINGUISHING SYSTEM (see 
FIRE-EXTINGUISHING SYSTEMS, ALTERNATIVE) 


AUTOMATIC SMOKE DETECTION SYSTEM 
Definedinww:. » ia. e. © 5 MSTA, OP 202 
AUTOMATIC SPRINKLER SYSTEM........ 2108.2, 
2703.10, 2804.4, 3206.4, 
3209.2, 3315, 6304.1.2 


Aerosol product warehouses ............ 5104.4.1 
PBT AS A Ak inne Bed aed adie ok, 903.4.2, 2703.10.5 
PCS mipeeim Perr bia Pid! sf oss 903.3.1.2.3 
BaSemisiismianee. fee. cee ee SUS Si tiei.0 
RIESE heme SEPP a oe tilts 1103.4.9.3 
DEnneCdaeiLe trite Tertateetee De! 202 
Dip-tankiOnelalOlis, <> « «peacum toner aaes ee 2405.4 
SSeseee CNN S M MM coh ath yaks gt la 1d Sls Ghekabces 5003.8.4.1 
RSDOUL DERM 6 Fe tric Ses a WOE Vlas GOS 2 dal Ludo) 
CONGO Mets CR er ea kis a 903.2.2 
eo peldleyia | By. Ok Pe oS te Son een woueaer 903.2.3 
Group Fate. os on ce ss BAN batts 903.2.4 
Corer te ry SOE ak a SS a ence a 903.2.5 
PUN dedetic's Sheu id 5 §03.2,8).4,103,.5,2, 1103.533 
CEOUTN es ns os oaenrth eters eae oy: 903.2.7 
OE ace teas Cees ake @. Reatard 903.2.8 
Rae MRI vais hake hye Kinatae ede» wie gy 903.2.9 
PROCS Aree ee ON Mee eh sah's) apy im, wdc ns 903.2.10 
Hazardous exhaust ducts............. 903.2.11.4 
High-piled storage..............000 eee 903.2.7.1 
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Hose threadsiavnaieusou, ootom.aleme ni 903.3.6 
Installation requirements ..............005. 903.3 
Kitchen exhaust hood and ducts systems .903.2.11.5 
LiniitediareetA Tie. Aa CAD oe 903.3.8 
MAONITOTING | oc sienna cy ate seen cg no Oe 903.4 
NFPA 13 sprinkler systems............. 903:3:171 
NFPA 13D sprinkler systems............ 903.3.1.3 
NFPA 13R sprinkler systems............ 903.3.1.2 
Open-ended corridors ............... 903.3.1.2.2 
Pyroxylinplastics¢ >, ints. ce 903.2.5.3, 1103.5:5 
Repall GaradeS | eu wate te. ae 903.2.9.1 
RISeIWOOINS:. cl ivance namics ome wee 901.4.7 
Rubbish and linen chutes ............. 903.2.11.2 
Secondary water supply ..............., 914.3.2 
BOaV LOOMS eo een Peron eee ee 2404.4 
Water sopplies:f7 27", is OP SAO 903.3.5 
Windowless stories ..............0... 903.2.11.1 
Woodworking operations............... 903.2.4.1 
DONS vl act's tie Pak BA ON chet ls mee A 907.6.4 

AUTOMATIC SPRINKLERS 
DET ban ahiera Sa miner o eect ae ae 202 
Early Suppression Fast Response 

(Eobis eee ee 910.2, Table 3206.2, Table 3208.3, 
Table 5104.3.2.2, 5104.4.3 

Obstructions to discharge ........ 31673;42903:3:3 
Quick response (QR). . .903.3.2, Table 5704.3.6.3(5) 
Residentiakhay? 4Morroarag Seow oe 903.3.2 

AUTOMATIC WATER MIST SYSTEM........ 904.11 
Defined | \. ...:.., MATA YERA. AMO ae a ae 202 

AUTOMOBILE UNDERCOATING (see SPRAY 
FINISHING) 

AUTOMOTIVE MOTOR FUEL-DISPENSING 
FACILIEY ¢.4 ofa. |. ee A ee ee Chapter 23 
Definedaa. i... 5 54 ease oa eee hs Maen 202 

AVERAGE AMBIENT SOUND LEVEL ... 907.5.2.1.1 
De ieee ot oa ig oe ee ee en 202 


AVIATION FACILITIES (see also 
AIRCRAFT-RELATED OCCUPANCIES, 


FIRE PROTECTION FOR) ........... Chapter 20 
Cleaning Dans 5 ue pans’: ange a ee 2004.3 
Combustinle Storage... o.2 200200500 eae 2003.6 
Dispensing hoses and nozzles .......... 2006.3.3 
Dispensing of flammable and 
COMPUSHDIG IIQUIGS Sas fe cree eee 2003.5 
rife DrOleClOn ey ffm eee an a aa eee 914.8 
Fusing and Geruslingveys..) ses. fee eee 2006 
Portable fire extinguishers................. 2005 
Radar CQuipment i :as¢ 40 fea ae are ae 2006.21 
AWNING 
DenNG Gs oe arg a i ee a 202 
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BACKFLOW PREVENTION.......... 903.3.5, 912.6 
BALCONIES............ 308.1.4, 903.3.1.2.1, 1021 
BARRICADE 
Artificial defined (for explosives) ......... prey tlt 4 
DETINeG TOPSXDIGSIVGS) 2 tt oe ae 202 
Fire apparatus access road......... 503.5,.503..0, 1 
Natural defined (for explosives).............. 202 
Placement at fire scene................ 104.12.1 
BARRICADED (explosives) 
DOTINGGi Wr. cc Ah! Of Meehan en, 0 Ge ee 202 
BASEMENT ....... 605.4.2.8,903.2.11.1 3. ucae 


1006.2, 1031.2, 2311.4.3, 3003.1, 

5704:3-511; 5705.3.7.2, 5/06:47471. 

5904.1.3, 6103.2.1.1, 6204.1.8, 

6304.1.5,6704.1.5 

Defined 2U A. WAR} er SOLA 4, “AIOE 202 

BATTERY CHARGING (see POWERED INDUSTRIAL 

TRUCKS) 

BATTERY SYSTEM, STATIONARY LEAD-ACID 


Definedins. . 0.005. 0. Se eee A) FS 202 
BATTERY SYSTEM, STATIONARY 
STORAGE . ¢ gspcpuepedtis stp bee: beer pees 1207 
Dedicated-use buildings................ 1207.7.1 
LORE ic ea. Sexy 9 Baio URe a te th 202 
Explosionucontrol,.. ac. sane is seen ee 1207.6.3 
Fire-resistance-rated separations ........ 1207.7.4 
Group R-3 and R-4 occupancies.......... 1207.11 
Indoor installations i... <.. \ Gets eet Ome 
Nondedicated-use buildings............. 120% fad 
Ourdoor installations:<s. a... ae Mune ena 1207.8 
POT tanm, aime i el 5 as a: 105.5.14, 105.6.5 
SIOHSOS \ tv d.< Hae sh oceans een 1207.4.8 
special installations « .. -iahia. we aneaeeek 1207.9 
Spill control and neutralization........... 1207.6.2 
VeEUIATIONS \empwen. cs yuri open nae 1207.6.1 
BATTERY TYPES—Defined 
TOW Mists in 8 E1s ied Rt at hee re ee 202 
A AGI ic ssyak ty cy ae Ee a eae 202 
aitniumemetal POIVING. 5 fu. ye ee 202 
Lithium-ion 
PI cee ereUIY TILE WBS, ac se». areas lt totems icaice ale 202 
sationialy StOlage< wc... <o: 0 «bees ake 202 
TLS 1O > Ce aren nen meee, Nee mR Ea 3208. 1 
LO} s |p =) Mia an ee a rer rao RAV BARS! af F 202 


BIOFUEL, SOLID (see SOLID BIOFUEL) 
BIOMASS 
DOT | cers setiacacin, su ae oseube, on tease gee 202 


BIOMASS FEEDSTOCK, SOLID (see SOLID 
BIOMASS FEEDSTOCk) 
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BLAST AREA 

lio a ci are. be ee * | 202 
BLAST SITE 

Denied, -ne ee YAR Vi! GMA. SDS 202 
BLASTER 

Gn eet ens Corti ha £4 34 ER bc 202 


BLASTING AGENT (see also EXPLOSIVES AND 
FIREWORKS) 


DGRNGG ).< «<A ans | OU SL ue 202 
BERAGHERG.: Sens kab csi e ke Pee 1030.1.1 
DSINGa sees ba ries. bs 4 PES ODEON 202 
WceupanvioaG’. .. tas SReNeyy ieee 1004.4 
BOARDING HOUSE (Occupancy Group R) 
DSiicieere es ctasstatitacs BCR 202 
BOILING POINT 
Dohneda atk: toa vatavy i tases SD Oe Sew 202 
BOND 
PORSXDIOSIVES Gas. ack ares shane es 5601.2.4.1 
For fireworks display................. 5601.2.4.2 
BONDING AND GROUNDING ... .2104.2.4,2106.3.4 
PACrOIUTUGIING#: twee ecstasy 2006.3.7.1, 2006.5.2 
CNG motor fuel-dispensing facilities. . . .2308.8.1.2.4 
Srvogenic NuidS \....i.58 eee oe. e 5503/6.2 
Graanic coatings ie tae, Por! BAF ©, 2904.3 
Piping, valves and fittings............. 5706.4.7.6 
Powdered coatingyys. +... MYM puieil), 2406.6.4 
Roll-coating operations................. 2405.11 
Wnderground tanks. «.2. 7805 . PRPYPPY 5706.6.1.8 
MaSSoIS@ee. ©. ei fi eee ie Dh ae §705.3.2 
BONFIRES (felt se eee SRY ines 307.4.1 
ISTO NM. oF ete e PR ed 2 ROO Rerepege yas: 202 
MOTE bn Ua a ee ae ei 105.5.34, 307.2 


BREAKAWAY PROTECTION (see EMERGENCY 
BREAKAWAY DEVICES) 


BREAKOUT. « bs eis ivereeres ia see 1010.3 
BTCC ee fr eter cv ee sha AN Oe 202 
BREATHING APPARATUS .............. 2603.3.2 
BRIDGES (see ACCESS ROADS, FIRE 
APPARATUS) 
BRITISH THERMAL UNIT (BTU) 
BGG ue x ere ees Os Ae. Daas sales cele 202 
BUILDING 
DOTS © ck Hit os 5.4 6 ser Gn teh Was OE, 202 
DOTS ATS oa sis 4 eee eee, ees hee 114 
Vacant (see Vacant premises) 
BUILDING INFORMATION CARD .......... 508.1.6 
BUILDING OFFICIAL........... 403.10.1.4, 510.1, 
3105.2, 3105.5 
De NOGe Ae me. 6... waren perkins gem ae 202 
BUILDING SERVICES AND SYSTEMS .... Chapter 6 
BULK OXYGEN SYSTEM.............. Chapter 63 
DOING 6.4.4. a Se ei ie, AA YP SR 202 


2022 CALIFORNIA FIRE CODE 


INDEX 


BULK PLANT OR TERMINAL ............. 5706.4 
Definedtis. ce eis Pavia, ow 202 
BULKOTRANSFER.. 23) 9945 3M PS AL, 5706.5 
Defiiedi Men, MIPS Me Urey QV e-SI7 OnBINA 202 
BULLET RESISTANT 
Derinedisigis VESSEL FRAN IY A ARs 202 


BURNING (see OPEN BURNING) 
BUTANE (see LIQUEFIED PETROLEUM GAS) 
BUTYLENE (see LIQUEFIED PETROLEUM GAS) 


Cc 

CABINETS 
Fire equipment............ 905.7, 906.8, 2005.7.1 
Flammabletiquide sine .iahise gpaterneliud. 5704.3.2 
Mazardous material... ccc vost eas Me 5003.8.7 
OZ0NO8 tat: ail crcipeath any eyed: ail ed 6005.3. 1 
CABINETS, GAS........... 270302 12703 PSG) 
5003.8.6, 5306.2.3, 
6004.2.2.3, 6004.3.4 
GRNDE Boor Ao a. teh orate aa 105.5.36, 308, 806.3 

CANOPY 

DTC eae Aca aS Urcte, 1<4 lec 36 ate: igo 202 


CANOPY, TEMPORARY STAGE (see TEMPORARY 
STAGE CANOPY) 


CAPTIONS, EMERGENCY VOICE/ALARM 


COMMUNICATION SYSTEM.......... 907.5.2.2.4 
CARBON DIOXIDE ENRICHMENT 

SISTEM EEE Se ee ee ee 5307.4 
CARBON DIOXIDE EXTINGUISHING SYSTEM 

Commercial cooking systems............ 904.13.3 

SR NGOMMER Gk 4 kite ce kes AO hee 202 

Pe TTT CUTER (4 5 WR AS Hts et es Fh Ee 105.6.1 
CARBON DIOXIDE SYSTEMS USED 

IN BEVERAGE DISPENSING ............ 5307.3 
CARBON MONOXIDE ALARMS AND 

DETECTION SYSTEMS............. 915, 1103.9 
CARE, 24-HOUR (Occupancy Group |) 

DERNEO sie. ws oad coca Sepa lee 202 
CARE GAGILIGYSA «occu. be Rein tote &. 903.2.8.4 
CARE SUITE 

DenOd Mewres ot ma earat is... so SAAB! 202 
CARNIVALS AND FAIRS 

MerameGUireGes , weuniuy ork o os han Bese 105355 

Place of assembly tent.................. 31033 
CARTON 

Comblistible oo oes en on MEAT HOD. 5106.2.4 

BONN 6G oe ee oe Bas ahd sire we 202 
CEILING LIMIT 

PT Gat se lee as Luis whe has as oso ds ae go aver 202 
CELLULOSE NITRATE MOTION 

PICTURE FILM. . sigaanaeec. iia. ¢ 105.5.6, 306 
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CELLULOSE NITRATE PLASTICS [see PYROXYLIN 
(CELLULOSE NITRATE) PLASTICS] 


CERTIFICATION OF SERVICE PERSONNEL 


Automatic fire-extinguishing systems ...... 904.1.1 
Portable fire extinguishers............... 906.2.1 
CHANGE OF OCCUPANCY ................ 102.3 
Defined i; «eon nich MNO eae} Cae 202 
CHANGELOF USE ir Be CL TELL! oes) BM 102.3 
CHEMICAL 
Delnedin so uBiea. «i cee tek cy ee hee Pe 202 
CHEMICAL NAME 
Petineceum do isu beige Uae eas 202 
CHIMNEY. aoctlivecr 6 borat nk a ai 605.3, 605.2.1 
Defined der iatidesittert as haan s SRE 202 
FACOry-DUllb. wu eat eS SKE ee 605.2.1.4 
MaSONTVshevitveun ctl an ee 60572)'1..1 
Metal actin aide inns ich siti tile Se edt 605:2"1.2 
CHRISTMAS TREE (see DECORATIVE 
VEGETATION) 
CHUTES, RUBBISH AND LINEN ........ 903.2.11.2 
CLASSIFICATION 
ARIOSOS on paced m pel atoms Wher aiemvemlel dil. au aiatly ea 5103 
CSOMPUMIOCITY 20'S, ee 3203 
Dry cleaning plants and systems........... 2103.2 
Dry cleaning solvent or liquid.......... 202, 2103.1 
Flammable and combustible liquids........... 202 
PIOOMHMISHIMNATAN SIS ees srvreeeace- tis Meno 804.3.1 
Hazardous materials .................00. 5001.2 
Occupancyinsc: cae HOM T KOR Beeler 202 
RemGGIANtAS... 1.1 VR He on ind ca ae 608.4 
CLEAN AGENT 
Beaty? | bs Pisin 2 Mee We) i Alte 202 
CLEANING 
Cooking equipment. MiAWAae. 2. 606.3.3 
Flammable liquids used for............... 2004.3 
PIDINGY! Fa ccsiw et aug a wise Ge Lae Se eee Ed 3307.2 
Powder coatingiein, YOU ad) Maen 2406.5.1 
FEDAIL Garages noprus anenuin ak we San oh 23121 
PIS Bes juscmate asl Mh ose tas tC ae 5706.7.2 
Tire rebuilding buffing areas .............. 3403.3 
CLEARANCE 
Storage to ceiling or sprinklers .. . .315.3.1, 903.3.3, 
5704.3.5.3 
CLINIC, OUTPATIENT (Occupancy Group B) 
DeRNGd a Ady Mateactiat okie Saud eek ee 202 
CLOSED CONTAINER.................. 5505.5.2 
PRTG ves ss feviateener twas: ier wiee wm Ps ccusian Bk pn Cie 202 
GLOSSED. SYSTEM... 065055. 0.+ 05 000M 5705.3.7.6 
BOER HENG 6160435 0318, oop Hoe pee bee deh erteegs a ee 202 
CLOTHES DRYER EXHAUST DUCTS......... 610 
CNG MOTOR FUEL-DISPENSING 
FACILITIES ¢ Ae ies aoe eee eee 2308 
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CODE COMPLIANCE AGENCY .............. 103 
od 6] ee | el ee eer eer rae © ~.. 2806.2 
LOG TUIGC ge za. Mewar cge nul 1 ema, be lk eaes ae ce i 202 
COLLEGE AND UNIVERSITY BUILDINGS, 
GROUP R-2............5. 403.9.2.1, Table 405.3, 
907.2.9.3 
COMBUSTIBLE DUST................ Chapter 22 
DONEC eee ees an os Ae 202 
COMBUSTIBLE DUST-PRODUCING 
OPERATIONS eet a ee a Chapter 22 
Dust collection systems ................ 2203.3.1 
Dust explosion prevention................. 2203 
Dust explosion screening test.............. 2204 
PIOUSEKEODING. \.. vs cunct cpu micas eremmaen eh ie on + ee 2203.5 
Peril. sititiy 4s! iaccte yee eer ee 105.5.7 
Sources of ignition 04.4 .6c8 22 > ee eee 2203.4 
Slandards ic. iii a eames nein clea eee 2205 
Frainingy... swi@aeeets fees BDA ee 2203.8 
COMBUSTIBLE FIBERS.............. Chapter 37 
Defined an es. wy eae Ghek se ieee 202 
General precautions. ........... s.ftvbeal Ae 3703 
Rermiting. © y'2. kes + aRibstet vos 105.5.8 
Portable fire extinguishers................ 3703.6 
COMBUSTIBLE GAS DETECTOR .......... 3510.2 
Deeds... eset oo or ae Sela ant 202 
COMBUSTIBLE LIQUID...... 2306, 3107.4, 3107.14, 
Chapter 57 
Classified: locations Fue)... dive bie 5703.1.2 
Defined Wy WHOM ao hog: egy pier age 202 
Dispensing, use, mixing 
ANGI MANCHING WM oo iiecnteesin Sonne 5705.3, 5/08.3)4 
PASAT OC. ot theta sj cisvahed saglinass saniousrnt) ae ae ee 5701.5 
Indeorstonade ..u6) . icaer aise. . yea 5704.3.3 
Mixtures ia hh tite... SRO 5701.5 
Opidoon storage: ase SRRNith. « oci.w ci Ree 5704.4 
PARTS cos conch ines Panbueabae a eb 105.5.18, 105.6.8 
Portable fire extinguisher............... 5706.2.7 
Special gperations . 2A9OGA:... eee): - ae 5706 
TANKIStONEOG neti a nlvrs Siok beets ee 4.57042 
Waste:control ni woe) Py. LGA eae 5706.3.2 
Wholesale and resale use.............. 5704.3.6 
COMBUSTIBLE MATERIAL 
SUORAGE 5 eet nse Lawes 1055.31, 31622008i6 
COMBUSTIBLE WASTE MATERIAL ..... 304, 2505 
At.consiruction sites. ;aceinaae eeaeW oe: 3305.2 
Conlainers.. «ico ADO ee Dae 304.3 
Siomager.O)HOW.. ..5. 008.92 ae Oe 304.2 
COMMERCIAL COOKING APPLIANCES 
Defineds,.. .j (bese. . ee . Aenea 202 
COMMERCIAL COOKING OIL STORAGE 
TANK; SYSTEMS. ...... MarR ¥e aR. 607 
COMMERCIAL KITCHEN HOODS ............ 606 


2022 CALIFORNIA FIRE CODE 


COMMERCIAL MOTOR 


VEHICLE .:........ 903.2.9, 903.2.9.1, 903.2.10.1 

EI or oy cin cc ican ey vp on eed uading seas nasinin vee Ak 202 
COMMODITY 

PS COUONS iovcceccpesius caseeeonyennce,) MOROMMEAR 3203 

GRANGE voi coeds ace MIRPABTAM BVITARO. 202 


COMMON PATH OF EGRESS TRAVEL ... 1006.2.1, 
1018.4, 1030.8, Table 1104.18 


CR ok 5, Gece iid sno decedegn tax. vu sudose.5e ARON 202 
COMMON USE AREAS............... 907.5.2.3.1 
RGD <i ene dats MONT AROAS 202 
COMPATIBILITY (Hazardous ' materials) (see 
INCOMPATIBLE MATERIALS) 

COMPRESSED GAS.................. Chapter 53 
Containers, cylinders, tanks.............. 5303.1 
Dehinedacmae ces). aires 4 aes Ye ye, 202 
MACIOBLARS moni! fa... ss. « ARERR Ey 5306 
Not otherwise regulated................... 5307 
Permit required. ...... gape tes mh Sep. Lee) 105.5.9 
PROM UCENENIS HD oo es larson Bd Pe 5303 
POP AIG seh a's has ida d+ Re AD 5304 
Be SRE TRI AONG .- sy dec dedussis= stave vee tovepe'. ase EW 5305 
VATS Sessa eve hi ass a ave vl CRAPO RAE LED CHEE: 5303.8 

COMPRESSED GAS CONTAINER 
EE ECC PARE 6 Beis sls cay RRO RIS oe tk Sh 202 

COMPRESSED GAS SYSTEM 
TTC Re CEL MUR soso ks wna ow aN 202 
Motor fuel-dispensing facilities.............. 2308 

COMPRESSED NATURAL GAS (CNG)...... 5301.1 

CONFLICTING PROVISIONS.............. 102.10 

CONGREGATE CARE FACILITY (Occupancy Group 1) 
RUA SD ap eta si tagh aw Maths bm ances op orth wes es OG 202 

CONGREGATE LIVING FACILITY (Occupancy 
Group R) 

DSTINCU Pe se ee ee ee ee eT alee 202 

CONSTANTLY ATTENDED 


LOCATION. . 903.4.1, 907.2.1.1, 907.2.6, 907.2.7.1, 
907,2,12.1,.907.2.13, 907, 2.:18-2, 
907.3, 907.3.1, 913.4, 5704.2.8.11 


a ESTING cause tous a, sen Khe RE, GR ee oan rete 202 
CONSTRUCTION AND DEMOLITION 

Ree APE LY i eos ate ee el ee ee Chapter 33 
CONSTRUCTION DOCUMENTS .............. 106 

Datinedr ot ton, cea oe ee. 202 


CONSTRUCTION EQUIPMENT, MOTORIZED (see 
MOTORIZED CONSTRUCTION EQUIPMENT) 


CONTAINER 


Denneda mba cublety o.oo ae 202 

CONTAINER AND PORTABLE 
TANK STORAGE..... 5704.3, Table 5704.3.6.3(4), 
Table 5704.4.2 
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CONTAINMENT PALLETS 

Flammable and combustible liquids ....... 5704.4.3 

Hazardous materials................... 5004.2.3 
CONTAINMENT SYSTEM 

ST cider es ATE SOV NOOR $A 202 
CONTAINMENT VESSEL 

E18 ig ce ee A 202 


CONTINUOUS GAS DETECTION SYSTEM (see GAS 
DETECTION SYSTEM, CONTINUOUS) 


CONTROL AREAS..................... 5003.8.3 
Definedae.s 00 AHS CRAP OR) iy EO, 202 

COOKING 
Appliances, commercial, defined ............. 202 
Commercial, automatic sprinkler systems 903.2.11.5 
Commercial, fire-extinguishing systems..... 904.13 
mommercial Moods... 4. ewe CR 606 
Commercial, oil storage tank systems ......... 607 
Commercial, portable fire extinguishers ...... 906.4 
DEVICES, CODETITNeltt least trnectee cease tie sos feral, 308.1.4 
DOMeSUC Hin.) RISA ee es 904.14 
OY EIEA eee eae Kok re keate vn centred oecken) moscminy kako 904.14 
OFT UICOT TSO, CFF 8s Catan cu teti tera cateis aah 308.1.4 

CORRIDORS. (208. NOU TE 1020, 1104.17 
LVETME Cr amAA TEIN « s fobee sete l tions slashes sags Caeseadien Oe 202 


Open-ended (see OPEN-ENDED CORRIDOR) 
CORROSION PROTECTION 


Cryogenic fluid containers............. 5503.1.3.2 
GryOgeNIC NUR DIDING abies ot ee §506,-1.2.5 
COEHELEI Meese sine cirarylsteretabpvctadareey eb aia te ae 5703.6.5 
Tanks and piping............ 5704.2.7.9, 5706.7.1 
CORROSIVE 
CACM MONEE a as ead ats Wierets tee Od bunt 202 
CORROSIVE MATERIALS............. Chapter 54 
iE E SIO leaeie Pet Min eevee Sten sory oy edt a ee 5404.1 
TGGOMLIS EM int then TM et ttn. a rr vet 5405.1 
2 jupge iret Ula} r= (a To betel al heen iach ear Mend 5404.2 
NO up Te (a a) Fi IST acy aanmatl een meg pe tea 5405.2 
ReMi TIALS Tete eee. hv) cules andy Aeogy eal btm, rama 5403 
COTTON, BALED.......... Table 5003.1.1(1), 3705 
Bl rlsTove ame A. | lige <P tvs eames cenliaeaeaeme ie 202 
COTTON, DENSELY PACKED 
SALE ett mcr ane odes ac Table 5003.1.1(1) 
DOS THEU ot MeRM ER PSM SN en fut Een hana me 202 
Oo CUE LCOIN ss ee Lie tien as ate vs totic ner SU 3703.4 
Cy glete bey kt ey ote Vitel a erin ae ener 202 
COURT 
EPEAT AC) Se ie a hig dbs Ss yh ie Rigstwi. al 202 
ROOD RS Eo Catt cea ene e S88, wb ey wo 1029.1 
QTINGC ate WARN ke can a ae Seal 202 
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COVERED AND OPEN MALL BUILDINGS 


Automatic sprinkler system .............. 914.2.1 
Defined’) FP Ue Faia BpObias 202 
Emergency planning’? .'v en eave Taam 403.10.1 
Emergency voice/alarm 
communication system........ 907.2.20, 914.2.3 
- li) Se eee pore ee eee ee eT 105.5. 9 
Standpipe system .............. 905.3.3, 914.2.2 
Tenant identification.................. 403.10.1.5 
Unoccupied tenant spaces ...... 311.6, 403.10.1.6 
CRANKCASE OIL (see WASTE OIL) 
CRITICAL AREAS 
Detinition ;..:..0 baeniah. klnemend Rae 202 
System. coverages sabinice-citemotie Jee 510.4.1 
CRITICAL CIRCUM ve. sqitichinniies-ot 1c 88 1203.3 
DSRNGd 6. vccwh ayo dy enys .8bo0n ERSiee 202 


CROP-RIPENING AND COLORING PROCESSES 
(see FRUIT AND CROP RIPENING) 


CROWD MANAGERS . 403.11.3, 3106.4.3, 3107.17.2 
CRYOGENIC CONTAINER 


DON OOAM SEARS ©, aici 2 Seda eek ek ek ee ee 202 
SIAN: die scat Un lee WiausRea ts ela 5505.5 
MEIN an: o/s u's bc alae aad Soa lak 2 5503.4 
BECURIYIY SEE. ANE BYRNE Sooo oo bh 5503.5 
CRYOGENIC FLUIDS ................ Chapter 55 
Gontainersiic. orbs apres ce Lereioe 5503. 1 
DFR FRIAR: cc.s'> capain johnnie Batra obec 202 
Elicit ACI, 3 ss Uo ines Ab ee 5505.4 
iE DIG he bli o, Surehe a eh ws lids suns fieeices 5806 
INOOGStOLAGE sama. oip ccaltoon th eet ree oot 5504.2 
MCOORLISGH.. oo aivunev ok s 5 at ae 5505.2 
GUNGGOF SIOrages i od cee errr eee aie 5504.3 
CULGOOE-USE 2 s.t5. se «cia 3c iret rrtetn laced: wit well 5505.3 
SUID CAC TE. 5 Lead oar at nt as 105.5.11 
PSOCUIFOMONtS G5. 1igtet Bor hes kde ee 5503 
Underground storage tanks............. 5806.4.5 
CRYOGENIC VESSEL 
DIST OI eo cnhst ign varnntngy a hese cage chee patna 202 
CURRENT TAPS is owt. wha: eee eee 603.5.2 
CUSTODIAL CARE (Occupancy Group 1!) 
LTE SRE sic: 5) rec a Aiden hn ohh nae 202 


CUTTING AND WELDING (see WELDING AND 
OTHER HOT WORK) 


CYLINDER 
MTEC aes ca vie hs wet kis, 5 Re 202 
D 
DAMPER 
DOTA hie, at a Lee oo De Se ek te) Ce 202 
DANGER, IMMINENT...................... 114.2 
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DAY BOX (Magazine, Type 3)................ 202 

iia ie Re ee a Se |. Sr ee aby) eee 202 
DA DAEND....c66 certs nsaes ee i METTOZES 
DECORATIONS# °VGAe"%. . 0 Oe OV 807 

XIE ODSTTUCTION csc ccscve tag ones fs pune eee 1032.6 
DECORATIVE MATERIALS.................. 807 

Defined aA Fe ee. | AS ee 202 
DECORATIVE VEGETATION 

ArUfictal piel, ot ret te ope esi: nae 807.4 

INGLUFARR, nie ca stesso ee, ne 806 
DEFLAGRATION 

Defined sriaaee, . POEMS). Ve ae 202 
DEFUELING 

PPCran Ce: iota eee eee 2006.5 

nydrogen Tel tanke,a. ee ne ne ee ee 2309.6 
DELAYED EGRESS LOCKS .. .1010.2.13.1, 1032.2.1 
DELUGE SYSTEM +} 450.00 903.4, 2805.2 

DSNEd. «4.590. S4Sh oth See eee ee eee 202 
DEMOLITION OF BUILDINGS 

RIREISAFERY 16. c.t26 tin end ce Chapter 33 
DESIGN PRESSURE 

DOF. 6. eciniis Hea tivswewa ba tenn vena snie cal RNOL, RU 202 
DETACHED BUILDING 

Defined: Ar. P ater ewes ne i RAG Panes 202 

Group G--OCCUDENCIES. Zicaen-o cue ee 5003.8.2 

Storage........ 6204.1.1, 6304.1.1, Table 6204.1.2 
DETEARING 

éfined. 4, 5%... SOS Blea ee 202 
DETECTOR, HEAT 

Defined... 2000 FCO ea 202 
DETONATING CORD 

STING 4. Wales Sets Se etie eit ae  e e e 202 
DETONATION 

DSiiNGd. "5 i A ee eee 202 
DETONATOR 

Defined: oc a See, ee ee ee 202 
DETOXIFICATION FACILITY (Group I-2) 

DEINGG nN aria. oat ee See 202 
DIP TANK. bocce seae Boe caee bie ees 2405 

STING... «vis massalta dics a lee coal ch ae eee Co 202 

PSM fe es ee alsa + she ae 105.6.22 
DIPPING OPERATIONS.................... 2405 


DISCHARGE, EXIT (see EXIT DISCHARGE) 


DISCHARGE OF HAZARDOUS MATERIAL (see 
RELEASE OF HAZARDOUS MATERIAL) 


DISCHARGE SITE 


PDETHITOO 2 od ie 2 sivotv'd ceded deehe sO ee tee eae 202 
DISPENSING 

Aircraft fueling gan 2 ,et a. co. Sere. 2006 

Defiiedset ee res Poe ee: ee ORR 202 

Fire extingdisners. {7.0/7 30 ane see oe cee 2305.5 
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borationg..4 «02%. . ROA OMTHSY YOR: 2303.1 
Motor fuel-dispensing operations............ 2304 
Requirements (Fi fe) fupeeniy. Grow. 2305, 5005 
DISPENSING DEVICE, OVERHEAD-TYPE 
ee PL” AS STF ee ee cee eae tree aan 202 
DISPLAYS 
ASIOSUMDIOGUCiSmiee Sos sell. 3. ee 5106 
Cellulose nitrate (pyroxylin) plastic... . 314.3, 6503.1 
FUGVOrSmes heehee oe ss See See. Oe 5608 
ci [E181 D oe eB i le eda ig a a Re 5003.11 
Cree Re We Aa as es so FS ae, 314 
NOLO VEICIES Scr ttt ot km 314.4, 3107.15 
Reena Oi oP 5001.4, 5106, 5601.2.2 
Orem suman fe cs eet es ee 5003.11:3 
DISTILLED SPIRITS AND WINES............. 4001 
PS OMe CIOMME OEY te ore eat ieee 4005 
Precauuons against tires. 2.22. F 9 Po. 4003 
SCG MER.) sy se I oe ee 4006 
SM MMT Se eee Neg xan ne oa 4004 
DOOR, BALANCED .................. 1010.2.9.4 
Los TS as aa eye eeiimem ty cree tal iat tylatie er armament arian 202 
EUR EGS et oko at ao ear, saa «> 1105.5.4.2.3 
OlNGUeeeIMMI eh a er eek eo 202 
DOOR, LOW ENGERY 
POWER-OPERATED.................. 1010.3.2 
MANGO a fe indo d fe Seow eee 8 PTS 202 
DOOR, POWER-ASSISTED.............. 1010.3.2 
Penne ta cement otto oe och oes 2 OS 202 
DOOR, POWER-OPERATED ..... 1010.3.2,1010.3.3 
DETNGG wud a etree. mi ne ward eee 202 
DOORWAY, EXITACCESS................. 1006 
SET Ta PO art Atatharttichc Sreaapian 202 
DORMITORIES (see OCCUPANCY 


CLASSIFICATION, Residential Group R and 
COLLEGE AND UNIVERSITY BUILDINGS, Group 
R-2) 


DRAFT CURTAIN 
BENNEC Hebe Se i aw AOE AID 202 
installation Bcun... 0. 1019.3, 1103.4.5, 1103.4.6, 
1103.4.8, 5106.3.2 
DRAFTSTOP 
OTE St er ee ee ey ee 202 
Naintenance...7. 22.4%... wees ne He LOT, 


DRAINAGE CONTROL. . 2903.10, 2905.3, 5004.2.2.6, 
5705.3.8.1, 5706.2.6, 5706.4.9 


DRAINS 
Dip-tank DOOM, sco cuums aoe eet POLE, £4 2405.3.2 
Exhaust duct sprinkler system ....... 2703.10.4.4.3 
HPMAGUIDS on oth een EONS tS 2705.2.3.3 
fete Rd Toh Soa APT a 5604.6.1 
Outdoor cryogenic fluid 
storage containers ............... 6504,3.1 110 
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Portable containers................. §504.3.1.2.3 
DMABEIE OPENID «ccc tecieean 807.2, 1032.6 
DRIELING WELLER? 22 eter tet. 5706.3 
DOR OUEANING Fo05. shea cere ns SOUS Chapter 21 

SPE SSINCATIONS tc bao dene enc OTT 2103.1 

Defnediyrtie alias me. SIF... PY a ANS 202 

FNS PIOtSCuON on cc kale POM ee ee Pee ees 2108 

PST Mirriie sy Ore Se hao PTle ees SO, 105.5.13 

Requirements, general.................00. 2104 

Requirements, operating................... 2105 

Solvent or liquid classifications............... 202 

Spotting and pretreating................... 2106 

SVSESIIS talwn Mags oo My a Vis c's eo Bagram 2107 
DRY CLEANING PLANT 

DSTI CIs eet oe hehe alo the Saeki aa aks tr ain ha oll 202 
DRY CLEANING ROOM 

Denined”, .... OFFA TE. cOarRee> wow ene 202 
DRY CLEANING SYSTEM 

Definieds ...:.05 04... Whe 9a Yaeeosa 202 
DRY-CHEMICAL EXTINGUISHING AGENT 

Denes 6h e e824 4 ee es 202 
DRYING APPARATUS ................ 2404.6.1.2 
DRYING OVENS (see INDUSTRIAL OVENS) 
DRYING ROOMS........................ 914.10 
DUCT SMOKE DETECTORS .............. 907.3.1 
DUMPSTERS THEM alos OMIT HOLL Ye: 304.3 
DUST COLLECTION............. 3703.5, 5906.5.3 
DUST EXPLOSION HAZARDS..... Chapter 22, 2803 

Expiosion venting .......... 5 SRAGaHA 2803.2.1 
DWELLING 

DOGHIIGE Soe ae oe ee Tees ae koe ee a ce 3 202 
DWELLING UNIT 

DSNNEG tenn sc ccc ccc sda PPS 202 

E 


EARLY SUPPRESSION FAST-RESPONSE 
SPRINKLER (ESFR) (see AUTOMATIC 
SPRINKLERS) 


EGRESS (see MEANS OF EGRESS) 


ELECTRICAL EQUIPMENT .................. 603 
Aviation tacilities para SOF A oe NB 2006.14 
Dust-producing machines............... 5906.5.5 
DIQMS Ar et ees oneeeres oD Oe bw 603.4.1, 1207.4.8 
Work space and clearance................ 603.4 
Workstations in HPM facilities............ 2103. baa 

ELECTROSTATIC APPARATUS............. 2407 

ELECTROSTATIC FLUIDIZED BED 
DIEIOG MONEE RAMEE NAS OAc ke eA 202 
ELEVATOR GROUP 
DBINONM ee Pe el, sce paar e ee aw 202 
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Emergency voice/alarm communication 


SUSHOAUIY od sca hice dia (fen Cin a 907.5.2.2 
ELEVATOR HOISTWAYS........... 704.1, 1103.4 
Preseuifization occ ci an va eeu k s Ae 909.21 
Water protectlono ue cc 5 «ciate + 604.5.4 


ELEVATOR KEYS, FIRE SERVICE (see KEYS, FIRE 
SERVICE ELEVATOR) 

ELEVATOR KEYS, NONSTANDARDIZED_ FIRE 
SERVICE 


Bey DOXES [Ole 8 oa. cso ec thetad sielle ern 506.1.2 
ELEVATOR RECALL/EMERGENCY 

OPERATION et oe ie act ie Gee 604 
EMERGENCY ALARM 

SYSTEM «222 oe eee eee 908, 5004.9, 5005.4.4 

DETINGGV Fr: ere a 4 Pau Ache Ee eee Se ee mes 202 
EMERGENCY BREAKAWAY 

DEVICES reine eee 2300;1-0; lezoUliOre 
EMERGENCY CONTROL STATION......... 2703.1 

Betined |, SP ier Le eae eee 202 
EMERGENCY ESCAPE AND 

RESCUE OPENING ..................... 1031 

WOTNEG. chee eaye ane vee see hee 202 

Maintenance. i. eri2sss 22) SIA AS 1032.7 
EMERGENCY EVACUATION DRILL........... 405 

DeORNed iva dine cedeeepaeeand OME Oe 202 

RICGUGNCY lites i PA 405.3, Table 405.3 
EMERGENCY LIGHTING EQUIPMENT 

Inspection and testing.................. 1032.10 
EMERGENCY PLANNING AND 

PREPAREDNESS..............2.0.% Chapter 4 
EMERGENCY POWER SYSTEMS ............ 603 

OTN: 'y « | va ote how cde aie ee «os oe eae ee 202 
EMERGENCY RELIEF 

VENTING) bia hs acute 2306.6.2.5, 5704.2.7.4 
EMERGENCY REPAIRS ................. 105.1.4 
EMERGENCY RESPONDER 

RADIO COVERAGE..o% oo.) 20240. 2" Ae 510 

In existingDalldings:-~TEAT MANeeam Tae 1103.2 

Permit: <4! Oa) MA Sis AP rd Peay 105.6.4 
EMERGENCY SHUTOFF 

VALVE... nx wil® ten 5003.2.2.1, 5503.4.6, 5505.3.2, 

6303.1.2, 6403.1.1 

DOTINO os as Avaaue nce ealecn apy ie an SEE en ae 202 
EMERGENCY SHUTOFF VALVE, 

AUTOMATIC...... 2305.2.4, 2306.7.4, 5003.2.9.1, 


5505.3.2, 5803.1.3, 6303.1.2, 

6303.1.2.2, 6403.1.1.1 

Defined ........ svt Agaaas OrrAteAatS 202 
EMERGENCY SHUTOFF VALVE, 

MANUAL . 2309.5.2, 2309.5.2.1, 5505.3.2, 5803.1.3, 

6303.1.2, 6303.1.2.2, 6403.1.1.2 

ih ee tee mrs cpt cay oe os 202 
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TANKS. .....2. .. applies 607.5, 2306.5, 5704.2.7.4, & 
5704.2.9.6.1.2, 5704.2.9.7.2 
EMERGENCY VOICE/ALARM 
COMMUNICATIONS.................. 907.5.2.2 
AtHUS tant eka cutie eee eo , 907.2.14 
WADUONS <a. tas uty ieee ang ek en 907.5.2.2.4 
Covered mall buildings................. 907.2.20 
Deep underground buildings ............ 907.2.19 
DBEDEG .Ni-. io stone heck be ani a oe a er 202 
STOO Agia ate: via. oon eas ae Ree wae ee ae 907.2.1.1 
righsrise,Duilding .......4 0. .5 5. «0 aah 907.2.13 
Special amusement areas............. 907.2.12.3 
EMPLOYEE TRAINING ..................... 406 
EMPLOYEE WORK AREA 
DETINGG. jsisconrnin 4 pyghearme -. < ce akan ses eee nee 202 


ENERGY SYSTEMS..... Chapter 12, 1201.1, 1201.2 
Electrical energy storage 


SVStOINS (boos eaeiae unt es iei eats 1201.3, A207 
Emergency and standby power systems...... 1203 
PRIMUS scr ueuiee 105.5.14, 105.6.5, 105.6.9, 105.6.20 
Portable generators..............400. 1204, 3309 
Solar and photovoltaic systems............. 1205 
Stationary fuel cell power systems........... 1206 

ENTRY; RIGHT OF... ...... G9 ARRGOLa 104.3 
EQUIPMENT, FUELED. |... oc. +. «a..5.0-cueeele 313 
EQUIPMENT PLATFORM 
DBENE) he Val an | antuy dn es cinch on nade 202 
Guards. required. .... . OATASS90.AROS . 1015.2 


ESCALATOR OPENINGS (see FLOOR OPENINGS 
AND SHAFTS) 


ESCAPE OPENINGS ........5.%...0.:> don 1031 
ESFR SPRINKLERS (see AUTOMATIC 
SPRINKLERS) 
ETHYLENE 
Ci AP binge N RSE PRPS ete ia CRE ET) 2503 
Generators oo ess sacs sn Ee 2506 
EVACUATION........ 114.2, 405, 2603.3.4, 2603.3.5 
EVACUATION DIAGRAMS ..... 403.9.1.1, 403.9.2.3 
EVACUATION DRILLS...................... 405 
PTEQUENICY cucu) es des aes eae ees 405.3, Table 405.3 
NotUncation Ago aca e de bee cone loo 405.7 
Recall and reentty p/n Pe la ee 405.10 
EVACUATION PLANS...................... 404 
EXCESS FLOW CONTROL 
LIGNE. ieiaduae cere dn eee rae eee cee 202 
EXCESS FLOW VALVE 
DORMEG) fea. cln os SIR, TAPING? 12U0 Tener 202 
EXHAUSTED ENCLOSURE.............. 5003.8.5 
DOTING: We cave ccs Herve nr cheated > ee 202 
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SSCUDENEY JORG. | 14.715 kates ua gee Table 1004.5 
EXHIBITION HALLS (Occupancy Group A-3) .. . 202 
EXHIBITS AND TRADE SHOWS.......... 105.5.15 
EXISTING 
POTCIME A PRR, ek hal ke shared a wlan ew mph 202 
EXISTING BUILDINGS........... a Ms Chapter 11 
SICAT tae © See Hla ese td Pee as. oe 1105 
SRA EOE ER oUt ea ICIS ia 2 ss oss grime gee = a 1106 
EAS Pe et ee es debe wae tcc pe i 1022 
DING +o. eles Pamehbee ot. Tiscteeein i & 202 
EROIOGUIC s fey Oc. es o ipeewe toc A ee 1023 
aerial re rc a eS a anise aaa ieee : 1026 
ETC TeCUICtin, ote Seay aoy 6 oi a ig e 1006 
PASSaQGWAYS one Sd Seeuite aires « 1024 
Pam RTT ICOISLEAOIN DAL, oe. 2 ces Oo ih ae es 1026 
PeSNcUer wee oer es Sees le 202 
Pe iy ag ty TC a pl a re or ee 1016 
Daisey pete ware ae Oe pa ee 202 
SMT UE GEE Poet Mer tt 6 cl a wl A bing ng 202 
Hani Gee ana ok ATES... . oe doird® aldoon~va: 202 
I soem Ie ee eee ee eee 202 
EAIT OISGHARGE (0)... oo. cs. Berar - 1028 
bu Ae: cele oad ee ee ee ee 202 
EXIT DISCHARGE, LEVEL OF 
See tn te ak ek 25) _ee 202 
Exit DOORS, EXTERIOR. 2.0 2... ow co ats 1022 
EXILPASSAGEWAY...°......-.: Pbk ative, - 1024 
PUT tee qtr She at er ee 202 
EXIT RAMP, EXTERIOR..... 1006.3, 1008.3.2, 1027 
PREMINERL em w &S SGi tv tx ove Spee a eel a 202 
EXIT STAIRWAY, EXTERIOR ............... 1027 
RAST NCEM Ro). «5s ncaa ecideinsiny abiobies naa minal 202 
EXPANDED PLASTIC............ Figure 3203.9(1), 
Figure 3203.9(2) 
RC ee ae a i nck che clk ee eae 202 
EXPANDED VINYL WALL OR 
CEILING COVERINGS ............. 803.7, 803.8 
EXPLOSION 
PONS pratt te Ss ovis kine ose lh eee oe 202 
EXPLOSION CONTROL....... 911, 2204.1, 2803.2, 


2803.2.1, 2905.4, 5004.6, 5005.2.1.2, 
5005.2.2.2, 5704.2.5, §705.3.7.5.2, 
5705.3.7.6.2, 5808.6, 6204.1.10, 
6304.1.1, 6704.1.6 


EXPLOSIVE MATERIAL............... Chapter 56 
Buildings under construction or demolition... .. 3308 
LONG CIA, GOODE WE ke ncc cas. sxc UDOT 202 

EXPLOSIVES AND FIREWORKS ....... Chapter 56 
Definedhts) aici copaeiee MRL iaNORee & PaO! 202 
Manufacture, assembly and testing .......... 5605 
POBIWES 3.252, es 30S ttc 105.5.16 
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Temporary storage of consumer fireworks..... 5609 
EAI CNS GOURDS [i 800, set) mee ee 603.6 
EXTERIOR ASSISTED RESCUE AREAS .... 1009.7 
EXTERIOR WALL 

PO Hees Hoe oS NS SRS Sd: Oe es 202 
EXTINGUISHERS (see FIRE EXTINGUISHERS, 


PORTABLE) 

EXTRA-HIGH-RACK COMBUSTIBLE STORAGE 
Approval: bays atv. PP Ser Ree? EN 3208.5 
WENO eye wee SO casas SAP OMe: 202 
Pipe OrOtSCuion cisterns oe RN 3208.5.1 

F 

FABRICATION AREA.................... 2705.2 
Gonsuuctony see. Eo... tues! len 2703.3.1 
DehiGed a YL P85 S.C Jeeeeb pile enonggle 202 
Electrical wiring and equipment .......... 2703.7.1 
BxiStng ...... ...690Obud onileben bavivpon @ 2701.4 
as detéction ....... 2osubllud wor. Daal 2703.13.1.1 
SOAS ee Oe ils ewer nitcmnmias 2704.2 

FACILITY 
BGAAGG PEPE bec inens FPR LAR ITE 202 

FAIL-SAFE ....... 5003.2.2.1, 5004.7.2, 5005.1.5.1, 

5005.1.11, 6004.2.2.7, 6204.1.11.1 
BIBT EC Se. ain scnacee een gee gt RRORALBO DOB, BSB) 202 

eet CER isk ibid Ode ves QIN, 105.5.5 

FALSE ALARM 
DBATSEE HERG ARO cs caeeth oeieataseoaey Re 202 

REESS Bit Seti dan hin ROP 107 

FILL PIPE CONNECTIONS............ 5704.2.9.5.2 

FILM, CELLULOSE NITRATE 
MOTION CIGRUREN SO ie 22o... ASiHO a 306 
IAPR GIINIIEEMEERIS Ce he St rte ne or one's ign oat 306.1 
UC OR eed x bos KW eR Re a ea em, OT 306.2 


FINES (in woodworking operations) (see also 
VIOLATION PENALTIES) 


Defined (in woodworking operations).......... 202 
Storage and processing (in woodworking 

GDSraIIONS) WR YIMAE ELD... .. shee 2808 

FINISHED PRODUCTS........... ..... geevspieest nek 2909.6 


FIRE, RECREATIONAL (see RECREATIONAL FIRE) 
FIRE, REPORTING OF UNWANTED .. .401.3.1, 3310 
FIRE, UNWANTED (see UNWANTED FIRE) 

FIRE ALARM 


CSG ee) en eneneiee ee ek 202 
Reporting maar a Saas TUCERAT: 401.3.2, 3310 
FIRE ALARM BOX (see MANUAL FIRE ALARM BOX) 

FIRE ALARM CONTROL UNIT 
PURTeUVAUON) . Ac ee Pd cs Shes 907.5.1 
Defined ......- 3 Pe Lele TV QAIIAAY & 202 
Emergency alarm interface................ 908.3 
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Fire safety fun CON pacar mis eee moka ue eoneaiy 907.3 
Protection of control unit ......0... 8.0... 907.4.1 
Sprinkler system supervision............... 903.4 
FIRE ALARM SIGNAL 
DORMS NINTAME. «sine so nse sme wae 8 202 
FIRE ALARM SYSTEM 
Annunciations si. na. 907.6.3.1, 907.6.4.1 
Definedisi ras: citreum ah. Oy WO At 202 
Pocastirroy OUICUIGS st; ae ig ae ee ae 907.9, 1103.7 
Maintenance»: odode ia Oe eo ea eee 907.8 
Monitoring - oo eee ree. eee 907.6.6 
NoOUCaUOM appllances. .. Vo ta aem ewe ae 907.5 
COLO Ser ViICGy yo oi ee ae oi oo. caine hee dee ae 901.7 
PFET ice wis Pane ao daltirty ictus a aeRO OR tte eee 105.6.6 
POWEL SUD DIVix. cucuensce a aren age = Aeon nen Woe 907.6.2 
Presignal feature 
Telephone dialing devices.............. 907.6.6.1 
Testing. ..\\..... Jderlvee Dis. ennivalieoia 907.8 
Where required, existing buildings.......... 1103.7 
Where required, new buildings ............. 907.2 
PIS A. ars cet o uaving ss & DL MERE e Clad tact 907.6.4 
FIRE AND SMOKE 
PROTECTION FEATURES............ Chapter 7 
FIRE APPARATUS ACCESS ROAD........... 503 
Defineds..5.$ SONS . ht? AGOR t casera mang 202 
Gates and barricades .............. 503907503.6 
CISICUICHON S cel inde Se) ear ee 503.4 
FIRE AREA cu. 0 acrctprd deat ss 901.4.4 
DOUNCC MENA kee da ueaeu os ee 202 
FIRE BARRIER 
Defined@..i..+,-.>+ GVOITOSVHOS S44 . 202 
Maintenance ae. ie STAM PRO IaO. 704.1 
RIREICHIER) oc. vies pes 104.12, 907.6.6.1, 2603.3, 
3303.4, 5706.6.2.1 
Defined Aus v were ereee yo. ii sce 2s SOO 202 
FIRE CODE OFFICIAL 
Definedan.iwuines .. . [et Ar IT a 202 
Duties. and powersinade.gn sw 209 0) DOE 104 
FIRE COMMAND CENTER.................. 508 
DONNGd!'y +4 sc 33 ve ee 4 ee eee 202 
Required features :ita.:2.. 7) MMe) Me 508.1.6 
Separation’! Pre start BOR! A eS Pear at ae 508.1.2 
CIZE hed ye | rae rine Oey et FNS tome 508.1.3 
Storage prohibited.............. 315.3.3, 508.1.5 
FIRE DAMPER 
Henined: vs cscadr.aUast ha bivyeace ote 202 
FIRE DEPARTMENT COMMUNICATION 
SYSTENTA Sar7 JU A wee) Oe. ae 907.2.13.2 
FIRE DEPARTMENT CONNECTIONS ...... SORT, 
905.2, 912 
FIRE DEPARTMENT MASTER KEY 
Defined. ......,...5, eognelal inele youener 202 
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FIRE DEPARTMENT NOTIFICATION [see 
NOTIFICATION (of fire department)] 


FIRE DEPARTMENT OPERATIONS .. . 104.12, 401.4 


FIRE DETECTOR, AUTOMATIC + 

DeTNGG te. aM ews ea ov bb oe oe 202 
FIRE DOOR 

Deets. <5 ve hoxiete k «5 @ eckcaatine eee 202 
FIRE DOOR ASSEMBLY 

Detined yer tN is Bae «pe cg oo i 202 


FIRE DRILL (see EMERGENCY EVACUATION 
DRILL) 


FIRE EQUIPMENT, TAMPERING WITH ....... 901.8 
FIRE ESCAPE STAIRWAYS .............. 1104.16 
FIRE EXIT HARDWARE................. 1010.2.9 
Befinecenn ober eee 8 00 ON eee eee 202 
FIRE EXTINGUISHERS, PORTABLE .......... 906 
Asphalt ketlesmae. |. : Wiebe ao eee oe 303.5 
Aviation faciities seebewe Goa ne eee 2005 
Buildings under construction or demolition .... 3316 
Commercial cooking equipment............. 906.4 
Dry cleaning ‘planisa.2 3 (ee, Wee 2108.4 
Flammable finishes ... 2404.4.1, 2405.4.2, 2406.4.2 
Lumbenyardsie wee ee thane 6". o 2804.2, 2808.8 
FIRE FIGHTERS 
HaZerOe Ore a6 tone A es ee 316 
In-building, two-way communication .......... 510 
Pitfallsainee tk AN 5 6 AS Co eee 316.3 
SSGhvay 7. peo Le PES Bae ee eee eee eee 101.3 
FIRE HYDRANT 
Obstruction: wreak. pees Eee. cee 507.5.4 
Permnitvie yeeros i. 105:5. 17; 1055.47; 105.606 
Clana pipe SVSleliine 46645555 ba eee bake SU 7 toni 
Tampering Peiintaain ') 2 eee. ae ee 901.8 
SSTHIC Wenn ds 5 GOES SA a tek 507*5:2, Solo 
FIRE INVESTIGATIONS................... 104.11 
FIRE LANE 
WEMGOCTE i544 45RD S RIS ee eee 202 
FIRE PARTITION 
DSTINGG ae POW, 8 os eee ee 202 
MaIMGNanCe.w Paves is e440 uk seh hee 701.2 
FIRE POINT 
[STIL tb, volte scl “aiteabce: “ae gerund) 0%. 42 be 202 
FIRE PROTECTION EQUIPMENT............. 509 
FIRE PROTECTION RATING 
LDSTIMCA, OEE WPA ey aie ak vay Woe 202 
FIRE PROTECTION SYSTEM........... Chapter 9 
Defined se sotaey Yo Favio were sebr sori 202 
NOMPCUNER's de> 2. hoe ne ee eee 901.4.2 
QOutotiservice.’™. BANA. CHA CA2VIEC! 901.7 
Owner's responsibility during 
construction or demolition................ 3303 
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FIRE PUMP ROOMS...... 901.4.7, 913.2.1, 1008.3.3 
PIREUMPS ins esc ew es ae 105.6.7, 913 
PIR ORS iis Konno rhonda obawked 104.6.3 
FIRE RESISTANCE 
EMIT SOME ec Sede se ce. fo go's Suhre fvize dude da (bt pen eee 202 
FIRE SAFETY DURING CONSTRUCTION 
ANOPOEMORITION (fo cas duced ola ates Chapter 33 
Accessor firefighting ... .cerserrsiscrrgratee 3311 
Automatic sprinkler systems................ 3315 
SOONG OL AAG Pitclerth ad ete) - OyKARvO: 3305.8 
Explosive materials. .........<.. ieee s 3308 
PRONUIG) o ecies ois ie agua dung 9 a ee 33.10 
Eire Watch wrens.) Segre te sir a. apoerya 3305.5 
MU GAIO OAS «gsc os Os ER BS Bt 3307 
Owner's responsibility.................00.0. 3303 
Portable fire extinguishers ................. 3316 
Precautions AGAINSUIIE «os sce tacn ny > ey 3305 
Safeguarding roofing operations ............ 3318 
Se OIIOS Sam Nee ee tee ee LEP Prey 3314 
Memporalvaneating +s ¢2.e08..0 5.0 ees ae, 3304 
FIRE SAFETY FUNCTIONS................ 907.3 
Lo \lg ste a eet nee ee ee Y 202 
FIRE SAFTEY PLANS ............... 404, 3404.5 
FIRE SEPARATION DISTANCE 
Dorined ... >: GMITAS2. OMIOD RS JS! Oud OME 202 


FIRE SERVICE ELEVATOR KEYS (see KEYS, FIRE 
SERVICE ELEVATOR) 


FIRE SERVICE FEATURES............. Chapter 5 
FIRE WALL 
Cees ee a ee 202 
RIED AICO se tet) Soi a gli dys ruts atk ead aor ee 70d 
FIRE WATCH (see also STANDBY PERSONNEL) 
Construction/demolition sites ............. 330525 
TT Eye RUE a ae ee ee ee ae ee 202 
BUING CONSUUCTON invade ansct. SERE POE 3305.5.1 
Fire protection impairments ............... 901.7 
ANON oe os ix ee ae fa ae Stee 3504,2.2 
Cecatiomana frecords 2... c.s4%eas eee es 3305.5;3 
Personnel. va. dss ses os ee 3305.5.2 
Pisces Of ASSEMDIY... 66.6. cece cassis 403.11.1 
FIREBLOCKING 
Shree oe he se 202 
NieInIONANCC de wilted be ee 707.1 
FIRE-EXTINGUISHING SYSTEMS, 
Pee IN LIM Be criti Gate 80, Wey aluince «ated 904 
acme cial COOKMO nies ty ernes, baa ee sks 4 904.13 


Fire alarm system interconnection ... 904.3.5, 907.6 
Flammable and combustible liquids... 5704.3.7.5.1, 
5704.3.8.4 
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Flammable finishing ............ 2404.4, 2405.4.1, 
2406.4, 2407.4 

haceroous materials... :...sicidwcs nav aatieus 5005.1.8 
Bee oink ere ge dan eas tor uachik ase NS 904.3.5 
PTI a rife ious secconct ass EMO BSID- Ole 107 Hal 105.6.1 
POCO oid ve gsues scndtsaynasvna.vscoel com) SRC 904.2 
FIRE-FLOW REQUIREMENTS.............. 50723 
FIREPLACES, PORTABLE OUTDOOR __—s (see 


PORTABLE OUTDOOR FIREPLACES) 
FIRE-RESISTANCE RATING 


Definedue us suomi ks «. . eed 442 1 Aan 202 
FIRE-RESISTANCE-RATED 

COINS LPR al ION in ee se Et iy es LOdee 
FIRE-RESISTANT JOINT SYSTEM 

WB TSt Tee Te POS cy Crees Ne Sah Sean SRO te oe eae a 202 
FIRE-RETARDANT COATINGS............. 803.4 

Treatments for natural cut trees........... 806.1.4 
FIREWORKS (see EXPLOSIVES AND FIREWORKS) 

BY To lt ate ae onetime Wee InP AOE, Neer TO ef 202 

Barn DOC bic iees Wines ye Rae cies ce iy aha aA 5601.1.3 

Retail display andsale.................. 5609. 1 
FIREWORKS DISPLAY 

BE Tra eT ely oe eae ant g ne RE ee 5601.2.4.2 

eC Tg icla Pee eR IRN SOR Tk yeni eee rig kale 202 
FIXED BASE OPERATOR 
PLDOTNGO Mets tae emi A te OT Ed eh 202 
FIXED SEATING . | eanuiedde anewinien: hens 1004.6 

De tined: aimee ee. os i ss so a 3 Wee ote 202 

Occuoant load factor... .. ears ales hee oles 1004.5 
FLAME ARRESTORS................ 5704.2.7.3.2 


FLAME RETARDANT (see also FIRE-RETARDANT 
COATINGS) 


Tents, air-supported, air-inflated and 


tensioned membrane structures......... 3104.2 

FLAME SPREAD 

De CFI: BEEN RR Bac tr ss Tia His AO aa 202 
FLAME SPREAD INDEX 

BCL Ts Dy die ae ae a ike BN RS Und haemo 9 202 
FLAMING FOODS AND BEVERAGEG....... 308.1.8 
FLAMMABLE CRYOGENIC FLUID 

DOTOUA re MAMI nhs sas es cle a cna pee 202 
FLAMMABLE FINISHES............... Chapter 24 

OREM: MARA. ca kd ee res epee 202 

TOIMIG DUET BONS ch icc eg EN ar eee run «tative has 2405 

BiecuOctavimepbalausS.,..- 0... s hs. game « aes 2407 

frelaetag bps 7: (ell gYe he aaa Sra HME MN ED Emi Va 2410 

POWGGrCOBING ia te Secchi. cr ca a a MC oF 2406 

PIOmCiOniGmOpsraiOnSrums 66. ss ea ns 2403 

Ore O Sta Cie Mamaia ass yx avon ng ok 2404 

Ventilation........ 2404.7, 2405.7, 2406.7, 2407.7, 


2409.6, 2410.5 
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FLAMMABLE GAS.............0..5.5. Chapter 58 
Buildings under construction or demolition .... 3307 
DOF NSCs cas rage jue bo ore ov a8ass REL SD OUT BUG ie 202 
INOMOGOMZOG Sojtcrie ahead hat estat. tah eseenaaten ree 2311.8.9 
Prohibited for pipe cleaning............... 3307.2 
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FLAMMABLE LIQUEFIED GAS 
DoOTiNneG in oo. ates ek ee Sime Ee 202 

FLAMMABLE LIQUIDS............... Chapter 57 
Buildings under construction or demolition .... 3306 
Glassitied IOCATIONS en ee oe 5703.1.1 
PORN GG. wiceaben's) yc oy me ae RT ne ee 202 
Dispensing, use, mixing and 

Deng Sears Be tee, ee tele Of Ud. 0, OnUo do 
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Special operations iF oe el ls 5706 
Tank, stofageutrictrink iS bo cals coe teh 5704.2 
Tents, air-supported, air-inflated and 

tensioned membrane structures......... 3107.14 
Waste. CONTTOl 8.8 cm ct at at atatate nts 5706.3.3 
Wholesale and resale use.............. 5704.3.6 

FLAMMABLE MATERIAL 
BPetinGas en ere PO Re een eee 202 

FLAMMABLE SOLID................. Chapter 59 
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INGOOR SIOTAOG oh ty ass loc het eal vaste oi heen 5904.1 
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FLAMMABLE VAPOR AREA 
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IGNHON SOUPCRSind. iA kal ooe ee 2403.2 
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FOAM PLASTICS...... 803.11.1, 803.11.2, 807.5.1.1 
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DENG. whtast on eee Mae ee 202 
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FRUIT AND CROP RIPENING.......... Chapter 25 
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FUEL OIL 
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DUT Araneae I vo ok ee 605.4 
FUEL-FIRED APPLIANCES.................. 605 
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INSISNAOR Ue Mane eed ke ey epee? 605.1 
FUMIGANT 
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SHERI Pee, Ce etate pee kal |: Ab 2603.6 
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Fire safety requirements.................4. 2603 
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SCR Sete ible ke ea gid. CAS 4s WR 2603.3.1 
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FURNITURE, UPHOLSTERED........ 805, 903.2.4, 
FUSIBLE LINKS......... 705.2, 904.13.5.3, 910.5.1 
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GARAGE (see REPAIR GARAGE) 

GARAGING (see PARKING AND GARAGING) 

GAS CABINET ... .2703.10.2, 2703.13.1.3, 5003.8.6, 
5303.7.10, 6004.1.1 


BaNiCOCre yt chet ve Pee reel ee Ua TEMS, § 202 
GAS DETECTION SYSTEM.................. 916 
Carbon dioxide systems........ 5307.3.2, 5307.4.3 
POTS nc ras a nrg ee NEW Y ANTHERS 202 
SIiergency OOWGl ance sara ys es 4 W491 ay 
Energy storage systems............. 1207.6.1.2.4 
Highly toxic or toxic gases ........... 6004.2.2.10 
PHAROS TER 2703.13 
Hydrogen fuel gas rooms................ 5808.5 
TAVOIOOGMWENICIOS ee i ass dames 2311.8.9 
LINC PN, 5 Bra re is lalahtigts Lites hes Ste 2311.8.9 
RING Game ah ee t ha ke ae ea eee 6005.3.2 
Processing and extraction ............0... 3905.1 
Stationary fuel cell power systems........ 1206.13 
GAS DETECTOR (see COMBUSTIBLE GAS 
DETECTOR) 
RM Re a Soke aah bs bah yw 605.9 
GAS ROOM ee ia hoa e 5003.8.4,6004.2.2.6 
Bee a a Rhona oy Ry --  e 202 
GASEOUS HYDROGEN SYSTEM.......... 5801.1 
SSEAEETENEY ST OT fe 202 
GAS-FUELED OR LIQUID-FUELED 
WERIGKE OR» eke se Fe 314.4, 3107.14 
BI RRS SI a? oh fo ices eae Gea 4 AN be Wha ea? 
GATES 
Wie GSes ee se sk es 1010.4 
GATES, FIRE APPARATUS ROAD..... 503.5, 503.6 
ST em ey tin trl pen ao te eng Er 105.6.11 
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GENERAL REQUIREMENTS............ Chapter 3 
GENERATORS 

PCO LHICTIG He. « cao « « ee eeYS DUI eIUgniixa 3508 

PRP MNO tte 5) Sal thy Gk ak wu aieea oh ae 2506 

POU CARS pana gf g's awn ss «ren oc RO I Ok 6005 

SRUCN ARVs ban os unis win MUS TOUS 1203.1.1 
GLASS-FIBER-REINFORCED PLASTICS 

MERMACIUNNG oo wn 5 aon « + once. DO IMO 2409 

heel: fe. A 0) See On ee ee ea 2409.4 

WIPO ae mare ahah «tire a ses Oy 2409.6 
GRADE FLOOR OPENING 

DONNOdta oo a erica hn ep ey eo ke dae NOMOUN 202 
GRADE PLANE 

Denne? FHAi4 fens. Ong DNlenecme,.4 202 
GRANDSTAND.............. 1030M .Th1030:1.4 

einiecicmree ar sic arets, fre, 202 
GROUP HOME (Occupancy Group R-4) 

Dele te tere ee eee ea a 202 
GUARDi et MWe cee a 1015, 1030.17, 1104.6 

OIC N NE ke a kj Sieaass teh ak wa 202 
GUEST ROOM 

oe HUE EERE wos ors 5 5408 cade 4 ate 202 
GYPSUM BOARD 

IGT CME eile Bi cei s wrt NR ea) 5 ApAOR, So had aah 202 

H 

HABITABLE SPACE 

WEINOOM oo PL os Mae, Walt. e 202 
HALOGENATED EXTINGUISHING SYSTEM 

RTS Ss) ORR Se NE a ae NG RR tee neato ae ae 202 


HAND RUB, ALCOHOL-BASED (see ALCOHOL- 
BASED HAND RUB) 


HANDLING 
TREO TOT eosin MDs AP Qa a il Gi eR PN 202 
PAIR Lees oes sk wo ek bees ea oe ae 1014 
Bale le ce ee cee ee TO ED Pe a ee 202 


HANGARS, AIRCRAFT (see AIRCRAFT-RELATED 
OCCUPANCIES, FIRE PROTECTION FOR) 


HANGERS, FIRE EXTINGUISHER........... 906.7 
HARDENING TANKS .................... 2405.9 
HARDWARE, EXITDOOR................ 1010.2 
HARDWARE, PANIC.................... 1010.2.9 
HAY 

PEOMIM UST DIG OGG trie had. cut spoon 202, 3703.4 
COIR BHSIE WASIC bn w tn fix div a acess wove Xo 304.1.1 
Sel yrhe fe Oo ee ce Ae re 3107.2, 3703.4 
HAZARD COMMUNICATION ...........00e0es 407 

Hazardous Materials Inventory 
PIGEON Ee ee 407.5, 5001.5.2 
Hazardous Materials Management Plan...... 407.6 
Sey als leeks Shai fraaiten <i cht ke eam rene 407.4 
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Defined 235.3 oes cope suhs ae eee ene 202 
Fire-extinguishing systems ....... 5004.5, 5005.1.8 
Geherabs wate sours cial nt ee can Chapter 50 
Groups: M 6nd Sin och eee te ee 5003.11 
identincatlon SIGNS? Siniw «. paeheree ses ene intees 5003.5 
Mixtures ..5 ance ie eee ts 5001.2.1 
Outgoorcontrol.areas .coiaiics eee fee 5003.12 
PENiilbeiwaie Oe cetacean adi eee 105.5.22, 105.6.12 
Personnertraining... Aiiavih.s os.ueet > eee 407.4 
PowehsSysi€Ms!....2 ac -) Sueno eae done 1203.2.10 
Requirements “Saas 4. s< catenin 5003 
SlOMaGe as tevee Soc cets Bae nt eee er ee 5004 
Use, dispensing and handling.............. 5005 
HAZARDOUS MATERIALS 
INVENTORY STATEMENT........ 407.5, 5001.5.2 
HAZARDOUS MATERIALS 
MANAGEMENT PLAN ........... 407.6, 5001.5.1 
HAZARDOUS PRODUCTION MATERIAL (HPM) 
Defined #5 Ses; ee hen Cee ree 202 
POMMitht ceeds 2 tne tact See ee 3 ee 105:5723 
HAZARDS TO FIRE FIGHTERS .............. 316 


HEALTH HAZARD... . 5001.2.2.2, Table 5003.1.1(2), 

Table 5003.1.1(4) 

Defined sev sas ie zee eae ete Cee oe eee 202 
HEAT VENTS (see SMOKE AND HEAT VENTS) 


HEATERS, PATIO (see PORTABLE OUTDOOR GAS- 
FIRED HEATING APPLIANCES) 


HEATERS, PORTABLE ELECTRIC SPACE... .603.9 


HEATERS, PORTABLE UNVENTED ......... 605.5 
HEATING APPLIANCES................... 605.6 
HEATING EQUIPMENT, TEMPORARY, 
DURING CONSTRUCTION................ 3303 
HEIGHT, BUILDING 
Defined Gy aso ercds. 3, alent area aoa ea 202 
HELIPORT aic8e fit sic kar ee een ee 2007 
Detined. te cecvect aya: hte eee asa, ee 202 
Permit for rooftop heliport .............. 105.5,.46 
HELISTOR igi. cic, er Ce oes tthe a ete ae 2007 
Defined ii coi ds.’ GPR ets Rete. ceca 202 
HI-BOY 
CONSUUCtOn to. ¢ ash, oot rate Saree ee cere 303.7 
Defined 8" SS ald oeawd aes Gl eee eee tee 202 
HIGHLY TOXIC AND TOXIC 
MATERIALS 2.5.2 onion ars Chapter 60 
Compressed 9aS6S i. iia tg se eer ee 6004 
Derined veh awt yards tie cui ala cid eee 202 
indoor storageand Use: Ro 6003.1 
Outdoor storage and use................. 6003.2 
Solids:and liquidees) 0G. -seiics im oc ae eee 6003 
HIGH-PILED COMBUSTIBLE STORAGE. Chapter 32 
AISIOG oh) ek Bee gen ee eee dee on a 3206.9 
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Classifications, commodities ......... supe Sa 3203 
Defined x, + sists este Ak ah eae ee 202 
Fife. ONOTECION roms. tate vs ee 3206, Table 3206.2 
HOUsSeKeepINGis 5s -te.cy ee ee ae oe ote oe See 3205 
Pallets “1 gfieak gc Ween Sopeee oc aes 3206.4. 1 
Plastic pallets... | tom tess. a wees 3206.4.1.1 
HIGH-PILED STORAGE AREA 
DeTiN@G: ie a3 Re ec) se eee Oe 202 
Designations: ;...2> fara) eaea en » eee 3204 
Permits’ 3.4.) tae ee ee, Rene eas 105.5.24 
HIGH-RISE BUILDING 
Automatic sprinkler system ..... 903.2.11.3, 914.3.1 
Automatic sprinkler system, floor 
control valves required................ 903.4.3 
Automatic sprinkler system, secondary 
water supply required................. 914.3.2 
DOPING o's a Reh. PRR ee ant 3) ie 3 Shear ae 202 
Emergency voice/alarm communications 
SYSIQINVA. sis PREY CORR, Shee: 907.2.13, 914.3.5 
Fire alarm system. ............. 907.2.13, 914.3.3 
Fire alarm system zoning............... 907.6.4.2 
Fire command center.............. 508.1, 914.3.7 
Fire department communications system .907.2.13.2 
Fire safety and evacuation plans......... 403.10.2 
In-building, two-way emergency 
responder communication ............. 914.3.6 
Smokeproof exit stairway enclosures....... 1023.12 
Standby power system................ 1203.2311 
Standpipe Systeme... 1m. cee ere ee ane 905.3.1 
HIGH-VOLTAGE TRANSMISSION LINE 
Defined: «the sari eet ha ie oy cn 202 
Sforage Undertee.w: wah shen 215.0700 ow 
HIGHWAY 
D@RNOG ia iii5 gon meneteto at os acon Set eee 202 
HISTORIC BUILDINGS .................... 102.6 
Dehned i Boccia eres: ci hide pate ots eee 202 
HOGGED MATERIALS .............. . 2807, 2808 
Definied: .\..)). 4 ¥iten: homies ueieaet i en ie 202 
HOOD eo. a i 4 nent ae Rice fee eee 606 
DO@TING 2i.:. + see ae eee tice, Gino ae 202 
HORIZONTAL ASSEMBLY 
DeRNed:'. . cad. cath Wek eee anaes. ep ee 202 
HORIZONTAL PROJECTIONS ........... 1003.3.3 
HOSE: he. otis Re ee 2307.6.2, 2310.3.3 
Aircraft Tueling tctaa a 0 eaek tiene eee 2006 
Conductive.:S\23ty gee ee eee ee 2006.5.2.1 
Connections for standpipes....... 905.3.4.1, 905.4, 
905.5, 905.6 
DISDONSING slis = cera) hati Gees 2006.3.3, 2306.7.5 
PrOlecuon..4. sit na seer oe 2006.7, 5706.6.1.11 
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Tienes Pts Y GE MAGCIRAT &..4)5 BE 2 903.3.6, 912.3 
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(Group I-2) 

DETAOG semis ocisrncnd- onde kee) & * PAMOTT A 202 
HOT WORK (see WELDING AND OTHER HOT WORK) 

DEO less ne pas swans perme SERRO DORSIIIN: 202 

ENE no es kek i he vn ow RO OE $05.5:25 
HOT WORK AREA 

DOMNGO sik... «s+. Se Ore aliarii 202 
HOT WORK EQUIPMENT 

PGC ee Ne! OE es oe ay Rwy os 202 
HOT WORK PERMITS 

LGHLATE]9 ye partielle” 6 odes A eben ahi 202 
HOT WORK PROGRAM 

OURO CME. | Meare EE fe seh. cK cs ss Seana a 202 
HPM FACILITY (see SEMICONDUCTOR 

FABRICATION FACILITY) 
HPM ROOM 

RCV TINS Te BO. a ERNE a Revie 2s capt tarantino 202 
HYDRANTS (see FIRE HYDRANT) 
PROSE Ns veers. Peat cin Sa0 1. oo Lt 
HYDROGEN FUEL GAS ROOMS ............ 5808 

LST (E18 aah Leen de Ai iin bead retin ritalin iether 202 
HYDROGEN MOTOR FUEL-DISPENSING 

FACILITIES S96" Wa). or. Serr Sait: 2309 
HYPERBARIC FACILITIES................... 609 

I 

IDENTIFICATION 

Alcohol-blended fuel-dispensing facilities. . .2306.8.4 

Binding (AddreSS) = cry. Aaa tel, Wet cas, a cones 505.1 

EIGVAIGITIOOU VA: CRPRED »  qioc treat inate cont 1023.10 

Exivdischargemon: . eee. Skeets 1023.8, 1104.21 

Fire protection equipment.......... 509.1, 905.7.1 

BOOP Breit ci. aera in ts sits iii 1023.9, 1032.9 

Hazardous materials............. 9003.5, 5503/4, 

5703.5.4, 6005.4.3 

SALOME (E12 ell (Ss var ar <p a5 culeap Creede a fact keke 3503.6 

PALER SMAASSTOSOSE ois tutes ater essenpatomice dead vizds aun els 505.2 

Tenant spaces in covered malls........ 403.10.1.5 

ES Bi Sia Scere RM ee CA net APE wat 509.1.1 

MECR MI PISIMISES .5.c.cca  kcpsdte o vis neon ee 311.5.4 
IGNITION SOURCES ................ 30S. S003. 
IMMEDIATELY DANGEROUS TO LIFE AND HEALTH 

(IDLH) 

RU a ars cts a 8 ft ales oe areata 202 
IMPACT PROTECTION, 

Af od «| |e; 0 312, 6107.4, 6109.13 
IMPAIRMENT COORDINATOR ............ 901.7.1 

DGRNGO ee ee ee dette cin yak os oe 202 
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IN-BUILDING, TWO-WAY EMERGENCY 
RESPONDER COMMUNICATION............ 510 
Bers reac) UTC S certs fic Scar > alain hyioees dette 1103.2 
BIGHsSE\DUNGINGS: .. oc. sss wu - apm o 914.3.6 


INCAPABLE OF SELF-PRESERVATION (Occupancy 
Group 1) 


18 HLT iene epee re Ian ig REE tae ee 202 
INCINERATORS................ 605.8, 1103.4.10 
SMT) SALES Gcee She ie Gieey GENS laecd fics: 1006.2.2.1 


INCOMPATIBLE MATERIALS .. . 2704.3.3, 5003.9.8, 
5003.10.3.6, 5004.2.2.2, 5004.4, 5005.1.1, 
5303.7.11.1, 5704.2.6, 6404.1.4 


ENS Ae Sao kOe RPT tee en oe eae 202 
INCOMPATIBLE SURFACES........... 6306.3.6.2 
INDOOR TRADE SHOWS............. Appendix N 

WOVEISODOOIS er cin rte ecient: ai tte ee N106 

Display and storage of hazardous 

and combustible materials............... N107 

Interior finish and decorative materials....... N104 

MearSsiCOPegress) wera maretiy hata soe: N108 

Multiple-level booths..................005 N105 

PUBIC satiety for events ene tint. oie ie N103 
INDUSTRIAL OVENS ................. Chapter 30 

RIPE PIOLeCuOlt hee. are Pa ee nr eee eee 3006 

BUSMOIDING S) fsa tr ete aed oh eee ewe eee 3004 

ITHIGhOCKS4.c2 sos Sat Ag ms Phe ed 8k 3005 

FOCALON® Sere sete et eee 3003 

Operation and maintenance................ 3007 

Pernituert Mc otek yore 105.5.26, 105.6.14 
INERT GAS...... 2501.1, 2906.4, Table 5003.1.1(1), 

Table 5003.1.1(3), 5305.8, 5703.6.3.1, 5705.2.2 

wei a tee ee eee ee eee eee” Le 202 
INHABITED BUILDING 

Deninedt se eee ne oo oe o ery | 202 
INITIATING DEVICE 

OLS) (Yetshe moncqgetooeed Meee eee ee ee 202 

FORMICA canal vse Fowles cera inmeaaat aastt Penk pagiak 907.6.3 


INSECTICIDAL FOGGING (see FUMIGATION AND 
INSECTICIDAL FOGGING) 


INSPEGTIONS ec ons ee veins 104.6.2, 105.2.2, 108, 
108.2.1, 901.6 
Emergency and standby power system..... 1203.4 
Fire department connections .............. 912.7 
UR he [ee ee eee 507 O.2 
Fireworks display .............. 5608.5.3, 5608.9 
OSB ress. 6. Bi SUED. ws BRAD... ici ce 3509.7 
UE ToFe alfa =\ Rota rer ene con See mE 5604.9 
MESON IVACKININGYS acu vox vnc b tine week dpa 605.2.1.1 
RERIGS beak Brien i cs i ss Geena Pere 3103.7 
INSTITUTIONAL OCCUPANCIES 
Defined... xm sehen PAOOR (2 S94 eG 202 
INTEGRATED TESTING.................. 901.6.2 
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INTERCONNECTION 

Fire-extinguishing systems with 

cooking ‘appliancesi ae) 6.4.5 Peace. 904.13.2 

SHIOKE IANNIS (et. Ae hee 907.2.11.5, 1103.8.2 

SCE TOG Se a tt rie eer eae ens ere 905.4.2 
INTERIOR EXIT RAMP 

COOTTIONE Pace vasiats Mi sci. fate oa eo Aeneas le uae 202 
INTERIOR EXIT STAIRWAY 

DORIS es erscatade toes tas oe aloe pte aM ea 202 
INTERIOR FINISH iis ce cite eres ee Chapter 8 

DefINGd We Arte cK ppm Rete a dlc a Ome 202 
INTERIOR FLOOR-WALL BASE............. 804.4 

Defiheds..... 04... ee ae Oh eee 202 
INTERIOR WALL AND CEILING FINISH ... 803, 804 

PIGTNE SUED. Wary SNe ois ose caleba eae! 202 
INTERIOR WALL AND CEILING FINISH 

AND TRIM. FeAl eT ah teres lettre ina 803, 804 
INTUMESCENT FIRE-RESISTANT MATERIALS. . 708 
INVESTIGATIONS, FIRE.................. 104.11 
IRRITANT 

DIGNMEG hte es los Oh) ica cca leh, a ah ae 202 

RSSSES AM fire staule a ats hor eee 5004.7.1, 5307.1 


ISO-BUTANE (see LIQUEFIED PETROLEUM GAS) 


JURISDICTION 
DSTIIEO win tment, alc ey term ricci cia de amen 202 


KETTLES [see ORGANIC COATING or ASPHALT 
(TAR) KETTLES] 


KEY BOXES Fre ar te es eo ee eee 506 
Defined cus chkthiras) bisa eee eee eae 202 
Maintenance (s,m er etter ies ee ee ee 506.2 
Nonstandard fire service elevator keys..... 506.1.2 
ReqGired ry ernn ie tien n ere, te Ne ee 506.1 

KEYS, FIRE SERVICE ELEVATOR........... 604.6 

L 

LABELED 
DEHiedTCan i’ Sey. Reems. tie nee eee 202 

LADDERS......... 1006.2.2.1; 1006/2'2:27°10111 10) 

1031.5.2, 1104.16.6, 5704.2.8.15 

LANDING 
Ramps ctor erat, UB 0c Fee 1012.6, 1012.10 
Stairs and stairways........... 1010.1.4, 1010.1.5, 


1011.6, 1025.2.4 
LANDSCAPED ROOFS (see also 
ROOFTOP GARDENS).................... 317 
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LAUNDRY CARTS ort at cota en ee ae 318.1 


LEAD-ACID BATTERY SYSTEM, STATIONARY (see 
BATTERY SYSTEMS, STATIONARY STORAGE) 


LEAD-ACID BATTERY SYSTEM, VALVE- 
REGULATED (see BATTERY SYSTEMS, 
STATIONARY STORAGE) 

LEAKS 
Compressed gases ..............0000ue 5303.12 
HOUR IC AUIS Si 120i nt iat on de 5503.9 
Explosive materialS ....°...... As. ae 5604.10 


Flammable and combustible 
liquids... . 2006.11, 2305.2.3, 2306.7.7.1, 3306.6, 
5/03.6.3.1, 5704.2.7.10, 57065004 
Highly toxic and toxic 
materials...... 6004.2.2.3, 6004.2.2.4, 6004.3.2.2 


LEVEL OF EXIT DISCHARGE (see EXIT 
DISCHARGE, LEVEL OF) 
DIABLO oo gece ahi cst: ae Geen ar ee 104.7 
LIFE SAFETY SYSTEMS............. 901, 907.8.4 
DOT ss oo eer skets etre tee zots treat er 202 
LIMITED SPRAYING SPACE 
Defined... « «case ekanamy wis sharers aren ee 202 
LINEN CHUTES fcchone! deca sc ate 903:2;11.2 
LINEN CONTAINERS...................... 808.1 
LIQUEFIED NATURAL GAS (LNG)... 2311.6, 5501.1 
Defined... <s:anceunaciaavetc nie i'e antares Gace 202 
LIQUEFIED PETROLEUM GAS (LP-gas) . Chapter 61 
Container defined: ... =... 2. A ae eee 202 
Containers notin service.................. 6110 
Cooking /devicessemiari 4....-csto gue. dan 308.1.4 
CyliNdemexGhanGes sac .dssct caustic pie ee 6109 
Defined: t4(5 PRANSE ROR Tee eee 202 
Dispensing and overfilling ................. 6106 
Fire -orotectonra. es) .Scsaukeaiete. bs eee 6108 
Installation of equipment .................. 6103 
Location of containers ......... 6104, Table 6104.3 
Motor fuel-dispensing facilities.............. 2307 
Parking and garaging of LPG-fueled vehicles .. 6111 
Parking and garaging of tank vehicles........ 6111 
PGITHEMs vs x42 een eeetieo tC nase 105.5.29, 105.6435 
RiOMONed USE foie Ginette aste one ee 6105 
Safety precautions and devices............. 6107 
SIOLAQGE: 5 xa Ae ORME Gh av Foe ks ane eae 6109 
LIQUID 
POST ISG s cea: 4: x Gene NPI chee linea ec 202 
LIQUID LEVEL LIMITCONTROL ......... 5003.2.7 


5005.1.4.1, 5005.1.4.2 
LIQUID OXYGEN AMBULATORY 


GONTAINER Sirus tes, ce 6306.3.1, 6306.3.5, 
6306.3.6.1 
De@HREC sic. « c « cs » + oiceenmas a execu enn ean 202 
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PASEO te oho ast Pollatats Bert ee Oe 202 
LIQUID OXYGEN IN HOME HEALTH CARE... .6306 
LIQUID STORAGE ROOM ............... 5704.3.7 

eT Ta [ss A ee el Re RE A abe oe 202 
LIQUID STORAGE WAREHOUSE......... 5704.3.8 

DOANE ics cae te a SPN TSE SE: 202 
LIQUID-FUELED OR GAS-FUELED 

de LM oh i Fe Aha 314.4, 3107.15 

eile Wee is Ais So eas Ae cutee: 105.5.28 
LISTED 

Sf Tcvaly Sty heat ie cpp iret aed alla ne Biel a 202 
LOADING RACKS........... 5700.3. 0 OL UGeh 1. t2 
Bh a] 4 4 bi Rae ale Rate eg eee 404 

BY CTs TeYa TSR» aS © ealgrenaenle sfeatotee Miata TAS vhs a neti es Pe 202 

hte ae SS 5 oss i tcl avs dues eh aw as 404.2.3 
LOCKERS, COMBUSTIBLE................ 808.4 
LODGING HOUSE 

DORI eR ics, cgi Me o's, Saks ay Blam! 202 

POCCUDANGCY GIOUD ite severed aprscuteriacnt yl: Aen ame 202 


LONGITUDINAL FLUE SPACE (see FLUE SPACES) 
LOT 


ser ACY a eae we Se ede SRE. itv wre 202 
LOT LINE 

Definédvag ADIARAS cad) SOAMREAS AARL 202 
LOWER EXPLOSIVE LIMIT (LEL) 

DGG fo ater eld ate Se or ee: 202 
LOWER FLAMMABLE LIMIT (LFL) 

Deined’....:.....6.. HORA. BVIGOI9N. 202 
LOW-PRESSURE TANK 

INEQAOOS hk kets...) BROALLISI08 202 


LP-GAS (see LIQUEFIED PETROLEUM GAS) 
LUMBER YARDS, AGRO-INDUSTRIAL, 


SOLID BIOMASS AND 
WOODWORKING FACILITIES........ Chapter 28 
ACCOSSIDIAR en oFieisin: - sare Ee ae: 2803.7 
EMENIGNCY DIAN... .iunbeuentier tt dent UEC S 2808.10 
riteAlalms Ainerahsaeh ott to) l4crT Aly: 2804.2 
PIPE CUO ois ccteacnyecsce dis AERATED ROE | 2804 
ee ot rere ree ee 2803 
toe storageiareas. AWA IIA ... MOR 2806 
Openvaerds....4 «meas OEM ie ene tL 2803.1 
eee! See Ce ete eee ee 105.5:27 
Sizée-of pilesyom tere Pa Le 2807.2, 2808.3 
Waste vemoval Mia & titi Fi SR 2803.3 
LUMINOUS EGRESS PATH MARKINGS ...... 1025 
M 
MAGAZINE 
TUNER aa al es ak a sda aco tN vu dre oh siden 202 
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MAGNESIUM 
PETNSMNG, 7 hie Silage. 2/086... ZEUS G ON 202 
PUTT UGA IED oe ces Cane rat lta Ge Wo sa aa 105.5.30 
BOTA Gib tehsravosaias heat are 5906.2, 5906.3, 5906.4 
te | a ee aoe oa ee rr Aveo ent ee ae 5906.5 
WAIN G ENANGEY el ore eet et ee 109 


MALL (see COVERED MALL BUILDING) 
MANIFOLDS 


WE YIINCON Se reste crt nrnn ta Sern ts ate ht tare te a SO 3509.4 
IISNUNCALION 440), cb ta eA ee ne PL ets 3509.5 
FAITE asst ts hota is Clete "ata ve'y ate ails rn Le, BEI LOFT 3509 
MANUAL FIRE ALARM BOX.............. 907.4.2 
PISTON is eter er tates “a tete cae 202 
MANUAL STOCKING METHODS 
FONG et te Pe ee 202 
MANUFACTURE OF ORGANIC 
SAO IN Sarnia a ett tats nd sh etoile th Sios Chapter 29 
FVLP EAU IMPR RS eR Petar ote Poe 9 Sams poe chong ped Ae Chapter 36 
MARINE MOTOR FUEL-DISPENSING 
PT TY ee RE ever sree itice gatatene ntgad 2310, 3605 
DETINGd Th FP Aha MAM. cso. LAMAR: 202 
Fire protection... . .Ge ei CYS MM Arche 2310.6 
FUGIING IS SA, OMIA OTS Fey, 2310.4 
RSET a VO Ns hoa ha chc va Sateen Be ih 8,0 NE 2310.1 
Nozzles... UI YOrequga) Ana. « 2310.3.3 
MARKING (see also PLACARDS; 
PLACARDING)........... 503.3, 909.14, 5003.5.1 
GOMPTESSED GAS: cece bie BARA 5303.2 
Cryogenic containers ................... 5503.4 
Bae iire a Mead fen Siar clua ater ep idtiose: OU 316.2 
EE PEI olive fos sive, SIAR BRM: 5706.2.2 
DA LGTTIURLS Wee BRA ese ins cna sa cigs ns ynsehe ors 5003.8.7.2 
MASS NOTIFICATION SYSTEMS ............. 917 


MATERIAL SAFETY DATA SHEET (MSDS) (see 
SAFETY DATA SHEET) 


MATTRESSES (in Groups! andR)............ 805 
MAXIMUM ALLOWABLE QUANTITY PER 
CONTROL AREA..... 5003.1.1, Table 5003.1.1(1), 


Table 5003.1.1(2), Table 5003.1.1(3), 
Table 5003.1.1(4), 5003.11 


BCTV gS RIES eR RE ees Regs ee ee 202 
MEANS OF APPEALS: cas -5 pu6 ts «as beeen 111 
MEANS OF EGRESS...... Chapter 10, 1104, 3312 
Accessible means of egress................ 1009 
PSEA en GHA tee a TAG AB nese, % 27) b 3 Slane 1030 
ETL] pag I Re Sn 1030.1.1 
Buildings under construction or demolition... .. 3312 
SOCILTARIONES sae thus Sut ther eaters cies 124 okt ihe 1020, 1104.17 
YT oT Te ERE BST eee ee ee Oa 202 
EGTeSS GGUIty. «1s: . PRAAE DEM ads ee 202, 1029.1 

Elevators, escalators and moving 
Wellies seats .c Sade MERE AR cechin tails Che 1003.7, 1104.2 
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Emergency escape and rescue............. 1031 

Existing DUNdINGSY Pr Peete EO oe ee 1104 

FRIPACCESS. Se wo re eet eee ee 1016 

Exifaischarge. © Boge. lik ciel se ko 1028 

Bis cre tira hiserts iam ce eenn oe 1006 

E00 Te Cie ecard i ERS 1015, 1104.6 

Handralls .4s3seh JL.) SA ORAS eee). 1014 

SITCITUTTELRIOU Pete ate eee nc earntin n, eee ae 1008, 1104.3 

Boeks-iatches <%..5.".'. oe Ae ee 1010.2.4 

Maintenance Of) ne. ie ae 1032 

Membrane structures................... 3103.12 

Monitoring and recording of............ 1010.2.10 

CDSCUratlOniOl var he eee 316.4, 1032.4, 1032.6 

Obstructions’: "gigs r ae coe 1032.3, 1032,3.1 

Outdoor assembly events ................ 3106.3 

Ramps a. 2. See Rh one etre ae 1012 

RHEE GD ou. dass ciara rcueus a bhicasieoal tk De 1013 

SARNIA a scar aula eaten ine ete AL I Vek Pe Ce 1005 

Stainways..: 22 RSet IZ BOM 1023):1027 

ENTS Loe, us. Huh eh hs CA ree eae 3103.12 
MECHANICAL REFRIGERATION (see 

REFRIGERATION SYSTEM) 

MECHANICAL STOCKING METHODS... .3206.10.1.1 

DSTO csi os eee getee eee pe ere 202 
MEDICAL CARE (Occupancy Group 1) 

Defined. ....0... . SORA OASA. oats ete: DMI 202 
MEDICAL GAS SYSTEMS................. 5306.5 
MEDICAL GASES \. 4.660.106. cme RR, RRS 5306 
MEMBRANE STRUCTURE ............ Chapter 31 

BTM S aire. ssces 0s Wee hae cae age nid ado as 202 
MERCHANDISE PAD..................... 1018.4 

DSTI FFL Sti cin ess Sas Bien te oe ee 202 
METAL HYDRIDE AND METAL 

HYDRIDE STORAGE SYSTEMS ........... 5807 

Defineduices ss sis cue as home ALA Vie 202 
METERS, GAS......15. 208. LegHene Wi) BAe 605.9 
MEZZANINEIAS CTT AWS. aA A 1004.2.2 

CeillingMeigniy. vader. overs, atten el eee 1003.2 

Defined es Mire crete Sere os Mee nck Gi ree eee 202 
MILLS 

Composite board te, Wana oe eee eee 2805 

PAV OG ope a tN Sn of serene eee re 2805 

ROCESS Bo Jn cuh agate techie anatiats) Win tole ole Sem era 2806 

VeGN@GE. ... +... 40R Oo 4: Pea 8. eee 2805 
MIRRORS (oo. (RES S. Ae 1010.1, 1032.6 
MIXTURES (Hazardous materials)........ 5001.2.1 
MOBILE FUELING. 5.55.01 .h00 vn teehee 5706.5.4.5 

DOSTINGCCS Sia WORE odes 2 SS Be ae 202 
MOBILE FUELING OPERATIONS (see ON-DEMAND 

MOBILE FUELING OPERATIONS) 


MODIFICATIONS (of code requirements) .. . 104.9 
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fire alarm systems) ............ 903.4.1,907.6.6 @ 

Hazardous materials ...............0. 6004.2.2.5 

Tegnination of SATS. anne 907.6.6.3 
MORTAR : 

Defined.) st! Seasons. oe ey ee Ae 202 
MOTION PICTURE PROJECTION 

ROOMS ANDIFIEM se: i sie: cnn 20 ree aoe ee 306 

FUR STOLAGGIHYS v5 sce ce a ys ee 306.2 


MOTOR FUEL-DISPENSING FACILITIES 
(see also by type of fuel)... . 105.5.33, Chapter 23 


MOTOR VEHICLE REPAIR BOOTHS...... 2311.8.4 
MOTORIZED CONSTRUCTION EQUIPMENT .. 3317 
MOVING WALKS feo snes 2 ops cs ee 1103.3 


MSDS (see SAFETY DATA SHEET) 
MULTIPLE-STATION ALARM DEVICE 


DBTING Ge avn sale ecto ty Rika oti eas ti ae ae 202 
MULTIPLE-STATION SMOKE 

ALARM 4).)..2. 00 5 ares 6 i eee FOZ bl, diver 

DGHMEUs :.8 . Sase  ee  a 202 
MUSEUMS (Occupancy Group A-3) 

WCCUBANULIOMG: weir nen s camer een Table 1004.5 

N 

NATURAL BARRICADE (see BARRICADE) 
NATURAL CUT TREES.............. 806.1, 806.3 
NESTING 

Definedss: ore ids, Ab a, ae ea 202 
NET EXPLOSIVE WEIGHT 

Defined cities wc. 0: ORR Sa ee 202 
NITROCELLULOSE............... 2908.1, 2909.4 
NORMAL TEMPERATURE AND PRESSURE (NTP) 

Defined ia..ictflat. A&W Pee AAR eee eee ae 202 
NOSING 

DGTING Syste cre cae => HR et en 202 
NOTICE OF VIOLATION ................... eA, 
NOTIFICATION (of Fumigation)............ 2603.3 

NOTIFICATION (of Fire department! | 

Fire code official)............. 401.3, 2006.11.5, 

2304.3.6, 5003.3.1 

NOTIFICATION APPLIANCE (see ALARM 


NOTIFICATION APPLIANCE) 
NOTIFICATION ZONE (see ZONE, NOTIFICATION) 
NOZZLES 


PHPIOEIIVELY si gta ad ee eee 2306.7.6 

Fuel transtéprn.. }ciAae ar: AS Se aoe. oe 2006.3.3 

Marine: Chat ai: oicue ck iro sk e ae ree ZO10s 
NUISANCE ALARM 

DeTINGC 143.0. cvhc che tea ries elie ta Cae a ee 202 
NURSING HOME (Occupancy Group I-2) 

PROF MC ica cise ieuievss ahah ee rerlir ewe doves ce peer cage a 202 
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OBSTRUCTIONS 
Fire apparatus access roads .............. 503.4 
Fire department connections .............. 912.4 
iy] ie Ny |g Caper me Aaa Rey an a ange i dela 507.5.4 
Fire protection equipment........ ; 909.2, 2310:6.2 
PUPECISDeNSING VIOW a ss ts ete hs 2304.2.4 
Manual fire alarm boxes............... 907.4.2.6 
Means of egress......... 806.2, 1003.6, 1030.9.6, 
Toe, 1002/0, 10dz2.0:1, 1002.0 
COOMOOSE oatacs Lee oe eR te ea hee 316.4 
Portable fire extinguishers ................ 906.6 
Spraying operation ventilation ........... 2404.7.4 
Sprinkler discharge.............. 315.3: 1; 903:3.3 
OCCUPANCY, CHANGE OF (see CHANGE OF 
OCCUPANCY) 
OCCUPANCY CLASSIFICATION 
Group A, Assembly 
DICE eo. 5 Nye gi iia eae 202 
Group B, Business 
DENG iat Ae UN EM cc oe ee is SAO tole 202 
Group E, Educational 
Befined 1, . soa eee. OI Silarratis 202 
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MGHGU: fa tere «ido Gs NOD WERE TY 202 
Group H, High-hazard 
Betined For! .. s,  amtustatie aca litre ie aan 8 202 
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DeRnedee ee os REUSE. Ree. Bice hy 202 
Group M, Mercantile 
Deguedne .ceig-ean!- OMORADA 1 @GRAR: 202 
Group R, Residential 
DEUNCOT BOG Ste cc nso 0: NRE 202 
Group S, Storage 
Werinede 9 ween Ker ovo e sy he BOP Pee 202 
Group U, Miscellaneous 
SOU rears eye tears erence cate aero 202 
OCCUPANT LOAD 
[2] L]9 port egeyeppaaeiaiesyriaclen piacere uteri t erage’. amet 202 
OSG aerate we na eee sae ec rae ts 1004.3 
SPL OMIING tn ee tet Ce ene 607 


OIL, FUEL (see FUEL OIL and COMBUSTIBLE 
LIQUID) 


OIL, MOTOR (see COMBUSTIBLE LIQUID) 
OIL, WASTE (see WASTE OIL) 


OIL-BURNING EQUIPMENT (see FUEL-FIRED 
APPLIANCES) 

ON-DEMAND MOBILE FUELING 
OPERATIONS: ‘cqpetee Cee LAT DS. os 5707 

OPENBURNINGHEEE, oc ce kn oe 307 
DRG RMR ee a is) a's ok Se 202 
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Precautions in tire storage areas .......... 3404.1 
OPENFLAMES....... 308, 806.3, 2903.6, 5003.7.2, 
5604.7.2, 5706.2.1 

MSVices. eee.......... MOF ISTOSS 308.1.6 
KSIGUDIAOCGUDANCIES) ©. oc ee ecw nes 308.3 
Perit wee oe i, wes 105'5.35, 105.5.36, 308.2 


OPEN MALL AND OPEN MALL BUILDING (see 
COVERED MALL BUILDING) 


DONO wetieniwsNe of. P2622 i oc aia 202 
OPEN PARKING GARAGE 
EL jipat sles Gh S| Te yeti parc ge tem eid leah hata 202 
OPEN SYSTEM (hazardous materials) 
Lenreremetn te 22 coro ay) Po ive eer a lat 202 
OPEN-ENDED CORRIDOR...... 903:3.1°2.2; 1027.6, 
1104.22 
eC aes teak Rak tS) e BE CA Foe pk em 202 
OPERATING BUILDING 
Dene f eae see sa le sick te eet oe ee 202 
Separation distances ................05. 5605.3 
OPERATING PRESSURE 
DSihedete Mareen. See tS 202 
ORDERS AND NOTICES ........... 104:571712:3:2 
ORGANIC COATINGS ................ Chapter 29 
DOinCdn ee Anwar: ate ce eis eS 202 
Electrical equipment and protection.......... 2904 
Cenesians «sry tee ed cease ery le ee 2903 
Keres: Wit . reer ar. dean. MitTATS 2906 
METLNAGLUT OM ne Gee DGL Cth cs a sas Chapter 29 
Petmith AGS eo AGES ANT BYSIS...3 OS soi, 
PI COGSISE CHIT SE Ms os jcshe occ we seo ues, can ERD 2905 
ORGANIC PEROXIDE............ 2408, Chapter 62 
BSTC k Galeries Pancatesiea lta aires anaiis Hie. 202 
[oto lsre ie Sy Cole Te = eau a eee mer 9: Eee aan a vied 6204.1 
Outdoor storage.......... 6204.2, Table 6204.1.2, 
Table 6204.1.7 
IEGUIE EMG Mr emu. ait Vd Alsip an ke ama A oie 6203 
CSC ee fhe ou eu a kin ee ea 6205 
OUTDOOR ASSEMBLY EVENT 
Electrical equipment and wiring ........... 3106.6 
Occupancy and means of egress.......... 3106.3 
Ei RM REO Be scone veagnbr fyares 5» 105.5.38 
hey RE) a A a ee ee 3106.4.1 
OUTDOOR CONTROL AREA 
ICR ee a de, ko 202 
Hazardous materials.................4. 5003.12 
OUTDOOR FIREPLACE, PORTABLE (see 


PORTABLE OUTDOOR FIREPLACES) 
OUTPATIENT CLINIC (Occupancy Group B) 

BTC alot Pe EO elt iy Ore ara eae ame ane 202 
OVENS (see INDUSTRIAL OVENS) 
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OVERCROWDING 
Defined? ):-.0o8.. SGS'B.AQGNA BIS 1 PROTA 202 
Prohibitediy/ i>. Ce CE ose do SA 109.6 
OVERFILL PREVENTION 
AND PROTECTION ......... 2006.18, 2306.6.2.3, 


5704.2.7.5.8, 5704.2.8.18, 
5704.2.9.7.5, 5704.2.11.4, 5706.4.6, 
5706.8.3, 5706.8.5, 6106.2 


OWNER 
POBTINGO: hes uct dele wee Mineman ates ee 202 
OXIDIZERS, OXIDIZING GASES AND 
OXIDIZING CRYOGENIC FLUIDS ..... Chapter63 
Defined”. -”. sutatumdens ursprdcecbere eth RESUMED bat 202 
IndGor storage S40. mice Guo orienta as ae meee 6304.1 
Outdoor storages. 5. «arses PORN bins 6304.2 
ER ENACT OL UIGIIES arene hae Sie Meio canine oh te ee 6303 
DIS shea wake ate ot eae Pel eae Cate Le ae 6305 
OXIDIZING CRYOGENIC FLUID 
[2\: atl RRMe eee a ater Irae LIMA PUB Ain tp Rl af Sk 202 
OXIDIZING GAS 
Defined. 0. LL aes ae ne 202 
OXYGEN IN HOME HEALTH CARE.......... 6306 
OZONE-GAS GENERATOR ................ 6005 
Automatic shutdown... ... .. caeare Acety. Sa 6005.5 
BOTH ME Cunaeld ore ig Mitetk cals ucla: ib mlicl wisn, Woah) a 202 
hocation.... .. sustamtiie dere dearer leah 6005.3 
Manual SHUtdOWM aid tines os be ewe ee 6005.6 
Pp 
PALLETS 
Containment pallets. 5! 5 1.5. aerpegsmeamennens 5004.2.3 


High-piled storage sprinkler protection .... 3206.4.1 
Idle combustible. ... 2505, Table 3203.8, 5704.3.3.9 


Outdoor pallet storage............... 315.7, 2810 
PUSS UG ce ted sy: a's ich ek Aawceean Ree RE 3206.4.1.1 
PANIC HARDWARE.......... 1010.2.9, 1010.4.1 
DIRTINOC?, caiu: a. d sich ag peice bata pes UNE cata Cnt 202 
PARKING AND GARAGING 
Aircraft-fueling vehicles....... 2006.5.1.3, 2006.20 
Automatic sprinkler system ............. 903.2.10 
Flammable- and combustible-liquid 
leis VeniGlaSi 20424 oe eee 5706.6.2, 5706.6.3 
LP-Gas tank VehiGies i. toc ee ee 6111 
LP-gas-fueled vehicles .................. Sig i i 
Mechanical-access enclosed........... 903.2.10.2 
PASS-THROUGH............. 2703.3.2, 2703.10.3 
DSTINGU oss coor » eh-edaeee euch pene eile decane 202 


PATIO HEATERS (see PORTABLE OUTDOOR GAS- 
FIRED HEATING APPLIANCES) 


PENTHOUSE é 
POTN? ss Faas wry chict hat Leen at the 202 
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Defined? ey etn ys toes eo ei rype taut 202 @ 


PERMITS 327 ey ue: 2a ee Ge oe 105 
Brien tA eg ae Ne ce a oe 106.1.6 
ONSITUCUON 5 ok Heed ecs ae ee bh 
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MORWOTK'PIOGralll, «vy 0) Mace arate 3503.3 
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PERSON 
DGHNGOS Saint. dc aN ee Aeron oi 5. ble c.count 202 

PERSONAL CARE SERVICE 
DSTI sso. suscn y-ass, siasziny 2004s beh cel eae can pith eet 202 

PESTICIDE 
By lil=¢ Rak ee ee eee ne Poe 202 

PHOTOLUMINESCENT............. 1013,5; 1025, 

1025.4, 1104.25 
Defined. 5.x nn Be Aree 1D YOu ARee 202 


PHYSICAL HAZARD . . 5001.2.2.1, Table 5003.1.1(1), 
Table 5003.1.1(3) 


Detined: sity: tomeael fon os pu. inne. A aes 202 
BIPELINES occ sacar 5703.6.6.1, 5706.4, 5706.4.6 
PIPING, VALVES AND FITTINGS 

Flammable and combustible liquids........ 2306.6, 

2306.7.9.1.3, 5706.4.7.6 

Hazardous materials .................. 5003.2.2 

Highly toxic and toxic gases............ 6004.2.2.5 

LP-gas in membrane structures........... 3107.13 

Organic coating manufacturing ............. 2907 

COZONE-GaS ilk caribaea aie ee 6005 

Protection from vehicles................ 5003.9.3 
PLACARDS; PLACARDING (see also SIGNS) 

Cryogenic fluid containers .............. 5503.4.2 

EXDIOSIVES: «0.4 ) ely Be ee 5604.6.5, 5604.6.5.2 

Flammable and combustible 

Oui Tanks: cic eee ee eae 5703.5.3, 5704.2.3.2 

Vacant DUIdINGS.. J: penta 20 geen 311.5 
PLACE OF ASSEMBLY 

Perils «csssiiue dap Biencehet eat ben amene ak: 105.5.39 
PLANS (see also CONSTRUCTION DOCUMENTS) 

DIBOTAMS |. 3.5 cascade Shae Sn 403.6.1.1 

EVAGUATIONN ., ... cee. «). (eae 404.2.1 

FAcililyiGlOSUTE Gulu). + Hepes eRe: spss > adobe 407.7 

Fire'safety ts e254. Re oes ke Se 404.2.2 

Hazardous materials management ....... 5605.2.1 

Lockdown... ..<.. 4. /0)- ST AAA eee. ere: 404.2.3 

Maintenance ofsa;... TH Sends .. OM 5605.2.2 

PIetiOrOh, ccs we evn wos ol 5608.2 

Storage. fev. . BALIRUF SOM GAR 5704.4.1 
PLANT EXTRACTION SYSTEMS 

Permit. (222 2450000 ey ee ee 105.5.40 
PLASTICS 


Cellulose nitfate jc. aa0n tgs ag ree Chapter 65 
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Sl Baer ee ee 803.8, 804.2, 808.3 
Manufacturing of glass-fiber-reinforced ....... 2409 


Pyroxylin..... 105.5.43, 314.3, 807.5.1.4, 903.2.5.3, 
Chapter 65, 1103.5.5 


PEE NLT Peer PE GAAR eri ah ae ws 315.62603.10 
Defined 727 79... YARN DAM MONARO 202 
PLOSOPHORIC MATERIAL............... 5605.1 
DSNICO er nee re FET 202 
PLYWOOD AND VENEER MILLS 
DSTO SPC eT SERVES RRO OM 202 
Fire alarm system.............. 907.2.18, 2804.2 


PORTABLE FIRE EXTINGUISHERS (see FIRE 
EXTINGUISHERS, PORTABLE) 


PORTABLE GENERATORS............ 1204, 3309 
PORTABLE OUTDOOR 
FIREPEACES a ceairet o.0 307.4.3, 307.5 
Dalined eoeeee 45 ous en Bee, He CS, 202 
PORTABLE OUTDOOR GAS-FIRED 
HEATING APPLIANCES................ 605.5.2 
PORTABLE TANKS 
STIR FART Rs Siecchiyre tie Bist nis ernsaihm ee 202 
Design, construction and capacity........ 5704.3.1 
ESI YPN chines Pe Vere at ante 5704.3.3.4 
FRAITIMADIG NOUIAS 6 ris.n wie whys me ee ihn Oe 2306.2.5 
Flow rate......... 6004.2.2.7.5, Table 6004.2.2.7.5 
INGOORSIOFSO GIs s kis. Ri biel. aaa ww ik Ae 5704.3.3 
LOCaPexXNauUst nd. .ca conn ue 6004.2.2.4, 6004.3.2.3 
Outdoor storage ... .5704.4, Table 5704.4, 6004.3.4 
bic ee OE 5704.3.3.10, 5704.3.7.2.3 
POSTING 
Evacuation diagrams (Group R-1)....... 403.9.1.1 
Explosives and pyrotechnic amounts...... 5605.6.9 
NO SMOKIIG SIGNS)... waist ns als | SOR 310.3 
Sacupant load ee Aes sn 1004.3, 5605.6.9 
Pree Rs Ree. ee 105.3.5 
Tenant identification. .....6..... 6 ues 403.10.1.5 
PO WUer GOA LING oy oe ie te ec 2406 
POWERED INDUSTRIAL TRUCKS............ 309 
reer ar ear ti een eee hy 2 aad yrs 8g 309.2 
i 151g [fe bal ttaaRey th aR nape Pea RE TE Sn See 202 
Pie eR CUISIMS pint aie ce ota em al fs asa oe gk 309.5 
SAL IN bls Wag INR FRE GE TOES SY IR SE 309.6 
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OGL Uo Lal ap AREER RRND TE 2 309.4 
PRECAUTIONS AGAINST FIRE ....... 301.1, 3305, 
3306.4, 3404 
PREMISES IDENTIFICATION................. 505 
PRESPOTTING (see DRY CLEANING) 
PRESSURE VESSEL 
OCT Ts BORDERS Rie ME: 0 a ee 202 


2022 CALIFORNIA FIRE CODE 


INDEX 


PRIMARY CONTAINMENT 

DEUNCIL CRO ONL ONE cee ee eds v1 TRG 202 
PRIMARY TANK 

LINGO 6 TRAE SN, get ee TV Ig Pe 202 
PRIVATE GARAGE...................... 916:1.5 

MIST ts Mi a le Pana da EA ee MO 202 
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FREAW ITIGLOT eS 5 0s ve a 4 uc aw cet Ee) IE 2908, 2909 
PROCESS TRANSFER 
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PROCESSING AND EXTRACTION 

PAGILILISS ORT at eur at este piety 6 cre Chapter 39 
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SLY SV KOS Sw MOBS caters LAN ge ae 3905 

Systems and equipment.................4. 3904 
PROPANE (see LIQUEFIED PETROLEUM GAS) 
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PROPELLANT, SMOKELESS (see SMOKELESS 
PROPELLANT) 


PROPYLENE (see LIQUEFIED PETROLEUM GAS) 
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ES PIV Sree Maree ie oF cathe on artes eka eas 5608.2.2 


PSYCHIATRIC HOSPITAL (see HOSPITALS AND 
PSYCHIATRIC HOSPITALS) 


PUBLIC ASSEMBLAGES AND EVENTS... .403.11.2 


PUBLIC USE AREAS ................. 907.5.2.3.1 
PUSS ap Manabe Agno som, et ate page ecetean py hele Oh ag F758 202 
PUBLIC. WAY 1... uc... kara yoeeragns Setitg. .t. 1028.5 
DEHNEd sap ccs scars a> TRAMOWMODMaT SY 202 
PYROPHORIC 
CXS] Le Yo hall gen an Oat ARI ae ee ee yh 202 
Indoor sippade. »). .<MISAEM ANOOANea: 6404.1 
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FREGUITEMENIS A sot i cages 2s PPL Pe A 6403 
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PYROTECHNIC SPECIAL EFFECT 
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PYROTECHNIC SPECIAL EFFECTS MATERIAL 
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POW olive eee kee te a a PIP ORTS 105.5.42 
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Decorative materials ..............005. 807.5.1.4 
Fire protection system. . 903.2.5.3, 1103.5.5, 6504.2 
Parmt’ si ocieauas oy 3 as Ge eee 105.5.43 
Raw material .. 208s.) Aa. ee 6504.1 
Requirements. ocsdns seo ole Pek s ae eee 6503 
storage-and handling. .,...1::.;.-eenelemnanl 6504 

Q 
QUICK-RESPONSE (QR) SPRINKLERS (see 


AUTOMATIC SPRINKLERS) 


R 

RACK STORAGE........ 3208, 5104.4.3, 5704.3.3.6 
RADIOACTIVE 

(SaSOSam Cae. occ ue ees 5004.7, 5307.1 

ELEN E |i eee paby ae Myre sitss = Se bee es, 5004.3.1 
RAILWAY 

EGF ieee it tS ss a slants ici 202 
RAM ES cestlghna vee <tc ae 1 OT deed Ue er 

DTTC Te RE ean Nae eg fara Ca ND A elie in aie 202 
RAW PRODUCT (Wood products) 

BGTIN SG gira niiatieh cn sis Soy ia hasta a-vik ds ene 202 

Storage and processing.............eee ee 2808 
REACTIVE MATERIALS [see UNSTABLE 


(REACTIVE) MATERIALS or WATER REACTIVE 
MATERIALS] 


READ OR Marist ce ) olrnete, cea 5608.5.5 
DORNGOt sw sachs atieba tea e tiene een Cet 202 
RECALL, FIRE PROTECTION 
SYSTEM COMPONENT................. 901.10 
RECORD DRAWINGS (fire alarm system)... 907.7.3 
DETNCO:/ 4 mvnepmge:s fee 24 4 Cee 202 
RECORDS/RECORD KEEPING ..... 104.6, 104.6.3, 


108.2.1, 109.3, 405.6, 606.3.3.3, 608.7, 
608.16, 901.6.3, 3210.1, 3503.5, 5603 


RECREATIONAL FIRE .................. 307.4.2 
OETINGO a eh ck ce cele ae oe Me tee 202 
RECYCLING FACILITIES 3 yi o4. Dea 2808 
REDUCED FLOW VALVE............ 6004.2.2.7.5 
Defined |... + .«= Mate? UCe CRC). CAM ee 202 
REFERENCED STANDARDS ..... 102.7, Chapter 80 
REFINERY 
PIOTINGO: cc sr1k Soke win ale Ghaee ton Eke cuca 202 
Petrolouni £44.27 O979R. Ale ee “eee 5706.7 
REFRIGERANT i. « ean. cadaeeeeas «os. ee 608.3 
AZbeReirigerents . oi seek pn jus eee pe eee 608.18 
GIGBSINCALION .<:. a. ome Seay ae i ee 608.4 
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Defined. ts. «nee, 1... Pee eee 202 
DStectors OS ey vse auc anwacaie eh ee 608.9 
Discharge. sacotinianpedoceln. icone x. . 608.15 
Records: | 6.708.505 &A.8 20h... ee 608.16 
SIOMAGS Md. ices se Oviecoe eee 608.12 
EER e T Gu bp er Weds Kk igr pines apie Beenie ad aa 608.5 
REFRIGERATION MACHINERY 
ROOMSi3: «oss. > oS Re 608.14, 1006.2.2.2 
REFRIGERATION SYSTEM.............. 608.10.1 
Defined... ..... . Sy, sah. sae See Ce, ee 202 
POT teehee mieten thes co kid seal 105.5.44 
Refrigeration detection...............0005. 608.9 


REFUGE, AREA OF (see AREA OF REFUGE) 


REFUGE AREA ASSOCIATED WITH SMOKE 
BARRIERS AND HORIZONTAL EXITS ... . 404.2.2 


REGISTERED DESIGN 
PROFESSIONAL. .104.8.2, 106.1, 909.9, 909.18.8.3 
3.) ipl -\c a ee er ere 202 
RELEASE OF HAZARDOUS MATERIAL ..... 5003.3 
RELOCATABLE POWER TAPS ........... 603.5.2 
REMOTE EMERGENCY SHUTOFF DEVICE 
PBMC i. ris catia ota ip dtl aioe aes an ae 202 
OF Ms] I lets eo, Meee etre: 5706.5.4.5 
REMOTE SOLVENT RESERVOIR...... 5705.3:622.3 
DSTI jo ec the wlinw or oo 9» 0 oe ee 202 
REPAIR GARAGES ....................... 2014 
LGEFUTEO 5s. scuss sualls is ae iene woke Wagan «ow RR 202 
Gas detection system.................. 2311.8.9 
LP-gas-fueled vehicles................... 6411.3 
Motor vehicle repair booths............. 2311.8.4 
ag LEA Lene emen CaN Ay ETS MER Ee ere 105.5.45 
sources of ignition; Face: crest eee 2311.3 
Sprinklers required.................00. 903.2.9.1 
Ventilation .... vo succ csi ol. «+ <a ae 23114.3 
REPAIRS too)... ove vs ae 105.15 
REPAIRS, EMERGENCY (see EMERGENCY 
REPAIRS) 
REPORTING 
Aviation facilities fire extinguisher use....... 2005.8 
EMGEMQENCleS oc 6 ce ou un ee een 401.1 
1: AA ar PR Cerda cin 3310 
ICG GIS. i x 02k wseca 6 et ooh ee ee 3310 
LOGK ee tisk on Bly cue eee eer 5704.2.7.10 
RECOP KEGDING mice: wchets nose oa a) eee 5603 
MESGAICn TEMPOS... ee ee te ee 104.10.1 
RESIN APPLICATION AREA...... 2403.2.5, 2409.3, 
2409.5, 2409.6 
EOGTINGG oo, ees Wisner an 202 
RESPONSE PROCEDURES ................. 406 
RESPONSIBLE PERSON 
DOTINGG o.oo an Aa eee ae eee 202 
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RETAIL DISPLAY AREA (for aerosols) 


RTS F ON. eri hater eee Biss in cops ORD 202 
Manufacturing faciliies.................. 5107.1 
Maximum quantities........ 5106.2, Table 5106.2, 
Table 5106.4 

REVOCATION OF PERMITS ............... 105.4 
RIGHT OR ENTRY. .......Sarave. ONTReS: 104.3 


ROADWAYS, ACCESS FOR FIRE APPARATUS (see 
FIRE APPARATUS ACCESS ROAD) 


ROCKETS AND ROCKETRY............. 5601.1.4 

ROLL COATING 
Deined sé eno.) a SO. ae Ee Re 202 

ROOF, LANDSCAPED (see ROOFTOP GARDENS) 

ROOE VENTS | .....2. ee ees Ses 910 

ROOFING OPERATIONS SAFEGUARDS...... 3318 

ROOFS 
Safeguarding operations ...............005 3318 
Stairway access......... 504.3, 1011.12, 1011.16 

ROOFTOP GARDENS AND 
LANDSCAPED ROOFS............. 317,,905.3.8 

ROOFTOP HELIPORT (see HELIPORT) 

RUBBISH (TRASH). .... covcucseos <rtgser teeny on 3300.2 
Chutes, automatic sprinkler protection... 903.2.11.2 
MIE eca TEV TSS: och 6s each van Rice ear a Ae gt Me sian 304.3 
Ly fe PRS ee ee ee ee Ct 202 

S) 

SAPEIEYIGCAND. os cers «pt: Brae a defies. 5003.9.10 
TOC MME ccs, 35) oi ro Gaba een ceiebie N ack fu sue. 4) sve cc eae 202 

SAFETY DATA SHEET (SDS)............. 5003.4 
UN EHIOGOIS section hl was! sites cess cen ss RE Mo Oe 6101.3 
BD ier ee ee or, eee ee 202 
BZ OR COMMUNICALION «6 a iis winks fe a aoe ig 407.2 

SAFETY RULES (Explosives)..... 5603.7, 5605.6.6 

SCISSOR STAIRWAY 
Desined). 2 BY See unvecwan eraasien 4 202 
LISSTORG SCAN hy LR CRY eee, SOE 1007.1.1 

SCOPE AND GENERAL REQUIREMENTS 
(OFtHS CONG) WHAT Ta PO. eS. aes 101 

SCREEN PORCHES AND DECKS.......... 1015.5 

SDS (see SAFETY DATA SHEET) 

eer P ALLEY oa nce ria eon 1030.15 

SEATING, FOLDING AND TELESCOPIC .. . 1030.1.1 
DENN OCee |. shy RU, Gaba tte ohh gee ies key ca 202 

SECONDARY CONTAINMENT 
Above-ground tanks; .. 0... 0... wecomln 2306.5 
Bere. Sees |S ir 202 


Hazardous materials... . 5004.2, 5004.2.2, 5005.1.3, 
5005.2.1.4, 5005.2.2.4, 
5005.3.5, 5005.3.7 


MOCO SLO Saeen Rett ps Mer ists ane 5004.2.2.3 
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Guroonstdrage’i, 27a. Ineragiine. nol 5004.2.2.4 
Type Il dry cleaning systems ............ 2107.2.3 
Wedergraund tanked: |. joan wea POPS of 5003.2.4.1 
SECONDARY WATER SUPPLY (see WATER 
SUPPLY) 
SECURITY DEVICES ............. 316:5/1103212"1 
SEGREGATED 
DetiNGROES, SBOKS. Bl Boils jcnins BeiMOee. 202 
SELF-CLOSING 
Bo Res ¢ SS a ee cee, 202 
SELF-LUMINOUS ..........0.0000: 1013.5, 1025.4 
Detinédt, 6G th onriurciion damoltion. tine yaw 202 
SELF-SERVICE MOTOR FUEL-DISPENSING 
FACIE Yer oo eed ols 19 a ae 2304 
DOUD COs gat Handttrcem: ss ewe he: 24 ina Been 202 
SEMICONDUCTOR FABRICATION 
el iy Ore re Chapter 27 
Automatic sprinkler system.............. 2703.10 
BEY a PO EO Rae nat emer ae ee 202 
Emergency alarm system............... AGW 9 
Emergency power............ 1203.2, 1/ 203: 10 
General safety provisions.................. 2703 
Manual fire alarm system............... 2703944 
EAT ES RONEN AGN, cu aret a seh cig eis doe, er amar me ee 105.5.23 
Quantity HMMS won ans ok Table 2704.2.2.1 
tle ELS Seam gener Reh egal ae a aan ae Reuben 2704 
Transportation and handling ............. 2705.3 
LES Gian) BEVIN Sees 5S eee fo Geasd wl pete Maes 2705 
SERVICE CORRIDOR............ 2703.3.8, 2703.9, 
20S) levi tn es op old 
Defined . . piers woeeeeys ee aoa 6 - 202 


SERVICE PERSONNEL, CERTIFICATION OF (see 
CERTIFICATION OF SERVICE PERSONNEL) 


SERVICE -UTEIIES ny 0.6 yinteee sue bites 110 
SARS csc atatttakd hate wy alata an 701.2, 1103.4 
SHAFTWAY MARKINGS .................. 316.2 
SHECF'STORAGES Oa See ae | 3207 
Defined 4? rameter te Gora, cases apse a Bo 202 
SOSCIAICV SLOP ASM hase ales ot cals chat ate shat eler e hla 3210 
SHOGK'PADDING? ©3 ...... copies easel, 5003.9.7 
SHROUDS, DECORATIVE 

(OMIGOIMMOVS Beh on.csicr ceteris eee in 605+2.123 

SIGNS (see also PLACARDS; PLACARDING) 
PGCOSSMOGUSOHMES, i. csd ce ok ee ea 5604.6.5.1 
Alarms and warning ........ 904.3.4, 2507, 2305.6, 
2910.5,5.1, 2603.5.1, 5703.5. 1 
BISciicaloomeed-aackie.... «+. <s«B@Ggwaus 603.4. 1 
Electrostatic apparatus................. 2407.5.2 
EIMOICENOVitiate ios a Teh ol. Ale 608.8, 604.4 
Eh tr eo ate aa ee ein 10S. ote a.2.00 30 Uae 
PIS Glal i DOKGGhpeimen - 6. 1 «5 cgeuaireruns 907.4.2.4 
Fire department connection ............... 912.5 
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Fire protection equipment rooms............ 509.1 
Fire-resistance-rated construction......... 705.2.2 
Paani plastic 8). ANOS. Aa 808.3 
Hazardous identification .......... 5003.5, 5003.6, 
5003.11.3.10, 5503.4.1 
ITTIE TOTS |G oc hace coetereeetn ete ee ee 1013.5 
Whenleirveprbeat lite ola 35. don ss boon nt all eee 503.3 
No smoking.......... 310.3, 2305.6, 2308.8.1.2.6, 
2403.2.6, 5003.7.1, 5704.2.3.1 
PERCE S A inspisoia sles icd gaan Cn ee 311.5, 5604.6.5 
FREIIOVEI ED OTe he ce peite cosh et Aerator het oe ts 310.4 
SEIDWAY GXIC Ve cccrers peeve tans aeons 1013.5, 1013.6.2 
Stationary storage battery systems....... 1207.4.8 
MOKA TANKS ery a ret 5704.2.3, 5706.3.7 
Shee? Of TOA sae ees re eee 505.2 
Tampering with verre mets a oe ee 112.3.4 
Vacant DOUGINOS 05 io" See eer ae 311.0 
iS) 911916 PR a i anata: bec pk tet oe bs di 2403.2.7 
SILANE GAS .............. 6401.1, 6404.2, 6405.3 
SINGLE-STATION SMOKE 
ACR W 2 See ee 907.2.11, 1103.8 
gt pan anaeh eoRtBe  Mat aha accabed ols IN ihe fringe 202 
SITE 
STINE ee ar re tate eet: ae eee ee ee ae 202 
SITE SAFETY PLAN 
TONTIDOUIETILG, thers tal ste a aca te eet ne Sous 1.1 
8221/6 | ae i et be ne Weak Rerebedel onde apy 202 
RESUCTISIONNV ch arto ueee atten Lin SUT ost dou, | 
Site safety director........ 3303.2, 3303.3, 3303.4, 


3303.6, 3303.7, 3303.8, 3303.9 
SITE-FABRICATED STRETCH SYSTEMS... . 803.10 


POBTINGC. 8. you a tisaclak wae one abe ecas co eee a kT 202 
SKY. LAN TERNS 32904 ¢eryerices « nen eer 308.1.6.3 
CISTSCAA CUP APOC UNE fle cic .c vail nb alpen es aiabal 202 
SLEEPING UNIT 
CPR Pies catia hu. cies bit ol eaiics co ecient 202 
SMALL ARMS AMMUNITION AND SMALL 
ARMS AMMUNITION COMPONENTS....... 5606 
Dene (ois en a ee 202 
SMALL ARMS PRIMERS 
Definede cc is ines cca se tee oe eee 202 
GrOUp Vins: te hoe tr aeriee hos 18S Br ee 5606.5.1.3 
GOUD aS Rint WA eke fot oe ne 5606.4.3 
Speirs [6 | aa RN Mn Hr Mat Boer a 5606.5.2.3 
SMOKE ALARM.......... 907.2.11, 1031.6, 1103.8 
CIGNA LE sic ss ee vie eee ee es 202 
MAIILGDGNCE 27)... a17 vate 901.6, 907.10 
REDIECOMANE cau recin 2 pha kines eal a ear 907.10 
Smoke detection system as alternative to .907.2.11.7 
SMOKE AND HEAT VENTS ........... 910, 3206.8 
SMOKE BARRIERS . 
CONSHUCTON . ciuk wea ney ances ces ens ae ee 909.5 
INDEX-26 


Defined: .....(@losmes. welt ASMA. YSU 202 

RA GGTISNI CE ee cok et oleae 701.3, 704.1 

Opening protectivesin............. 705.2, 909.5.3 

Pressure differential................... 909.18.6 
SMOKE COMPARTMENT : 

Defined «ois oer ee ee 202 
SMOKE CONTROL SYSTEMS ............... 909 

PGrnit? AEA SP le Seay ee 105.6.19 
SMOKE DAMPER 

FST ahs ste NG a ee ee 202 
SMOKE DETECTOR ...... 907.2.11.7,°907 2. 1a) re 

907.3.1, 907.4.1, 907.4.3 

DeTined yi. Ae eRe Vee, eee, Sane ae ene: 202 
SMOKE PARTITIONS ..................... 701.4 
SMOKE REMOVAL .....................5- 910.4 
SMOKE-DEVELOPED INDEX 

DOOTNGG iss ache ee ee 202 
SMOKELESS PROPELLANTS 

EXC TIVO ceri Yssar os.cirenias eens oo neat Te cee 202 

CEs edl . gica vapereacansrnd cad heaton 5606 

Siorge:and. MahGind, «.. 0.5 «++ weve eee 5604 
SMOKEPROOF ENCLOSURE 

DGGE: ccnsie- wisps Geeeene ce eiaks «arses ene 202 
SMOKE-PROTECTED ASSEMBLY 

SA LING foe ee ete eae ee 1030.6.2 


DSTINEO . kan eee lca ae ae 202 
SMOKING........ 310, 2003.2. 2006'3:8, 23105527 


2403.2.6, 2803.5.3, 2903.7, 3305.1, 
3404.3, 5003.7.1, 5704.2.3.1, 5706.6.1.9 


SlOnS’ Ce, Pee nee ee A ee 310.3 
SOLAR PHOTOVOLTAIC POWER SYSTEMS .. 1205 

Pernt ee ee ee ee ee, © ee ee 105.6.20 
SOLID (material state) 

POETIC ts hn ON Ry eae er cee eee 202 
SOLIDSBIOFUED rr, ee eee 2809.4 

OTN oe ers oe aa ct ey he Gene ee 202 
SOLID BIOMASS FEEDSTOCK ............ 2809.4 

ETT 2 spss dittns ak cok cee ee Deen 202 
SOLID SHELVING 

CT oho cee is (oo salen aaa agra pa 202 

PIS GEOLOCTON . «... odetiiadia sme ac aie 3208.2.2.1 

FOCKS 55) Bi slew G c's na Guat Pet ee 3208.2.2 
SOLVENT DISTILLATION UNIT ............ 5705.4 

DOGTIOIOG stds cual Rieiu:as ca etiiesit hate aa aha a 202 
SOLVENT OR LIQUID CLASSIFICATIONS, 

ORY CLEANING’... 0-44 cee ee ee 2103 

BTN nna scatcereectana heeds: st «cf conte eee 202 
SPACE HEATERS Cua cress sweet 603.9, 3304 
SPECIAL AMUSEMENT AREA 

DT aat Sos saa sche Piss escape pale! Ga aoe cee 202 

Exit access travel distance........... Table 1017.2 
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Fife GIsInnsysieme.c0Ors....... 907.2.12, 914.7.2 
OIG itu wiles) hiv ov <uin > o Ae 105.5.3 
SpAnKiers ay for Laeg. .. . Table 903.2.11.6, 914.7.1 
SPECIAL INDUSTRIAL EXPLOSIVE DEVICE . 5601.1 
DSTI S ARs cae ns oe OS, VRID 202 
SPILL CONTROL 
Carts-anditrucks 2). 201 ... 5003.10.3.4 
EVEN RE NPR PANO fee oJ 2107.2.3 
Flammable and combustible 
GUIS) 2S iy son's 5703.4, 5704.3.7.3, 5704.3.8.2, 


5705.3.7.5.3, 5705.3.7.6.3, 
5706.2.6, 5706.5.1.5 


. 5004.2, 5005.1.3, 5005.2.1.3, 
5005.2.2.4, 5005.3.4, 5005.3.6 


Hazardous materials. 


Service stations and repair garages........ 230515 

SPILESA ARG Cr... 2004.4, 2006.11, 2310.5.2, 
3107.15.5.3, 3306.6 

SPONTANEOUS IGNITION 

HAZARDS.G eV 182.55. 304.3.1, 305.2, 3305.2.4 
SPOTTING (see DRY CLEANING) 
SPRAY BOOTH 

Areas adjacentto................00. 2403.2.1.3 

GoOnSTLUCUGINe we og cis cs tree nee SPR DRE 2404.3.3 

WEAN NG Gye rtavs cae ead en as coe OORQNURE 202 

MORN ead hi 4s 7 dtr A 105.5.47, 105.6.22 

MWORIUGNON Hag sede ee eal rae wae ree ie: 2403.3.5.2 
SPRAY FINISHING........ 105.5.47, 105.6.22, 2404 
SPRAY FIRE-RESISTANT MATERIALS ........ 708 
SPRAY ROOM 

WOnsiuouOn wich street se ree were 2404.3.1 

STOO ati uc niin! buh teres Sten a caeemaee CR ee 202 

FOTN A pene in etait Pe. Tr 105.5.47, 105.6.22 

MRULNA ONE A ties 48 oy fee 2 ge er 2403.3.5.2 
SPRAYING SPACE 

Bre gl Oa Pea a cde I ita i hi ch dis | 202 
SPRINKLER SYSTEM (see AUTOMATIC 


SPRINKLER SYSTEM) 
STAGE CANOPY, TEMPORARY (see TEMPORARY 
STAGE CANOPY) 


STAGES, FIRE PROTECTION FOR... 905.3.4, 914.6 


STAIR 
TEPRMES re ie as cass Kes ad bos Tesla Wn 202 
STAIRWVANS 0c. G bins cx no wet vhxn cas OS 1011 
chi |e fa OGRE i ne EONAR 6 2» 202 
Identification..... 1023.8, 1023.9, 1104.21, 1104.24 
On flammable and combustible 
liquid loading racks............... 5706.5.1.12 
On flammable and combustible 
liquid storage tanks................ 5704.2.9.4 
STAIRWAY, EXTERIOR EXIT............... 1027 
DAMS, ssc css cae co 0 ores. bas teeth: 202 
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STAIRWAY; SPIRALZ A... Eo. Safeline. ane 1011.10 
Denied Wir fee ¢ cada cadens 9 B9SHQ Bidanm 202 
STANDBY PERSONNEL (see also FIRE 
WWAIGH) Bey eee eee cn. coe eGS ald 3107.17 
STANDBY POWER SYSTEM........ 1203, 5005.1.5 
Lee, ete oe ce. i Bee, COMER HLS: 202 
STANDPIPE, TYPES OF 
Gened ... 2. Sehheb sos eS pewte’d au0Krlts 202 
STANDPIPE SYSTEM, CLASSES OF 
BIO DUME sulted «a ode cls cl ee Rae 202 
SIE Go ean ein Gace Sal Sia tare aan a OO 905 
Buildings under construction/demolition....... 3314 
a ele le ciel OE a Ae 905.8 
Bk CUNCINGS |.4 4s wwe as 1103.6, 1103.6.1 
Heliports and helistops ... 905.3.6, 1103.6.2, 2007.5 
L SNASeapSd WOOIS..£ Sl bw oss. ao, SINS IO. 905.3.8 
LT yes | RM 6 | ae a OS 105.6.235 
RooKop gardens... . . 290. novelept oi ee 905.3.8 
STATIC PILES (wood products) 
GONNeO a5 cs sed sade an 64 yh den oe BRO 202 
RRUGCHON Pe 46 6 pms ase ows ver ae. 2808.6 
STATIC PROTECTION................ 5706.5.1.7 
STEEL 
DENNEGiP tte foe adel reat lax Aree foe besdt 202 
STILLS, DRY CLEANING......... 2104.2.4, 2107.1 
STOGOE,WORK ORDER: » 2 feo PUP OR ee i. 
STORAGE 
ASrOSOl: INSIde 2 8? se ee Ee ae 5104 
PeeUnON ss ook eee eS ee oe 5606 
AuiConi ae paaere ee: eV: Reve 315.3.4 
Prone reas oases oe): ae IS See 3209 
PONGEEONIS Ses nr Po ela a er Yk U1070:3 
Saciomica;viderie spew. wade. . axgere 3507.1 
fee OE ee ee eh a a as 3209.3 
Combustible fibers, baled.................. 3705 
Combustible fibers, detached structure ..... 3704.6 
Combustible fibers, loose.................. 3704 
Gonimusicieviduldsra recy serie ey) Sees 5704 
Combustible materials ...... MUG 3.0 alo, e0U0G.6 
Goriiamseod Gaset ey tie tess! Peed at os 5304 
GoncsaleG SPaces: ...642k6 cds sus caaass aia 
Corridors and lobbies in GroupE........ 807.5.2.1 
Corrosive miatenalset. ttt cee ta rel ek ees 5404 
RAVCGCNI Mitismeer vans a2 or ts civ See ss 5504 
Cylinder and container, welding........... 3505.2 
Distilled spirits and wines ......... 903.2.9.3, 4004 
Picea FOOMIS ct ee hates oe os sone 3 1b.c.0 
Elevator lobbies ......... 604.5.1, 604.5.2, 604.5.3 
ee eet lege abit cee Pe an ee 5604 
Exterior, finished lumber...............00.; 2809 
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Fire command centers........... 316.3739) 50806 
Flammable gases) Coe TFON as ok wey ON 5804 
Flammable liquids os!s. 902) JMAOEAIS. Cee 5704 
Flammable solidsit Oh. « o.e5 viens ee 5904 
FORI AG eh) ek net ts A ee Pe 5704.2.9.2.2.1 
UCI CON 2 4% web ersiee heer RA ee 605.4 
Hazardous materials .................0005 5004 
Hazardous materials storage defined ......... 202 
High-piled combustible .............. Chapter 32 
Hogged material: 2. .iee.yere ewaeo he 2807, 2808 
IIGOOPS oR o ee oF ov ee aed eee ee 315 
og areas). LO TAOINOVOL TRIG ey oe 2806 
Loose combustible fibers.................. 3704 
LP gas FRYE ws ena ewe bby» On ee 6109 
Mattresses’. |. .45.,.GQ8 ... ARRAN POR, 903.2.9.4 
Means ofegress........ 315.3.2°607- MBO S241, 
807,5.5..1, 1032.2 mCa253 
Mechanical refrigeration rooms............ 608.12 
Mechanical. rooms . {eicuhess tare ch epee 
NIOCaIMIOSA. MRAP A «macro une na nah sae 2909.4 
rGanic Deroxide <3. 42. suse ee 2909.5, 6204 
Quisidera . 02/4. 2 4a SRE ee ee 315.4 
OXIGIZOS OU ira enue tee ate een ee 6304 
BIA: a eA RAL oa ee ee 5003.11.3.11 
PIGKUMB eee... a 5. : SA, Oe 31536 
Pyrophorie materials ........ sears eee 6404 
Pyroxylin (cellulose nitrate) plastics.......... 6504 
Rack yal soos kin kaw OA 3208 
Self-service facilities .................. 903.2.9.4 
Semiconductor fabrication facilities.......... 2704 
solid-piled and: shelf <i wi. a. ee. hee 3207 
Specially: 32:24 v.45 ss 60 ban eA oe 3210 
VQRIGR! Sart Ak 5 Nt So ak Sle 2909.2, 5704.2 
ics Soe ee eee eee Re eee 3405, 3409 
LINGEPTOOTs © ov 69.) ced ia ee 315.3.4 
Under high-voltage transmission lines........ 349,50 
Unstable (reactive) materials............... 6604 
Upholstered fumiture 7... ©. . spire aside 903.2.9.4 
Water-reactive solids and liquids............ 6704 
VAIOOC CIIDS cc shes 1 ase i. eee mei aa 2807, 2808 
STORY 
OU Om eee es Poe rua ree me epee: | 202 
STORY ABOVE GRADE PLANE 
BIOTEC hi co aa. cic soton vic si aetun ash eal aan aati ee 202 
Sl ERAN 5. 5, cide a bh jeep era al catteea AS 3107.2, 3709.4 
Waste material... +.. ... + .:2 cpdeteeetbepent elie 4 304.1.1 
SUB-ATMOSPHERIC PRESSURE 
GAS SYSTEMS (SAGS)................ 2703.16 
SUMP Ss fect cae rk ee Pee ee 5706.3.3 
SUPERVISING STATION............ 903.4.1, 905.9 
Denied eens aa eee ead at 202 
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SUPERVISION.......... 903.3.8.4, 903.4, 904.11.2, 
905.9, 913.4 
SUPERVISORY SERVICE ' 
Defined 2a ate JTRS. LA? BLO aa 202 
SUPERVISORY SIGNAL............ 903.4.1, 905.9 
DO@FINEd, «cas awe soaks 10 oe eee 202 
SUPERVISORY SIGNAL-INITIATING DEVICE 
Defined. vecisdaaeuwatrciaane oe 202 
SYSTEM (hazardous materials) 
Definears..c.\. SAN BOTG is co Se 202 
T 
TAGS 0&..4-6,808e. 901.7.2, 901.7.3, 901.8.1, 904.9.2 
TANK 
Abandonment of......... 5704.2.13, 5704.2.13.1.4 
Above-ground........ 2306.2.2, 2306.2.3, 2306.2.4, 
5404.2.1, 5003.2.4.2, 5704.2.7.3.5.1, 
5704.2.9, 5704.2.13.2 
Anchoring. .....-Q00Ra a? VAG eee. 5704.2.8.5 
GADaCity a ost wie igs eee es 2305.1.2 
Capacity, available................ 5704.2.9.7.5.2 
Compressed 9aS 0... se ck au ns 5303.1, 5303.4.2 
COnStUCHOh. Mec tp Reece neem 5704.2.9.6.1 
Cooking Oil storage ©... a. .1.+s94ea ae ae 607 
RTECS oe ek ils civ buaeew es yates ee eee 5003.2.6.2 
Defined 2 20) . Tad ilan. <. nnd Ree 202 
Design and construction........ 5003.2.1, 5704.2.7, 
5704.2.9.6.1 
DING Bective, creer Ramis a Geom emench as ee 5704.2.10.2 
DISCHANG Cs xxccotics sh sek geen aN anes 5704.2.7.5.5.2 
DISPENSING & ARE oi ks ns evn ee 5706.2.8, 5706.5.4 
Drainage.controlias i: duce eae a 2306.5 
EEPADLY diet va eee 5003.2.5, 5704.3.3.4, 5704.4.8 
Fill. pine.connections....:...00...<e. 5704.2.9.7.6 
Filling operations ............ 2305.1, 5706,.6:4010 
Hot WOrk.ONns«. ontiext wie Re OF 3510, 5704.2.7.6 
Inside buildings ............. 2306.2.2, 5704.2.9.5 
Installations. ascih «seared 5003.2.4, 5704.2.7 
LIntngn.GOGs. . . PR OIE ees oe 5704.2.7.11 
LOWSOUESSULG sks io tn eee mie ee a oe 202 
NMGINTQNSNCC..0..0etcs ae wat her ata o heen 2903.9 
Wet HOIGIG eae poe a rome aeebeee ee ae 5704.2.7.3.5 
ERI is te toveciss ced suse tor orca es at 5706.2.2 
Openings..... 2306.6.2.1, 5704.2.7.5, 5704.2.9.7.8 
Out ofjservice sc, Ae 5003.2.6.1, 5704.2.13.1.1 
Outside bulidingS : -: 6 cis c BO eee 5704.2.9.6 
Overfill protection....... 5704.2.7.5.8, 5704.2.9.7.6, 


5704.2.11.3, 5706.4.6, 5706.6.1.5, 
5706.8.3, 5706.8.5, 5806.4.7 


Permanent and temporary.............. 5706.2.4 
PIDING 3 og ek oc mer a cli 2306.6.3 
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Piping, valves and fittings............... 2306.6.2 
PEP aint caw wh ay cae 2306.2.5, 5704.3 
Preparation for fueling ..............04. 2310.5.6 
PES GUID 25.6 50s. x RO le Ae 2409.3, 5704.2.7.2 
TRG LV Le En sini awe oa 3 Ce 202 
Protected above-ground (see above-ground) 
REO A er ise case «ae AIMS 5704.2.14 
Repair, alteration or reconstruction ..... 5704.2.7.6 
Secondary containment............. 5704.2.9.7.3 
MCeTY Me ee PRE ad oe hoe ea oe 2306.3 
Soveniswrdgesa:, Petar tet... os pe 2107.3 
Stavonania: mat . SUT . 8: 6004.2.2.7.4 
Storage........ 2909.2, 5704, 5706.3.1.1, 5706.3.5 
esting sya et. ae, 2 aR. eee, PR 5704.2.12 
Underground. . 2306.2.1, 5003.2.4.1, 5704.2.7.3.5.2, 
5704.2.11, 5704.2.13.1 
i doe aca i gare a A 2306.2.4, 5704.2.8 
Vehicle .. .2909.3, 5706.5.1.15, 5706.5.1.16, 5706.6 
VGMEHIOMMEN Ss. 2 se faye 5704.2.7.3, 5706.2.4.2 
VEEL «iis gene eae eee 50.2.2, 0078 
TANK, ATMOSPHERIC 
OSTEO Rist wie AS th 54 ee 202 
TANK, PORTABLE 
OMT Me ee, 8 oy hs ey 8 ea Sia ce 202 
TANK, PRIMARY 
BSTC TeN pee et ea ae Ad a 202 
TANK, PROTECTED ABOVE-GROUND 
SHINEG sek ee ts de A ee Ye ee 202 
TANK, STATIONARY 
DONNCG 6. 145.55 bt hes OES EVA hind ct os Pe 202 
TANK CARS (see also BULK TRANSFER). . 5706.5. 1 
Loading racks or stations...... 2909:3,5706:5:1:12 
Use as storage tank................0.. 5704.2.2 
TANK VEHICLE .... 2904.3.2, 5706.5.1.16.1, 5706.6 
Alrcraftfuel-servicing 292.8 Jee Me. 2005.4 
GOMMICSUONeE . Pee thee ers ne es 5706.5.1.15 
GOOST UC IONS pice (aM eat AG ate ects 5003.2. 1 
[SU REL POS Re AE Ae A EG Al ME A agent 202 
DISDENSINGIIOM.. =o ae ee 5706.2.8, 5706.5.4 
BU EOLEOUOL Ge © ths fob 8, 5. 5s i's hoes 5706.6.4 
EY Tein] he Qa ae nh Ae §706.6.3, 6111.3 
EoaninouaCKS ObStatlOns <5 5 25h scauren es 2909.3 
Doe svOnemmee 6545 ns eee ee ee 5706.6.1 
eee er See ds GS Gs Be 5706.6.3, 6111 
aOR) Cima hi) ea reborn ee Seen SS Y, 5706.6.1.9 
SULIT toe ees he sink 5706.5.1.16 
Use as storage tank................05. 5704.2.2 


TAR KETTLE [see ASPHALT (TAR) KETTLES] 


TELEPHONE DIALING-DEVICES, 
BUTOMATICOS. 5.5 PIR se cscs QUE 907.6.6.1 


TEMPORARY HEATING EQUIPMENT .. 603.9, 3304 
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TEMPORARY SPECIAL EVENT 


ST RUC LURE Sitesi ee those cian. hand 3105 
Definedsioes.. . WSERYS.4OOR OSLIAI AA 202 
RR NN, le ny exes wre ll 105.6.24 
TEMPORARY WIRING.............. 603.8, 3305.7 


TENANT IDENTIFICATION (see COVERED AND 
OPEN MALL BUILDINGS) 


TENANT SPACES, VACANT (see VACANT 
PREMISES) 
TENTS AND OTHER MEMBRANE 
TM UGrLOGe tattle oe toe Chapter 31 
NCSL. tect rewe eles pene enietae greatest she. elegy Age 3103.8.1 
PACT IGS SSUPIGECI ES, ates cone a ceric weer ts 3102.1 
Air-supported structure........... O1U2-1,0 105,10 
PRDOLOVEIEN Ce cee cree cae ieee he 3103.2 
Crowd managers............. 3106.4.3, 3107.17.2 
Dehiecamnrtt ct otra ee ate hansen aan 202 
Fire safety requirements................. 3104.2 
SED atOlS ben seatsaed: csi tena 3106.6.2, 3107.16 
Heating and cooking equipment . . 3107.12, 3107.12.7 
ROCAUON ee, Sa Be cia ia oS 1 eee, rae ri 3105.8 
Be BIE Saray cnn I Ae Ae i aa an tale 3107.13 
Rimes rOUCOLeGGt 2 itt se we Ae mee 3103.12 
CocuuantiGaden. s+ 1% vient oe een, ae e107 Stil 
SMDUdnOSoe, wise wacarter 3103.8.4 
Operational requirements.................. 3107 
Perit ameit, ners As" GR eres 105.5.49, 105.6.24 
Portable fire extinguisher ........ 3105.9, 3106.4.4, 
3106.5.2, 3106.6.3, 3107.9 
SEE ie) Steities ate cpeeeed ee attain ene te 3103.11 
SIC CCOStAIILY sa, 6 acs a tues oi@ee saber aus cats 3103.9 
UM previa SULICILICS eerie tt ae 5 Hie, Mies. oa se 202 
WaStOsm miss ¢eua Wh pata ahi aE bia ou 3107.19 
TESTING, ACCEPTANCE (see ACCEPTANCE 
TESTING) 
THEFT RESISTANT ... 00.0.5 .5.4. 0. 5604.5.1.2 
A STATS Ya (ae SO IY ea pct tor eta sta Neh ay te Nl at 202 
TIMBER AND LUMBER PRODUCTION 
oie (ey gt | SE ge a ba ec es aioe i 2807 
CesT AoC ee ret eM een teed itn RE dom 202 
Re REBUILDING ios eee eos eee 3403 
Fa [AN pe atin ts cceceie alneceengat tient dar ine 105.5.48 
Precautions against fire ................04. 3404 
Mister TOMA ee ea ene Lie ee Chapter 34 
ic AP a hake ep deel a. Bene et dee ene io arate ieee alae 3406 
Sia[plsi ele pooge ec See er 3407 
usa [el eigen ce oe tata re an, Cee ee ES one 3409 
G1 (Tabe ye! ge: eon, ag ae ae ne eee ROE 3405 
ating) Oat lp ROR ee eg eel Tis 105.5.48 
Precautions against fire ................05, 3404 
TIRES, BULK STORAGE OF 
SSG ie cece de kai cis a esis 202 
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TOOL (semiconductor fabrication) 


DSTiNOG: hie Kee ves (nana SPP eee 202 
TORCH-APPLIED ROOF SYSTEM 

Dehinedin.4ankies Gi as eens 4 e508 CaN 202 
TORGHES 9 seen ee OE eee 308.4 

Pernt: fy. OEE) SL ew ae 105.5:35 
TOWNHOUSE 

BOHN GCL ies eeeel Sim, Ca RET s pee ee 202 
TOXIC 

Defined-nsueie va. satel es Sanus eee 202 

Materials (see Highly toxic and toxic materials) 
TRADE-OFFS FOR SPRINKLERS ......... 904.2.1 
TRAFFIC CALMING DEVICES ............ 503.4. 1 

Res 22 SEG, scParo Siolre uy AB dew oa ee an 202 
TRAINING, EMPLOYEE EMERGENCY......... 406 
TRANSIENT 

Defined e023. 5 sain as ee i eee 202 
TRANSIENT AIRCRAFT ................. 914.8.3 

Dehried (Ce Chee Fs aieuidel eel Alek ce! ocean 202 
TRANSPORTATION 

Hazardous materials............ 2705.3, 5003.10 

bi PAISER 8 Saal Le Ae ts eee ae 6101.1 


TRANSVERSE FLUE SPACE (see FLUE SPACES) 
TRASH (see RUBBISH) 

TRAVEL DISTANCE, EXITACCESS ......... 1016 
TREATMENT SYSTEMS ....... 608.13.5, 2703.14.3, 


6003.1.3, 6003.2.3.2, 
6004.2.2.7, 6004.3.4.1 


TREES (see NATURAL CUT TREES) 


TROUBLE SIGNAL .......... 903.4.1, 906.2, 916.5, 
3905.1.2, 5808.5.2 
BTN Eo ua dd es eke hcl Ge a 202 
TUBEBLLRAILERS oo ee) eas eR O EEK 
EDESTTVERS osu sacl ue ap recmetun klar aaah ass inal ae 202 
TURNSTILES... ww... cn concn eee 1010 
TWENTY-FOUR HOUR BASIS 
Defined}, re o.0tre ar ephaviees aos rees 4 aan. cio 202 
U 
UMBRELLA STRUCTURE DEFINED.......... 202 
UNAUTHORIZED DISCHARGE... 5003.3.1, 5706.2.8 
Datined amase evs Aout 2 hae... . coe eee. 202 


UNDERGROUND BUILDINGS..... 403.10.3, 905.3.5, 
907.2.18, 907.2.19, 914.5, 
Table 1103.1, 1203.2.19 


NLA EU AG og ate oer oe oe ee phy 
UNOCCUPIED TENANT SPACE............. 311.6 
UNSAFE BUILDINGS (see BUILDING) 

UNSAFE HEATING APPLIANCES ........... 605.2 
UNSAFE STRUCTURES OR EQUIPMENT...... 114 
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UNSTABLE (REACTIVE) MATERIAL ... . Chapter66 


DERGEC CHIR. ic Eien le te Dae ae ee Bae 202 
indoonistorage Fin, yas. «+ CH oe epee 
OuiidesstOrages 6 cove. is. Joe ", 6604.2 
Requirements. Pye see } os cece ie bce ee 6603 
Useodaniumig-avads, 298), uaueng-ov aie Oe 6605.1 
UNVENTED HEATERS ................ 008 605.5 
UNWANTED FIRE 
Defifed aah. 4 9.) Pri. pee 202 
FS PRUONIS iat passe w b:G area fe dane eee 305.5 
FGPOMg vnigy cas as «os nd ea, 401.3, 3310 


UPHOLSTERED FURNITURE (see FURNITURE, 
UPHOLSTERED) 


USE (MATERIAL) 

Defired. nce .4.8.5 2008. $6 BOS. » Brciae 202 

USE, CHANGE OF (see CHANGE OF USE) 

UTILITY IDENTIFICATION................ 509.1.1 

V 

VACANT PREMISES ....................... 311 
PDANCOMER te ree et ta Os ee Snr 
Fire protection systems ...............5. 311.2.2 
RIACari ee eee ty ules ee ee 311.5 
Removal of hazardous materials............ 311.4 
SareQuarding: uw a). owls ede S11:2 
Tenant spaces......... 311.1.2, 311.6, 403.10.1.6 
Waste removal iy 0.0 fata dese el eee 31.4:3 

VAPOR AREA, FLAMMABLE 
BSTINGG 0.0), -3'j oe whew ins oe aes ek 202 

VAPOR BALANCE SYSTEM............ 2306.7.9.1 

VAPOR PRESSURE 
Defined. 955. yi. es ula ewe 2 Se eee 202 

VAPOR-PROCESSING SYSTEM. . 2306.7.9.2, 5706.8 

VAPOR-RECOVERY SYSTEM ..... 2306.7.9, 5706.8 

VEHICLE IMPACT PROTECTION (see IMPACT 
PROTECTION, VEHICLE) 

VER CES iri in aac a ven aan ee cee eee 314.4 
Compressed natural gas powered......,.... 2308 
CSB UGIO” lieu Slade eed cee ai 3107.15 
HMOUISUGia MVM! ioe ds giants ees ee 6103.2.2 
BICUIT@IOC 9) 5..c+ sos ot aaah: lade Gaenmehae 3107.15 
BRAGaS-POWEIEd ooh ce cle ss 2307 
COVOr Ici 3 oro, CRN ote, eer 2307.7 
Storage:ot, in bulldings“" ie... .... eee 313.2 
Terk somes o. wage! Oe, 2909.3, 5704.2.2, 5706.5.1.15, 

5706.5.1.16, 5706.6 

VENTILATION 
Defined. ...... «. Qou yaa Des cae 202 
Dry. ClOANING .ic.0 dos eis ee 2104.2.1, 2105.2.3, 2106.3.3 
Electrostatic equipment.................. 2406.7 
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EX Gligts sat pete as a eek 2(03.14;12/03.165:2 
PIOOE SULTEGING etait ioe da: jis. meses aaa 2410.5 
Hazardous materials....... 5003.8.4.2, 5003.8.5.2, 

5003.8.6.2, 5005.2.1.1, 5005.2.2.1 
INGO CIBDENSING - chia igs as foxes 3 5005.1.9 
INGOGH Storage SIGAS Fe i es see. 5004.3 
Industral OVENS .......s81. sees eA ane 3003.1 
Powered industrial trucks................. 309.4 
Process strictures ii). chow Soler se tek 2905.5 
Refrigeration machinery room ............ 608.14 
Reinforced plastics manufacturing......... 2409.6 
Repair garages............... 2311.4.3, 2311.8.8 


Spray finishing . . 2404.7, 2404.7.4, 2404.9.3, 2406.7 


VENTS, SMOKE AND HEAT (see SMOKE AND HEAT 
VENTS) 


VIOLATION PENALTIES .................. 112.4 
ATE Reea LAD Ica eee eee eS a ab aries ah eM 112 
VISIBLE ALARM NOTIFICATION 
REE GIANGE eet lens Sees ee 907.5.2.3 
RIG Tick meee ar Ae Ee ee ie Bae ea 202 
W 
WAREHOUSE 


Aerosol... . 5102.1, 5104.3, Table 5104.3.2, 5104.4 


Liquid5104.6, Table 5704.3.6(2), Table 5704.3.6.3(3), 
5704.3.8, 5704.3.8.5 


WARNING SIGNS 

Compressed gas vaults .............. 5003, 16.13 

EXDIOSIVES ree Soin tek, 5604.10.5, 5605.8.2 

Fire-extinguishing systems............... 904.3.4 

Flammable and combustible liquid 

WING eee ersten Sys Kew tiale 0 tien ee 5704.2.8.15 

Flammable finish operations............. 2403.2.7 

Flammable liquids storage ............... 5/03.5 

Pre aniGcloo TDGMING samt ed civ u's etsialy iad 2507 

Ue ISDE SING te ern Ah yay icte al ee accas w grs'a 2305.6 

Fumigation and insecticidal fogging....... 2603.3.1 

Hazard communication (haz-mat)..... 407.3, 5003.5 

Oxygen in home health care.............. 6306.6 

BSW Serhan aici, Laas 310.201 plows 
WVATSRAN Tego in se ieee oe ds cae 104.3.1 
WASTE MATERIALS, 

COMBUSTIBLE........... 105.5.51, 304, 3305.2 
WASTE Ol ieee. As ahee ed oats DOS is, 20 be 
WASTEBASKETS AND WASTE 

CONTAINERS............ 304.3, 808.1, 3305.2.3 


WATCH, FIRE (see FIRE WATCH) 


WATER MIST SYSTEM (see AUTOMATIC WATER 
MIST SYSTEM) 
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WATER SUPPLY 
Buildings under construction or demolition, 
Slandpipes nia WpOyOteainieL) Wi, Al OF 3314 
PAT IOTOLOGUOND. ein Wink: erence tn Aer 507, 3313 
PRC CCUM eshte oe eed s ts ora tu eia eons 507.1 
Secondary for high-rise.................. 914.3.2 
OM MKIOlS th aamees cir sees iad eee wae vd 903.3.5 
SDL p(s [0] 6) 18) 735 Aan 0, a PR Re a Dt 3314 
AO eae aren artes ans PART tT (te rt hh oes one 507.4 
WATER-REACTIVE MATERIAL......... Chapter 67 
LAS NEC mp er Bef ere ean eel RAs slic ee eke lade lead « 202 
SOON StOFagG 52 sist w cot i Rete med maeees 6704.1 
BRU OO ECO OG Nara a irtciatoe Mele ateiet sia. hot wl was 6704.2 
ReQUIFEMents oof...) ts. yee a we impatd.(é 6703 
LISG fete Ny tat eta d vacea i cra bat sci Se dua 6705 
WEATHER PROTECTION ....... 5004.13, 5005.3.9, 


5608.5.2, 5704.4.7, 5705.3.8.4, 
5706.5.1.2, 6003.2.5, 6404.2.2, 6405.2 


WELDING AND OTHER HOT WORK..... Chapter 35 


SUING Ne rene gi vente meme ear tera a fe el 3505 
DSUieaerre nt a tela: hy geienk deere aims 202 
EIGCHIC Glo mtu ictat Rite Sans at area eaecsele «ap erns 3506 
Flammable and combustible liquid 

Lather the ho kage os 3504.1.7, 3510, 5704.2.7.6 
SAS Gibran bial citots Moo daca fecal ae 3505 
PITTA tipa tains aciiits a Race esa 105.5.12, 105.5.25 
PEQUIEIIEINS sic ou Cais seule xxv 3503, 3504 
MEG StOLBOG VAL Sr ns etnss wows eal run eens 3404.2 


Warning signs in flammable finish operations....... 
2403.2.7 


WVEILS ORICCING 28 ui Gana 5.0 omen brs RE Nees 5706.3 
WET FUELING (see MOBILE FUELING) 

WET HOSING (see MOBILE FUELING) 
WET-CHEMICAL EXTINGUISHING AGENT ... 904.5 


EVESTIEMOCHR Aya te aes kn pers ie Gas eae RT em 202 
WHARVES............ 2010. 5.4, 20 100.0701 UO s 
WILDFIRE RISK AREA............. 308.1.6, 308.2 

RIGO ie tench ee ee) ae A gob erst 202 
WINDER cues ea. bi ock eitecen c NOTA: 01d. S 

BO bi fale GRR = ala: oA Ae ae a 8 Rn ae 202 
MVINDOW WELL Site yin vatican fin alates 1031.5 
WINDOWLESS STORIES OR AREAS.... 903.2.11.1 
WIRELESS PROTECTION SYSTEM ........ 907.6.1 

PISO mere semuar Res emis Lie ay ea he ek 202 
WIRING, ELECTRICAL 

Abandoned in plenums.................. 603.10 

PAE Ae ai. eM etaahe Wil Mad hace ate wy ah Ko ba ce 603 
WOOD PRODUCTS .......... 105.5.52, 2807, 2808 
WOOD VENEERS oe) eo acurae ets Ware sas 803.12 
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WOODWORKING FACILITIES(see LUMBER YARDS 
AND WOODWORKING FACILITIES)..... 903.2.4.1 


WORKSTATION (semiconductor manufacturing) 


JETT 55. nis sip » wie vs oa den @ 202 
Y 
YARD 
S72) | gis OMAR NE Milles di eebtatn  ovifeh AI 3 coe 202 
Z 
ZONE, FIRE ALARM TUG ees eas 907.6.4 
DeTiNeG Aisa ress otee YR kw eb vee Pas ex Pee 202 
ZONE, NOTIFICATION 
JOTINGG, Cater he Lapse coed eet eae on be aks eee 202 
ZONING INDICATOR PANEL ............ 907.6.4.1 
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HISTORY NOTE APPENDIX 


2022 California Fire Code 
California Code of Regulations, Title 24, Part 9 


HISTORY: 


For prior code history, see the History Note Appendix to the 
California Fire Code, 2019 Triennial Edition, effective Janu- 
ary 1, 2020. 

1. (BSC 08/21, SFM 06/21) Adoption by reference of the 
2021 International Fire Code with necessary amend- 
ments to become the 2022 California Fire Code, and 
repeal of the 2018 edition of the /mternational Fire 
Code; effective on January 1, 2023. 
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HIST-1 


HIST-2 2022 CALIFORNIA FIRE CODE 


Building Confidence, Building Community. 


Code Resources from ICC 
Tools to help you learn, le and le the 2022 California Codes 


Significant Changes to the 2022 California Codes . ae oe 
Practical resources that offer a comprehensive analysis of the ch cal changes since the previow S edi 0. 


Authored by code experts, these useful tools are “must-have” Bees to the many important changes in the 2022 California 
Codes. Key changes are identified then followed by in-depth, expert discussion of how the change affects real world 
application. A full-color photo, table or illustration is included for each change to further clarify application. 


Significant Changes to the California Building Code, 2022 Edition Search #5521S22 
Significant Changes to the California Residential Code, 2022 Edition Search #5526822 
Significant Changes to the California Fire Code, 2022 Edition Search #5592822 
Significant Changes to the California Energy Code, 2022 Edition Search #5523S22 


2021 Code and Commentary — 
The complete I-Code followed by corres 0 


Each title includes the complete code text, Sa tables and figures, followed by in- fea inaigh after Baek code IRC 
section. Gain a better understanding of the intent of the code and learn to apply or enforce it effectively. = 


2021 IBC Code and Commentary Search #3010821 
2021 IRC Code and Commentary Search #3110821 
2021 IFC Code and Commentary Search #3410821 


2021 IEBC Code and Commentary Search #3560821 


| 2021 1-Code Essentials 
A straightforward, focused appr ach 1 


A user-friendly, concise approach that facilitates understanding of the Eisenia ae provisions. Phas meneble 
companion guides contain detailed full-color illustrations to enhance comprehension, references to corresponding 
code sections, and a glossary of code and construction terms that clarify their meaning in the context of the code. 


Building Code Essentials: Based on the 2021 IBC Search #4031821 
Residential Code Essentials: Based on the 2021 IRC Search #4131S21 
Fire Code Essentials: Based on the 2021 IFC Search #4431S21 


Existing Building Code Essentials: Based on the 2021 IEBC Search #4552821 


2021 I-Code Study Companions — ee o 
The ideal learning tool for exam prep or a appl ation oo. ae 


These comprehensive study guides provide practical learning assignments 5 helpful for eae ie or 
instructor-led programs in the workplace, college courses, or vocational training programs. Each book is organized 
into study sessions with clear learning objectives, key points for review, code text and commentary applicable to 
the specific topic, and hundreds of illustrations. A helpful practice quiz at the end of each session allows you to 
measure your progress along the way. 


2021 International Building Code Study Companion Search #4017821 
2021 International Residential Code Study Companion Search #4117821 
2021 International Fire Code Study Companion Search #4407821 
Pe) 2021 Permit Technician Study Companion Search #4027821 
2021 Special Inspection Study Companion Search #4032821 


Browse the latest code tools at shop.iccsafe.org 


LEARNING 


center 


TRAINING & EDUCATION 
The Learning Center at ICC has the training — 


opportunities you need to advance your career 
and earn valuable CoS 


SEMINARS AND INSTITUTES 
e Fire & Life Safety Institute 


e IBC® and IFC® Fire Protection Systems 
e |FC and IBC ee icous) Materials 
* IFC Essentials — 


FIRE INSPECTOR WEBINAR SERIES : 
e General Inspection Administration. s 

¢ General Provisions for Fire Safety, Part | 

e General Provisions for Fire Safety, Part i 

e Special Occupancies and Operations 

e Regulated Materials 0 Boe 


: | : Wj Pui 
CERTIFICATION TEST ACADEMY . 1) 7DOWN 


e Fire Inspector | — 66 


ONLINE LEARNING ~~ 

e IFC Fire Inspector | — 66 Study Guide : 

e Hazardous Materials and Use of Control Areas: 
Based on the IBC and IFC 

e Fire Safety Design: Egress & Extinguishing 
systems 


e International Fire Code Essentials — Fire/Life 
Safety Systems and Features 


Check out our Class Calendar at 
learn.iccsafe.org today or call 


888-422-7233, x33821 for i 
more information! ler © -GODE COUNCIE 


